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Conversion Factors 





| METRIC/ENGLISH 





DIMENSION | METRIC 
Acceleration | m/s? — 100 em/s* | m/s? — 3,2808 fus" 
| ft/s? — 0,3048* m/s? 


Area lm? = 10 em? = 10° mm | m? — 1550 in? — 10,764 f? 
- 10775 Кт” 1 ft = 144 in? = 0.09290304* m? 


Density | alem” = | kg/L — 1000 kg/m" | g/em? — 62,428 Ibm/ft^ — 0.036127 Ibm/in? 
| Ibin? — 1728 Ibm/ft* 
ke/m^ — 0.062428 Ibm/ft* 


bež 


Energy, heat, work. | kJ — 1000 J = 1000 Nm — 1 kPa: m' kJ = 0.94782 Btu 
internal energy. | kI/kg — 1000 m-^/s- Btu — 1.055056 kJ 
enthalpy | КУУП — 3600 kJ = 5.40395 psia : ft^ — 778.169 Ibf - ft 
| cal! — 4,184 J Btu/lbm = 25,037 fU/s* — 2.326* kJ/kg 
| IT cal = 4.1868 J kJ/kg = 0.430 Btu/Ibm 
| Cal = 4.1868 kJ kWh — 3412.14 Btu 
therm — 10^ Btu 2 1.055 X IO" kJ 
(natural gas) 


— 


lbf = 32.174 Ibm» ft/s? = 4.44822 N 


Force IN = I kg- ms = 10 dyne 
| № = ().22481 Ibf 


kgf — 9.80665 N 


mo 


Heat flux | W/cm- — I0* Wim: 


— 


Wim = 0.3171 Btwh - ft^ 


Heat generation rate l Wiem’ = 10° Wim’ W/m? = 0.09665 Btu/h- ft? 


Heat transfei | Wim?^- *C = | Wim?- K 
coefficient 


Wim? + °C — 0.17612 Btu/h - f£? - ^F 


Length | m = 100 em = 1000 mm 
| km — 1000 m 


m = 39,370 in = 3.2808 ft — 1.0926 yd 
ft= 12 in = 0.5048" m 

mile = 5280 ft = 1.6093 km 

іп = 2.54* em 


imu" — н ë 


Mass l kg = 10000 
| metric ton — 1000 ke 


— 


ke = 2.2046226 Ibm 
Ibm = (145359237* kp 

| ounce = 28.3495 2 

| slug — 32,174 Ibm = 14,5939 kg 

| short ton = 2000 Ibm = 907.1847 ke 
Se a T a a UUNGRC NRI ue COPIE E CTI INE 


Exact conversion factor between metic and Engin units 


Galore is originally defined as the amount of heat needed to raise the temperature of 1g of water by T' D., but it varies with temperatura 


[he international steam table (IT) calorie (generally preferred by engineers) is exactly 4. 1868.4 by definition and corresponds. to Ine 
epecilic haar ol water at 15°C. The thermochemical calorie (generally preterred by physicists) is exactly 4.184 J by definition and 


carresponds to the specific heat of water al room temperature. The differance between the two is about 0.06 percent, whichis negligibla 


The capitalized Calorie used by nutritionists i& actually a killocalare (1000 [T calories) 
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Power, 
heat transfer rate 


Specific heat 


Specific volume 


‘Temperature 


Thermal 
conductivity 


Thermal resistance 


Velocity 


Viscosity, dynamic 


Viscosity, kinematic 


Volume 





Ҹу = 1 Ј/5 


I kW — 1000 W = 1.341 hp 
l| hp? = 745.7 W 
| Pa — 1 N/m? 


1 КРа = 10) Pa = 10-7 MPa 

| atm — 101.325 kPa — 1.01325 bars 
= 760 mmHg at (°C 
= 1.03323 keffem? 

I mmHg = 0.1333 kPa 


l kJ/kg -°C = 1 kJ/kg. K 
—-1J/g.*C 


| m"/kg — 1000 L/kg 
1000 ст /и 
ТК) = С) + 273.15 
АЛК) = ATCC) 


| W/m**C — 1 Wm- K 


| I*C/W — 1 K/W 


| m/s — 3.60 km/h 


| kg/m«s— | Ns/m? — 1 Ра: $ = 10 poise 


| ms = 10" cm*/s 
| stake — 1 em7/s — 10 m/s 


lm = 1000 L = [0° em? (cc) 







“Exact conversion factor between metric and English units 


"Mechanical horsepower. Тһе electrical horsepower rs taken to be exactly 746 W. 
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| kW — 3412.14 Btu/h 
= 737.56 Ibf - fus 

| hp — 550 Ibf - fis — 0.7068 Btu/s 
—4241 Btu/min = 2544.5 Btu/h 
= (174570 kW 

| boiler hp — 33,475 Btu/h 

| Btu/h — 1.055056 kJ/h ! 

| ton of refrigeration — 200 Btu/min 


| Pa — 1.4504 X 107 psia 

= 0.020886 Ibf/[t? 
| psia — 144 Ibf/ft? — 6.894757 КРа | 
| ат — 14,696 psia — 29,92 inHg at 30°F 


| inHg = 3.387 kPa 


| Btu/Ibm : ^F = 4.1868 kI/kg - *C 

] Btu/Ibmol - R — 4.1868 kI/kmol - K 

l kJ/kg: °C = (,23885 Btu/Ibm - ^F 
— (23885 Btu/Ibm - R 

| m^/kg — 16.02 tt/Ibm 

| Abm = 0.062428 m'/kg 

ПЕ) = ДЕ) + 459,67 = 1.87(К) 

AF) = L8 TCC) + 32 

АТБ) = АЛЕ) = 1.8* ATIK) 


Мут С = 0.57782 Bush - ft. °F 


| K/W — 0.52730^F/h - Btu 


| m/s — 3,2808 ft/s — 2.237 mi/h 
| mih — 1.46667 ft; 
I mi/h = 1.609 km/h 


| kghn -5— 2419.1 Ibf/ft- h 
= 0.020886 Ibf - s/f? 
= &.B016 x 10 * Ibf - h/ft 


I m/s = 10.764 ft/s = 3.875 * 10° f2/h 
lms = 10.764 fi'/s 


| n? — 6.1024 X 10* in? = 35.315 ft 
= 264.17 gal (U.S) 
| U.S. gallon = 231 in’ = 3,7854 L 
| fl ounce = 29,5735 em? — 0,0295735 L 
| U.S, gallon — 128 fl ounces 
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Dedication 


Jn the future mankind will twin to sciences and 
learning. Jt will obtain all its power from sciences. 
Pome and wile will then pass to the hands of sciences 
the moot brilliant of all arts and sciences, will be the 
moat sought after in all their varieties. Even, in order to 
make one another accept their ideas and cay out their 
werd, peaple will find theix mast effective weapon in 
eloquent expression, and theix most ixesistible force in 
—Said Nursi, 1930 
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PREFACE 





BACKGROUND 

his text is an abbreviated version of standard thermodynamics, fluid me- 
T chanics, and heat transfer texts, covering topics that engineering students 

are most likely to need in their professional lives. The thermodynamics 
portion of this text is based on the text Thermodynamics: An Engineering Ap- 
proach by Y. A. Cengel and M. A. Boles, the fluid mechanics portion is based 
on Fluid Mechanics: Fundamentals and Applications by Y. A. Cengel and 
J. M. Cimbala, and the heat transfer portion is based on Heat Transfer: 
A Practical Approach by Y. A. Cengel, all published by McGraw-Hill. Most 
chapters are practically independent of each other and can be covered in any 
order. The text is well suited for curriculums that have a common introductory 
course or a two-course sequence on thermal-fluid sciences. 

It is recognized that all topics of thermodynamics, fluid mechanics, and heat 
transfer cannot be covered adequately in a typical three-semester-hour course, 
and therefore, sacrifices must be made from depth if not from the breadth. Se- 
lecting the right topics and finding the proper level of depth and breadth are 
no small challenge for the instructors, and this text is intended to serve as the 
ground for such selection. Students in a combined thermal-fluids course can 
gain a basic understanding of energy and energy interactions, various mecha- 
nisms of heat transfer, and fundamentals of fluid flow. Such a course can also 
instill in students the confidence and the background to do further reading 
of their own and to be able to communicate effectively with specialists in 
thermal-fluid sciences. 


OBJECTIVES 


This book is intended for use as a textbook in a first course in thermal-fluid 
sciences for undergraduate engineering students in their junior or senior year, 
and as a reference book for practicing engineers. Students are assumed to have 
an adequate background in calculus, physics, and engineering mechanics. The 
objectives of this text are 


* To cover the basic principles of thermodynamics, fluid mechanics, and 
heat transfer. 


* To present numerous and diverse real-world engineering examples to 
give students a feel for how thermal-fluid sciences are applied in engi- 
neering practice. 


* To develop an intuitive understanding of thermal-fluid sciences by em- 
phasizing the physics and physical arguments. 


The text contains sufficient material to give instructors flexibility and to ac- 
commodate their preferences on the right blend of thermodynamics, fluid 
mechanics, and heat transfer for their students. By careful selection of topics, an 
instructor can spend one-third, one-half, or two-thirds of the course on thermo- 
dynamics and the rest on selected topics of fluid mechanics and heat transfer. 
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PHILOSOPHY AND GOAL 


The philosophy that contributed to the warm reception of the first edition of 
this book has remained unchanged. Namely, our goal is to offer an engineer- 
ing textbook that 


* Communicates directly to the minds of tomorrow's engineers in a sim- 
ple yet precise manner. 


* Leads students toward a clear understanding and firm grasp of the basic 
principles of thermal-fluid sciences without getting bogged down in 
mathematical detail. 


e Encourages creative thinking and development of a deeper understand- 
ing and intuitive feel for thermal-fluid sciences. 


* |sread by students with interest and enthusiasm rather than being used 
as an aid to solving problems. 


Special effort has been made to appeal to readers' natural curiosity and to help 
students explore the various facets of the exciting subject area of thermal-fluid 
sciences. T he enthusiastic response we received from the users of the first edi- 
tion all over the world indicates that our objectives have largely been 
achieved. 

Yesterday's engineers spent a major portion of their time substituting values 
into the formulas and obtaining numerical results. Now, however, formula ma- 
nipulations and number crunching are being left to computers. Tomorrow's 
engineer will have to have a clear understanding and a firm grasp of the basic 
principles so that he or she can understand even the most complex problems, 
formulate them, and interpret the results. A conscious effort is made to em- 
phasize these basic principles while also providing students with a look at 
how modern tools are used in engineering practice. 


NEW IN THIS EDITION 


All the popular features of the previous edition are retained while new ones 
are added. The main body of the text remains largely unchanged except that 
three new chapters are added, and a fourth one is available on the Web. The 
most significant changes in this edition are highlighted next. 


FOUR NEW CHAPTERS 

The thermodynamics part of the text now contains a new chapter Gas M ix- 
tures and Psychrometrics (Chapter 9), where the properties of nonreacting 
ideal-gas mixtures are discussed, and common air-conditioning processes are 
examined. The fluid mechanics part of the text contains two additional chap- 
ters: Momentum Analysis of Flow Systems (Chapter 13) where the linear and 
angular momentum equations are discussed, and Dimensional Analysis and 
Modeling (available as a web chapter) contributed by John M. Cimbala. The 
additional chapter in the heat transfer part of the text is Fundamentals of Ther- 
mal Radiation (Chapter 21), where the basic concepts of radiation and radia- 
tion properties are discussed. The most significant changes in this edition are 
highlighted next. 


COMPREHENSIVE PROBLEMS WITH PARAMETRIC STUDIES 

A distinctive feature of this edition is the incorporation of about 230 compre- 
hensive problems that require conducting extensive parametric studies, using 
the enclosed Engineering Equation Solver (EES) or other suitable software. 
Students are asked to study the effects of certain variables in the problems on 
some quantities of interest, to plot the results, and to draw conclusions from 
the results obtained. These problems are designated by a computer-EES icon 
for easy recognition, and can be ignored if desired. Solutions of these prob- 
lems are given in the Instructor’s Solutions M anual. 


CONTENT CHANGES AND REORGANIZATION 

With the exception of the changes already mentioned, the main body of the 
text remains largely unchanged. This edition involves over 500 new or revised 
problems. The noteworthy changes in various chapters are summarized here 
for those who are familiar with the previous edition. 


* |n Chapter 1, the sections on Closed and Open Systems and Properties 
of a System are moved to Chapter 2, and the Conservation of M ass Prin- 
ciple is moved to Chapter 4. A new section Accuracy, Precision, and 
Significant D igits is added. 

* |n Chapter 2, a new section Energy and Environment is added in addi- 
tion to the two sections moved from Chapter 1. 

* |n Chapter 3, the section Vapor Pressure and Phase Equilibrium is 
deleted since it is now covered in Chapter 9, and a new section Com- 
pressibility F actor is added to complement the discussions of ideal gas. 

* |n Chapter 4, a new section Conservation of Mass Principle (moved 
from Chapter 1) is added. 

* |n Chapter 6, the section H ousehold Refrigerators is deleted. 

* |n Chapter 7, a new section Entropy Balance is added. 

* |n Chapter 10 (old Chapter 9), a new section Vapor Pressure and Cavi- 
tation is added, and the section Viscosity is greatly revised. 

* |n Chapter 11 (old Chapter 10), a new section Fluids in Rigid-Body M o- 
tion is added, and the section Buoyancy and Stability is greatly revised. 

* |n Chapter 13 (old Chapter 11), four new sections Basic Conservation 
Relations, Choosing a Control Volume, Forces Acting on a Control Vol- 
ume, and The Angular Momentum Equation are added. All other sec- 
tions are greatly revised. 

* |n Chapter 14 (old Chapter 12), a new section The Entrance Region is 
added, the section Laminar Flow in Pipes is greatly revised. 

* |n Chapter 15 (old Chapter 13), the first three sections are greatly revised. 

* |n Chapter 17 (old Chapter 15), the section Thermal Insulation is 
deleted and a new section H eat Transfer in Common Configurations is 
added. 

* |n Chapter 19 (old Chapter 17), the covered topics remain the same, but 
the material in all sections is greatly revised. 
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* |n Chapter 20 (old Chapter 18), two new sections Equation of Motion 
and the Grashof Number and Natural Convection from Finned Surfaces 
and PCBs are added. The remaining part of the chapter is completely 
rewritten, and the N usselt number relations for rectangular enclosures 
are updated. 


* |n Chapters 21 and 22 (old Chapter 19), a new section Radiation Inten- 
sity is added, and the section Radiation P roperties is rewritten. The ba- 
Sic concepts associated with thermal radiation are covered in Chapter 21 
Fundamentals of Thermal Radiation, while radiation exchange betw een 
surfaces is discussed in Chapter 22 Radiation H eat Transfer. 


e Inthe appendixes, the values of the physical constants are updated; new 
tables for the properties of saturated ammonia and propane are added; 
and the tables on the properties of air, gases, and liquids (including liq- 
uid metals) are replaced by those obtained using EES. Therefore, prop- 
erty values in tables for air, other ideal gases, ammonia, propane, and 
liquids are identical to those obtained from EES. 


LEARNING TOOLS 


EMPHASIS ОМ PHYSICS 

A distinctive feature of this book is its emphasis on the physical aspects of 
subject matter in addition to mathematical representations and manipulations. 
The authors believe that the emphasis in undergraduate education should re- 
main on developing a sense of underlying physical mechanisms and a mastery 
of solving practical problems that an engineer is likely to face in the real 
world. Developing an intuitive understanding should also make the course a 
more motivating and worthwhile experience for the students. 


EFFECTIVE USE OF ASSOCIATION 

An observant mind should have no difficulty understanding engineering sci- 
ences. A fter all, the principles of engineering sciences are based on our every- 
day experiences and experimental observations. A more physical, intuitive 
approach is used throughout this text. Frequently, parallels are drawn be- 
tween the subject matter and students' everyday experiences so that they can 
relate the subject matter to what they already know. 


SELF-INSTRUCTING 

The material in the text is introduced at a level that an average student can fol- 
low comfortably. It speaks to students, not over students. In fact, it is self- 
instructive. Noting that the principles of sciences are based on experimental 
observations, most of the derivations in this text are largely based on physical 
arguments, and thus they are easy to follow and understand. 


EXTENSIVE USE OF ARTWORK 

Figures are important learning tools that help the students “get the picture.” 
The text makes effective use of graphics. It contains more figures and illus- 
trations than any other book in this category. Figures attract attention and 


stimulate curiosity and interest. Some of the figures in this text are intended to 
serve as a means of emphasizing some key concepts that would otherwise go 
unnoticed; some serve as page summaries. 


CHAPTER OPENERS AND SUMMARIES 

Each chapter begins with an overview of the material to be covered and its re- 
lation to other chapters. A summary is included at the end of each chapter for 
a quick review of basic concepts and important relations. 


NUMEROUS WORKED-OUT EXAMPLES 

Each chapter contains several worked-out examples that clarify the material 
and illustrate the use of the basic principles. An intuitive and systematic ap- 
proach is used in the solution of the example problems, with particular atten- 
tion to the proper use of units. 


A WEALTH OF REAL-WORLD END-OF-CHAPTER PROBLEMS 

The end-of-chapter problems are grouped under specific topics in the order 
they are covered to make problem selection easier for both instructors and 
students. Within each group of problems are Concept Questions, indicated by 
“C” to check the students’ level of understanding of basic concepts. The 
problems under Review Problems are more comprehensive in nature and are 
not directly tied to any specific section of a chapter— in some cases they re- 
quire review of material learned in previous chapters. The problems under 
the Design and Essay Problems title are intended to encourage students to 
make engineering judgments, to conduct independent exploration of topics of 
interest, and to communicate their findings in a professional manner. Several 
economics- and safety-related problems are incorporated throughout to en- 
hance cost and safety awareness among engineering students. Answers to 
selected problems are listed immediately following the problem for conve- 
nience to students. 


A SYSTEMATIC SOLUTION PROCEDURE 

A well-structured approach is used in problem solving while maintaining an 
informal conversational style. The problem is first stated and the objectives 
are identified, and the assumptions made are stated together with their justifi- 
cations. The properties needed to solve the problem are listed separately. N u- 
merical values are used together with their units to emphasize that numbers 
without units are meaningless, and unit manipulations are as important as ma- 
nipulating the numerical values with a calculator. The significance of the find- 
ings is discussed following the solutions. This approach is also used 
consistently in the solutions presented in the Instructor’s Solutions M anual. 


RELAXED SIGN CONVENTION 

The use of a formal sign convention for heat and work is abandoned as it often 
becomes counterproductive. A physically meaningful and engaging approach 
is adopted for interactions instead of a mechanical approach. Subscripts 
“in” and “out,” rather than the plus and minus signs, are used to indicate the 
directions of interactions. 
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A CHOICE OF SI ALONE OR SI / ENGLISH UNITS 

In recognition of the fact that English units are still widely used in some in- 
dustries, both SI and English units are used in this text, with an emphasis on 
SI. The material in this text can be covered using combined SI/English units 
or SI units alone, depending on the preference of the instructor. The property 
tables and charts in the appendixes are presented in both units, except the ones 
that involve dimensionless quantities. Problems, tables, and charts in English 
units are designated by "E" after the number for easy recognition, and they 
can be ignored easily by the SI users. 


CONVERSION FACTORS 
Frequently used conversion factors and physical constants are listed on the in- 
ner cover pages of the text for easy reference. 


SUPPLEMENTS 


These supplements are available to the adopters of the book. 


COSMOS SOLUTIONS MANUAL 

(AVAILABLE TO INSTRUCTORS ONLY) 

Available to instructors only, the detailed solutions for all text problems will 
be delivered in our new electronic Complete Online Solution M anual Organi- 
zation System. COSM OS is a database management tool geared toward as- 
sembling homework assignments, tests, and quizzes. COSM OS helps you to 
quickly find solutions and also keeps a record of problems assigned to avoid 
duplication in subsequent semesters. Instructors can contact their M cG raw- 
Hill sales representative at http://ww w.mhhe.com/catalogs/rep/ to obtain a 
copy of the COSM OS solutions manual. 


EES SOFTWARE 

Developed by Sanford Klein and William Beckman from the University of 
Wisconsin-M adison, this software program enables students to solve prob- 
lems, especially design problems, and to ask “what if” questions. EES (pro- 
nounced “ease”) is an acronym for Engineering Equation Solver. EES is very 
easy to master since equations can be entered in any form and in any order. 
The combination of equation-solving capability and engineering property data 
makes EES an extremely powerful tool for students. 

EES can do optimization, parametric analysis, and linear and nonlinear re- 
gression and provides publication-quality plotting capability. Equations can be 
entered in any form and in any order. EES automatically rearranges the equa- 
tions to solve them in the most efficient manner. EES is particularly useful for 
heat transfer problems since most of the property data needed for solving such 
problems are provided in the program. For example, the steam tables are im- 
plemented such that any thermodynamic property can be obtained from a 
built-in function call in terms of any two properties. Similar capability is pro- 
vided for many organic refrigerants, ammonia, methane, carbon dioxide, and 
many other fluids. Air tables are built-in, as are psychrometric functions and 
JANAF table data for many common gases. Transport properties are also 
provided for all substances. EES also enables the user to enter property data 
or functional relationships with look-up tables, with internal functions written 
with EES, or with externally compiled functions written in Pascal, C, C++, 
or FORTRAN. 


The Student Resources CD that accompanies the text contains the Limited 
Academic Version of the EES program and the scripted EES solutions of about 
30 homework problems (indicated by the “EES-CD” logo in the text). Each 
EES solution provides detailed comments and online help, and can easily be 
modified to solve similar problems. These solutions should help students mas- 
ter the important concepts without the calculational burden that has been pre- 
viously required. The full Academic Version of EES is available free to 
departments of educational institutions who adopt the text. Instructors should 
contact their McGraw-Hill sales representative or go to the Online Learning 
Center for further download instructions. 


BOOK-SPECIFIC ONLINE LEARNING CENTER (OLC) 

The book website can be found at www.mhhe.com/cengel/. Visit this site for 
book and supplement information, author information, and resources for fur- 
ther study or reference. 


THREE WEB-BASED CHAPTERS 

Three web-based chapters are available on the Online Learning Center 
(www.mhhe.com/cengel/). These chapters are Dimensional Analysis and M od- 
eling, H eating and Cooling of Buildings, and Cooling of Electronic Equipment. 
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any engineering systems involve the transfer, transport, and conver- 

sion of energy, and the sciences that deal with these subjects are 

broadly referred to as thermal-fluid sciences. Thermal-fluid sciences 
are usually studied under the subcategories of thermodynamics, heat transfer, 
and fluid mechanics. We start this chapter with an overview of these sciences, 
and give some historical background. Then we review the unit systems that 
will be used and dimensional homogeneity. This is followed by a discussion of 
how engineers solve problems, the importance of modeling, and the proper 
place of software packages. We then present an intuitive systematic problem- 
solving technique that can be used as a model in solving engineering problems. 
Finally, we discuss accuracy, precision, and significant digits in engineering 
measurements and calculations. 
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FIGURE 1-1 

The design of many engineering 
systems, such as this solar hot water 
system, involves all categories of 
thermal-fluid sciences. 
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1-1 * INTRODUCTION TO THERMAL-FLUID SCIENCES 


The word thermal stems from the Greek word therme, which means heat. 
Therefore, thermal sciences can loosely be defined as the sciences that deal 
with heat. The recognition of different forms of energy and its transformations 
has forced this definition to be broadened. Today, the physical sciences that 
deal with energy and the transfer, transport, and conversion of energy are usu- 
ally referred to as thermal-fluid sciences or just thermal sciences. Tradi- 
tionally, the thermal-fluid sciences are studied under the subcategories of 
thermodynamics, heat transfer, and fluid mechanics. In this book we present 
the basic principles of these sciences, and apply them to situations that the 
engineers are likely to encounter in their practice. 

The design and analysis of most thermal systems such as power plants, au- 
tomotive engines, and refrigerators involve all categories of thermal-fluid sci- 
ences as well as other sciences (Fig. 1-1). For example, designing the radiator 
of a car involves the determination of the amount of energy transfer from a 
knowledge of the properties of the coolant using thermodynamics, the deter- 
mination of the size and shape of the inner tubes and the outer fins using heat 
transfer, and the determination of the size and type of the water pump using 
fluid mechanics. Of course the determination of the materials and the thick- 
ness of the tubes requires the use of material science as well as strength of ma- 
terials. The reason for studying different sciences separately is simply to 
facilitate learning without being overwhelmed. Once the basic principles are 
mastered, they can then be synthesized by solving comprehensive real-world 
practical problems. But first we will present an overview of thermal-fluid 
sciences. 


Application Areas of Thermal-Fluid Sciences 

All activities in nature involve some interaction between energy and matter; 
thus it is hard to imagine an area that does not relate to thermal-fluid sciences 
in some manner. Therefore, developing a good understanding of basic princi- 
ples of thermal-fluid sciences has long been an essential part of engineering 
education. 


Solar 
collectors 





exchanger 
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Thermal-fluid sciences are commonly encountered in many engineering 
systems and other aspects of life, and one does not need to go very far to see 
some application areas of them. In fact, one does not need to go anywhere. 
The heart is constantly pumping blood to all parts of the human body, vari- 
ous energy conversions occur in trillions of body cells, and the body heat 
generated is constantly rejected to the environment. The human comfort is 
closely tied to the rate of this metabolic heat rejection. We try to control this 
heat transfer rate by adjusting our clothing to the environmental conditions. 
Also, any defects in the heart and the circulatory system is a major cause for 
alarm. 

Other applications of thermal sciences are right where one lives. An 
ordinary house is, in some respects, an exhibition hall filled with wonders of 
thermal-fluid sciences. Many ordinary household utensils and appliances are 
designed, in whole or in part, by using the principles of thermal-fluid sci- 
ences. Some examples include the electric or gas range, the heating and air- 
conditioning systems, the refrigerator, the humidifier, the pressure cooker, the 
water heater, the shower, the iron, the plumbing and sprinkling systems, 
and even the computer, the TV, and the DVD player. On a larger scale, 
thermal-fluid sciences play a major part in the design and analysis of automo- 
tive engines, rockets, jet engines, and conventional or nuclear power plants, 
solar collectors, the transportation of water, crude oil, and natural gas, the wa- 
ter distribution systems in cities, and the design of vehicles from ordinary cars 
to airplanes (Fig. 1—2). The energy-efficient home that you may be living in, 
for example, is designed on the basis of minimizing heat loss in winter and 
heat gain in summer. The size, location, and the power input of the fan of your 
computer is also selected after a thermodynamic, heat transfer, and fluid flow 
analysis of the computer. 









The human body 
Air-conditioning Airplanes 
systems 


Water in 





Water out 





Car radiators Power plants 


Refrigeration systems 


FIGURE 1-2 


Some application areas of thermal-fluid sciences. 
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P Potential 
energy 






Kinetic 
energy 


FIGURE 1-3 

Energy cannot be created or 
destroyed; it can only change forms 
(the first law). 





Ener. Sy s torage 
(l unit) 
Energy out 
Ging 
FIGURE 1-4 
Conservation of energy principle for 
the human body. 


1-2 = THERMODYNAMICS 


Thermodynamics can be defined as the science of energy. Although every- 
body has a feeling of what energy is, it is difficult to give a precise definition 
for it. Energy can be viewed as the ability to cause changes. 

The name thermodynamics stems from the Greek words therme (heat) and 
dynamis (power), which is most descriptive of the early efforts to convert heat 
into power. Today the same name is broadly interpreted to include all aspects 
of energy and energy transformations, including power production, refrigera- 
tion, and relationships among the properties of matter. 

One of the most fundamental laws of nature is the conservation of energy 
principle. It simply states that during an interaction, energy can change from 
one form to another but the total amount of energy remains constant. That is, 
energy cannot be created or destroyed. A rock falling off a cliff, for example, 
picks up speed as a result of its potential energy being converted to kinetic en- 
ergy (Fig. 1-3). The conservation of energy principle also forms the backbone 
of the diet industry: a person who has a greater energy input (food and drinks) 
than energy output (exercise and metabolism with environmental conditions) 
will gain weight (store energy in the form of tissue and fat), and a person who 
has a smaller energy input than output will lose weight (Fig. 1-4). The change 
in the energy content of a body or any other system is equal to the difference 
between the energy input and the energy output, and the energy balance is ex- 
pressed as E,, — Eou = AE. 

The first law of thermodynamics is simply an expression of the con- 
servation of energy principle, and it asserts that energy is a thermodynamic 
property. The second law of thermodynamics asserts that energy has quality 
as well as quantity, and actual processes occur in the direction of decreasing 
quality of energy. For example, a cup of hot coffee left on a table eventually 
cools to room temperature, but a cup of cool coffee in the same room never 
gets hot by itself. The high-temperature energy of the coffee is degraded 
(transformed into a less useful form at a lower temperature) once it is trans- 
ferred to the surrounding air. 

Although the principles of thermodynamics have been in existence since the 
creation of the universe, thermodynamics did not emerge as a science until the 
construction of the first successful atmospheric steam engines in England by 
Thomas Savery in 1697 and Thomas Newcomen in 1712. These engines were 
very slow and inefficient, but they opened the way for the development of a 
new science. The first and second laws of thermodynamics emerged simulta- 
neously in the 1850s, primarily out of the works of William Rankine, Rudolph 
Clausius, and Lord Kelvin (formerly William Thomson). The term thermody- 
namics was first used in a publication by Lord Kelvin in 1849. The first ther- 
modynamic textbook was written in 1859 by William Rankine, a professor at 
the University of Glasgow. 

It is well known that a substance consists of a large number of particles 
called molecules. The properties of the substance naturally depend on the be- 
havior of these particles. For example, the pressure of a gas in a container is 
the result of momentum transfer between the molecules and the walls of the 
container. But one does not need to know the behavior of the gas particles to 
determine the pressure in the container. It would be sufficient to attach a pres- 
sure gage to the container. This macroscopic approach to the study of thermo- 
dynamics that does not require a knowledge of the behavior of individual 
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particles is called classical thermodynamics. It provides a direct and easy 
way to the solution of engineering problems. A more elaborate approach, 
based on the average behavior of large groups of individual particles, is called 
statistical thermodynamics. This microscopic approach is rather involved 
and is used in this text only in the supporting role. 


1-3 = HEAT TRANSFER 


We all know from experience that a cold canned drink left in a room warms up 
and a warm canned drink put in a refrigerator cools down. This is accom- 
plished by the transfer of energy from the warm medium to the cold one. The 
energy transfer is always from the higher temperature medium to the lower 
temperature one, and the energy transfer stops when the two mediums reach 
the same temperature. 

Energy exists in various forms. In heat transfer, we are primarily interested 
in heat, which is the form of energy that can be transferred from one system to 
another as a result of temperature difference. The science that deals with the 
determination of the rates of such energy transfers is heat transfer. 

You may be wondering why we need the science of heat transfer. After all, we 
can determine the amount of heat transfer for any system undergoing any 
process using a thermodynamic analysis alone. The reason is that thermody- 
namics is concerned with the amount of heat transfer as a system undergoes a 
process from one equilibrium state to another, and it gives no indication about 
how long the process will take. But in engineering, we are often interested in the 
rate of heat transfer, which is the topic of the science of heat transfer. A ther- 
modynamic analysis simply tells us how much heat must be transferred to real- 
ize a specified change of state to satisfy the conservation of energy principle. 

In practice we are more concerned about the rate of heat transfer (heat trans- 
fer per unit time) than we are with the amount of it. For example, we can de- 
termine the amount of heat transferred from a thermos bottle as the hot coffee 
inside cools from 90°C to 80°C by a thermodynamic analysis alone. But a typ- 
ical user or designer of a thermos is primarily interested in how long it will be 
before the hot coffee inside cools to 80°C, and a thermodynamic analysis can- 
not answer this question. Determining the rates of heat transfer to or from a 
system and thus the times of cooling or heating, as well as the variation of the 
temperature, is the subject of heat transfer (Fig. 1-5). 

Thermodynamics deals with equilibrium states and changes from one equi- 
librium state to another. Heat transfer, on the other hand, deals with systems 
that lack thermal equilibrium, and thus it is a nonequilibrium phenomenon. 
Therefore, the study of heat transfer cannot be based on the principles of ther- 
modynamics alone. However, the laws of thermodynamics lay the framework 
for the science of heat transfer. The first law requires that the rate of energy 
transfer into a system be equal to the rate of increase of the energy of that sys- 
tem. The second law requires that heat be transferred in the direction of de- 
creasing temperature (Fig. 1-6). This is like a car parked on an inclined road 
must go downhill in the direction of decreasing elevation when its brakes are 
released. It is also analogous to the electric current flow in the direction of de- 
creasing voltage or the fluid flowing in the direction of decreasing pressure. 

The basic requirement for heat transfer is the presence of a temperature dif- 
ference. There can be no net heat transfer between two mediums that are at the 
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same temperature. The temperature difference is the driving force for heat 
transfer; just as the voltage difference is the driving force for electric current, 
and pressure difference is the driving force for fluid flow. The rate of heat 
transfer in a certain direction depends on the magnitude of the temperature 
gradient (the temperature difference per unit length or the rate of change of 
temperature) in that direction. The larger the temperature gradient, the higher 
the rate of heat transfer (Fig. 1—7). 


1-4 * FLUID MECHANICS 


Mechanics is the oldest physical science that deals with both stationary and 
moving bodies under the influence of forces. The branch of mechanics that 
deals with bodies at rest is called statics while the branch that deals with bod- 
ies in motion is called dynamics. The subcategory fluid mechanics is defined 
as the science that deals with the behavior of fluids at rest (fluid statics) or in 
motion (fluid dynamics), and the interaction of fluids with solids or other flu- 
ids at the boundaries. Fluid mechanics is also referred to as fluid dynamics by 
considering fluids at rest as a special case of motion with zero velocity. 

Fluid mechanics itself is also divided into several categories. The study of 
the motion of fluids that are practically incompressible (such as liquids, 
especially water, and gases at low speeds) is usually referred to as hydro- 
dynamics. A subcategory of hydrodynamics is hydraulics, which deals with 
liquid flows in pipes and open channels. Gas dynamics deals with flow of flu- 
ids that undergo significant density changes, such as the flow of gases through 
nozzles at high speeds. The category aerodynamics deals with the flow of 
gases (especially air) over bodies such as aircraft, rockets, and automobiles at 
high or low speeds. Some other specialized categories such as meteorology, 
oceanography, and hydrology deal with naturally occurring flows. 

You will recall from physics that a substance exists in three primary phases: 
solid, liquid, and gas. A substance in the liquid or gas phase is referred to as a 
fluid. Distinction between a solid and a fluid is made on the basis of their abil- 
ity to resist an applied shear (or tangential) stress that tends to change the 
shape of the substance. A solid can resist an applied shear stress by deforming, 
whereas a fluid deforms continuously under the influence of shear stress, no 
matter how small. You may recall from statics that stress is defined as force 
per unit area, and is determined by dividing the force by the area upon which 
it acts. The normal component of a force acting on a surface per unit area is 
called the normal stress, and the tangential component of a force acting on a 
surface per unit area is called shear stress (Fig. 1-7). In a fluid at rest, the 
normal stress is called pressure. The supporting walls of a fluid eliminate 
shear stress, and thus a fluid at rest is at a state of zero shear stress. When the 
walls are removed or a liquid container is tilted, a shear develops and the liq- 
uid splashes or moves to attain a horizontal free surface. 

In a liquid, chunks of piled-up molecules can move relative to each other, 
but the volume remains relatively constant because of the strong cohesive 
forces between the molecules. As a result, a liquid takes the shape of the con- 
tainer it is in, and it forms a free surface in a larger container in a gravitational 
field. A gas, on the other hand, does not have a definite volume and it expands 
until it encounters the walls of the container and fills the entire available 
space. This is because the gas molecules are widely spaced, and the cohesive 
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forces between them are very small. Unlike liquids, gases cannot form a free 
surface (Fig. 1-8). 

Although solids and fluids are easily distinguished in most cases, this dis- 
tinction is not so clear in some borderline cases. For example, asphalt appears 
and behaves as a solid since it resists shear stress for short periods of time. But 
it deforms slowly and behaves like a fluid when these forces are exerted for 
extended periods of time. Some plastics, lead, and slurry mixtures exhibit sim- Liquid Gas 
ilar behavior. Such blurry cases are beyond the scope of this text. The fluids 
we will deal with in this text will be clearly recognizable as fluids. 


Free surface 


1-5 = A NOTE ON DIMENSIONS AND UNITS FIGURE 1-8 


Unlike a liquid, a gas does not form a 
Any physical quantity can be characterized by dimensions. The arbitrary free surface, and it expands to fill 


magnitudes assigned to the dimensions are called units. Some basic dimen- the entire available space. 
sions such as mass m, length L, time t, and temperature T are selected as pri- 
mary or fundamental dimensions, while others such as velocity V, energy 
E, and volume V are expressed in terms of the primary dimensions and are 
called secondary dimensions, or derived dimensions. 
A number of unit systems have been developed over the years. Despite 
strong efforts in the scientific and engineering community to unify the world 
with a single unit system, two sets of units are still in common use today: the 
English system, which is also known as the United States Customary System 
(USCS), and the metric SI (from Le Systéme International d’ Unités), which 
is also known as the International System. The SI is a simple and logical 
system based on a decimal relationship between the various units, and it is 
being used for scientific and engineering work in most of the industrialized 
nations, including England. The English system, however, has no apparent 
systematic numerical base, and various units in this system are related to 
each other rather arbitrarily (12 in in 1 ft, 16 oz in 1 Ib, 4 qt in 1 gal, etc.), 
which makes it confusing and difficult to learn. The United States is the only 
industrialized country that has not yet fully converted to the metric system. 
The systematic efforts to develop a universally acceptable system of units 
dates back to 1790 when the French National Assembly charged the French 
Academy of Sciences to come up with such a unit system. An early version of 
the metric system was soon developed in France, but it did not find universal 
acceptance until 1875 when The Metric Convection Treaty was prepared and 
signed by 17 nations, including the United States. In this international treaty, 
meter and gram were established as the metric units for length and mass, 
respectively, and a General Conference of Weights and Measures (CGPM) ТАВІЕ 1-1 
was established that was to meet every six years. In 1960, the CGPM pro- The seven fundamental (or primary) 
duced the SI, which was based on six fundamental quantities and their units dimensions and their units in SI 
were adopted in 1954 at the Tenth General Conference of Weights and Mea- 





: Di i Unit 
sures: meter (m) for length, kilogram (kg) for mass, second (s) for time, am- mension n 
pere (A) for electric current, degree Kelvin (°K) for temperature, and candela Length meter (m) 
(cd) for luminous intensity (amount of light). In 1971, the CGPM added a Mass kilogram (kg) 
: ВИ Тіте second (s) 
seventh fundamental quantity and unit: mole (mol) for the amount of matter. . 
. | | Temperature kelvin (K) 
Based on the notational scheme introduced in 1967, the degree symbol was Electric current ampere (A) 
officially dropped from the absolute temperature unit, and all unit names were Amount of li ght candela (cd) 


to be written without capitalization even if they were derived from proper Amount of matter mole (mol) 
names (Table 1—1). However, the abbreviation of a unit was to be capitalized 
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if the unit was derived from a proper name. For example, the SI unit of force, 
which is named after Sir Isaac Newton (1647-1723), is newton (not Newton), 
and it is abbreviated as N. Also, the full name of a unit may be pluralized, but 
its abbreviation cannot. For example, the length of an object can be 5 m or 
5 meters, not 5 ms or 5 meter. Finally, no period is to be used in unit abbre- 
viations unless they appear at the end of a sentence. For example, the proper 
abbreviation of meter is m (not m.). 

The recent move toward the metric system in the United States seems to 
have started in 1968 when Congress, in response to what was happening in the 
rest of the world, passed a Metric Study Act. Congress continued to promote 
a voluntary switch to the metric system by passing the Metric Conversion Act 
in 1975. A trade bill passed by Congress in 1988 set a September 1992 dead- 
line for all federal agencies to convert to the metric system. However, the 
deadlines were relaxed later with no clear plans for the future. 

The industries that are heavily involved in international trade (such as the 
automotive, soft drink, and liquor industries) have been quick in converting to 
the metric system for economic reasons (having a single worldwide design, 
fewer sizes, smaller inventories, etc.). Today, nearly all the cars manufactured 
in the United States are metric. Most car owners probably do not realize this 
until they try an inch socket wrench on a metric bolt. Most industries, how- 
ever, resisted the change, thus slowing down the conversion process. 

Presently the United States is a dual-system society, and it will stay that way 
until the transition to the metric system is completed. This puts an extra bur- 
den on today's engineering students, since they are expected to retain their un- 
derstanding of the English system while learning, thinking, and working in 
terms of the SI. Given the position of the engineers in the transition period, 
both unit systems are used in this text, with particular emphasis on SI units. 

As pointed out earlier, the SI is based on a decimal relationship between 
units. The prefixes used to express the multiples of the various units are listed 
in Table 1—2. They are standard for all units, and the student is encouraged to 
memorize them because of their widespread use (Fig. 1—9). 


1012 tera, T . 1 
107 giga, G Some SI and English Units 
ыг mega, M In SI, the units of mass, length, and time are the kilogram (kg), meter (m), and 
А h second (s), respectively. The respective units in the English system are the 
101 deka da pound-mass (Ibm), foot (ft), and second (s). The pound symbol /b is actually 
104 deci 1 d the abbreviation of libra, which was the ancient Roman unit of weight. The 
102 centi, E English retained this symbol even after the end of the Roman occupation of 
103 milli, m Britain in 410. The mass and length units in the two systems are related to 
10-6 micro, UJ each other by 
-9 
Эг Scip 1 Ibm — 0.45359 kg 
1 ft = 0.3048 m 
1MQ 
FIGURE 1-9 —NAAA^—— 
The SI unit prefixes are used in all (10° Q) 





branches of engineering. 
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In the English system, force is usually considered to be one of the primary 
dimensions and is assigned a nonderived unit. This is a source of confusion 
and error that necessitates the use of a dimensional constant (g,) in many for- a= 1 m/s? 
: í : : : : m= 1 kg F=1N 
mulas. To avoid this nuisance, we consider force to be a secondary dimension 
whose unit is derived from Newton’s second law, i.e., 


o 1 a=1 ft/s? 
Force = (Mass) (Acceleration) m = 32.174 Ibm F= 1 lbf 
or F = ma (1-1) 


FIGURE 1-10 
In SI, the force unit is the newton (N), and it is defined as the force required The definition of the force units. 
to accelerate a mass of 1 kg at a rate of 1 m/s?. In the English system, the 
force unit is the pound-force (Ibf ) and is defined as the force required to ac- 1 kgf 


celerate a mass of 32.174 Ibm (1 slug) at a rate of 1 fils? (Fig. 1—10). That is, 


1N = 1kg- m/s? 10 apples у 
1 lbf = 32.174 Ibm - ft/s? & 


A force of 1 newton is roughly equivalent to the weight of a small apple (m = 
102 g), whereas a force of 1 pound-force is roughly equivalent to the weight 
of 4 medium apples (m44, — 454 g), as shown in Fig. 1—11. Another force unit 
in common use in many European countries is the kilogram-force (kgf), which 
is the weight of 1 kg mass at sea level (1 kgf = 9.807 N). 

The term weight is often incorrectly used to express mass, particularly by 
the “weight watchers.” Unlike mass, weight W is a force. It is the gravitational 
force applied to a body, and its magnitude is determined from Newton’s sec- 
ond law, 


W = mg (N) (1-2) 
where m is the mass of the body, and g is the local gravitational acceleration 


(g is 9.807 m/s? or 32.174 ft/s? at sea level and 45° latitude). The ordinary ) 
bathroom scale measures the gravitational force acting on a body. The weight FIGURE 1-11 





of a unit volume of a substance is called the specific weight y and is deter- The relative magnitudes of the force 
mined from y = pg, where p is density. units newton (N), kilogram-force 
The mass of a body remains the same regardless of its location in the uni- (kgf), and pound-force (lbf). 


verse. Its weight, however, changes with a change in gravitational 
acceleration. A body will weigh less on top of a mountain since g decreases 
with altitude. On the surface of the moon, an astronaut weighs about one-sixth 
of what she or he normally weighs on earth (Fig. 1—12). 

At sea level a mass of 1 kg weighs 9.807 N, as illustrated in Fig. 1-13. A 
mass of 1 Ibm, however, weighs 1 lbf, which misleads people to believe that 
pound-mass and pound-force can be used interchangeably as pound (lb), 
which is a major source of error in the English system. 

It should be noted that the gravity force acting on a mass is due to the at- 
traction between the masses, and thus it is proportional to the magnitudes of 
the masses and inversely proportional to the square of the distance between 





them. Therefore, the gravitational acceleration g at a location depends on the 1 MOON 

local density of the earth’s crust, the distance to the center of the earth, and to FIGURE 1-12 
a lesser extent, the positions of the moon and the sun. The value of 2 varies — A body weighing 150 pounds on earth 
with location from 9.8295 m/s? at 4500 m below sea level to 7.3218 m/s? at will weigh only 25 pounds on the 
100,000 m above sea level. However, at altitudes up to 30,000 m, the variation moon. 
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5 = 9.807 п/52 g 232.174 fus? 
W =9.807 kg - m/s? W- 32.174 Ibm - fus? 
= 9.807 № = 1 lbf 
= 1 kgf 
FIGURE 1-13 


The weight of a unit mass at sea level. 
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FIGURE 1-14* 

To be dimensionally homogeneous, all 
the terms in an equation must 

have the same unit. 


Tage 2v 


of g from the sea level value of 9.807 m/s? is less than 1 percent. Therefore, 
for most practical purposes, the gravitational acceleration can be assumed to 
be constant at 9.81 m/s?. It is interesting to note that at locations below sea 
level, the value of g increases with distance from the sea level, reaches a max- 
imum at about 4500 m, and then starts decreasing. (What do you think the 
value of g is at the center of the earth?) 

The primary cause of confusion between mass and weight is that mass is 
usually measured indirectly by measuring the gravity force it exerts. This ap- 
proach also assumes that the forces exerted by other effects such as air buoy- 
ancy and fluid motion are negligible. This is like measuring the distance to a 
star by measuring its red shift, or measuring the altitude of an airplane by 
measuring barometric pressure. Both of these are also indirect measurements. 
The correct direct way of measuring mass is to compare it to a known mass. 
This is cumbersome, however, and it is mostly used for calibration and mea- 
suring precious metals. 

Work, which is a form of energy, can simply be defined as force times dis- 
tance; therefore, it has the unit “newton-meter (N - m)," which is called a joule 
(J). That is, 


1J=1N-m (1-3) 
A more common unit for energy in SI is the kilojoule (1 kJ = 10° J). In the 
English system, the energy unit is the Btu (British thermal unit), which is 
defined as the energy required to raise the temperature of 1 Ibm of water at 
68°F by 1°F. In the metric system, the amount of energy needed to raise the 
temperature of 1 g of water at 15°C by 1°C is defined as 1 calorie (cal), and 
1 cal = 4.1868 J. The magnitudes of the kilojoule and Btu are almost identi- 
cal (1 Btu = 1.055 kJ). 


Dimensional Homogeneity 

We all know from grade school that apples and oranges do not add. But we 
somehow manage to do it (by mistake, of course). In engineering, all equa- 
tions must be dimensionally homogeneous. That is, every term in an equation 
must have the same unit (Fig. 1-14). If, at some stage of an analysis, we find 
ourselves in a position to add two quantities that have different units, it is a 
clear indication that we have made an error at an earlier stage. So checking 
dimensions can serve as a valuable tool to spot errors. 





I EXAMPLE 1-1 Spotting Errors from Unit Inconsistencies 


E While solving a problem, a person ended up with the following equation at some 
stage: 


E = 25 KJ + 7 KJ/kg 


where £ is the total energy and has the unit of kilojoules. Determine the error 
that may have caused it. 





*BLONDIE cartoons are reprinted with special permission of King Features Syndicate. 
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SOLUTION During an analysis, a relation with inconsistent units is obtained. 
The probable cause of it is to be determined. 

Analysis The two terms on the right-hand side do not have the same units, and 
therefore they cannot be added to obtain the total energy. Multiplying the last 
term by mass will eliminate the kilograms in the denominator, and the whole 
equation will become dimensionally homogeneous, that is, every term in the 
equation will have the same unit. Obviously this error was caused by forgetting 
to multiply the last term by mass at an earlier stage. 





We all know from experience that units can give terrible headaches if they 


are not used carefully in solving a problem. However, with some attention and 
skill, units can be used to our advantage. They can be used to check formulas; 
they can even be used to derive formulas, as explained in the following 
example. 





EXAMPLE 1-2 Obtaining Formulas from Unit Considerations 


A tank is filled with oil whose density is p — 850 kg/m?. If the volume of the 
tank is V= 2 m3, determine the amount of mass m in the tank. 


SOLUTION The volume of an oil tank is given. The mass of oil is to be 
determined. 

Assumptions Oil is an incompressible substance and thus its density is 
constant. 

Analysis A sketch of the system just described is given in Fig. 1-15. Suppose 
we forgot the formula that relates mass to density and volume. However, we 
know that mass has the unit of kilograms. That is, whatever calculations we do, 
we should end up with the unit of kilograms. Putting the given information into 
perspective, we have 


p = 850 kg/m? and V=2m 


It is obvious that we can eliminate m? and end up with kg by multiplying these 
two quantities. Therefore, the formula we are looking for is 


m= pV 


Thus, 
т = (850 kg/m?) (2 m?) = 1700 kg 








The student should keep in mind that a formula that is not dimensionally 


homogeneous is definitely wrong, but a dimensionally homogeneous formula 
is not necessarily right. 


1-6 * MATHEMATICAL MODELING OF ENGINEERING 


PROBLEMS 


An engineering device or process can be studied either experimentally (testing 
and taking measurements) or analytically (by analysis or calculations). The 
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FIGURE 1-15 
Schematic for Example 1-2. 
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experimental approach has the advantage that we deal with the actual physi- 
cal system, and the desired quantity is determined by measurement, within the 
limits of experimental error. However, this approach is expensive, time- 
consuming, and often impractical. Besides, the system we are analyzing may 
not even exist. For example, the entire heating and plumbing systems of a 
building must usually be sized before the building is actually built on the ba- 
sis of the specifications given. The analytical approach (including the numer- 
ical approach) has the advantage that it is fast and inexpensive, but the results 
obtained are subject to the accuracy of the assumptions, approximations, and 
idealizations made in the analysis. In engineering studies, often a good com- 
promise is reached by reducing the choices to just a few by analysis, and then 
verifying the findings experimentally. 


Modeling in Engineering 

The descriptions of most scientific problems involve equations that relate the 
changes in some key variables to each other. Usually the smaller the incre- 
ment chosen in the changing variables, the more general and accurate the de- 
scription. In the limiting case of infinitesimal or differential changes in 
variables, we obtain differential equations that provide precise mathematical 
formulations for the physical principles and laws by representing the rates of 
change as derivatives. Therefore, differential equations are used to investigate 
a wide variety of problems in sciences and engineering (Fig. 1-16). However, 
many problems encountered in practice can be solved without resorting to dif- 
ferential equations and the complications associated with them. 

The study of physical phenomena involves two important steps. In the first 
step, all the variables that affect the phenomena are identified, reasonable as- 
sumptions and approximations are made, and the interdependence of these 
variables is studied. The relevant physical laws and principles are invoked, 
and the problem is formulated mathematically. The equation itself is very in- 
structive as it shows the degree of dependence of some variables on others, 
and the relative importance of various terms. In the second step, the problem 
is solved using an appropriate approach, and the results are interpreted. 

Many processes that seem to occur in nature randomly and without any 
order are, in fact, being governed by some visible or not-so-visible physical 
laws. Whether we notice them or not, these laws are there, governing consis- 
tently and predictably what seem to be ordinary events. Most of these laws are 
well defined and well understood by scientists. This makes it possible to pre- 
dict the course of an event before it actually occurs, or to study various aspects 
of an event mathematically without actually running expensive and time- 
consuming experiments. This is where the power of analysis lies. Very accu- 
rate results to meaningful practical problems can be obtained with relatively 
little effort by using a suitable and realistic mathematical model. The prepara- 
tion of such models requires an adequate knowledge of the natural phenomena 
involved and the relevant laws, as well as a sound judgment. An unrealistic 
model will obviously give inaccurate and thus unacceptable results. 

An analyst working on an engineering problem often finds himself or her- 
self in a position to make a choice between a very accurate but complex 
model, and a simple but not-so-accurate model. The right choice depends on 
the situation at hand. The right choice is usually the simplest model that yields 
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adequate results. Also, it is important to consider the actual operating condi- 
tions when selecting equipment. 

Preparing very accurate but complex models is usually not so difficult. But 
such models are not much use to an analyst if they are very difficult and time- 
consuming to solve. At the minimum, the model should reflect the essential 
features of the physical problem it represents. There are many significant real- 
world problems that can be analyzed with a simple model. But it should al- 
ways be kept in mind that the results obtained from an analysis are at best as 
accurate as the assumptions made in simplifying the problem. Therefore, the 
solution obtained should not be applied to situations for which the original as- 
sumptions do not hold. 

A solution that is not quite consistent with the observed nature of the prob- 
lem indicates that the mathematical model used is too crude. In that case, a 
more realistic model should be prepared by eliminating one or more of the 
questionable assumptions. This will result in a more complex problem that, of 
course, is more difficult to solve. Thus any solution to a problem should be in- 
terpreted within the context of its formulation. 


1-7 = PROBLEM-SOLVING TECHNIQUE 


The first step in learning any science is to grasp the fundamentals, and to gain 
a sound knowledge of it. The next step is to master the fundamentals by 
putting this knowledge to test. This is done by solving significant real-world 
problems. Solving such problems, especially complicated ones, require a sys- 
tematic approach. By using a step-by-step approach, an engineer can reduce 
the solution of a complicated problem into the solution of a series of simple 
problems (Fig. 1-17). When solving a problem, we recommend that you use SOLUTION 
the following steps zealously as applicable. This will help you avoid some of 
the common pitfalls associated with problem solving. ЖЭ 
4 
Step 1: Problem Statement a 
In your own words, briefly state the problem, the key information given, and S 
the quantities to be found. This is to make sure that you understand the prob- 
lem and the objectives before you attempt to solve the problem. 


HARD WAY ——*- 


PROBLEM 
Step 2: Schematic FIGURE 1-17 


Draw a realistic sketch of the physical system involved, and list the relevant A step-by-step approach can greatly 
information on the figure. The sketch does not have to be something elaborate, simplify problem solving. 
but it should resemble the actual system and show the key features. Indicate 

any energy and mass interactions with the surroundings. Listing the given in- 

formation on the sketch helps one to see the entire problem at once. Also, 

check for properties that remain constant during a process (such as tempera- 

ture during an isothermal process), and indicate them on the sketch. 


Step 3: Assumptions and Approximations 

State any appropriate assumptions and approximations made to simplify the 
problem to make it possible to obtain a solution. Justify the questionable 
assumptions. Assume reasonable values for missing quantities that are neces- 
sary. For example, in the absence of specific data for atmospheric pressure, it 
can be taken to be 1 atm. However, it should be noted in the analysis that the 
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Given: Air temperature in Denver 


To be found: Density of air 


Missing information: Atmospheric 
pressure 


Assumption #1: Take P = 1 atm 
(Inappropriate. Ignores effect of altitude. 
Will cause more than 15% error.) 


Assumption #2: Take P = 0.83 atm 
(Appropriate. Ignores only minor effects 
such as weather.) 


FIGURE 1-18 

The assumptions made while solving 
an engineering problem must be 
reasonable and justifiable. 


Energy use: $80/yr 


Energy saved 


by insulation: $200/yr 


IMPOSSIBLE! 





FIGURE 1-19 

The results obtained from 

an engineering analysis must 
be checked for reasonableness. 
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atmospheric pressure decreases with increasing elevation. For example, it 
drops to 0.83 atm in Denver (elevation 1610 m) (Fig. 1—18). 


Step 4: Physical Laws 

Apply all the relevant basic physical laws and principles (such as the conser- 
vation of mass), and reduce them to their simplest form by utilizing the as- 
sumptions made. However, the region to which a physical law is applied must 
be clearly identified first. For example, the heating or cooling of a canned 
drink is usually analyzed by applying the conservation of energy principle to 
the entire can. 


Step 5: Properties 

Determine the unknown properties at known states necessary to solve the 
problem from property relations or tables. List the properties separately, and 
indicate their source, if applicable. 


Step 6: Calculations 

Substitute the known quantities into the simplified relations and perform the 
calculations to determine the unknowns. Pay particular attention to the units 
and unit cancellations, and remember that a dimensional quantity without a 
unit is meaningless. Also, don't give a false implication of high precision by 
copying all the digits from the screen of the calculator—round the results to 
an appropriate number of significant digits. 


Step 7: Reasoning, Verification, and Discussion 

Check to make sure that the results obtained are reasonable and intuitive, and 
verify the validity of the questionable assumptions. Repeat the calculations 
that resulted in unreasonable values. For example, insulating a water heater 
that uses $80 worth of natural gas a year cannot result in savings of $200 a 
year (Fig. 1-19). 

Also, point out the significance of the results, and discuss their implications. 
State the conclusions that can be drawn from the results, and any recommen- 
dations that can be made from them. Emphasize the limitations under which 
the results are applicable, and caution against any possible misunderstandings 
and using the results in situations where the underlying assumptions do not 
apply. For example, if you determined that wrapping a water heater with a $20 
insulation jacket will reduce the energy cost by $30 a year, indicate that the in- 
sulation will pay for itself from the energy it saves in less than a year. How- 
ever, also indicate that the analysis does not consider labor costs, and that this 
will be the case if you install the insulation yourself. 

Keep in mind that you present the solutions to your instructors, and any en- 
gineering analysis presented to others, is a form of communication. Therefore 
neatness, organization, completeness, and visual appearance are of utmost im- 
portance for maximum effectiveness. Besides, neatness also serves as a great 
checking tool since it is very easy to spot errors and inconsistencies in a neat 
work. Carelessness and skipping steps to save time often ends up costing more 
time and unnecessary anxiety. 

The approach described here is used in the solved example problems with- 
out explicitly stating each step, as well as in the Solutions Manual of this text. 
For some problems, some of the steps may not be applicable or necessary. For 
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example, often it is not practical to list the properties separately. However, we 
cannot overemphasize the importance of a logical and orderly approach to 
problem solving. M ost difficulties encountered while solving a problem are 
not due to a lack of knowledge; rather, they are due to a lack of coordination. 
You are strongly encouraged to follow these steps in problem solving until 
you develop your own approach that works best for you. 


1-8 = ENGINEERING SOFTWARE PACKAGES 


Perhaps you are wondering why we are about to undertake a painstaking study 
of the fundamentals of some engineering sciences. A fter all, almost all such 
problems we are likely to encounter in practice can be solved using one of 
several sophisticated software packages readily available in the market today. 
These software packages not only give the desired numerical results, but also 
supply the outputs in colorful graphical form for impressive presentations. It 
is unthinkable to practice engineering today without using some of these pack- 
ages. T his tremendous computing power available to us at the touch of a but- 
ton is both a blessing and a curse. It certainly enables engineers to solve 
problems easily and quickly, but it also opens the door for abuses and misin- 
formation. In the hands of poorly educated people, these software packages 
are as dangerous as sophisticated powerful weapons in the hands of poorly 
trained soldiers. 

Thinking that a person who can use the engineering software packages 
without proper training on fundamentals can practice engineering is like 
thinking that a person who can use a wrench can work as a car mechanic. If it 
were true that the engineering students do not need all these fundamental 
courses they are taking because practically everything can be done by com- 
puters quickly and easily, then it would also be true that the employers would 
no longer need high-salaried engineers since any person who knows how to 
use a word-processing program can also learn how to use those software pack- 
ages. However, the statistics show that the need for engineers is on the rise, 
not on the decline, despite the availability of these powerful packages. 

We should always remember that all the computing power and the engi- 
neering software packages available today are just tools, and tools have mean- 
ing only in the hands of masters. Having the best word-processing program 
does not make a person a good writer, but it certainly makes the job of a good 
writer much easier and makes the writer more productive (Fig. 1-20). Hand 
calculators did not eliminate the need to teach our children how to add or sub- 
tract, and the sophisticated medical software packages did not take the place 
of medical school training. Neither will engineering software packages re- 
place the traditional engineering education. They will simply cause a shift in 
emphasis in the courses from mathematics to physics. That is, more time will 
be spent in the classroom discussing the physical aspects of the problems in 
greater detail, and less time on the mechanics of solution procedures. 





All these marvelous and powerful tools available today put an extra burden FIGURE 1-20 
on today’s engineers. They must still have a thorough understanding of the An excellent word-processing 
fundamentals, develop a “feel” of the physical phenomena, be able to put the program does not make a person a 
data into proper perspective, and make sound engineering judgments, just like good writer; it simply makes a good 
their predecessors. However, they must do it much better, and much faster, us- writer a better and more efficient 
ing more realistic models because of the powerful tools available today. The writer. 
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engineers in the past had to rely on hand calculations, slide rules, and later 
hand calculators and computers. Today they rely on software packages. The 
easy access to such power and the possibility of a simple misunderstanding or 
misinterpretation causing great damage make it more important today than 
ever to have solid training in the fundamentals of engineering. In this text 
we make an extra effort to put the emphasis on developing an intuitive and 
physical understanding of natural phenomena instead of on the mathematical 
details of solution procedures. 


Engineering Equation Solver (EES) 

EES is a program that solves systems of linear or nonlinear algebraic or dif- 
ferential equations numerically. It has a large library of built-in thermody- 
namic property functions as well as mathematical functions, and allows the 
user to supply additional property data. Unlike some software packages, EES 
does not solve engineering problems; it only solves the equations supplied by 
the user. Therefore, the user must understand the problem and formulate it by 
applying any relevant physical laws and relations. EES saves the user consid- 
erable time and effort by simply solving the resulting mathematical equations. 
This makes it possible to attempt significant engineering problems not suit- 
able for hand calculations, and to conduct parametric studies quickly and con- 
veniently. EES is a very powerful yet intuitive program that is very easy to 
use, as shown in the example below. The use and capabilities of EES are ex- 
plained in Appendix 3. 





I EXAMPLE 1-3 Solving a System of Equations with EES 


™ The difference of two numbers is 4, and the sum of the squares of these 
g two numbers is equal to the sum of the numbers plus 20. Determine these two 
g numbers. 
E 
SOLUTION Relations are given for the difference and the sum of the squares 
of two numbers. They are to be determined. 
Analysis We start the EES program by double-clicking on its icon, open a new 
file, and type the following on the blank screen that appears: 


x-y=4 


х^2+у^2=х+у+20 


which is an exact mathematical expression of the problem statement with x and 
y denoting the unknown numbers. The solution to this system of two nonlinear 
equations with two unknowns is obtained by a single click on the “calculator” 
symbol on the taskbar. It gives 


x-5 and y-l 


Discussion Note that all we did is formulate the problem as we would on pa- 
per; EES took care of all the mathematical details of solution. Also note that 
equations can be linear or nonlinear, and they can be entered in any order with 
unknowns on either side. Friendly equation solvers such as EES allow the user 
to concentrate on the physics of the problem without worrying about the mathe- 
matical complexities associated with the solution of the resulting system of 
equations. 
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Throughout the text, problems that are unsuitable for hand calculations and 
are intended to be solved using EES are indicated by a computer icon. The 
problems that are marked by the EES icon are solved with EES, and the solu- 
tions are included in the accompanying CD. 


1-9 = ACCURACY, PRECISION, AND 
SIGNIFICANT DIGITS 


In engineering calculations, the supplied information is not known to more 
than a certain number of significant digits, usually three digits. Consequently, 
the results obtained cannot possibly be accurate to more significant digits. 
Reporting results in more significant digits implies greater accuracy than 
exists, and it should be avoided. 

Regardless of the system of units employed, engineers must be aware of 
three principles that govern the proper use of numbers: accuracy, precision, 
and significant digits. For engineering measurements, they are defined as 
follows: 


* Accuracy error (inaccuracy) is the value of one reading minus the true 
value. In general, accuracy of a set of measurements refers to the 
closeness of the average reading to the true value. Accuracy is generally 
associated with repeatable, fixed errors. 


* Precision error is the value of one reading minus the average of readings. 
In general, precision of a set of measurements refers to the fineness of the 
resolution and the repeatability of the instrument. Precision is generally 
associated with unrepeatable, random errors. 


* Significant digits are digits that are relevant and meaningful. 
A measurement or calculation can be very precise without being very accu- 


rate, and vice versa. For example, suppose the true value of wind speed is 
25.00 m/s. Two anemometers A and B take five wind speed readings each: 


Anemometer A: 25.5, 25.7, 25.5, 25.6, and 25.6 m/s. Average of all 
readings — 25.58 m/s. 


Anemometer B: 26.3, 24.5, 23.9, 26.8, and 23.6 m/s. Average of all 
readings = 25.02 m/s. 





Clearly, anemometer A is more precise, since none of the readings differs by 

more than 0.1 m/s from the average. However, the average is 25.58 m/s, 0.58 

m/s greater than the true wind speed; this indicates significant bias error, also 

called constant error. On the other hand, anemometer B is not very precise, 

since its readings swing wildly from the average; but its overall average is 

much closer to the true value. Hence, anemometer B is more accurate than 

anemometer A, at least for this set of readings, even though it is less precise. 

The difference between accuracy and precision can be illustrated effectively 

by analogy to shooting a gun at a target, as sketched in Fig. 1-21. Shooter A 

is very precise, but not very accurate, while shooter B has better overall accu- B 

racy, but less precision. FIGURE 1-21 
Many engineers do not pay proper attention to the number of significant Illustration of accuracy versus 

digits in their calculations. The least significant numeral in a number implies precision. Shooter A is more precise, but 

the precision of the measurement or calculation. For example, a result written less accurate, while shooter B is more 

as 1.23 (three significant digits) implies that the result is precise to within one accurate, but less precise. 
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digit in the second decimal place, i.e., the number is somewhere between 
1.22 and 1.24. Expressing this number with any more digits would be mis- 
leading. The number of significant digits is most easily evaluated when the 
number is written in exponential notation; the number of significant digits 
can then simply be counted, including zeroes. Some examples are shown in 
Table 1-3. 

When performing calculations or manipulations of several parameters, the 


TABLE 1-3 
Significant digits 





__ Number of final result is generally only as precise as the least precise parameter in 
Nimb а е the problem. For example, suppose A and B are multiplied to obtain C. If 
2. oe i3. — A = 2.3601 (five significant digits), and B = 0.34 (two significant digits), then 
12.3 1.23 x 10? 3 C = 0.80 (only two digits are significant in the final result). Note that most stu- 
123,000 1.23 х Ын 3 dents are tempted to write C = 0.802434, with six significant digits, since that 
оо Д. 5 n : : is what is displayed on a calculator after multiplying these two numbers. 
40.300. 4.03 doe 104 5 Let's analyze this simple example carefully. Suppose the exact value of B is 
0.005600 5.600 x 10-3 4 0.33501, which is read by the instrument as 0.34. Also suppose A is exactly 
0.0056 5.6 x 10-3 2 2.3601, as measured by a more accurate instrument. In this case, C= A х В 
0.006 6. х 10-3 1 = 0.79066 to five significant digits. Note that our first answer, C = 0.80 is off 





by one digit in the second decimal place. Likewise, if B is 0.34499, and is read 
by the instrument as 0.34, the product of A and B would be 0.81421 to five 
significant digits. Our original answer of 0.80 is again off by one digit in the 
second decimal place. The main point here is that 0.80 (to two significant dig- 
its) is the best one can expect from this multiplication since, to begin with, one 
of the values had only two significant digits. Another way of looking at this is 
to say that beyond the first two digits in the answer, the rest of the digits are 
meaningless or not significant. For example, if one reports what the calculator 
displays, 2.3601 times 0.34 equals 0.802434, the last four digits are meaning- 
less. As shown, the final result may lie between 0.79 and 0.81—any digits be- 
yond the two significant digits are not only meaningless, but misleading, since 
they imply to the reader more precision than is really there. 

As another example, consider a 3.75-L container filled with gasoline whose 
density is 0.845 kg/L, and determine its mass. Probably the first thought 
that comes to your mind is to multiply the volume and density to obtain 
3.16875 kg for the mass, which falsely implies that the mass so determined is 
precise to six significant digits. In reality, however, the mass cannot be more 
Given: precise than three significant digits since both the volume and the density are 

Volume: V=3.75L precise to three significant digits only. Therefore, the result should be rounded 
A аашаа to three significant digits, and the mass should be reported to be 3.17 kg in- 


(3 significant digits) stead of what the calculator displays. The result 3.16875 kg would be correct 


Also, 3.75 x 0.845 = 3.16875 only if the volume and density were given to be 3.75000 L and 0.845000 kg/L, 

respectively. The value 3.75 L implies that we are fairly confident that the vol- 

Find: ume is precise within £0.01 L, and it cannot be 3.74 or 3.76 L. However, the 

Mass: m= pym A6973 KE volume can be 3.746, 3.750, 3.753, etc., since they all round to 3.75 L 
Rounding to 3 significant digits: (Fig. 1-22). 


т = 3.17 Ке 


FIGURE 1-22 


A result with more significant digits 


than that of given data falsely implies 


more precision. 





You should also be aware that sometimes we knowingly introduce small er- 
rors in order to avoid the trouble of searching for more accurate data. For ex- 
ample, when dealing with liquid water, we just use the value of 1000 kg/m? 
for density, which is the density value of pure water at 0°C. Using this value 
at 75°C will result in an error of 2.5 percent since the density at this tempera- 
ture is 975 kg/m?. The minerals and impurities in the water will introduce ad- 
ditional error. This being the case, you should have no reservation in rounding 


-6- 


cen54261 chO0l.qxd 11/17/03 1:49 PM Page 19 p | 


19 
CHAPTER 1 





the final results to a reasonable number of significant digits. Besides, having 
a few percent uncertainty in the results of engineering analysis is usually the 
norm, not the exception. 

When writing intermediate results in a computation, it is advisable to keep 
several “extra” digits to avoid round-off errors; however, the final result 
should be written with the number of significant digits taken into considera- 
tion. The reader must also keep in mind that a certain number of significant 
digits of precision in the result does not necessarily imply the same number of 
digits of overall accuracy. Bias error in one of the readings may, for example, 
significantly reduce the overall accuracy of the result, perhaps even rendering 
the last significant digit meaningless, and reducing the overall number of reli- 
able digits by one. Experimentally determined values are subject to measure- 
ment errors, and such errors will reflect in the results obtained. For example, 
if the density of a substance has an uncertainty of 2 percent, then the mass de- 
termined using this density value will also have an uncertainty of 2 percent. 

Finally, when the number of significant digits is unknown, the accepted en- 
gineering standard is three significant digits. Therefore, if the length of a pipe 
is given to be 40 m, we will assume it to be 40.0 m in order to justify using 
three significant digits in the final results. 





EXAMPLE 1-4 Significant Digits and Volumetric Flow Rate 


Jennifer is conducting an experiment that uses cooling water from a garden 
hose. In order to calculate the volumetric flow rate of water through the hose, 
she times how long it takes to fill a container (Fig. 1-23). The volume of water 
collected is V= 1.1 gallons in time period At = 45.62 s, as measured with a 
stopwatch. Calculate the volumetric flow rate of water through the hose in units 
of cubic meters per minute. 


a 
E 

E 

E 

E 

E 

E 

E 

E 

E 

SOLUTION Volumetric flow rate is to be determined from measurements of 
volume and time period. 


Assumptions 1 Jennifer recorded her measurements properly, such that the 
volume measurement is precise to two significant digits while the time period is 





Container 
precise to four significant digits. 2 No water is lost due to splashing out of the 
container. 
Analysis Volumetric flow rate V is volume displaced per unit time, and is ex- 
pressed as FIGURE 1-23 
Schematic for Example 1—4 for the 
Volumetric flow rate. 122 Ed measurement of volumetric flow rate. 


Substituting the measured values, the volumetric flow rate is determined to be 





1.1 gal C= х 1073 =) ( 60 8 


= — 55 x 10 5 m?/mi 
45.62 s ) pn nin 


1 gal 1 min 
Discussion The final result is listed to two significant digits since we cannot be 
confident of any more precision than that. If this were an intermediate step in 
subsequent calculations, a few extra digits would be carried along to avoid ac- 
cumulated round-off error. In such a case, the volume flow rate would be writ- 
ten as V = 5.4759 x 10-3 m3/ min. 





cen54261_ch01.qxd 





11/17/03 1:49 PM Page 20 


20 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


FIGURE 1-24 

Accuracy and precision are not 
necessarily related. Which one of the 
stopwatches is precise but not 
accurate? Which one is accurate but 
not precise? Which one is neither 
accurate nor precise? Which one is 
both accurate and precise? 

















(5) 


-Ф- 


Exact time span — 45.623451 ...s 
































Also keep in mind that good precision does not guarantee good accuracy. For 
example, if the batteries in the stopwatch were weak, its accuracy could be 
quite poor, yet the readout would still be displayed to four significant digits of 
precision (Fig. 1-24). 





SUMMARY 





In this chapter, some basic concepts of thermal-fluid sciences 
are introduced and discussed. The physical sciences that deal 
with energy and the transfer, transport, and conversion of en- 
ergy are referred to as thermal-fluid sciences, and they are 
studied under the subcategories of thermodynamics, heat trans- 
fer, and fluid mechanics. 

Thermodynamics is the science that primarily deals with en- 
ergy. The first law of thermodynamics is simply an expression 
of the conservation of energy principle, and it asserts that en- 
ergy is a thermodynamic property. The second law of thermo- 
dynamics asserts that energy has quality as well as quantity, 
and actual processes occur in the direction of decreasing qual- 
ity of energy. Determining the rates of heat transfer to or from 
a system and thus the times of cooling or heating, as well as the 
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Thermodynamics, Heat Transfer, and Fluid Mechanics 


1-1C What is the difference between the classical and the 
statistical approaches to thermodynamics? 


1-2C Why does a bicyclist pick up speed on a downhill road 
even when he is not pedaling? Does this violate the conserva- 
tion of energy principle? 


1-3C An office worker claims that a cup of cold coffee on 
his table warmed up to 80°C by picking up energy from the 
surrounding air, which is at 25°C. Is there any truth to his 
claim? Does this process violate any thermodynamic laws? 


1-4C How does the science of heat transfer differ from the 
science of thermodynamics? 





*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon “ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


—5-—— 


Ma ae at a, Nae МЯ МАМ 44214141 ММ 


L. VU ore гаум 44 


1-5C What is the driving force for (a) heat transfer, (b) elec- 
tric current, and (c) fluid flow? 


1-6C Why is heat transfer a nonequilibrium phenomenon? 


1-7C Can there be any heat transfer between two bodies that 
are at the same temperature but at different pressures? 


1-8C Define stress, normal stress, shear stress, and pressure. 


Mass, Force, and Units 


1-9C What is the difference between pound-mass and 
pound-force? 


1-10C What is the difference between kg-mass and 
kg-force? 


1-11C What is the net force acting on a car cruising at a 
constant velocity of 70 km/h (a) on a level road and (b) on an 
uphill road? 


1-12 A 3-kg plastic tank that has a volume of 0.2 m? is 
filled with liquid water. Assuming the density of water is 
1000 kg/m?, determine the weight of the combined system. 


1-13 Determine the mass and the weight of the air contained 
in a room whose dimensions are 6 m X 6 m X 8 m. Assume 
the density of the air is 1.16 kg/m?. 

Answers: 334.1 kg, 3277 N 


1-14 At 45? latitude, the gravitational acceleration as a func- 
tion of elevation z above sea level is given by g = a — bz, 
where a = 9.807 m/s? and b — 3.32 X 10 5s ?. Determine the 
height above sea level where the weight of an object will de- 
crease by 1 percent. Answer: 29,539 m 


1-15E A 150-lbm astronaut took his bathroom scale 
(a spring scale) and a beam scale (compares masses) to the 
moon where the local gravity is g = 5.48 ft/s. Determine how 
much he will weigh (a) on the spring scale and (b) on the beam 
scale. Answers: (a) 25.5 Ibf; (b) 150 Ibf 


1-16 The acceleration of high-speed aircraft is sometimes ex- 
pressed in g’s (in multiples of the standard acceleration of grav- 
ity). Determine the net upward force, in N, that a 90-kg man 
would experience in an aircraft whose acceleration is 6 g’s. 


1-17 A 5-kg rock is thrown upward with a force 

«5^ of 150 N at a location where the local gravita- 
tional acceleration is 9.79 m/s?. Determine the acceleration of 
the rock, in m/s?. 


1-18 «Sg Solve Prob. 1-17 using EES (or other) software. 
Print out the entire solution, including the numer- 


ical results with proper units. 


1-19 The value of the gravitational acceleration g decreases 
with elevation from 9.807 m/s? at sea level to 9.767 m/s? at 
an altitude of 13,000 m, where large passenger planes cruise. 
Determine the percent reduction in the weight of an airplane 
cruising at 13,000 m relative to its weight at sea level. 
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Modeling and Solving Engineering Problems 


1-20С How do rating problems in heat transfer differ from 
the sizing problems? 


1-21C What is the difference between the analytical and ex- 
perimental approach to engineering problems? Discuss the ad- 
vantages and disadvantages of each approach? 


1-22C What is the importance of modeling in engineering? 
How are the mathematical models for engineering processes 
prepared? 


1-23C When modeling an engineering process, how is the 
right choice made between a simple but crude and a complex 
but accurate model? Is the complex model necessarily a better 
choice since it is more accurate? 


1-24C How do the differential equations in the study of a 
physical problem arise? 


1-25C What is the value of the engineering software pack- 
ages in (a) engineering education and (5) engineering practice? 


1-26 (Sy Determine a positive real root of this equation 


using EES: 


2x3 — 10x95 — 3x = -3 


1-27 E Solve this system of two equations with two un- 
knowns using EES: 
-y 27/5 
Зху + у = 3.5 
1-28 egg Solve this system of three equations with 
three unknowns using EES: 
2x-y+z=5 
З? + 2у =: + 2 
ху + 22 = 8 
1-29 g% Solve this system of three equations with 
three unknowns using EES: 
xy-z-1 
x—3y + xz = —2 
xty-z=2 


Review Problems 


1-30 The weight of bodies may change somewhat from one 
location to another as a result of the variation of the gravi- 
tational acceleration g with elevation. Accounting for this 
variation using the relation in Prob. 1-14, determine the weight 
of an 80-kg person at sea level (z — 0), in Denver 
(z = 1610 m), and on the top of Mount Everest (z = 8848 m). 


1-31 A man goes to a traditional market to buy a steak 
for dinner. He finds a 12-ounce steak (1 Ibm — 16 ounces) for 
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$3.15. He then goes to the adjacent international market and Design and Essay Problems 
finds a 320-gram steak of identical quality for $2.80. Which 
steak is the better buy? 





1-33 Write an essay on the various mass- and volume- 
measurement devices used throughout history. Also, explain 
1-32 The reactive force developed by a jet engine to push an the development of the modern units for mass and volume. 
airplane forward is called thrust, and the thrust developed by 

the engine of a Boeing 777 is about 85,000 pounds. Express 

this thrust in N and kgf. 
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very science has a unique vocabulary associated with it, and thermo- 

dynamics is no exception. Precise definition of basic concepts forms 

a sound foundation for the development of a science and prevents pos- 
sible misunderstandings. We start this chapter with a discussion of some basic 
concepts such as system, state, state postulate, equilibrium, process, energy, 
and various forms of energy. We also discuss temperature and temperature 
scales. We then present pressure, which is the force exerted by a fluid per unit 
area and discuss absolute and gage pressures, the variation of pressure with 
depth, and pressure measurement devices, such as manometers and barome- 
ters. Careful study of these concepts is essential for a good understanding of 
the topics in the following chapters. 
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SURROUNDINGS 


BOUNDARY 


FIGURE 2-1 
System, surroundings, and boundary. 
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FIGURE 2-2 
M ass cannot cross the boundaries of a 
closed system, but energy can. 
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FIGURE 2-3 
A closed system with a 
moving boundary. 
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FIGURE 2-4 
Both mass and energy can cross the 
boundaries of a control volume. 
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2-1 * CLOSED AND OPEN SYSTEMS 


A system is defined as a quantity of matter or a region in space chosen for 
study. The mass or region outside the system is called the surroundings. The 
real or imaginary surface that separates the system from its surroundings is 
called the boundary. T hese terms are illustrated in Fig. 2-1. The boundary of 
a system can be fixed or movable. Note that the boundary is the contact sur- 
face shared by both the system and the surroundings. M athematically speak- 
ing, the boundary has zero thickness, and thus it can neither contain any mass 
nor occupy any volume in space. 

Systems may be considered to be closed or open, depending on whether a 
fixed mass or a fixed volume in space is chosen for study. A closed system 
(also known as a control mass) consists of a fixed amount of mass, and no 
mass can cross its boundary. T hat is, no mass can enter or leave a closed sys- 
tem, as shown in Fig. 2- 2. But energy, in the form of heat or work, can cross 
the boundary; and the volume of a closed system does not have to be fixed. If, 
as a special case, even energy is not allowed to cross the boundary, that sys- 
tem is called an isolated system. 

Consider the piston-cylinder device shown in Fig. 2-3. Let us say that we 
would like to find out what happens to the enclosed gas when it is heated. 
Since we are focusing our attention on the gas, itis our system. The inner sur- 
faces of the piston and the cylinder form the boundary, and since no mass is 
crossing this boundary, itis a closed system. Noticethat energy may cross the 
boundary, and part of the boundary (the inner surface of the piston, in this 
case) may move. Everything outside the gas, including the piston and the 
cylinder, is the surroundings. 

A n open system, or a control volume, as it is often called, is a properly 
selected region in space. It usually encloses a device that involves mass flow 
such as a compressor, turbine, or nozzle. Flow through these devices is best 
studied by selecting the region within the device as the control volume. B oth 
mass and energy can cross the boundary of a control volume. This is illus- 
trated in Fig. 2-4. 

A large number of engineering problems involve mass flow in and out of a 
system and, therefore, are modeled as control volumes. A water heater, a car 
radiator, a turbine, and a compressor all involve mass flow and should be 
analyzed as control volumes (open systems) instead of as control masses 
(closed systems). In general, any arbitrary region in space can be selected 
as a control volume. There are no concrete rules for the selection of control 
volumes, but the proper choice certainly makes the analysis much easier. If we 
were to analyze the flow of air through a nozzle, for example, a good choice 
for the control volume would be the region within the nozzle. 

The boundaries of a control volume are called a control surface, and they 
can be real or imaginary. In the case of a nozzle, the inner surface of the noz- 
zle forms the real part of the boundary, and the entrance and exit areas form 
the imaginary part, since there are no physical surfaces there (Fig. 2-5a). 

A control volume can be fixed in size and shape, as in the case of a nozzle, 
or it may involve a moving boundary, as shown in Fig. 2-5b. M ost control 
volumes, however, have fixed boundaries and thus do not involve any moving 
boundaries. A control volume can also involve heat and work interactions just 
as a closed system, in addition to mass interaction. 
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(a) A control volume with real and 
imaginary boundaries 





(b) A control volume with fixed and 
moving boundaries 


Asan example of an open system, consider the water heater shown in Fig. 
2-6. Let us say that we would like to determine how much heat we must 
transfer to the water in the tank in order to supply a steady stream of hot wa- 
ter. Since hot water will leave the tank and be replaced by cold water, itis 
not convenient to choose a fixed mass as our system for the analysis. In- 
stead, we can concentrate our attention on the volume formed by the interior 
surfaces of the tank and consider the hot and cold water streams as mass 
leaving and entering the control volume. The interior surfaces of the tank 
form the control surface for this case, and mass is crossing the control sur- 
face at two locations. 

In an engineering analysis, the system under study must be defined care- 
fully. In most cases, the system investigated is quite simple and obvious, and 
defining the system may seem like a tedious and unnecessary task. In other 
cases, however, the system under study may be rather involved, and a proper 
choice of the system may greatly simplify the analysis. 


2-2 = PROPERTIES OF A SYSTEM 


A ny characteristic of a system is called a property. Some familiar properties 
are pressure P , temperature T, volume V, and mass m. The list can be extended 
to include less familiar ones such as viscosity, thermal conductivity, modulus 
of elasticity, thermal expansion coefficient, electric resistivity, and even ve- 
locity and elevation. 
Not all properties are independent, however. Some are defined in terms of 
other ones. For example, density is defined as mass per unit volume. 
p= : (kg/m?) (2-1) 
The density of a substance, in general, depends on temperature and pressure. 
The density of most gases is proportional to pressure, and inversely propor- 
tional to temperature. Liquids and solids, on the other hand, are essentially in- 
compressible substances, and the variation of their density with pressure is 
usually negligible. At 20°C, for example, the density of water changes from 
998 kg/m? at 1 atm to 1003 kg/m? at 100 atm, a change of just 0.5 percent. The 
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FIGURE 2-5 

A control volume can involve fixed, 
moving, real, and imaginary 
boundaries. 


Control surface 
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ош ——— 
WATER 
HEATER 
(control 
volume) Cold 
water 
——— in 
FIGURE 2-6 


An open system (a control volume) 
with one inlet and one exit. 
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у= 12 т? 
т= 3 Ко 
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p =0.25 kg/m? 
v= 2= 4 m?/kg 





FIGURE 2-7 

Density is mass per unit volume; 
specific volume is volume per unit 
mass. 
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FIGURE 2-8 
Criteria to differentiate intensive 
and extensive properties. 
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density of liquids and solids depends more strongly on temperature than they 
do on pressure. At 1 atm, for example, the density of water changes from 998 
kg/m? at 20°C to 975 kg/m? at 75?C, a change of 2.3 percent, which can still 
be neglected in most cases. 

Sometimes the density of a substance is given relative to the density of a 
well-known substance. Then it is called specific gravity, or relative density, 
and is defined as the ratio of the density of a substance to the density of some 
standard substance at a specified temperature (usually water at 4°C, for which 
Рно = 1000 kg/m?). That is, 


SG = — (2-2) 


Note that the specific gravity of a substance is a dimensionless quantity. 
However, in SI units, the numerical value of the specific gravity of a 
substance will be exactly equal to its density in g/cm? or kg/L (or 0.001 times 
the density in kg/m?) since the density of water at 4°C is 1 g/cm? = 1 kg/L = 
1000 kg/m?. For example, the specific gravity of mercury at 0°C is 13.6. 
Therefore, its density at 0°C is 13.6 g/cm? = 13.6 kg/L = 13,600 kg/n?. The 
specific gravities of some substances at 0°C are 1.0 for water, 0.92 for ice, 
2.3 for concrete, 0.3—0.9 for most woods, 1.7—2.0 for bones, 1.05 for blood, 
1.025 for seawater, 19.2 for gold, 0.79 for ethyl alcohol, and about 0.7 for 
gasoline. Note that substances with specific gravities less than 1 are lighter 
than water, and thus they will float on water. 

A more frequently used property in thermodynamics is the specific volume. 
It is the reciprocal of density (Fig. 2—7) and is defined as the volume per unit 
mass: 


=} (в) (2-3) 


Properties are considered to be either intensive or extensive. Intensive 
properties are those that are independent of the size of a system, such as tem- 
perature, pressure, and density. Extensive properties are those whose values 
depend on the size—or extent—of the system. Mass m, volume V, and total 
energy E are some examples of extensive properties. An easy way to deter- 
mine whether a property is intensive or extensive is to divide the system into 
two equal parts with a partition, as shown in Fig. 2-8. Each part will have the 
same value of intensive properties as the original system, but half the value of 
the extensive properties. 

Generally, uppercase letters are used to denote extensive properties (with 
mass m being a major exception), and lowercase letters are used for intensive 
properties (with pressure P and temperature T being the obvious exceptions). 

Extensive properties per unit mass are called specific properties. Some ex- 
amples of specific properties are specific volume (v = V/m) and specific total 
energy (e = E/m). 

Matter is made up of atoms that are widely spaced in the gas phase. Yet it 
is very convenient to disregard the atomic nature of a substance, and view 
it as a continuous, homogeneous matter with no holes, that is, a continuum. 
The continuum idealization allows us to treat properties as point functions, 
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and to assume the properties to vary continually in space with no jump 


discontinuities. This idealization is valid as long as the size of the system we 9 1 atm, 20°C 
deal with is large relative to the space between the molecules. This is the Q 
case in practically all problems, except some specialized ones. 

To have a sense of the distance involved at the molecular level, consider a 3 x 10!6 molecules/mm? 


container filled with oxygen at atmospheric conditions. The diameter of the 
oxygen molecule is about 3 X 10^? m and its mass is 5.3 X 107% kg. Also, 











the mean free path of oxygen at 1 atm pressure and 20°С 1 6.3 X 10^? m. 

That is, an oxygen molecule travels, on average, a distance of 6.3 X 1078 m 7 VOID 

(about 200 times of its diameter) before it collides with another molecule. Q Q 

Also, there are about 3 X 10! molecules of oxygen in the tiny volume of N 

] mm? at 1 atm pressure and 20°C (Fig. 2-9). The continuum model is 

applicable as long as the characteristic length of the system (such as its di- FIGURE 2-9 
ameter) is much larger than the mean free path of the molecules. At very high Despite the large gaps between 
vacuums or very high elevations, the mean free path may become large (for ^ molecules, a substance can be treated 
example, it is about 0.1 m for atmospheric air at an elevation of 100 km). For as a continuum because of the very 
such cases the rarefied gas flow theory should be used, and the impact of large number of molecules even 
individual molecules should be considered. In this text we will limit our con- in the smallest volume. 


sideration to substances that can be modeled as a continuum. 


2-3 = STATE AND EQUILIBRIUM 


Consider a system not undergoing any change. At this point, all the properties 
can be measured or calculated throughout the entire system, which gives us a 
set of properties that completely describes the condition, or the state, of the 
system. At a given state, all the properties of a system have fixed values. If the 
value of even one property changes, the state will change to a different one. In 
Fig. 2-10 a system is shown at two different states. 








Thermodynamics deals with equilibrium states. The word equilibrium (a) State 1 (b) State 2 
implies a state of balance. In an equilibrium state there are no unbalanced FIGURE 2-10 
potentials (or driving forces) within the system. A system in equilibrium A system at two different states. 


experiences no changes when it is isolated from its surroundings. 

There are many types of equilibrium, and a system is not in thermodynamic 
equilibrium unless the conditions of all the relevant types of equilibrium are 
satisfied. For example, a system is in thermal equilibrium if the temperature 
is the same throughout the entire system, as shown in Fig. 2-11. That is, the 
system involves no temperature differential, which is the driving force for heat 
flow. Mechanical equilibrium is related to pressure, and a system is in 





mechanical equilibrium if there is no change in pressure at any point of the (a) Before (b) After 

system with time. However, the pressure may vary within the system with FIGURE 2-11 
elevation as a result of gravitational effects. However, the higher pressure at a A closed system reaching thermal 
bottom layer is balanced by the extra weight it must carry, and, therefore, equilibrium. 


there is no imbalance of forces. The variation of pressure as a result of gravity 
in most thermodynamic systems is relatively small and usually disregarded. 
If a system involves two phases, it is in phase equilibrium when the mass of 
each phase reaches an equilibrium level and stays there. Finally, a system is in 
chemical equilibrium if its chemical composition does not change with time, 
that is, no chemical reactions occur. À system will not be in equilibrium unless 
all the relevant equilibrium criteria are satisfied. 
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Nitrogen 


Т = 25°C 
v = 0.9 m?/kg 





FIGURE 2-12 
The state of nitrogen is fixed by two 
independent, intensive properties. 


Property A 


State 2 


Process path 





Property B 
FIGURE 2-13 
A process between states 
1 and 2 and the process path. 
= 
(a) Slow compression 
(quasi-equilibrium) 
34— 


(5) Very fast compression 
(nonquasi-equilibrium) 


FIGURE 2-14 
Quasi-equilibrium and nonquasi- 
equilibrium compression processes. 
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The State Postulate 


As noted earlier, the state of a system is described by its properties. But we 
know from experience that we do not need to specify all the properties in 
order to fix a state. Once a sufficient number of properties are specified, the 
rest of the properties assume certain values automatically. That is, specifying 
a certain number of properties is sufficient to fix a state. The number of prop- 
erties required to fix the state of a system is given by the state postulate: 


The state of a simple compressible system is completely specified by two 
independent, intensive properties. 


A system is called a simple compressible system in the absence of electri- 
cal, magnetic, gravitational, motion, and surface tension effects. These effects 
are due to external force fields and are negligible for most engineering prob- 
lems. Otherwise, an additional property needs to be specified for each effect 
that is significant. If the gravitational effects are to be considered, for exam- 
ple, the elevation z needs to be specified in addition to the two properties nec- 
essary to fix the state. 

The state postulate requires that the two properties specified be independent 
to fix the state. Two properties are independent if one property can be varied 
while the other one is held constant. Temperature and specific volume, for ex- 
ample, are always independent properties, and together they can fix the state 
of a simple compressible system (Fig. 2-12). Temperature and pressure, how- 
ever, are independent properties for single-phase systems, but are dependent 
properties for multiphase systems. At sea level (P — 1 atm), water boils at 
100°C, but on a mountaintop where the pressure is lower, water boils at a 
lower temperature. That is, T — f(P) during a phase-change process; thus, 
temperature and pressure are not sufficient to fix the state of a two-phase sys- 
tem. Phase-change processes are discussed in detail in Chap. 3. 


2-4 * PROCESSES AND CYCLES 


Any change that a system undergoes from one equilibrium state to another is 
called a process, and the series of states through which a system passes during 
a process is called the path of the process (Fig. 2-13). To describe a process 
completely, one should specify the initial and final states of the process, as 
well as the path it follows, and the interactions with the surroundings. 

When a process proceeds in such a manner that the system remains infini- 
tesimally close to an equilibrium state at all times, it is called a quasi-static, 
or quasi-equilibrium, process. A quasi-equilibrium process can be viewed as 
a sufficiently slow process that allows the system to adjust itself internally so 
that properties in one part of the system do not change any faster than those at 
other parts. 

This is illustrated in Fig. 2-14. When a gas in a piston-cylinder device is 
compressed suddenly, the molecules near the face of the piston will not have 
enough time to escape and they will have to pile up in a small region in front 
of the piston, thus creating a high-pressure region there. Because of this pres- 
sure difference, the system can no longer be said to be in equilibrium, and this 
makes the entire process nonquasi-equilibrium. However, if the piston is 
moved slowly, the molecules will have sufficient time to redistribute and there 
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will not be a molecule pileup in front of the piston. As a result, the pressure 
inside the cylinder will always be uniform and will rise at the same rate 
at all locations. Since equilibrium is maintained at all times, this is a quasi- 
equilibrium process. 

It should be pointed out that a quasi-equilibrium process is an ideal- 
ized process and is not a true representation of an actual process. But many 
actual processes closely approximate it, and they can be modeled as 
quasi-equilibrium with negligible error. Engineers are interested in quasi- 
equilibrium processes for two reasons. First, they are easy to analyze; second, 
work-producing devices deliver the most work when they operate on quasi- 
equilibrium processes (Fig. 2-15). Therefore, quasi-equilibrium processes 
serve as standards to which actual processes can be compared. 

Process diagrams plotted by employing thermodynamic properties as coor- 
dinates are very useful in visualizing the processes. Some common properties 
that are used as coordinates are temperature T, pressure P, and volume V (or 
specific volume v). Figure 2-16 shows the P-V diagram of a compression 
process of a gas. 

Note that the process path indicates a series of equilibrium states through 
which the system passes during a process and has significance for quasi- 
equilibrium processes only. For nonquasi-equilibrium processes, we are not 
able to characterize the entire system by a single state, and thus we cannot 
speak of a process path for a system as a whole. A nonquasi-equilibrium 
process is denoted by a dashed line between the initial and final states instead 
of a solid line. 

The prefix iso- is often used to designate a process for which a particular FIGURE 2-15 
property remains constant. An isothermal process, for example, is a process 
during which the temperature T remains constant; an isobaric process is a 
process during which the pressure P remains constant; and an isochoric (or 
isometric) process is a process during which the specific volume v remains 





Work-producing devices operating in 
a quasi-equilibrium manner deliver 
the most work. 


constant. P 
A system is said to have undergone a cycle if it returns to its initial state Final state 
at the end of the process. That is, for a cycle the initial and final states are T d 
identical. Process path 


Initial 


The Steady-Flow Process 
The terms steady and uniform are used frequently in engineering, and thus it 
is important to have a clear understanding of their meanings. The term steady 
implies no change with time. The opposite of steady is unsteady, or transient. 
The term uniform, however, implies no change with location over a specified 
region. These meanings are consistent with their everyday use (steady girl- 
friend, uniform properties, etc.). 

A large number of engineering devices operate for long periods of time un- 
der the same conditions, and they are classified as steady-flow devices. 











Processes involving such devices can be represented reasonably well by a (2) (1) 

somewhat idealized process, called the steady-flow process, which can be FIGURE 2-16 
defined as a process during which a fluid flows through a control volume The P-V diagram of a compression 
steadily (Fig. 2-17). That is, the fluid properties can change from point to process. 


point within the control volume, but at any fixed point they remain the same 
during the entire process. Therefore, the volume V, the mass rn, and the total 
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During a steady-flow process, 
fluid properties within the 
control volume may change 
with position, but not with time. 











Control 
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FIGURE 2-18 

Under steady-flow conditions, the 
mass and energy contents of a control 
volume remain constant. 





FIGURE 2-19 
The macroscopic energy of an object 
changes with velocity and elevation. 
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energy content E of the control volume remain constant during a steady-flow 
process (Fig. 2-18). 

Steady-flow conditions can be closely approximated by devices that are 
intended for continuous operation such as turbines, pumps, boilers, condensers, 
and heat exchangers or power plants or refrigeration systems. Some cyclic de- 
vices, such as reciprocating engines or compressors, do not satisfy any of the 
conditions stated above since the flow at the inlets and the exits will be pulsat- 
ing and not steady. However, the fluid properties vary with time in a periodic 
manner, and the flow through these devices can still be analyzed as a steady- 
flow process by using time-averaged values for the properties. 


2-5 = FORMS OF ENERGY 


Energy can exist in numerous forms such as thermal, mechanical, kinetic, 
potential, electric, magnetic, chemical, and nuclear, and their sum constitutes 
the total energy E of a system. The total energy of a system on a unit mass ba- 
sis is denoted by e and is defined as 


e-E (2-4) 


m 


(kJ/kg) 


Thermodynamics provides no information about the absolute value of the 
total energy. It deals only with the change of the total energy, which is what 
matters in engineering problems. Thus the total energy of a system can be as- 
signed a value of zero (E = 0) at some convenient reference point. The change 
in total energy of a system is independent of the reference point selected. The 
decrease in the potential energy of a falling rock, for example, depends on 
only the elevation difference and not the reference level selected. 

In thermodynamic analysis, it is often helpful to consider the various forms 
of energy that make up the total energy of a system in two groups: macro- 
scopic and microscopic. The macroscopic forms of energy are those a system 
possesses as a whole with respect to some outside reference frame, such as ki- 
netic and potential energies (Fig. 2-19). The microscopic forms of energy are 
those related to the molecular structure of a system and the degree of the mol- 
ecular activity, and they are independent of outside reference frames. The sum 
of all the microscopic forms of energy is called the internal energy of a sys- 
tem and is denoted by U. 

The term energy was coined in 1807 by Thomas Young, and its use in ther- 
modynamics was proposed in 1852 by Lord Kelvin. The term internal energy 
and its symbol U first appeared in the works of Rudolph Clausius and William 
Rankine in the second half of the nineteenth century, and it eventually re- 
placed the alternative terms inner work, internal work, and intrinsic energy 
commonly used at the time. 

The macroscopic energy of a system is related to motion and the influence 
of some external effects such as gravity, magnetism, electricity, and surface 
tension. The energy that a system possesses as a result of its motion relative to 
some reference frame is called kinetic energy KE. When all parts of a system 
move with the same velocity, the kinetic energy is expressed as 


mV? 
а 





КЕ = (kJ) (2-5) 
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or, on a unit mass basis, 
2 
Бие» МА (2-6) 


where the script l^ denotes the velocity of the system relative to some fixed 
reference frame. The kinetic energy of a rotating body is given by Ho? where 
Iis the moment of inertia of the body and o is the angular velocity. 

The energy that a system possesses as a result of its elevation in a gravita- 
tional field 1s called potential energy PE and is expressed as 


PE = mgz (kJ) (2-7) 
or, on a unit mass basis, 
pe=gz (kJ/kg) (2-8) 


where g is the gravitational acceleration and z is the elevation of the center of 
gravity of a system relative to some arbitrarily selected reference plane. 

The magnetic, electric, and surface tension effects are significant in some 
specialized cases only and are usually ignored. In the absence of such effects, 
the total energy of a system consists of the kinetic, potential, and internal en- 
ergies and is expressed as 





E=U+KE+PE=U+ E +mgz (KJ) (2-9) 
or, on a unit mass basis, 
e =u + ke + pe =u + a + gz (kJ/kg) (2-10) 


Most closed systems remain stationary during a process and thus experience 
no change in their kinetic and potential energies. Closed systems whose ve- 
locity and elevation of the center of gravity remain constant during a process 
are frequently referred to as stationary systems. The change in the total 
energy AE of a stationary system is identical to the change in its internal 
energy AU. In this text, a closed system is assumed to be stationary unless it 
is specifically stated otherwise. 


Some Physical Insight to Internal Energy 

Internal energy is defined earlier as the sum of all the microscopic forms of 
energy of a system. It is related to the molecular structure and the degree of 
molecular activity and can be viewed as the sum of the kinetic and potential 
energies of the molecules. 

To have a better understanding of internal energy, let us examine a system 
at the molecular level. The molecules of a gas move through space with some 
velocity, and thus possess some kinetic energy. This is known as the transla- 
tional energy. The atoms of polyatomic molecules rotate about an axis, and 
the energy associated with this rotation is the rotational kinetic energy. The 
atoms of a polyatomic molecule may also vibrate about their common center 
of mass, and the energy associated with this back-and-forth motion is the 
vibrational kinetic energy. For gases, the kinetic energy is mostly due to trans- 
lational and rotational motions, with vibrational motion becoming significant 
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at higher temperatures. The electrons in an atom rotate about the nucleus, and 
thus possess rotational kinetic energy. Electrons at outer orbits have larger ki- 
netic energies. Electrons also spin about their axes, and the energy associated 
with this motion is the spin energy. Other particles in the nucleus of an atom 
also possess spin energy. The portion of the internal energy of a system asso- 
ciated with the kinetic energies of the molecules is called the sensible energy 
(Fig. 2-20). The average velocity and the degree of activity of the molecules 
are proportional to the temperature of the gas. Therefore, at higher tempera- 
tures, the molecules will possess higher kinetic energies, and as a result the 
system will have a higher internal energy. 

The internal energy is also associated with various binding forces between 
the molecules of a substance, between the atoms within a molecule, and be- 
tween the particles within an atom and its nucleus. The forces that bind the 
molecules to each other are, as one would expect, strongest in solids and 
weakest in gases. If sufficient energy is added to the molecules of a solid or 
liquid, they will overcome these molecular forces and break away, turning the 
substance into a gas. This is a phase-change process. Because of this added 
energy, a system in the gas phase is at a higher internal energy level than it is 
in the solid or the liquid phase. The internal energy associated with the phase 
of a system is called the latent energy. The phase-change process can occur 
without a change in the chemical composition of a system. Most practical 
problems fall into this category, and one does not need to pay any attention to 
the forces binding the atoms in a molecule to each other. 

An atom consists of positively charged protons and neutrons bound together 
by very strong nuclear forces in the nucleus, and negatively charged electrons 
orbiting around it. The internal energy associated with the atomic bonds in a 
molecule is called chemical energy. During a chemical reaction, such as a 
combustion process, some chemical bonds are destroyed while others are 
formed. As a result, the internal energy changes. The nuclear forces are much 
larger than the forces that bind the electrons to the nucleus. The tremendous 
amount of energy associated with the strong bonds within the nucleus of the 
atom itself is called nuclear energy (Fig. 2-21). Obviously, we need not be 
concerned with nuclear energy in thermodynamics unless, of course, we deal 
with fusion or fission reactions. A chemical reaction involves changes in the 
structure of the electrons of the atoms, but a nuclear reaction involves changes 
in the core or nucleus. Therefore, an atom preserves its identity during a 
chemical reaction but loses it during a nuclear reaction. Atoms may also pos- 
sess electric and magnetic dipole-moment energies when subjected to external 
electric and magnetic fields due to the twisting of the magnetic dipoles pro- 
duced by the small electric currents associated with the orbiting electrons. 

The forms of energy already discussed, which constitute the total energy of 
a system, can be contained or stored in a system, and thus can be viewed as 
the static forms of energy. The forms of energy not stored in a system can be 
viewed as the dynamic forms of energy or as energy interactions. 'The dy- 
namic forms of energy are recognized at the system boundary as they cross it, 
and they represent the energy gained or lost by a system during a process. The 
only two forms of energy interactions associated with a closed system are 
heat transfer and work. An energy interaction is heat transfer if its driving 
force is a temperature difference. Otherwise it is work, as explained later. 
A control volume can also exchange energy via mass transfer since any time 
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mass is transferred into or out of a system, the energy content of the mass is 
also transferred with it. 

In daily life, we frequently refer to the sensible and latent forms of internal 
energy as heat, and we talk about heat content of bodies. In thermodynamics, 
however, we usually refer to those forms of energy as thermal energy to pre- 
vent any confusion with heat transfer. 

Distinction should be made between the macroscopic kinetic energy of an 
object as a whole and the microscopic kinetic energies of its molecules that 
constitute the sensible internal energy of the object (Fig. 2-22). The kinetic 
energy of an object is an organized form of energy associated with the orderly 
motion of all molecules in one direction in a straight path or around an axis. 
In contrast, the kinetic energies of the molecules are completely random and 
highly disorganized. As you will see in later chapters, the organized energy is 
much more valuable than the disorganized energy, and a major application 
area of thermodynamics is the conversion of disorganized energy (heat) into 
organized energy (work). You will also see that the organized energy can be 
converted to disorganized energy completely, but only a fraction of disorga- 
nized energy can be converted to organized energy by specially built devices 
called heat engines (like car engines and power plants). A similar argument 
can be given for the macroscopic potential energy of an object as a whole and 
the microscopic potential energies of the molecules. 


More on Nuclear Energy 

The best known fission reaction involves the split of the uranium atom (the 
U-235 isotope) into other elements, and is commonly used to generate elec- 
tricity in nuclear power plants (429 of them in 1990, generating 311,000 MW 
worldwide), to power nuclear submarines and aircraft carriers, and even to 
power spacecraft as well as building nuclear bombs. The first nuclear chain 
reaction was achieved by Enrico Fermi in 1942, and the first large-scale nu- 
clear reactors were built in 1944 for the purpose of producing material for nu- 
clear weapons. When a uranium-235 atom absorbs a neutron and splits during 
a fission process, it produces a cesium-140 atom, a rubidium-93 atom, 3 neu- 
trons, and 3.2 X 107! 7 of energy. In practical terms, the complete fission of 
1 kg of uranium-235 releases 6.73 X 10!° kJ of heat, which is more than the 
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heat released when 3000 tons of coal are burned. Therefore, for the same 
amount of fuel, a nuclear fission reaction releases several million times more 
energy than a chemical reaction. The safe disposal of used nuclear fuel, how- 
ever, remains a concern. 

Nuclear energy by fusion is released when two small nuclei combine into a 
larger one. The huge amount of energy radiated by the sun and the other stars 
originates from such a fusion process that involves the combination of two hy- 
drogen atoms into a helium atom. When two heavy hydrogen (deuterium) nu- 
clei combine during a fusion process, they produce a helium-3 atom, a free 
neutron, and 5.1 X 107! J of energy (Fig. 2-23). 

Fusion reactions are much more difficult to achieve in practice because of 
the strong repulsion between the positively charged nuclei, called the 
Coulomb repulsion. To overcome this repulsive force and to enable the two 
nuclei to fuse together, the energy level of the nuclei must be raised by heating 
them to about 100 million °C. But such high temperatures are found only in 
the stars or in exploding atomic bombs (the A-bomb). In fact, the uncontrolled 
fusion reaction in a hydrogen bomb (the H-bomb) is initiated by a small 
atomic bomb. The uncontrolled fusion reaction was achieved in the early 
1950s, but all the efforts since then to achieve controlled fusion by massive 
lasers, powerful magnetic fields, and electric currents to generate power have 
failed. 





Е ЕХАМРІЕ 2-1 A Car Powered by Nuclear Fuel 


E An average car consumes about 5 L of gasoline a day, and the capacity of the 
fuel tank of a car is about 50 L. Therefore, a car needs to be refueled once 
every 10 days. Also, the density of gasoline ranges from 0.68 to 0.78 kg/L, and 
its lower heating value is about 44,000 kJ/kg (that is, 44,000 kJ of heat is re- 
leased when 1 kg of gasoline is completely burned). Suppose all the problems 
associated with the radioactivity and waste disposal of nuclear fuels are re- 
solved, and a car is to be powered by U-235. If a new car comes equipped with 
O.1-kg of the nuclear fuel U-235, determine if this car will ever need refueling 
under average driving conditions (Fig. 2-24). 


SOLUTION A car powered by nuclear energy comes equipped with nuclear 
fuel. It is to be determined if this car will ever need refueling. 

Assumptions 1 Gasoline is an incompressible substance with an average den- 
sity of 0.75 kg/L. 2 Nuclear fuel is completely converted to thermal energy. 
Analysis The mass of gasoline used per day by the car is 


M gasoline ал (PV) gasoline = (0.75 kg/L) (5 L/day) = 3.15 kg/day 


Noting that the heating value of gasoline is 44,000 kJ/kg, the energy supplied 
to the car per day is 


E = (Mgasotine) (Heating value) 
= (3.75 kg/day) (44,000 kJ/kg) = 165,000 kJ/day 


The complete fission of 0.1 kg of uranium-235 releases 





(6.73 X 10? KJ/kg)(0.1 kg) = 6.73 X 10? kJ 
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of heat, which is sufficient to meet the energy needs of the car for 
Energy content of fuel § 73 x 199 ky 


Daily energy use 165,000 ki/day — 40/20 days 


No. of days = 


which is equivalent to about 112 years. Considering that no car will last more 
than 100 years, this car will never need refueling. It appears that nuclear fuel 
the size of a cherry is sufficient to power a car during its lifetime. 

Discussion Note that this problem is not quite realistic since the necessary 
critical mass cannot be achieved with such a small amount of fuel. Further, all 
of the uranium cannot be converted in fission again because of the critical mass 
problems after partial conversion. 








2-6 = ENERGY AND ENVIRONMENT 


The conversion of energy from one form to another often affects the environ- 
ment and the air we breathe in many ways, and thus the study of energy 
is not complete without considering its impact on the environment (Fig. 
2-25). Fossil fuels such as coal, oil, and natural gas have been powering the 
industrial development and the amenities of modern life that we enjoy since 
the 1700s, but this has not been without any undesirable side effects. From the 
soil we farm and the water we drink to the air we breathe, the environment has 
been paying a heavy toll for it. Pollutants emitted during the combustion of 
fossil fuels are responsible for smog, acid rain, and global warming and cli- 
mate change. The environmental pollution has reached such high levels that it 
became a serious threat to vegetation, wild life, and human health. Air pollu- 
tion has been the cause of numerous health problems including asthma and 





cancer. It is estimated that over 60,000 people in the United States alone die FIGURE 2-25 
each year due to heart and lung diseases related to air pollution. Energy conversion processes 
Hundreds of elements and compounds such as benzene and formaldehyde are often accompanied by 
are known to be emitted during the combustion of coal, oil, natural gas, and environmental pollution. 
©Corbis Royalty Free 


wood in electric power plants, engines of vehicles, furnaces, and even fire- 
places. Some compounds are added to liquid fuels for various reasons (such as 
MTBE to raise the octane number of the fuel and also to oxygenate the fuel in 
winter months to reduce urban smog). The largest source of air pollution is the 
motor vehicles, and the pollutants released by the vehicles are usually grouped 
as hydrocarbons (HC), nitrogen oxides (NO,), and carbon monoxide (CO) 
(Fig. 2-26). The HC emissions are a large component of volatile organic com- 
pounds (VOC) emissions, and the two terms are generally used interchange- 
ably for motor vehicle emissions. A significant portion of the VOC or HC 
emissions are caused by the evaporation of fuels during refueling or spillage 
during spitback or by evaporation from gas tanks with faulty caps that do not 
close tightly. The solvents, propellants, and household cleaning products that 
contain benzene, butane, or other HC products are also significant sources of 
HC emissions. 

The increase of environmental pollution at alarming rates and the rising 





awareness of its dangers made it necessary to control it by legislation and in- FIGURE 2-26 
ternational treaties. In the United States, the Clean Air Act of 1970 (whose Motor vehicles are the largest 
passage was aided by the 14-day smog alert in Washington that year) set limits source of air pollution. 
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on pollutants emitted by large plants and vehicles. These early standards fo- 
cused on emissions of hydrocarbons, nitrogen oxides, and carbon monoxide. 
The new cars were required to have catalytic converters in their exhaust sys- 
tems to reduce HC and CO emissions. As a side benefit, the removal of lead 
from gasoline to permit the use of catalytic converters led to a significant re- 
duction in toxic lead emissions. 

Emission limits for HC, NO,, and CO from cars have been declining 
steadily since 1970. The Clean Air Act of 1990 made the requirements on 
emissions even tougher, primarily for ozone, CO, nitrogen dioxide, and par- 
ticulate matter (PM). As a result, today’s industrial facilities and vehicles emit 
a fraction of the pollutants they used to emit a few decades ago. The HC emis- 
sions of cars, for example, decreased from about 8 gpm (grams per mile) in 
1970 to 0.4 gpm in 1980 and about 0.1 gpm in 1999. This is a significant re- 
duction since many of the gaseous toxics from motor vehicles and liquid fuels 
are hydrocarbons. 

Children are most susceptible to the damages caused by air pollutants since 
their organs are still developing. They are also exposed to more pollution 
since they are more active, and thus they breathe faster. People with heart and 
lung problems, especially those with asthma, are most affected by air pollu- 
tants. This becomes apparent when the air pollution levels in their neighbor- 
hoods rise to high levels. 


Ozone and Smog 

If you live in a metropolitan area such as Los Angeles, you are probably fa- 
miliar with urban smog—the dark yellow or brown haze that builds up in a 
large stagnant air mass and hangs over populated areas on calm hot summer 
days. Smog is made up mostly of ground-level ozone (O3), but it also contains 
numerous other chemicals, including carbon monoxide (CO), particulate mat- 
ter such as soot and dust, volatile organic compounds (VOC) such as benzene, 
butane, and other hydrocarbons. The harmful ground-level ozone should not 
be confused with the useful ozone layer high in the stratosphere that protects 
the earth from the sun’s harmful ultraviolet rays. Ozone at ground level is a 
pollutant with several adverse health effects. 

The primary source of both nitrogen oxides and hydrocarbons is the motor 
vehicles. Hydrocarbons and nitrogen oxides react in the presence of sunlight on 
hot calm days to form ground-level ozone, which is the primary component of 
smog (Fig. 2-27). The smog formation usually peaks in late afternoons when 
the temperatures are highest and there is plenty of sunlight. Although ground- 
level smog and ozone form in urban areas with heavy traffic or industry, the 
prevailing winds can transport them several hundred miles to other cities. This 
shows that pollution knows of no boundaries, and it is a global problem. 

Ozone irritates eyes and damages the air sacs in the lungs where oxygen and 
carbon dioxide are exchanged, causing eventual hardening of this soft and 
spongy tissue. It also causes shortness of breath, wheezing, fatigue, head- 
aches, and nausea, and aggravates respiratory problems such as asthma. Every 
exposure to ozone does a little damage to the lungs, just like cigarette smoke, 
eventually reducing the individual’s lung capacity. Staying indoors and mini- 
mizing physical activity during heavy smog will minimize damage. Ozone 
also harms vegetation by damaging leaf tissues. To improve the air quality in 
areas with the worst ozone problems, reformulated gasoline (RFG) that con- 
tains at least 2 percent oxygen was introduced. The use of RFG has resulted in 
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significant reduction in the emission of ozone and other pollutants, and its use 
is mandatory in many smog-prone areas. 

The other serious pollutant in smog is carbon monoxide, which is a color- 
less, odorless, poisonous gas. It is mostly emitted by motor vehicles, and it 
can build to dangerous levels in areas with heavy congested traffic. It deprives 
the body’s organs from getting enough oxygen by binding with the red blood 
cells that would otherwise carry oxygen. At low levels, carbon monoxide 
decreases the amount of oxygen supplied to the brain and other organs and 
muscles, slows body reactions and reflexes, and impairs judgment. It poses a 
serious threat to people with heart disease because of the fragile condition of 
the circulatory system and to fetuses because of the oxygen needs of the 
developing brain. At high levels, it can be fatal, as evidenced by numerous 
deaths caused by cars that are warmed up in closed garages or by exhaust 
gases leaking into the cars. 

Smog also contains suspended particulate matter such as dust and soot 
emitted by vehicles and industrial facilities. Such particles irritate the eyes and 
the lungs since they may carry compounds such as acids and metals. 


Acid Rain 


Fossil fuels are mixtures of various chemicals, including small amounts of 
sulfur. The sulfur in the fuel reacts with oxygen to form sulfur dioxide (SO,), 
which is an air pollutant. The main source of SQ, is the electric power plants 
that burn high-sulfur coal. The Clean Air Act of 1970 has limited the SO, 
emissions severely, which forced the plants to install SO, scrubbers, to switch 
to low-sulfur coal, or to gasify the coal and recover the sulfur. Motor vehicles 
also contribute to SO, emissions since gasoline and diesel fuel also contain 
small amounts of sulfur. Volcanic eruptions and hot springs also release sulfur 
oxides (the cause of the rotten egg smell). 

The sulfur oxides and nitric oxides react with water vapor and other chem- 
icals high in the atmosphere in the presence of sunlight to form sulfuric and 
nitric acids (Fig. 2-28). The acids formed usually dissolve in the suspended 
water droplets in clouds or fog. These acid-laden droplets, which can be as 
acidic as lemon juice, are washed from the air on to the soil by rain or snow. 
This is known as acid rain. The soil is capable of neutralizing a certain 
amount of acid, but the amounts produced by the power plants using inexpen- 
sive high-sulfur coal has exceeded this capability, and as a result many lakes 
and rivers in industrial areas such as New York, Pennsylvania, and Michigan 
have become too acidic for fish to grow. Forests in those areas also experience 
a slow death due to absorbing the acids through their leaves, needles, and 
roots. Even marble structures deteriorate due to acid rain. The magnitude of 
the problem was not recognized until the early 1970s, and serious measures e : 



































have been taken since then to reduce the sulfur dioxide emissions drastically 
by installing scrubbers in plants and by desulfurizing coal before combustion. 








Power plant 


The Greenhouse Effect: шэг 

А : ulfuric acid and nitric acid are 
Global Warming and Cl imate Cha nge formed when sulfur oxides and nitric 
You have probably noticed that when you leave your car under direct sunlight oxides react with water vapor and 
on a sunny day, the interior of the car gets much warmer than the air outside, other chemicals high in the 
and you may have wondered why the car acts like a heat trap. This is be- atmosphere in the presence of 
cause glass at thicknesses encountered in practice transmits over 90 percent of sunlight. 
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radiation in the visible range and is practically opaque (nontransparent) to 
radiation in the longer wavelength infrared regions. Therefore, glass allows 
the solar radiation to enter freely but blocks the infrared radiation emitted by 
the interior surfaces. This causes a rise in the interior temperature as a result 
of the energy buildup in the car. This heating effect is known as the green- 
house effect, since it is utilized primarily in greenhouses. 

The greenhouse effect is also experienced on a larger scale on earth. The sur- 
face of the earth, which warms up during the day as a result of the absorption of 
solar energy, cools down at night by radiating part of its energy into deep space 
as infrared radiation. Carbon dioxide (CO,), water vapor, and trace amounts of 
some other gases such as methane and nitrogen oxides act like a blanket and 
keep the earth warm at night by blocking the heat radiated from the earth (Fig. 
2—29). Therefore, they are called “greenhouse gases," with CO, being the pri- 
mary component. Water vapor is usually taken out of this list since it comes 
down as rain or snow as part of the water cycle and human activities in produc- 
ing water (such as the burning of fossil fuels) do not make much difference on 
its concentration in the atmosphere (which is mostly due to evaporation from 
rivers, lakes, oceans, etc.). CO, is different, however, in that people’s activities 
do make a difference in CO, concentration in the atmosphere. 

The greenhouse effect makes life on earth possible by keeping the earth 
warm (about 30°C warmer). However, excessive amounts of these gases 
disturb the delicate balance by trapping too much energy, which causes the 
average temperature of the earth to rise and the climate at some localities to 
change. These undesirable consequences of the greenhouse effect are referred 
to as global warming or global climate change. 

The global climate change is due to the excessive use of fossil fuels such as 
coal, petroleum products, and natural gas in electric power generation, trans- 
portation, buildings, and manufacturing, and it has been a concern in recent 
decades. In 1995, a total of 6.5 billion tons of carbon was released to the 
atmosphere as CO,. The current concentration of CO, in the atmosphere is 
about 360 ppm (or 0.36 percent). This is 20 percent higher than the level a 
century ago, and it is projected to increase to over 700 ppm by the year 2100. 
Under normal conditions, vegetation consumes CO, and releases O, during 
the photosynthesis process, and thus keeps the CO, concentration in the 
atmosphere in check. A mature, growing tree consumes about 12 kg of CO, a 
year and exhales enough oxygen to support a family of four. However, de- 
forestation and the huge increase in the CO, production in recent decades 
disturbed this balance. 

In a 1995 report, the world’s leading climate scientists concluded that the 
earth has already warmed about 0.5°C during the last century, and they estimate 
that the earth’s temperature will rise another 2°C by the year 2100. A rise of this 
magnitude is feared to cause severe changes in weather patterns with storms 
and heavy rains and flooding at some parts and drought in others, major floods 
due to the melting of ice at the poles, loss of wetlands and coastal areas due to 
rising sea levels, variations in water supply, changes in the ecosystem due to 
the inability of some animal and plant species to adjust to the changes, in- 
creases in epidemic diseases due to the warmer temperatures, and adverse side 
effects on human health and socioeconomic conditions in some areas. 

The seriousness of these threats has moved the United Nations to establish 
a committee on climate change. A world summit in 1992 in Rio de Janeiro, 
Brazil, attracted world attention to the problem. The agreement prepared by 
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the committee in 1992 to control greenhouse gas emissions was signed by 162 
nations. In the 1997 meeting in Kyoto (Japan), the world's industrialized 
countries adopted the Kyoto protocol and committed to reduce their CO; and 
other greenhouse gas emissions by 5 percent below the 1990 levels by 2008 to 
2012. This can be done by increasing conservation efforts and improving con- 
version efficiencies, while meeting new energy demands by the use of renew- 
able energy (such as hydroelectric, solar, wind, and geothermal energy) rather 
than by fossil fuels. 

The United States is the largest contributor of greenhouse gases, with over 5 
tons of carbon emissions per person per year. A major source of greenhouse gas 
emissions is transportation. Each liter of gasoline burned by a vehicle produces 
about 2.5 kg of CO, (or, each gallon of gasoline burned produces about 20 Ibm 
of CO,). An average car in the United States is driven about 12,000 miles a 
year, and it consumes about 600 gallons of gasoline. Therefore, a car emits 
about 12,000 Ibm of CO, to the atmosphere a year, which is about four times 
the weight of a typical car (Fig. 2-30). This and other emissions can be reduced 
significantly by buying an energy-efficient car that burns less fuel over the 
same distance, and by driving sensibly. Saving fuel also saves money and the 
environment. For example, choosing a vehicle that gets 30 rather than 20 miles 
per gallon will prevent 2 tons of CO, from being released to the atmosphere 
every year while reducing the fuel cost by $300 per year (under average dri- 
ving conditions of 12,000 miles a year and at a fuel cost of $1.50/gal). 

It is clear from these discussions that considerable amounts of pollutants are 
emitted as the chemical energy in fossil fuels is converted to thermal, mechan- 
ical, or electrical energy via combustion, and thus power plants, motor vehicles, 
and even stoves take the blame for air pollution. In contrast, no pollution is 
emitted as electricity is converted to thermal, chemical, or mechanical energy, 
and thus electric cars are often touted as "zero emission" vehicles and their 
widespread use is seen by some as the ultimate solution to the air pollution 
problem. It should be remembered, however, that the electricity used by the 
electric cars is generated somewhere else mostly by burning fuel and thus emit- 
ting pollution. Therefore, each time an electric car consumes 1 kWh of elec- 
tricity, it bears the responsibility for the pollutions emitted as 1 kWh 
of electricity (plus the conversion and transmission losses) is generated else- 
where. The electric cars can be claimed to be zero emission vehicles only when 
the electricity they consume is generated by emission-free renewable resources 
such as hydroelectric, solar, wind, and geothermal energy (Fig. 2-31). There- 
fore, the use of renewable energy should be encouraged worldwide, with in- 
centives, as necessary, to make the earth a better place to live in. The 
advancements in thermodynamics have contributed greatly in recent decades to 
improve conversion efficiencies (in some cases doubling them) and thus to re- 
duce pollution. As individuals, we can also help by practicing energy conserva- 
tion measures and by making energy efficiency a high priority in our purchases. 


СО, 
6 tons 


1.5 tons 


FIGURE 2-30 


The average car produces several 
times its weight in CO, every year (it 
is driven 12,000 miles a year, 
consumes 600 gallons of gasoline, and 
produces 20 Ibm of CO, per gallon). 








I EXAMPLE 2-2 Reducing Air Pollution by Geothermal Heating 


FIGURE 2-31 
їл geothermal power plant in Nevada is generating electricity using geothermal Renewable energies such as wind are 
g Water extracted at 180°C, and reinjected back to the ground at 85°C. It is pro- called "green energy" since they emit 
m posed to utilize the reinjected brine for heating the residential and commercial no pollutants or greenhouse gases. 
B buildings in the area, and calculations show that the geothermal heating system OCorbis Royalty Free 
E 
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FIGURE 2-32 

Two bodies reaching thermal 
equilibrium after being brought into 
contact in an isolated enclosure. 
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can save 18 million therms of natural gas a year. Determine the amount of 
NO, and CO; emissions the geothermal system will save a year. Take the aver- 
age NO, and CO, emissions of gas furnaces to be 0.0047 kg/therm and 
6.4 kg/therm, respectively. 


и 

Е 

и 

и 

и 

и 
SOLUTION The gas heating systems in ап area are being replaced by а geo- 
thermal district heating system. The amounts of NO, and CO; emissions saved 


per year are to be determined. 
Analysis The amounts of emissions saved per year are equivalent to the 
amounts emitted by furnaces when 18 million therms of natural gas is burned, 


NO, savings — (NO, emission per therm)(No. of therms per year) 
= (0.0047 kg/therm)(18 х 10° therm/year) 
— 8.5 X 10* kg/year 

CO, savings — (CO, emission per therm)(No. of therms per year) 
— (6.4 kg/therm)(18 X 10° therm/year) 
= 1.2 X 10° kg/year 


Discussion A typical car on the road generates about 8.5 kg of NO, and 
6000 kg of CO, a year. Therefore the environmental impact of replacing the gas 
heating systems in the area by the geothermal heating system is equivalent to 
taking 10,000 cars off the road for NO, emission and taking 20,000 cars off 
the road for CO; emission. The proposed system should have a significant effect 
on reducing smog in the area. 








2-7 = TEMPERATURE AND THE ZEROTH LAW 
OF THERMODYNAMICS 


Although we are familiar with temperature as a measure of "hotness" or 
"coldness," it is not easy to give an exact definition for it. Based on our phys- 
iological sensations, we express the level of temperature qualitatively with 
words like freezing cold, cold, warm, hot, and red-hot. However, we cannot 
assign numerical values to temperatures based on our sensations alone. Fur- 
thermore, our senses may be misleading. A metal chair, for example, will feel 
much colder than a wooden one even when both are at the same temperature. 

Fortunately, several properties of materials change with temperature in a 
repeatable and predictable way, and this forms the basis for accurate temper- 
ature measurement. The commonly used mercury-in-glass thermometer, for 
example, is based on the expansion of mercury with temperature. Temperature 
is also measured by using several other temperature-dependent properties. 

Itis a common experience that a cup of hot coffee left on the table eventu- 
ally cools off and a cold drink eventually warms up. That is, when a body is 
brought into contact with another body that is at a different temperature, heat 
is transferred from the body at higher temperature to the one at lower temper- 
ature until both bodies attain the same temperature (Fig. 2-32). At that point, 
the heat transfer stops, and the two bodies are said to have reached thermal 
equilibrium. The equality of temperature is the only requirement for thermal 
equilibrium. 
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The zeroth law of thermodynamics states that if two bodies are in thermal 
equilibrium with a third body, they are also in thermal equilibrium with each 
other. It may seem silly that such an obvious fact is called one of the basic 
laws of thermodynamics. However, it cannot be concluded from the other 
laws of thermodynamics, and it serves as a basis for the validity of tempera- 
ture measurement. By replacing the third body with a thermometer, the zeroth 
law can be restated as two bodies are in thermal equilibrium if both have the 
same temperature reading even if they are not in contact. 

The zeroth law was first formulated and labeled by R. H. Fowler in 1931. 
As the name suggests, its value as a fundamental physical principle was rec- 
ognized more than half a century after the formulation of the first and the sec- 
ond laws of thermodynamics. It was named the zeroth law since it should have 
preceded the first and the second laws of thermodynamics. 


Temperature Scales 

Temperature scales enable us to use a common basis for temperature 
measurements, and several have been introduced throughout history. All 
temperature scales are based on some easily reproducible states such as the 
freezing and boiling points of water, which are also called the ice point and the 
steam point, respectively. A mixture of ice and water that is in equilibrium 
with air saturated with vapor at 1 atm pressure is said to be at the ice point, 
and a mixture of liquid water and water vapor (with no air) in equilibrium at 
] atm pressure is said to be at the steam point. 

The temperature scales used in the SI and in the English system today are 
the Celsius scale (formerly called the centigrade scale; in 1948 it was re- 
named after the Swedish astronomer A. Celsius, 1702-1744, who devised it) 
and the Fahrenheit scale (named after the German instrument maker 
G. Fahrenheit, 1686-1736), respectively. On the Celsius scale, the ice and 
steam points are assigned the values of 0 and 100°C, respectively. The corre- 
sponding values on the Fahrenheit scale are 32 and 212°F. These are often 
referred to as two-point scales since temperature values are assigned at two 
different points. 

In thermodynamics, it is very desirable to have a temperature scale that is 
independent of the properties of any substance or substances. Such a tem- 
perature scale is called a thermodynamic temperature scale, which is de- 
veloped later in conjunction with the second law of thermodynamics. The 
thermodynamic temperature scale in the SI is the Kelvin scale, named after 
Lord Kelvin (1824-1907). The temperature unit on this scale is the kelvin, 
which is designated by K (not °K; the degree symbol was officially dropped 
from kelvin in 1967). The lowest temperature on the Kelvin scale is 0 K. 
Using nonconventional refrigeration techniques, scientists have approached 
absolute zero kelvin (they achieved 0.000000002 K in 1989). 

The thermodynamic temperature scale in the English system is the Rankine 
scale, named after William Rankine (1820-1872). The temperature unit on 
this scale is the rankine, which is designated by R. 

A temperature scale that turns out to be identical to the Kelvin scale is the 
ideal-gas temperature scale. The temperatures on this scale are measured 
using a constant-volume gas thermometer, which is basically a rigid vessel 
filled with a gas, usually hydrogen or helium, at low pressure. This ther- 
mometer is based on the principle that at low pressures, the temperature of a 
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FIGURE 2-33 

P versus T plots of the experimental 
data obtained from a constant-volume 
gas thermometer using four different 
gases at different (but low) pressures. 
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FIGURE 2-34 

A constant-volume gas 

thermometer would read 

—273.15°C at absolute zero pressure. 
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gas is proportional to its pressure at constant volume. That is, the temperature 
of a gas of fixed volume varies linearly with pressure at sufficiently low pres- 
sures. Then the relationship between the temperature and the pressure of the 
gas in the vessel can be expressed as 


T=a+bP (2-11) 


where the values of the constants a and b for a gas thermometer are deter- 
mined experimentally. Once a and b are known, the temperature of a medium 
can be calculated from this relation by immersing the rigid vessel of the gas 
thermometer into the medium and measuring the gas pressure when thermal 
equilibrium is established between the medium and the gas in the vessel 
whose volume is held constant. 

An ideal 1-1 gas temperature scale can be developed by measuring the pres- 
sures of the gas in the vessel at two reproducible points (such as the ice and 
the steam points) and assigning suitable values to temperatures at those two 
points. Considering that only one straight line passes through two fixed points 
on a plane, these two measurements are sufficient to determine the constants 
a and b in Eq. 2-11. Then the unknown temperature T of a medium corre- 
sponding to a pressure reading P can be determined from that equation by a 
simple calculation. The values of the constants will be different for each ther- 
mometer, depending on the type and the amount of the gas in the vessel, and 
the temperature values assigned at the two reference points. If the ice and 
steam points are assigned the values 0 and 100, respectively, then the gas tem- 
perature scale will be identical to the Celsius scale. In this case the value of 
the constant a (which corresponds to an absolute pressure of zero) is deter- 
mined to be —273.15°C regardless of the type and the amount of the gas in the 
vessel of the gas thermometer. That is, on a P-T diagram, all the straight lines 
passing through the data points in this case will intersect the temperature axis 
at —273.15°C when extrapolated, as shown in Fig. 2-33. This is the lowest 
temperature that can be obtained by a gas thermometer, and thus we can ob- 
tain an absolute gas temperature scale by assigning a value of zero to the con- 
stant a in Eq. 2-11. In that case Eq. 2-11 reduces to 7' — bP, and thus we need 
to specify the temperature at only one point to define an absolute gas temper- 
ature scale. 

It should be noted that the absolute gas temperature scale is not a thermody- 
namic temperature scale, since it cannot be used at very low temperatures (due 
to condensation) and at very high temperatures (due to dissociation and ioniza- 
tion). However, absolute gas temperature is identical to the thermodynamic 
temperature in the temperature range in which the gas thermometer can be 
used, and thus we can view the thermodynamic temperature scale at this point 
as an absolute gas temperature scale that utilizes an “ideal” or “imaginary” gas 
that always acts as a low-pressure gas regardless of the temperature. If such a 
gas thermometer existed, it would read zero kelvin at absolute zero pressure, 
which corresponds to —273.15°C on the Celsius scale (Fig. 2-34). 

The Kelvin scale is related to the Celsius scale by 


T(K) = TCC) + 273.15 (2-12) 
The Rankine scale is related to the Fahrenheit scale by 
T(R) = TCF) + 459.67 (2-13) 
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It is common practice to round the constant in Eq. 2-12 to 273 and that in °C K ер R 
Eq. 2-13 to 460. П N Boiling 
The temperature scales in the two unit systems are related by шан хиаг Шил point 
of water 
T(R) = 1.8 T(K) (2-14) aon 
TCF) = 1.8 ТОС) + 32 (2-15) 
A comparison of various temperature scales is given in Fig. 2—35. 0.01 H 273.16 32.02 H 491.69 Tiple 
At the Tenth Conference on Weights and Measures in 1954, the Celsius See 
scale was redefined in terms of a single fixed point and the absolute tempera- 
ture scale. The selected single point is the triple point of water (the state at 
which all three phases of water coexist in equilibrium), which is assigned the 
value 0.01°C. The magnitude of the degree is defined from the absolute tem- 
perature scale. As before, the boiling point of water at 1 atm pressure is 
100.00°C. Thus the new Celsius scale is essentially the same as the old one. 
On the Kelvin scale, the size of the temperature unit kelvin is defined as “the 
fraction 1/273.16 of the thermodynamic temperature of the triple point of wa- 
ter, which is assigned the value of 273.16 K.” The ice point on the Celsius and 
Kelvin scales are 0°C and 273.15 K, respectively. 
Note that the magnitudes of each division of 1 K and 1°C are identical (Fig. 
2-36). Therefore, when we are dealing with temperature differences AT, the 7273-15 0 -459.67 0 Absolute 
temperature interval on both scales is the same. Raising the temperature of a Q P 
substance by 10°C is the same as raising it by 10 K. That is, УУ 
FIGURE 2-35 
АТ(К) = АТС) (2-16) Comparison of temperature scales. 
AT(R) = ATCF) (2-17) 


Some thermodynamic relations involve the temperature T and often the 
question arises of whether it is in K or °C. If the relation involves temperature 1К| c| 18R| 18°F 
differences (such as a = bAT), it makes no difference and either can be used. 
However, if the relation involves temperatures only instead of temperature 





differences (such as a = bT) then K must be used. When in doubt, it is always FIGURE 2-36 
safe to use K because there are virtually no situations in which the use of Kis Comparison of magnitudes of various 
incorrect, but there are many thermodynamic relations that will yield an erro- temperature units. 


neous result if °C is used. 





Е ЕХАМРІЕ 2-3 Expressing Temperature Rise in Different Units 


| During a heating process, the temperature of a system rises by 10°C. Express 
g this rise in temperature in K, °F, and R. 
и 
SOLUTION The temperature rise of a system is to be expressed in different 
units. 
Analysis This problem deals with temperature changes, which are identical in 
Kelvin and Celsius scales. Then, 


АТ(К) = АТ(С) = 10 К 
The temperature changes іп Fahrenheit and Rankine scales are also identical 


and are related to the changes in Celsius and Kelvin scales through Eqs. 2-14 
and 2-17: 








46 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 





300 
pounds 








FIGURE 2-37 

The normal stress (or *pressure") on 
the feet of a chubby person is much 
greater than that of a slim person. 





FIGURE 2-38 
A pressure gage open to 
the atmosphere reads zero. 
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ATR) = 1.8 ATK) = (1.8) (10) = 18 R 


and 


ATCF) = AT(R) = 18°F 





2-8 = PRESSURE 


Pressure is defined as the force exerted by a fluid per unit area. We speak of 
pressure only when we deal with a gas or a liquid. The counterpart of pressure 
in solids is stress. Since pressure is defined as force per unit area, it has 
the unit of newtons per square meter (N/m?), which is called a pascal (Pa). 
That is, 


1 Pa = 1 N/m? 


The pressure unit pascal is too small for pressures encountered in prac- 
tice. Therefore, its multiples kilopascal (1 kPa = 10° Pa) and megapascal 
(1 MPa = 10° Pa) are commonly used. Three other pressure units commonly 
used in practice, especially in Europe, are bar, standard atmosphere, and 
kilogram-force per square centimeter: 


1 bar = 10° Pa = 0.1 MPa = 100 kPa 
1 atm = 101,325 Pa = 101.325 kPa = 1.01325 bars 
1 kgf/cm? = 9.807 N/cm? = 9.807 X 104 N/m? = 9.807 X 10* Pa 
= 0.9807 bar 
= 0.96788 atm 


Note the pressure units bar, atm, and kgf/cm? are almost equivalent to each 
other. In the English system, the pressure unit is pound-force per square inch 
(Ibf/in?, or psi), and 1 atm = 14.696 psi. The pressure units kgf/cm? and Ibf/in? 
are also denoted by kg/cm? and Ib/in’, respectively, and they are commonly 
used in tire gages. It can be shown that 1 kgf/cm? = 14.223 psi. 

Pressure is also used for solids as synonymous to normal stress, which is 
force acting perpendicular to the surface per unit area. For example, a 
150-pound person with a total foot imprint area of 50 in? will exert a pressure 
of 150/50 — 3.0 psi. If the person stands on one foot, the pressure will double 
(Fig. 2-37). If the person gains excessive weight, he or she is likely to en- 
counter foot discomfort because of the increased pressure on the foot (the size 
of the foot does not change with weight gain). This also explains how a per- 
son can walk on fresh snow without sinking by wearing large snowshoes, and 
how a person cuts with little effort when using a sharp knife. 

The actual pressure at a given position is called the absolute pressure, and it 
is measured relative to absolute vacuum (i.e., absolute zero pressure). Most 
pressure-measuring devices, however, are calibrated to read zero in the atmos- 
phere (Fig. 2-38), and so they indicate the difference between the absolute pres- 
sure and the local atmospheric pressure. This difference is called the gage 
pressure. Pressures below atmospheric pressure are called vacuum pressures 
and are measured by vacuum gages that indicate the difference between the 
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Absolute Absolute FIGURE 2-39 
vacuum m vacuum Absolute, gage, and vacuum pressures. 





atmospheric pressure and the absolute pressure. Absolute, gage, and vacuum 
pressures are all positive quantities and are related to each other by 


Pus 


gage abs 


Pree = Pam Pas (for pressures below Pam) (2-19) 


СЭ (for pressures above Pam) (2-18) 


vac 


This is illustrated in Fig. 2-39. 

Like other pressure gages, the gage used to measure the air pressure in an 
automobile tire reads the gage pressure. Therefore, the common reading of 32 
psi (2.25 kgf/cm?) indicates a pressure of 32 psi above the atmospheric pres- 
sure. At a location where the atmospheric pressure is 14.3 psi, for example, 
the absolute pressure in the tire will be 32 + 14.3 = 46.3 psi. 

In thermodynamic relations and tables, absolute pressure is almost always 
used. Throughout this text, the pressure P will denote absolute pressure unless 
specified otherwise. Often the letters “a” (for absolute pressure) and “g” (for 
gage pressure) are added to pressure units (such as psia and psig) to clarify 
what is meant. 





I EXAMPLE 2-4 Absolute Pressure of a Vacuum Chamber 


E A vacuum gage connected to a chamber reads 5.8 psi at a location where 
the atmospheric pressure is 14.5 psi. Determine the absolute pressure in the 
m chamber. 
E 
SOLUTION The gage pressure of a vacuum chamber is given. The absolute 
pressure in the chamber is to be determined. 
Analysis The absolute pressure is easily determined from Eq. 2-19 to be 


Paps T Ba = Ee = 14.5 RE 5.8 = 8.7 psi 








Pressure at a Point 
Pressure is the compressive force per unit area, and it gives the impression of 
being a vector. However, pressure at any point in a fluid is the same in all 
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FIGURE 2-40 
Forces acting on a wedge-shaped fluid 
element in equilibrium. 
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directions. That is, it has magnitude but not a specific direction, and thus it is 
a scalar quantity. This can be demonstrated by considering a small wedge- 
shaped fluid element of unit length (into the paper) in equilibrium, as shown 
in Fig. 2-40. The mean pressures at the three surfaces are P,, P}, and P}, and 
the force acting on a surface is the product of mean pressure and the surface 
area. From Newton's second law, a force balance in the x- and z-directions 
gives 


= F, = ma, = 0: РА: – Р, 15іп Ө = 0 (2-20a) 
У Е, = та, = 0: Р,Ах — P, Icos 0 — 3 pg Ax Az — 0 (2-20b) 


where p is the density and W — mg — pg Ax Az/2 is the weight of the fluid 
element. Noting that the wedge is a right triangle, we have Ax = / cos 8 and 
Az = [sin 0. Substituting these geometric relations and dividing Eq. 2-20a by 
Az and Eq. 2-20b by Ax gives 


Ру = Ру 0 (2-21а) 
Р,-Р, -4 pg Az =0 (2-21b) 


The last term in Eq. 2-21b drops out as Az — 0 and the wedge becomes in- 
finitesimal, and thus the fluid element shrinks to a point. Then combining the 
results of these two relations gives 


Р; = Р, = Р, = Р (2-22) 


regardless of the angle 0. We can repeat the analysis for an element in the 
xz-plane, and obtain a similar result. Thus we conclude that the pressure at a 
point in a fluid has the same magnitude in all directions. It can be shown in 
the absence of shear forces that this result is applicable to fluids in motion as 
well as fluids at rest. 


Variation of Pressure with Depth 
It will come as no surprise to you that pressure in a fluid does not change in the 
horizontal direction. This can be shown easily by considering a thin horizontal 
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layer of fluid, and doing a force balance in any horizontal direction. However, 
this is not the case in the vertical direction in a gravity field. Pressure in a fluid 
increases with depth because more fluid rests on deeper layers, and the effect 
of this "extra weight" on a deeper layer is balanced by an increase in pressure 
(Fig. 2-41). 

To obtain a relation for the variation of pressure with depth, consider a rec- 
tangular fluid element of height Az, length Ax, and unit depth (into the paper) 
in equilibrium, as shown in Fig. 2-42. Assuming the density of the fluid p to 
be constant, a force balance in the vertical z-direction gives 

2 Е, = та, = 0: P, Ax — P, Ax — pg Ax Az =0 (2-23) 
where W = mg = pg Ax Azis the weight of the fluid element. Dividing by Ax 
and rearranging gives 


AP = P, — P, = pg Az = y Az (2-24) 
where y = pg is the specific weight of the fluid. Thus, we conclude that the 
pressure difference between two points in a constant density fluid is propor- 
tional to the vertical distance Az between the points and the density p of the 
fluid. In other words, pressure in a fluid increases linearly with depth. This is 
what a diver will experience when diving deeper in a lake. For a given fluid, 
the vertical distance Az is sometimes used as a measure of pressure, and it is 
called the pressure head. 

We also conclude from Eq. 2—24 that for small to moderate distances, the 
variation of pressure with height is negligible for gases because of their low 
density. The pressure in a tank containing a gas, for example, can be consid- 
ered to be uniform since the weight of the gas is too small to make a signifi- 
cant difference. Also, the pressure in a room filled with air can be assumed to 
be constant (Fig. 2-43). 

If we take point 1 to be at the free surface of a liquid open to the atmos- 
phere, where the pressure is the atmospheric pressure P, then the pressure 
at a depth A from the free surface becomes 


pe Pss ЭР pgh or Pus = pgh (2-25) 


Liquids are essentially incompressible substances, and thus the variation of 
density with depth is negligible. This is also the case for gases when the ele- 
vation change is not very large. The variation of density of liquids or gases 
with temperature can be significant, however, and may need to be considered 
when high accuracy is desired. Also, at great depths such as those encountered 
in oceans, the change in the density of a liquid can be significant because of 
the compression by the tremendous amount of liquid weight above. 

The gravitational acceleration g varies from 9.807 m/s? at sea level to 
9.764 m/s? at an elevation of 14,000 m where large passenger planes cruise. 
This is a change of just 0.4 percent in this extreme case. Therefore, g can be 
assumed to be constant with negligible error. 

For fluids whose density changes significantly with elevation, a relation for 
the variation of pressure with elevation can be obtained by dividing Eq. 2-23 
Бу Ax Az, and taking the limit as Az > 0. It gives 


aP 


g PE (2-26) 
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FIGURE 2-41 
The pressure of a fluid at rest 
increases with depth (as a result of 
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Free-body diagram of a rectangular 
fluid element in equilibrium. 


E =] atm 


AIR 
(A 5-m-high room) 


P = 1.006 atm 
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FIGURE 2-43 

In a container filled with a gas, 
the variation of pressure with 
height is negligible. 
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FIGURE 2-44 
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The pressure is the same at all points on a horizontal plane in a given fluid regardless of geometry, provided that the points 


are interconnected by the same fluid. 


The negative sign is due to our taking the positive z direction to be upward so 
that dP is negative when dz is positive since pressure decreases in an upward 
direction. When the variation of density with elevation is known, the pressure 
difference between points 1 and 2 can be determined by integration to be 


iy 


АР = Р, – Р, = -| ped (2-27) 
1 


For constant density and constant gravitational acceleration, this relation 
reduces to Eq. 2-24, as expected. 

Pressure in a fluid is independent of the shape or cross section of the con- 
tainer. It changes with the vertical distance, but remains constant in other di- 
rections. Therefore, the pressure is the same at all points on a horizontal plane 
in a given fluid. This is illustrated in Fig. 2-44. Note that the pressures at 
points A, B, C, D, E, F, and G are the same since they are at the same depth, 
and they are interconnected by the same fluid. However, the pressures at 
points H and / аге пої the same since these two points cannot be intercon- 
nected by the same fluid (i.e., we cannot draw a curve from point / to point H 
while remaining in the same fluid at all times), although they are at the same 
depth. (Can you tell at which point the pressure is higher?) Also, the pressure 
force exerted by the fluid is always normal to the surface at the specified 
points. 

A consequence of the pressure in a fluid remaining constant in the horizon- 
tal direction is that the pressure applied to a confined fluid increases the pres- 
sure throughout by the same amount. This is called Pascal’s principle, after 
Blaise Pascal (1623-1662). Pascal’s principle, together with the fact that the 
pressure force applied by a fluid at a surface is proportional to the surface 
area, has been the source of important technological innovations. It has re- 
sulted in many inventions that impacted many aspects of ordinary life such as 
hydraulic brakes, hydraulic car jacks, and hydraulic lifts. This is what enables 
us to lift a car easily by one arm, as shown in Fig. 2-45. Noting that P; = P; 
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since both pistons are at the same level (the effect of small height differences 
is negligible, especially at high pressures), the ratio of output force to input 
force is determined to be 





B > A R > RhA 
Ру = Р, A, A БА (2-28) 
The area ratio A,/A, is called the ideal mechanical advantage of the hydraulic 
lift. Using a hydraulic car jack with a piston area ratio of A,/A, = 10, for 
example, a person can lift a 1000-kg car by applying a force of just 100 kgf 


(= 908 N). 








2-9 = THE MANOMETER FIGURE 2-45 


Lifting of a large weight by a small 
force by the application of Pascal's 
principle. 


We notice from Eq. 2—24 that an elevation change of Az of a fluid corresponds 
to AP/pg, which suggests that a fluid column can be used to measure pressure 
differences. A device based on this principle is called a manometer, and 
it is commonly used to measure small and moderate pressure differences. 
A manometer mainly consists of a glass or plastic U-tube containing one or 
more fluids such as mercury, water, alcohol, or oil. To keep the size of the 
manometer to a manageable level, heavy fluids such as mercury are used if 
large pressure differences are anticipated. 

Consider the manometer shown in Fig. 2—46 that is used to measure the 
pressure in the tank. Since the gravitational effects of gases are negligible, the 
pressure anywhere in the tank and at position 1 has the same value. Further- 
more, since pressure in a fluid does not vary in the horizontal direction within 
a fluid, the pressure at point 2 is the same as the pressure at 1, P; = Р). 

The differential fluid column of height A is in static equilibrium, and it is 
open to the atmosphere. Then the pressure at point 2 is determined directly 
from Eq. 2-25 to be 


P = Pam + pgh (2-29) 





FIGURE 2-46 


where p is the density of the fluid in the tube. Note that the cross-sectional . 
The basic manometer. 


area of the tube has no effect on the differential height h, and thus the pressure 
exerted by the fluid. However, the diameter of the tube should be large enough 
(more than a few millimeters) to ensure that the surface tension effect and thus 
the capillary rise is negligible. 





Е ЕХАМРІЕ 2-5 Measuring Pressure with a Manometer 


E A manometer is used to measure the pressure in a tank. The fluid used has a 
g Specific gravity of 0.85, and the manometer column height is 55 cm, as shown 
gm in Fig. 2-47. If the local atmospheric pressure is 96 kPa, determine the ab- 
B solute pressure within the tank. 
и 
SOLUTION The reading of a manometer attached to a tank and the atmos- 
pheric pressure are given. The absolute pressure in the tank is to be deter- 
mined. 
Assumptions The fluid in the tank is a gas whose density is much lower than 
the density of oil. FIGURE 2-47 
Sketch for Example 2-5. 
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P. 
Fluid 1 


atm 


Fluid 2 


Fluid 3 





FIGURE 2-48 

In stacked-up fluid layers, the pressure 
change across a fluid layer of density 
p and height h is pgh. 


A flow section 
or flow device 





P2 


FIGURE 2-49 

Measuring the pressure drop across a 
flow section or a flow device by a 
differential manometer. 


ЮМ» we Ф 


Analysis The density of the fluid is obtained by multiplying its specific gravity 
by the density of water, which is taken to be 1000 kg/m?: 


p — SG (puo) — (0.85) (1000 kg/m?) — 850 kg/m? 


Then from Eq. 2-29, 
P= Pum t pgh 
= 96 kPa + (850 kg/m?) (9.81 m/s?) (0.55 слага шта 


kg - m/s?/\1000 N/m? 
= 100.6 kPa 








Many engineering problems and some manometers involve multiple im- 
misciple fluids of different densities stacked on top of each other. Such 
systems can be analyzed easily by remembering that (1) the pressure change 
across a fluid column of height h is AP = pgh, (2) pressure increases down- 
ward in a given fluid and decreases upward (i.e., Prottom > Prop), and (3) two 
points at the same elevation in a continuous fluid at rest are at the same 
pressure. 

The last principle, also known as Pascal's law, allows us to “jump” from 
one fluid column to the next in manometers without worrying about pressure 
change as long as we don’t jump over a different fluid, and the fluid is at rest. 
Then the pressure at any point can be determined by starting with a point of 
known pressure, and adding or subtracting pgh terms as we advance toward 
the point of interest. For example, the pressure at the bottom of the tank in Fig. 
2—48 сап be determined by starting at the free surface where the pressure is 
Р tm, and moving downward until we reach point | at the bottom, and setting 
the result equal to P,. It gives 


Pam + рі + pogh + рз = Р! 


In the special case of all fluids having the same density, this relation reduces 
to Eq. 2-29, as expected. 

Manometers are particularly well-suited to measure pressure drops across a 
horizontal flow section between two specified points due to the presence of 
a device such as a valve or heat exchanger or any resistance to flow. This is 
done by connecting the two legs of the manometer to these two points, as 
shown in Fig. 2-49. The working fluid can be either a gas or a liquid whose 
density is pı. The density of the manometer fluid is p,, and the differential 
fluid height is h. 

A relation for the pressure difference P, — P; can be obtained by starting at 
point 1 with P, and moving along the tube by adding or subtracting the pgh 
terms until we reach point 2, and setting the result equal to P»: 


P, + pig (a + h) — progh — piga = P; (2-30) 
Note that we jumped from point A horizontally to point B and ignored the part 
underneath since the pressure at both points is the same. Simplifying, 


P, — P, = (pa — pı) gh (2-31) 
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Note that the distance a has no effect on the result, but must be included in the 
analysis. Also, when the fluid flowing in the pipe is a gas, then p, «€ p; and the 
relation in Eq. 2-31 simplifies to P, — P; — p;gh. 





EXAMPLE 2-6 Measuring Pressure with a Multifluid Manometer 


The water in a tank is pressurized by air, and the pressure is measured by a 
multifluid manometer as shown in Fig. 2-50. The tank is located on a mountain 
at an altitude of 1400 m where the atmospheric pressure is 85.6 kPa. Deter- 
mine the air pressure in the tank І? А; = 0.1 т, А, = 0.2 т, апа №; = 0.35 т. 
Take the densities of water, oil, and mercury to be 1000 kg/m?, 850 kg/m?, and 
13,600 kg/m?, respectively. 





Mercury 
SOLUTION The pressure in a pressurized water tank is measured by a 
multifluid manometer. The air pressure in the tank is to be determined. FIGURE 2-50 
Assumption The air pressure in the tank is uniform (i.e., its variation with ele- Schematic for Example 2-6. 


vation is negligible due to its low density), and thus we can determine the pres- 
sure at the air—water interface. 

Analysis Starting with the pressure at point 1 at the air-water interface, and 
moving along the tube by adding or subtracting the pgh terms until we reach 
point 2, and setting the result equal to Pam since the tube is open to the at- 
mosphere gives 


Р, ar D water gh, ар Роп gh» x P mercury gh. T Pam 
Solving for P, and substituting, 


P, = Pun C P water gh, = Poil gh; ar P mercury gh; 
= Pam F 8 (О hg 7 Pwater hy = Poil hy) 
= 85.6 kPa 4- (9.81 m/s?)[(13,600 kg/m?) (0.35 m) — (1000 kg/m?) (0.1 m) 
IN ] kPa 
= К 3 2 EEEN со 
мана з; kg са Ет а 
= 129.6 kPa 


Discussion Note that jumping horizontally from one tube to the next and real- 
izing that pressure remains the same in the same fluid simplifies the analysis 
considerably. 








EXAMPLE 2-7 Analyzing a Multifluid Manometer with EES 


Reconsider the multifluid manometer discussed in Example 2-6. Determine the 
air pressure in the tank using EES. Also determine what the differential fluid 
height ^3 would be for the same air pressure if the mercury in the last column 
were replaced by seawater with a density of 1030 kg/m?. 


SOLUTION The pressure in a water tank is measured by a multifluid man- 
ometer. The air pressure in the tank and the differential fluid height ha if mer- 
cury is replaced by seawater are to be determined using EES. 
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x 
C-type Spiral 
= Twisted tube 
Helical 





FIGURE 2-51 
Various types of Bourdon tubes 
used to measure pressure. 
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Analysis We start the EES program by double-clicking on its icon, open a new 
file, and type the following on the blank screen that appears (we express the 
atmospheric pressure in Pa for unit consistency): 


g=9.81 

Patm=85600 

Һ1=0.1; h2=0.2; h3=0.35 
rw=1000; roil=850; rm=13600 
Pl+rw*g*h1+roil*g*h2-rm*g*h3=Patm 


Here P1 is the only unknown, and it is determined by EES to be 
P, = 129647 Pa = 129.6 kPa 


which is identical to the result obtained before. The height of the fluid column 
hz when mercury is replaced by seawater is determined easily by replacing 
“h3=0.35” by “P1=129647” and “rm=13600” by “rm=1030,” and clicking 
on the calculator symbol. It gives 


h, = 4.62 m 


Discussion Note that we used the screen like a paper pad, and wrote down the 
relevant information together with the applicable relations in an organized man- 
ner. EES did the rest. Equations can be written on separate lines or on the same 
line by separating them by semicolons, and blank or comment lines can be in- 
serted for readability. EES makes it very easy to ask “what if” questions, and to 
perform parametric studies, as explained in Appendix 3. 








Other Pressure Measurement Devices 

Another type of commonly used mechanical pressure measurement device is 
the Bourdon tube, named after the French inventor Eugene Bourdon, which 
consists of a hollow metal tube bent like a hook whose end is closed and con- 
nected to a dial indicator needle (Fig. 2-51). When the tube is open to the at- 
mosphere, the tube is undeflected, and the needle on the dial at this state is 
calibrated to read zero (gage pressure). When the fluid inside the tube is pres- 
surized, the tube stretches and moves the needle in proportion to the pressure 
applied. 

Electronics have made their way into every aspect of life, including pressure 
measurement devices. Modern pressure sensors, called pressure transducers, 
are made of semiconductor materials such as silicon and convert the pressure 
effect to an electrical effect such as a change in voltage, resistance, or capaci- 
tance. Pressure transducers are smaller and faster, and they are more sensitive, 
reliable, and precise than their mechanical counterparts. They can measure 
pressures from less than a millionth of 1 atm to several thousands of atm. 

A wide variety of pressure transducers are available to measure gage, ab- 
solute, and differential pressures in a wide range of applications. Gage pres- 
sure transducers use the atmospheric pressure as a reference by venting 
the back side of the pressure-sensing diaphragm to the atmosphere, and they 
give a zero signal output at atmospheric pressure regardless of altitude. The 
absolute pressure transducers are calibrated to have a zero signal output at 
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full vacuum. Differential pressure transducers measure the pressure differ- 
ence between two locations directly instead of using two pressure transducers 
and taking their difference. 

The emergence of an electric potential in a crystalline substance when sub- 
jected to mechanical pressure is called the piezoelectric (or press-electric) ef- 
fect. This phenomenon, first discovered by brothers Pierre and Jacques Curie 
in 1880, forms the basis for the widely used strain-gage pressure transducers. 
The sensors of such transducers are made of thin metal wires or foil whose 
electrical resistance changes when strained under the influence of fluid pres- 
sure. The change in the resistance is determined by supplying electric current 
to the sensor and measuring the corresponding change in voltage drop that is 
proportional to the applied pressure. 


2-10 = BAROMETER AND THE 
ATMOSPHERIC PRESSURE 


The atmospheric pressure is measured by a device called a barometer; thus, 
the atmospheric pressure is often referred to as the barometric pressure. 

As Torricelli discovered a few centuries ago, the atmospheric pressure can 
be measured by inverting a mercury-filled tube into a mercury container that 
is open to the atmosphere, as shown in Fig. 2-52. The pressure at point B is 
equal to the atmospheric pressure, and the pressure at C can be taken to be 
zero since there is only mercury vapor above point C and the pressure it exerts 
is negligible. Writing a force balance in the vertical direction gives 


Pam pgh (2-32) 


where p is the density of mercury, g is the local gravitational acceleration, and -- 
h is the height of the mercury column above the free surface. Note that the Ї 
length and the cross-sectional area of the tube have no effect on the height of n 
the fluid column of a barometer (Fig. 2-53). FIGURE 2-52 

A frequently used pressure unit is the standard atmosphere, which is de- The basic barometer. 
fined as the pressure produced by a column of mercury 760 mm in height at 
0°C (Pug = 13,595 kg/m?) under standard gravitational acceleration (g = 
9.807 m/s?). If water instead of mercury were used to measure the standard at- 
mospheric pressure, a water column of about 10.3 m would be needed. Pres- 
sure is sometimes expressed (especially by weather forecasters) in terms of 
the height of the mercury column. The standard atmospheric pressure, for ex- 
ample, is 760 mmHg (29.92 inHg) at 0°C. The unit mmHg is also called the 
torr in honor of Evangelista Torricelli (1608—1647), who invented the barom- 
eter. Therefore, 1 atm = 760 torr, and 1 torr = 133.3 Pa. 

The standard atmospheric pressure P.,,, changes from 101.325 kPa at sea 
level to 89.88, 79.50, 54.05, 26.5, and 5.53 kPa at altitudes of 1000, 2000, 


5000, 10,000, and 20,000 meters, respectively. The standard atmospheric 

pressure in Denver (elevation = 1610 m), for example, is 83.4 kPa. 
Remember that the atmospheric pressure at a location is simply the weight 

of the air above that location per unit surface area. Therefore, it changes not 





Ay А, A, 








only with elevation but also with weather conditions. FIGURE 2-53 

The decline of atmospheric pressure with elevation has far-reaching rami- The length or the cross-sectional area 
fications in daily life. For example, cooking takes longer at high altitudes of the tube has no effect on the height 
since water boils at a lower temperature at lower atmospheric pressures. of the fluid column of a barometer. 
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FIGURE 2-54 

At high altitudes, a car engine 
generates less power and a person gets 
less oxygen because of the lower 
density of air. 


Р = 0.97 bar Р 


atm 


m= 60 kg 





FIGURE 2-55 


Schematic for Example 2—9, апа ће 
free-body diagram of the piston. 
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Experiencing nose bleeding is a common occurrence at high altitudes since 
the difference between the blood pressure and the atmospheric pressure is 
larger in this case, and the delicate walls of veins in the nose are often unable 
to withstand this extra stress. 

For a given temperature, the density of air is lower at high altitudes, and 
thus a given volume contains less air and less oxygen. So it is no surprise that 
we tire more easily and experience breathing problems at high altitudes. To 
compensate for this effect, people living at higher altitudes develop larger 
lungs and thus larger chests. Similarly, a 2.0-L car engine will act like a 1.7-L 
car engine at 1500 m altitude (unless it is turbocharged) because of the 15 per- 
cent drop in pressure and thus 15 percent drop in the density of air (Fig. 2—54). 
A fan or compressor will displace 15 percent less air at that altitude for the 
same volume displacement rate. Therefore, larger cooling fans may need to be 
selected for operation at high altitudes to ensure the specified mass flow rate. 
The lower pressure and thus lower density also affects lift and drag: airplanes 
need a longer runway at high altitudes to develop the required lift, and they 
climb to very high altitudes for cruising for reduced drag and thus better fuel 
efficiency. 





EXAMPLE 2-8 Measuring Atmospheric Pressure with a 
Barometer 


Determine the atmospheric pressure at a location where the barometric reading 
is 740 mmHg and the gravitational acceleration is g — 9.81 m/s?. Assume the 
temperature of mercury to be 10?C, at which its density is 13,570 kg/m. 


SOLUTION The barometric reading at a location in height of mercury column 
is given. The atmospheric pressure is to be determined. 

Assumptions The temperature of mercury is assumed to be 10°C. 

Analysis From Eq. 2-32, the atmospheric pressure is determined to be 


Pa Peh 
LN 1 kPa 
— (13,570 kg/m?) (9.81 m/s?) (0.74 m) ——— — | — 4 
M a s um 
= 98.5 kPa 








EXAMPLE 2-9 Effect of Piston Weight on Pressure in a 
Cylinder 


The piston of a vertical piston-cylinder device containing a gas has a mass of 
60 kg and a cross-sectional area of 0.04 m2, as shown in Fig. 2-55. The lo- 
cal atmospheric pressure is 0.97 bar, and the gravitational acceleration is 
9.81 m/s?. (a) Determine the pressure inside the cylinder. (b) If some heat 
is transferred to the gas and its volume is doubled, do you expect the pressure 
inside the cylinder to change? 


SOLUTION A gas is contained in a vertical cylinder with a heavy piston. The 
pressure inside the cylinder and the effect of volume change on pressure are to 
be determined. 
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Assumptions Friction between the piston and the cylinder is negligible. 
Analysis (a) The gas pressure in the piston-cylinder device depends on the at- 
mospheric pressure and the weight of the piston. Drawing the free-body diagram 
of the piston as shown in Fig. 2-55 and balancing the vertical forces yield 


РА = Р.А + № 


Solving for P and substituting, 


—— 
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mg 

LER pu 
B _ (60 kg) (9.81 m/s*)/ 1N 1 bar 
= 0.97 bar + 0.04 m2 1 kg - m/s? 105 N/m? 
= 1.12 bars 


(b) The volume change will have no effect on the free-body diagram drawn in 
part (a), and therefore the pressure inside the cylinder will remain the same. 








SUMMARY 


In this chapter, the basic concepts of thermodynamics are in- 
troduced and discussed. 

A system of fixed mass is called a closed system, or control 
mass, and a system that involves mass transfer across its 
boundaries is called an open system, or control volume. The 
mass-dependent properties of a system are called extensive 
properties and the others intensive properties. Density is mass 
per unit volume, and specific volume is volume per unit mass. 

The sum of all forms of energy of a system is called total 
energy, which is considered to consist of internal, kinetic, and 
potential energies. Internal energy represents the molecular 
energy of a system and may exist in sensible, latent, chemical, 
and nuclear forms. 

A system is said to be in thermodynamic equilibrium if it 
maintains thermal, mechanical, phase, and chemical equilib- 
rium. Any change from one state to another is called a process. 
A process with identical end states is called a cycle. During a 
quasi-static or quasi-equilibrium process, the system remains 
practically in equilibrium at all times. The state of a simple, 
compressible system is completely specified by two indepen- 
dent, intensive properties. 

The zeroth law of thermodynamics states that two bodies are 
in thermal equilibrium if both have the same temperature read- 
ing even if they are not in contact. 

The temperature scales used in the SI and the English system 
today are the Celsius scale and the Fahrenheit scale, respec- 
tively. They are related to absolute temperature scales by 


T(K) = TCC) + 273.15 
T(R) = TCF) + 459.67 


The magnitudes of each division of 1 K and 1°C are identical, 
and so are the magnitudes of each division of 1 R and 1°F. 
Therefore, 


AT(K) = ATCC) and AT(R) = ATCF) 


Force exerted by a fluid per unit area is called pressure, and 
its unit is the pascal, 1 Pa = 1 N/m?. The pressure relative to 
absolute vacuum is called the absolute pressure, and the differ- 
ence between the absolute pressure and the local atmospheric 
pressure is called the gage pressure. Pressures below atmo- 
spheric pressure are called vacuum pressures. The absolute, 
gage, and vacuum pressures are related by 

Prage = Pays = Pan 
Pyac = Ра = Ра; 


(for pressures above Pm) 


(for pressures below P.) 


The pressure at a point in a fluid has the same magnitude in all 
directions. The variation of pressure with elevation is given by 


d 
еи 


where the positive z direction is taken to be upward. When the 
density of the fluid is constant, the pressure difference across a 
fluid layer of thickness Az is 


AP — P,— P, — pg Az 


The absolute and gage pressures in a liquid open to the atmo- 
sphere at a depth h from the free surface are 


Р = Р. + раһ or Page = pgh 
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Small to moderate pressure differences are measured by a 
manometer. The pressure in a fluid remains constant in the hor- 
izontal direction. Pascal's principle states that the pressure ap- 
plied to a confined fluid increases the pressure throughout by 
the same amount. The atmospheric pressure is measured by a 
barometer and is given by 


-Ф- 


Pam = pgh 


where A is the height of the liquid column. 
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РКОВЇЕМ5” 


Systems and Properties 


2-1C_ A large fraction of the thermal energy generated in the 
engine of a car is rejected to the air by the radiator through the 
circulating water. Should the radiator be analyzed as a closed 
system or as an open system? Explain. 


Water in 






Water out 


RADIATOR 
FIGURE P2-1C 


2-2C  Acan of soft drink at room temperature is put into the 
refrigerator so that it will cool. Would you model the can of 
soft drink as a closed system or as an open system? Explain. 


2-3С What is the difference between intensive and extensive 
properties? 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon 40 are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


State, Process, Forms of Energy 


2-4C Portable electric heaters are commonly used to heat 
small rooms. Explain the energy transformation involved dur- 
ing this heating process. 


2-5C Consider the process of heating water on top of 
an electric range. What are the forms of energy involved during 
this process? What are the energy transformations that take 
place? 


2-6C What is the difference between the macroscopic and 
microscopic forms of energy? 


2—7C What is total energy? Identify the different forms of 
energy that constitute the total energy. 


2-8C List the forms of energy that contribute to the internal 
energy of a system. 


2-9C How are heat, internal energy, and thermal energy 
related to each other? 


2-10C For a system to be in thermodynamic equilibrium, 
do the temperature and the pressure have to be the same 
everywhere? 


2-11C What is a quasi-equilibrium process? What is its im- 
portance in engineering? 


2-12C Define the isothermal, isobaric, and isochoric 
processes. 


2-13C What is the state postulate? 


2-14C Is the state of the air in an isolated room completely 
specified by the temperature and the pressure? Explain. 


2-15C What is a steady-flow process? 


--Ө3--- 
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2-16 Consider a nuclear power plant that produces 
1000 MW of power and has a conversion efficiency of 30 per- 
cent (that is, for each unit of fuel energy used, the plant pro- 
duces 0.3 unit of electrical energy). Assuming continuous 
operation, determine the amount of nuclear fuel consumed by 
this plant per year. 


2-17 Repeat Prob. 2-16 for a coal power plant that burns 
coal whose heating value is 28,000 kJ/kg. 


Energy and Environment 


2-18C How does energy conversion affect the environment? 
What are the primary chemicals that pollute the air? What is 
the primary source of these pollutants? 


2-19C What is smog? What does it consist of? How does 
ground-level ozone form? What are the adverse effects of 
ozone on human health? 


2-20C What is acid rain? Why is it called a “rain”? How do 
the acids form in the atmosphere? What are the adverse effects 
of acid rain on the environment? 


2-21C What is the greenhouse effect? How does the excess 
CO, gas in the atmosphere cause the greenhouse effect? What 
are the potential long-term consequences of greenhouse effect? 
How can we combat this problem? 


2-22C Why is carbon monoxide a dangerous air pollutant? 
How does it affect human health at low and at high levels? 


2-23E A Ford Taurus driven 15,000 miles a year will 
use about 715 gallons of gasoline compared to a Ford Explorer 
that would use 940 gallons. About 19.7 lbm of CO, which 
causes global warming, is released to the atmosphere when a 
gallon of gasoline is burned. Determine the extra amount 
of CO, production a man is responsible for during a 5-year 
period if he trades his Taurus for an Explorer. 


2-24 When a hydrocarbon fuel is burned, almost all of the 
carbon in the fuel burns completely to form CO, (carbon 
dioxide), which is the principal gas causing the greenhouse 
effect and thus global climate change. On average, 0.59 kg of 
CO, is produced for each kWh of electricity generated from a 
power plant that burns natural gas. A typical new household 
refrigerator uses about 700 kWh of electricity per year. Deter- 
mine the amount of CO, production that is due to the refriger- 
ators in a city with 200,000 households. 


2-25 Repeat Prob. 2—24 assuming the electricity is produced 
by a power plant that burns coal. The average production of 
CO, in this case is 1.1 kg per kWh. 


2-26E Consider a household that uses 8000 kWh of electric- 
ity per year and 1500 gallons of fuel oil during a heating sea- 
son. The average amount of CO, produced is 26.4 Ibm/gallon 
of fuel oil and 1.54 Ibm/kWh of electricity. If this household 
reduces its oil and electricity usage by 20 percent as a result of 
implementing some energy conservation measures, determine 
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the reduction in the amount of CO, emissions by that house- 
hold per year. 


2-27 A typical car driven 12,000 miles a year emits to the 
atmosphere about 11 kg per year of NO, (nitrogen oxides), 
which causes smog in major population areas. Natural gas 
burned in the furnace emits about 4.3 g of NO, per therm, and 
the electric power plants emit about 7.1 g of NO, per kWh of 
electricity produced. Consider a household that has two cars 
and consumes 9000 kWh of electricity and 1200 therms of 
natural gas. Determine the amount of NO, emission to the 
atmosphere per year for which this household is responsible. 





per year 


FIGURE P2-27 


Temperature 
2-28С What is the zeroth law of thermodynamics? 


2-29С What are the ordinary and absolute temperature 
scales in the SI and the English system? 


2-30C Consider an alcohol and a mercury thermometer that 
read exactly 0°C at the ice point and 100°C at the steam point. 
The distance between the two points is divided into 100 equal 
parts in both thermometers. Do you think these thermometers 
will give exactly the same reading at a temperature of, say, 
60°C? Explain. 

2-31 The deep body temperature of a healthy person is 37°C. 
What is it in kelvins? Answer: 310 K 


2-32E Consider a system whose temperature is 18°C. Ex- 
press this temperature in R, K, and °F. 


2-33 The temperature of a system rises by 15°C during a 
heating process. Express this rise in temperature in kelvins. 
Answer: 15 K 


2-34E The temperature of a system drops by 27°F during 
a cooling process. Express this drop in temperature in K, R, 
and °C. 


2-35 Consider two closed systems A and B. System A con- 
tains 3000 kJ of thermal energy at 20°C, whereas system B 
contains 200 kJ of thermal energy at 50°C. Now the systems 
are brought into contact with each other. Determine the direc- 
tion of any heat transfer between the two systems. 


Pressure, Manometer, and Barometer 


2-36С What is the difference between gage pressure and 
absolute pressure? 


2-37C Explain why some people experience nose bleed- 
ing and some others experience shortness of breath at high 
elevations. 


2-38С Someone claims that the absolute pressure in a liquid 


of constant density doubles when the depth is doubled. Do you 
agree? Explain. 
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2-39C A tiny steel cube is suspended in water by a string. If 
the lengths of the sides of the cube are very small, how would 
you compare the magnitudes of the pressures on the top, bot- 
tom, and side surfaces of the cube? 


2-40C Express Pascal’s principle, and give a real-world 
example of it. 


2-41C Consider two identical fans, one at sea level and 
the other on top of a high mountain, running at identical 
speeds. How would you compare (a) the volume flow rates and 
(b) the mass flow rates of these two fans? 


2-42 A vacuum gage connected to a chamber reads 24 kPa at 
a location where the atmospheric pressure is 92 kPa. Deter- 
mine the absolute pressure in the chamber. 


2-43E A manometer is used to measure the air pressure in 
a tank. The fluid used has a specific gravity of 1.25, and the 
differential height between the two arms of the manometer is 
28 in. If the local atmospheric pressure is 12.7 psia, determine 
the absolute pressure in the tank for the cases of the manome- 
ter arm with the (a) higher and (b) lower fluid level being at- 
tached to the tank. 


2-44 The water in a tank is pressurized by air, and the pres- 
sure is measured by a multifluid manometer as shown in 
the figure. Determine the gage pressure of air in the tank if 
h, — 0.2 m, h, = 0.3 m, and h; = 0.46 m. Take the densities of 
water, oil, and mercury to be 1000 kg/m?, 850 kg/m?, and 
13,600 kg/m, respectively. 





FIGURE P2-44 


2-45 Determine the atmospheric pressure at a location where 
the barometric reading is 750 mmHg. Take the density of mer- 
cury to be 13,600 kg/m?. 


2-46 The gage pressure in a liquid at a depth of 3 m is read 
to be 28 kPa. Determine the gage pressure in the same liquid at 
a depth of 12 m. 


2-47 The absolute pressure in water at a depth of 5 m is read 
to be 145 kPa. Determine (a) the local atmospheric pressure, 


—— 


and (b) the absolute pressure at a depth of 5 m in a liquid 
whose specific gravity is 0.85 at the same location. 


2-48E Show that 1 kgf/cm? — 14.223 psi. 


2-49E A 200-pound man has a total foot imprint area of 
72 in?. Determine the pressure this man exerts on the ground if 
(a) he stands on both feet and (b) he stands on one foot. 


2-50 Consider a 70-kg woman who has a total foot imprint 
area of 400 cm?. She wishes to walk on the snow, but the snow 
cannot withstand pressures greater than 0.5 kPa. Determine the 
minimum size of the snowshoes needed (imprint area per shoe) 
to enable her to walk on the snow without sinking. 


2-51 A vacuum gage connected to a tank reads 30 kPa 
at a location where the barometric reading is 755 mmHg. 
Determine the absolute pressure in the tank. Take py, = 
13,590 kg/m?. Answer: 70.6 kPa 


2-52E A pressure gage connected to a tank reads 50 psi at a 
location where the barometric reading is 29.1 inHg. Determine 
the absolute pressure in the tank. Take py, = 848.4 lbm/ft?. 
Answer: 64.29 psia 


2-53 A pressure gage connected to a tank reads 500 kPa at a 
location where the atmospheric pressure is 94 kPa. Determine 
the absolute pressure in the tank. 


2-54 The barometer of a mountain hiker reads 930 mbars at 
the beginning of a hiking trip and 780 mbars at the end. Ne- 
glecting the effect of altitude on local gravitational accelera- 
tion, determine the vertical distance climbed. Assume an 
average air density of 1.20 kg/m?. Answer: 1274 m 


2—55 The basic barometer can be used to measure the height 
of a building. If the barometric readings at the top and at the 
bottom of a building are 730 and 755 mmHg, respectively, 
determine the height of the building. Assume an average air 
density of 1.18 kg/m?. 
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FIGURE P2-55 


«S Solve Prob. 2—55 using EES (or other) software. 

Print out the entire solution, including the numer- 
ical results with proper units, and take the density of mercury 
to be 13,600 kg/m?. 


2-57 Determine the pressure exerted on a diver at 30 m be- 
low the free surface of the sea. Assume a barometric pressure 
of 101 kPa and a specific gravity of 1.03 for seawater. 

Answer: 404.0 kPa 


2-56 
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2-58E Determine the pressure exerted on the surface of 
a submarine cruising 300 ft below the free surface of the sea. 
Assume that the barometric pressure is 14.7 psia and the spe- 
cific gravity of seawater is 1.03. 


2-59 A gas is contained in a vertical, frictionless piston- 
cylinder device. The piston has a mass of 4 kg and cross- 
sectional area of 35 cm?. A compressed spring above the piston 
exerts a force of 60 N on the piston. If the atmospheric pressure 
is 95 kPa, determine the pressure inside the cylinder. 

Answer: 123.4 kPa 





FIGURE P2-59 


2-60 Reconsider Prob. 2—59. Using EES (or other) 

S= software, investigate the effect of the spring force 
in the range of 0 to 500 N on the pressure inside the cylinder. 
Plot the pressure against the spring force, and discuss the 
results. 


2-61 Both a gage and a manometer are attached to a 

ОО gas tank to measure its pressure. If the reading 
on the pressure gage is 80 kPa, determine the distance between 
the two fluid levels of the manometer if the fluid is (a) mercury 
(p = 13,600 kg/m?) or (b) water (p — 1000 kg/m’). 


Р,= 80 КРа 





FIGURE P2-61 


2-62 «S Reconsider Prob. 2-61. Using EES (or other) soft- 

ware, investigate the effect of the manometer fluid 
density in the range of 800 to 13,000 kg/m? on the differential 
fluid height of the manometer. Plot the differential fluid height 


against the density, and discuss the results. 


—— 


61 
CHAPTER 2 


2-63 A manometer containing oil (p — 850 kg/m?) is at- 
tached to a tank filled with air. If the oil-level difference be- 
tween the two columns is 45 cm and the atmospheric pressure 
is 98 kPa, determine the absolute pressure of the air in the tank. 
Answer: 101.75 kPa 


2—64  Amercury manometer (p — 13,600 kg/m?) is connected 
to an air duct to measure the pressure inside. The difference in 
the manometer levels is 15 mm, and the atmospheric pressure 
is 100 kPa. (a) Judging from Fig. P2—64, determine if the pres- 
sure in the duct is above or below the atmospheric pressure. 
(b) Determine the absolute pressure in the duct. 


AIR 








FIGURE P2-64 


2-65 Repeat Prob. 2—64 for a differential mercury height of 
30 mm. 


2-66E Blood pressure is usually measured by wrapping a 
closed air-filled jacket equipped with a pressure gage around 
the upper arm of a person at the level of the heart. Using a 
mercury manometer or a stethoscope, the systolic pressure 
(the maximum pressure when the heart is pumping) and the 
diastolic pressure (the minimum pressure when the heart is rest- 
ing) are measured in mmHg. The systolic and diastolic pres- 
sures of a healthy person are about 120 mmHg and 80 mmHg, 
respectively, and are indicated as 120/80. Express both of these 
gage pressures in kPa, psi, and meter water column. 


2-67 The maximum blood pressure in the upper arm of a 
healthy person is about 120 mmHg. If a vertical tube open to 





FIGURE P2-67 
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the atmosphere is connected to the vein in the arm of the per- 
son, determine how high the blood will rise in the tube. Take Air 2 in 
the density of the blood to be 1050 kg/m’. Т 


2—68 Consider a 1.8-m-tall man standing vertically in water 
and completely submerged in a pool. Determine the difference 
between the pressures acting at the head and at the toes of this 
man, in kPa. 


25 in 


2-69E Consider a U-tube whose arms are open to the atmo- 
sphere. Now water is poured into the U-tube from one arm, 
and light oil (p — 790 kg/m?) from the other. One arm contains 
70-cm high water while the other arm contains both fluids with Mercury 

an oil-to-water height ratio of 6. Determine the height of each SG= 13.6 


fluid in that arm. 
FIGURE P2—73E 




















2-74E Repeat Prob. 2—73E by replacing air by oil with a 


























specific gravity of 0.69. 
70 cm n 2-75 The gage pressure of the air in the tank shown in the 
Water figure is measured to be 65 kPa. Determine the differential 
height A of the mercury column. 
Oil 
FIGURE P2-69E 65 kPa |: SG=0.72 
C) 75 cm 
2—70 The hydraulic lift in a car repair shop has an output 
diameter of 30 cm, and is to lift cars up to 2000 kg. Determine Air 
: Dong : : 7- Water 
the fluid gage pressure that must be maintained in the reservoir. 
30 cm h Mercury 
+ SG= 13.6 
Fresh- 
water 


FIGURE P2-75 
2-76 Repeat Prob. 2-75 for a gage pressure of 45 kPa. 


2-77 The top part of a water tank is divided into two com- 
partments, as shown in the figure. Now a fluid with an un- 
known density is poured into one side, and the water level rises 
FIGURE P2-71 a certain amount on the other side to compensate for this effect. 
Based on the final fluid heights shown on the figure, determine 























2—71 Freshwater and seawater flowing in parallel horizontal 

pipelines are connected to each other by a double U-tube Unknown Oa 
manometer, as shown in the figure. Determine the pressure liquid 

difference between the two pipelines. Take the density of sea- 80 cm 

water at that location to be p = 1035 kg/m’. Can the air col- 

umn be ignored in the analysis? | 

2-72 Repeat Prob. 2-71 by replacing the air with oil whose 

specific gravity is 0.72. | WATER зеш 
2-73E The pressure in a natural gas pipeline is measured by 50 cm 

the manometer shown in the figure with one of the arms open | 

to the atmosphere where the local atmospheric pressure is 14.2 

psia. Determine the absolute pressure in the pipeline. FIGURE P2-77 
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the density of the fluid added. Assume the liquid does not mix 
with water. 


2—78 The 500-kg load on the hydraulic lift shown in the fig- 
ure is to be raised by pouring oil (p — 780 kg/m?) into a thin 
tube. Determine how high h should be in order to raise that 
weight. 




















FIGURE P2-78 


2-79E Two oil tanks are connected to each other through a 
manometer. If the difference between the mercury levels in the 
two arms is 32 in, determine the pressure difference between 
the two tanks. The densities of oil and mercury are 45 lbm/ft? 
and 848 lbm/ft?, respectively. 








Oil Oil 
Р, Р, 
1 
10 in 
| 
32 in 








FIGURE P2—79E 


Review Problems 


2-80E The efficiency of a refrigerator increases by 3 percent 
for each °C rise in the minimum temperature in the device. 
What is the increase in the efficiency for each (a) K, (b) °F, and 
(c) R rise in temperature? 


2-81E The boiling temperature of water decreases by about 
3°C for each 1000-m rise in altitude. What is the decrease in 


—— 
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the boiling temperature in (a) K, (b) °F, and (c) R for each 
1000-m rise in altitude? 


2-82E The average body temperature of a person rises by 
about 2°C during strenuous exercise. What is the rise in the 
body temperature in (a) K, (b) °F, and (c) R during strenuous 
exercise? 


2-83E Hyperthermia of 5°C (i.e., 5°C rise above the normal 
body temperature) is considered fatal. Express this fatal level 
of hyperthermia in (a) K, (b) °F, and (c) R. 


2-84E A house is losing heat at a rate of 3000 kJ/h per °C 
temperature difference between the indoor and the outdoor 
temperatures. Express the rate of heat loss from this house per 
(a) K, (b) °F, and (c) R difference between the indoor and the 
outdoor temperature. 


2-85 The average temperature of the atmosphere in the 
world is approximated as a function of altitude by the relation 


Tam = 288.15 — 6.5z 


where T,,,, 1s the temperature of the atmosphere in K and z is 
the altitude in km with z = 0 at sea level. Determine the aver- 
age temperature of the atmosphere outside an airplane that is 
cruising at an altitude of 12,000 m. 


2-86 Joe Smith, an old-fashioned engineering student, be- 
lieves that the boiling point of water is best suited for use as the 
reference point on temperature scales. Unhappy that the boiling 
point corresponds to some odd number in the current absolute 
temperature scales, he has proposed a new absolute tempera- 
ture scale that he calls the Smith scale. The temperature unit on 
this scale is smith, denoted by S, and the boiling point of water 
on this scale is assigned to be 1000 S. From a thermodynamic 
point of view, discuss if it is an acceptable temperature scale. 
Also, determine the ice point of water on the Smith scale and 
obtain a relation between the Smith and Celsius scales. 


2-87E It is well-known that cold air feels much colder in 
windy weather than what the thermometer reading indicates 
because of the “chilling effect’ of the wind. This effect is due 
to the increase in the convection heat transfer coefficient with 
increasing air velocities. The equivalent wind chill temperature 
in °F is given by [ASHRAE, Handbook of Fundamentals (At- 
lanta, GA, 1993), p. 8.15]. 


Tequiv = 91.4 — (91.4 m Tambien) 
х (0.475 — 0.0203V + 0.304 VV) 


where V is the wind velocity in mi/h and T, ,pient is the ambient 
air temperature in °F in calm air, which is taken to be air with 
light winds at speeds up to 4 mi/h. The constant 91.4°F in the 
given equation is the mean skin temperature of a resting person 
in a comfortable environment. Windy air at temperature Ty npient 
and velocity V will feel as cold as the calm air at temperature 
T.i». Using proper conversion factors, obtain an equivalent 
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relation in SI units where V^ is the wind velocity in km/h and 
Tompbient 18 the ambient air temperature in °C. 

Answer Tain = 33.0 = B30 = Tai) 

X (0.475 — 0.0126V + 0.240 v7) 


2-88E ME Reconsider Problem 2-87E. Using EES (ог 

other) software, plot the equivalent wind chill 
temperatures in °F as a function of wind velocity in the range 
of 4 mph to 100 mph for the ambient temperatures of 20, 40, 
and 60°F. Discuss the results. 


2-89 An air-conditioning system requires a 20-m-long sec- 
tion of 15-cm diameter duct work to be laid underwater. Deter- 
mine the upward force the water will exert on the duct. Take 
the densities of air and water to be 1.3 kg/m? and 1000 kg/m?, 
respectively. 


2-90 Balloons are often filled with helium gas because it 
weighs only about one-seventh of what air weighs under iden- 
tical conditions. The buoyancy force, which can be expressed 
as F, = Poir8Vpatioons Will push the balloon upward. If the bal- 
loon has a diameter of 10 m and carries two people, 70 kg 
each, determine the acceleration of the balloon when it is first 
released. Assume the density of air is p — 1.16 kg/m?, and ne- 
glect the weight of the ropes and the cage. — Answer: 16.5 m/s? 


HELIUM 
D-10m 





т = 140 kg 
FIGURE P2-90 


2-91 Reconsider Prob. 2-90. Using EES (or other) 

E software, investigate the effect of the number 
of people carried in the balloon on acceleration. Plot the 
acceleration against the number of people, and discuss the 
results. 


2-92 Determine the maximum amount of load, in kg, the bal- 
loon described in Prob. 2—90 can carry. 
Answer: 520.6 kg 


2-93E The pressure in a steam boiler is given to be 
75 kgf/cm?. Express this pressure in psi, kPa, atm, and bars. 


2-94 The basic barometer can be used as an altitude- 
measuring device in airplanes. The ground control reports a 
barometric reading of 753 mmHg while the pilot’s reading is 
690 mmHg. Estimate the altitude of the plane from ground 
level if the average air density is 1.20 kg/m?. Answer: 714 m 


2-95 "The lower half of a 10-m-high cylindrical container is 
filled with water (p — 1000 kg/m?) and the upper half with oil 
that has a specific gravity of 0.85. Determine the pressure dif- 
ference between the top and bottom of the cylinder. 

Answer: 90.7 kPa 





FIGURE P2-95 


2-96 A vertical, frictionless piston-cylinder device contains a 
gas at 500 kPa. The atmospheric pressure outside is 100 kPa, 
and the piston area is 30 cm?. Determine the mass of the piston. 


2-97 A pressure cooker cooks a lot faster than an ordinary 
pan by maintaining a higher pressure and temperature inside. 
The lid of a pressure cooker is well sealed, and steam can es- 
cape only through an opening in the middle of the lid. A sepa- 
rate metal piece, the petcock, sits on top of this opening 
and prevents steam from escaping until the pressure force 
overcomes the weight of the petcock. The periodic escape of 
the steam in this manner prevents any potentially dangerous 
pressure buildup and keeps the pressure inside at a constant 
value. Determine the mass of the petcock of a pressure cooker 


Pag 7 101 kPa 
Petcock 








PRESSURE 
COOKER 





FIGURE P2-97 
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whose operation pressure is 100 kPa gage and has an opening 
cross-sectional area of 4 mm?. Assume an atmospheric pressure 
of 101 KPa, and draw the free-body diagram of the petcock. 
Answer: 40.8 g 


2-98 A glass tube is attached to a water pipe, as shown in 
the figure. If the water pressure at the bottom of the tube is 
115 kPa and the local atmospheric pressure is 92 kPa, deter- 
mine how high the water will rise in the tube, in m. Assume 
g — 9.8 m/s? at that location and take the density of water to be 
1000 kg/m?. 


P m= 92 kPa 





h=? 

















water — 








FIGURE P2-98 


2-99 The average atmospheric pressure on earth is ap- 
proximated as a function of altitude by the relation Pam = 
101.325 (1 — 0.02256z)5?56, where P ım is the atmospheric 
pressure in kPa and z is the altitude in km with z = 0 at sea 
level. Determine the approximate atmospheric pressures at At- 
lanta (z = 306 m), Denver (z = 1610 m), Mexico City (z = 
2309 m), and the top of Mount Everest (z = 8848 m). 


2-100 When measuring small pressure differences with 
a manometer, often one arm of the manometer is inclined to 
improve the accuracy of reading. (The pressure difference is 
still proportional to the vertical distance, and not the actual 
length of the fluid along the tube.) The air pressure in a circu- 
lar duct is to be measured using a manometer whose open arm 
is inclined 35° from the horizontal, as shown in the figure. The 
density of the liquid in the manometer is 0.81 kg/L, and 
the vertical distance between the fluid levels in the two arms 
of the manometer is 8 cm. Determine the gage pressure of air 
in the duct and the length of the fluid column in the inclined 
arm above the fluid level in the vertical arm. 


2-101E Consider a U-tube whose arms are open to the 
atmosphere. Now equal volumes of water and light oil 
(р = 49.3 Ibm/f?) are poured from different arms. A person 
blows from the oil side of the U-tube until the contact surface 
of the two fluids moves to the bottom of the U-tube, and thus 
the liquid levels in the two arms are the same. If the fluid 
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FIGURE P2-100 


height in each arm is 30 in, determine the gage pressure the 
person exerts on the oil by blowing. 





FIGURE P2-101E 


2-102 Intravenous infusions are usually driven by gravity by 
hanging the fluid bottle at sufficient height to counteract 
the blood pressure in the vein and to force the fluid into the 
body. The higher the bottle is raised, the higher the flow rate of 
the fluid will be. (a) If it is observed that the fluid and the 
blood pressures balance each other when the bottle is 1.2 m 
above the arm level, determine the gage pressure of the blood. 
(b) If the gage pressure of the fluid at the arm level needs to be 
20 kPa for sufficient flow rate, determine how high the bottle 
must be placed. Take the density of the fluid to be 1020 kg/m?. 





IV bottle 


Int P2-102 


2-103 A gasoline line is connected to a pressure gage 
through a double-U manometer, as shown in the figure. If 
the reading of the pressure gage is 370 kPa, determine the gage 
pressure of the gasoline line. 


2-104 Repeat Prob. 2-103 for a pressure gage reading of 
240 kPa. 


2-105E A water pipe is connected to a double-U manometer 
as shown in the figure at a location where the local atmospheric 
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Oil SG= 0.79 






Gasoline SG = 0.70 


Air 


‘Water 


FIGURE P2-103 


pressure is 14.2 psia. Determine the absolute pressure at the 
center of the pipe. 


Oil SG = 0.80 


Oil SG = 0.80 


FIGURE P2-105E 


Design and Essay Problems 


2-106 Write an essay on different temperature measurement 
devices. Explain the operational principle of each device, its 
advantages and disadvantages, its cost, and its range of applic- 
ability. Which device would you recommend for use in these 
cases: taking the temperatures of patients in a doctor’s office, 
monitoring the variations of temperature of a car engine block 
at several locations, and monitoring the temperatures in the fur- 
nace of a power plant? 


2-107 An average vehicle puts out nearly 20 Ibm of carbon 
dioxide into the atmosphere for every gallon of gasoline it 
burns, and thus one thing we can do to reduce global warming 
is to buy a vehicle with higher fuel economy. A U.S. govern- 
ment publication states that a vehicle that gets 25 rather than 
20 miles per gallon will prevent 10 tons of carbon dioxide from 
being released over the lifetime of the vehicle. Making reason- 
able assumptions, evaluate if this is a reasonable claim or a 
gross exaggeration. 
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e start this chapter with the introduction of the concept of a pure 

substance and a discussion of the physics of phase-change 

processes. We then illustrate the various property diagrams and 
P-v-T surfaces of pure substances. After demonstrating the use of the property 
tables, the hypothetical substance ideal gas and the ideal-gas equation of state 
are discussed. The compressibility factor, which accounts for the deviation of 
real gases from ideal-gas behavior, is introduced, and some of the best-known 
equations of state are presented. Finally, specific heats are defined, and rela- 
tions are obtained for the internal energy and enthalpy of ideal gases in terms 
of specific heats and temperature. This is also done for solids and liquids, 
which are approximated as incompressible substances. 
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FIGURE 3-1 
Nitrogen and gaseous air are pure 
substances. 




















VAPOR 
VAPOR 
LIQUID 
E LIQUID 
(a) H50 (b) AIR 
FIGURE 3-2 


A mixture of liquid and gaseous water 
is a pure substance, but a mixture of 
liquid and gaseous air is not. 





FIGURE 3-3 

The molecules in a solid are kept at 
their positions by the large springlike 
intermolecular forces. 





» Mom 
FIGURE 3-4 


In a solid, the attractive and repulsive 
forces between the molecules tend to 
maintain them at relatively constant 
distances from each other. (Reprinted 
with special permission of King 
Features Syndicate.) 
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3-1 = PURE SUBSTANCE 


A substance that has a fixed chemical composition throughout is called a pure 
substance. Water, nitrogen, helium, and carbon dioxide, for example, are all 
pure substances. 

A pure substance does not have to be of a single chemical element or com- 
pound, however. A mixture of various chemical elements or compounds also 
qualifies as a pure substance as long as the mixture is homogeneous. Air, for 
example, is a mixture of several gases, but it is often considered to be a pure 
substance because it has a uniform chemical composition (Fig. 3-1). How- 
ever, a mixture of oil and water is not a pure substance. Since oil is not solu- 
ble in water, it will collect on top of the water, forming two chemically 
dissimilar regions. 

A mixture of two or more phases of a pure substance is still a pure substance 
as long as the chemical composition of all phases is the same (Fig. 3-2). A 
mixture of ice and liquid water, for example, is a pure substance because both 
phases have the same chemical composition. A mixture of liquid air and 
gaseous air, however, is not a pure substance since the composition of liquid 
air is different from the composition of gaseous air, and thus the mixture is no 
longer chemically homogeneous. This is due to different components in air 
condensing at different temperatures at a specified pressure. 


3-2 = PHASES OF A PURE SUBSTANCE 


We all know from experience that substances exist in different phases. At 
room temperature and pressure, copper is a solid, mercury is a liquid, and ni- 
trogen is a gas. Under different conditions, each may appear in a different 
phase. Even though there are three principal phases—solid, liquid, and gas— 
a substance may have several phases within a principal phase, each with a dif- 
ferent molecular structure. Carbon, for example, may exist as graphite or dia- 
mond in the solid phase. Helium has two liquid phases; iron has three solid 
phases. Ice may exist at seven different phases at high pressures. A phase is 
identified as having a distinct molecular arrangement that is homogeneous 
throughout and separated from the others by easily identifiable boundary sur- 
faces. The two phases of H,O in iced water represent a good example of this. 

When studying phases or phase changes in thermodynamics, one does not 
need to be concerned with the molecular structure and behavior of different 
phases. However, it is very helpful to have some understanding of the molec- 
ular phenomena involved in each phase, and a brief discussion of phase trans- 
formations follows. 

Intermolecular bonds are strongest in solids and weakest in gases. One rea- 
son is that molecules in solids are closely packed together, whereas in gases 
they are separated by relatively large distances. 

The molecules in a solid are arranged in a three-dimensional pattern (lat- 
tice) that is repeated throughout (Fig. 3-3). Because of the small distances be- 
tween molecules in a solid, the attractive forces of molecules on each other are 
large and keep the molecules at fixed positions (Fig. 3—4). Note that the at- 
tractive forces between molecules turn to repulsive forces as the distance be- 
tween the molecules approaches zero, thus preventing the molecules from 
piling up on top of each other. Even though the molecules in a solid cannot 
move relative to each other, they continually oscillate about their equilibrium 
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FIGURE 3-5 

The arrangement of 
atoms in different 
phases: (a) molecules 
are at relatively fixed 
positions in a solid, 

(b) groups of molecules 
move about each other 
in the liquid phase, and 
(c) molecules move 
about at random 








positions. The velocity of the molecules during these oscillations depends on 
the temperature. At sufficiently high temperatures, the velocity (and thus the 
momentum) of the molecules may reach a point where the intermolecular 
forces are partially overcome and groups of molecules break away (Fig. 3—5). 
This is the beginning of the melting process. 

The molecular spacing in the liquid phase is not much different from that of 
the solid phase, except the molecules are no longer at fixed positions relative 
to each other and they can rotate and translate freely. In a liquid, the inter- 
molecular forces are weaker relative to solids, but still relatively strong com- 
pared with gases. The distances between molecules generally experience a 
slight increase as a solid turns liquid, with water being a notable exception. 

In the gas phase, the molecules are far apart from each other, and a molec- 
ular order is nonexistent. Gas molecules move about at random, continually 
colliding with each other and the walls of the container they are in. Particu- 
larly at low densities, the intermolecular forces are very small, and collisions 
are the only mode of interaction between the molecules. Molecules in the gas 
phase are at a considerably higher energy level than they are in the liquid or 
solid phases. Therefore, the gas must release a large amount of its energy be- 
fore it can condense or freeze. 


3-3 * PHASE-CHANGE PROCESSES 


OF PURE SUBSTANCES 


There are many practical situations where two phases of a pure substance co- 
exist in equilibrium. Water exists as a mixture of liquid and vapor in the boiler 
and the condenser of a steam power plant. The refrigerant turns from liquid to 
vapor in the freezer of a refrigerator. Even though many home owners con- 
sider the freezing of water in underground pipes as the most important phase- 
change process, attention in this section is focused on the liquid and vapor 
phases and the mixture of these two. As a familiar substance, water will be 
used to demonstrate the basic principles involved. Remember, however, that 
all pure substances exhibit the same general behavior. 


Compressed Liquid and Saturated Liquid 

Consider a piston-cylinder device containing liquid water at 20°C and 1 atm 
pressure (state 1, Fig. 3—6). Under these conditions, water exists in the liquid 
phase, and it is called a compressed liquid, or à subcooled liquid, meaning 
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in the gas phase. 


STATE 1 





à Heu 


FIGURE 3-6 
At 1 atm and 20?C, water exists in the 
liquid phase (compressed liquid). 
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STATE 2 





à Heat 


FIGURE 3-7 

At 1 atm pressure and 100?C, water 
exists as a liquid that is ready to 
vaporize (saturated liquid). 


STATE 3 


Saturated 
vapor 
Saturated 
liquid 





FIGURE 3-8 

As more heat is transferred, part of the 
saturated liquid vaporizes (saturated 
liquid-vapor mixture). 


STATE 4 





ї m 


FIGURE 3-9 

At | atm pressure, the temperature 
remains constant at 100°C until 
the last drop of liquid is vaporized 
(saturated vapor). 
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that it is not about to vaporize. Heat is now transferred to the water until its 
temperature rises to, say, 40°C. As the temperature rises, the liquid water ex- 
pands slightly, and so its specific volume increases. To accommodate this ex- 
pansion, the piston will move up slightly. The pressure in the cylinder remains 
constant at 1 atm during this process since it depends on the outside baromet- 
ric pressure and the weight of the piston, both of which are constant. Water is 
still a compressed liquid at this state since it has not started to vaporize. 

As more heat is transferred, the temperature will keep rising until it reaches 
100°C (state 2, Fig. 3-7). At this point water is still a liquid, but any heat 
addition will cause some of the liquid to vaporize. That is, a phase-change 
process from liquid to vapor is about to take place. A liquid that is about to 
vaporize is called a saturated liquid. Therefore, state 2 is a saturated liquid 
state. 


Saturated Vapor and Superheated Vapor 

Once boiling starts, the temperature will stop rising until the liquid is com- 
pletely vaporized. That is, the temperature will remain constant during the en- 
tire phase-change process if the pressure is held constant. This can easily be 
verified by placing a thermometer into boiling water on top of a stove. At sea 
level (P = 1 atm), the thermometer will always read 100°C if the pan is un- 
covered or covered with a light lid. During a boiling process, the only change 
we will observe is a large increase in the volume and a steady decline in the 
liquid level as a result of more liquid turning to vapor. 

Midway about the vaporization line (state 3, Fig. 3—8), the cylinder contains 
equal amounts of liquid and vapor. As we continue transferring heat, the va- 
porization process will continue until the last drop of liquid is vaporized (state 
4, Fig. 3—9). At this point, the entire cylinder is filled with vapor that is on the 
borderline of the liquid phase. Any heat loss from this vapor will cause some 
of the vapor to condense (phase change from vapor to liquid). A vapor that is 
about to condense is called a saturated vapor. Therefore, state 4 is a saturated 
vapor state. A substance at states between 2 and 4 is often referred to as a sat- 
urated liquid-vapor mixture since the liquid and vapor phases coexist in 
equilibrium at these states. 

Once the phase-change process is completed, we are back to a single-phase 
region again (this time vapor), and further transfer of heat will result in an in- 
crease in both the temperature and the specific volume (Fig. 3—10). At state 5, 
the temperature of the vapor is, let us say, 300°C; and if we transfer some heat 
from the vapor, the temperature may drop somewhat but no condensation will 
take place as long as the temperature remains above 100°C (for P = 1 atm). A 
vapor that is not about to condense (i.e., not a saturated vapor) is called a 
superheated vapor. Therefore, water at state 5 is a superheated vapor. This 
constant-pressure phase-change process as described is illustrated on a T-v 
diagram in Fig. 3-11. 

If the entire process described here is reversed by cooling the water while 
maintaining the pressure at the same value, the water will go back to state 1, 
retracing the same path, and in so doing, the amount of heat released will ex- 
actly match the amount of heat added during the heating process. 

In our daily life, water implies liquid water and steam implies water vapor. 
In thermodynamics, however, both water and steam usually mean only one 
thing: H,O. 


-6- 


(60154261 103. 4х4 11/17/03 2:28 PM Page 71 F | 


71 
CHAPTER 3 


Saturation Temperature and Saturation Pressure STATE 5 
It probably came as no surprise to you that water started to boil at 100°C. 
Strictly speaking, the statement “water boils at 100°C” is incorrect. The cor- 
rect statement is “water boils at 100°C at 1 atm pressure.” The only reason the 
water started boiling at 100°C was because we held the pressure constant at 1 
atm (101.325 kPa). If the pressure inside the cylinder were raised to 500 kPa T = 300°C 
by adding weights on top of the piston, the water would start boiling at 
151.9°C. That is, the temperature at which water starts boiling depends on the 
pressure; therefore, if the pressure is fixed, so is the boiling temperature. à a 
| 








At a given pressure, the temperature at which a pure substance changes 
phase is called the saturation temperature Т, „. Likewise, at a given temper- 
ature, the pressure at which a pure substance changes phase is called the sat- 
uration pressure P,,,. At a pressure of 101.325 kPa, T,,, is 100°C. Conversely, 
at a temperature of 100°C, P «is 101.325 kPa. 

Saturation tables that list the saturation pressure against the temperature (or 
the saturation temperature against the pressure) are available for practically all 
substances. A partial listing of such a table is given in Table 3—1 for water. TABLE 3-1 
This table indicates that the pressure of water changing phase (boiling or con- 
densing) at 25°C must be 3.17 kPa, and the pressure of water must be main- 
tained at 3973 kPa (about 40 atm) to have it boil at 250°C. Also, water can be 


FIGURE 3-10 

As more heat is transferred, the 
temperature of the vapor starts 
to rise (superheated vapor). 


Saturation (boiling) pressure of 
water at various temperatures 








frozen by dropping its pressure below 0.61 kPa. 1 шал 
: . 22 emperature, pressure, 
It takes a large amount of energy to melt a solid or vaporize a liquid. The TC Pa, kPa 
amount of energy absorbed or released during a phase-change process is = 
called the latent heat. More specifically, the amount of energy absorbed dur- D 0.26 
: 21425 : : : -5 0.40 
ing melting is called the latent heat of fusion and is equivalent to the amount 0 061 
of energy released during freezing. Similarly, the amount of energy absorbed 5 0.87 
during vaporization is called the latent heat of vaporization and is equivalent 10 1.23 
to the energy released during condensation. The magnitudes of the latent heats 15 171 
depend on the temperature or pressure at which the phase change occurs. At 20 2.34 
1 atm pressure, the latent heat of fusion of water is 333.7 kJ/kg and the latent 25 3.17 
heat of vaporization is 2257.1 kJ/kg. 30 4.25 
During a phase-change process, pressure and temperature are obviously 40 7.38 
dependent properties, and there is a definite relation between them, that is, 50 12.35 
100 101.3 (1 atm) 
150 475.8 
тС 4 200 1554 
8 250 3973 
7 300 8581 
300r 
100 - 
20 - FIGURE 3-11 
T-v diagram for the heating process of 
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water at constant pressure. 
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FIGURE 3-12 

The liquid—vapor saturation curve of 
a pure substance (numerical 

values are for water). 


TABLE 3-2 


Variation of the standard 
atmospheric pressure and the 
boiling (saturation) temperature 
of water with altitude 





Atmo- 

spheric Boiling 

Elevation, pressure, tempera- 
m kPa ture, °C 
0 101.33 100.0 
1,000 89.55 96.3 
2,000 79.50 93.2 
5,000 54.05 83.0 
10,000 26.50 66.2 
20,000 5.53 34.5 
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Tsat = SPs). A plot of T, versus P,4, such as the one given for water in 
Fig. 3-12, is called a liquid-vapor saturation curve. A curve of this kind is 
characteristic of all pure substances. 

It is clear from Fig. 3-12 that T,,, increases with P,,,. Thus, a substance at 
higher pressures will boil at higher temperatures. In the kitchen, higher boil- 
ing temperatures mean shorter cooking times and energy savings. A beef stew, 
for example, may take 1 to 2 h to cook in a regular pan that operates at 1 atm 
pressure, but only 20 min in a pressure cooker operating at 3 atm absolute 
pressure (corresponding boiling temperature: 134?C). 

The atmospheric pressure, and thus the boiling temperature of water, de- 
creases with elevation. Therefore, it takes longer to cook at higher altitudes 
than it does at sea level (unless a pressure cooker is used). For example, the 
standard atmospheric pressure at an elevation of 2000 m is 79.50 kPa, which 
corresponds to a boiling temperature of 93.2?C as opposed to 100?C at sea 
level (zero elevation). The variation of the boiling temperature of water with 
altitude at standard atmospheric conditions is given in Table 3-2. For each 
1000 m increase in elevation, the boiling temperature drops by a little over 
3°C. Note that the atmospheric pressure at a location, and thus the boiling 
temperature, changes slightly with the weather conditions. But the corre- 
sponding change in the boiling temperature is no more than about 1?C. 


Some Consequences of 7,,, and P,,, Dependence 

We mentioned earlier that a substance at a specified pressure will boil at the 
saturation temperature corresponding to that pressure. This phenomenon al- 
lows us to control the boiling temperature of a substance by simply control- 
ling the pressure, and it has numerous applications in practice. Below we give 
some examples. In most cases, the natural drive to achieve phase equilibrium 
by allowing some liquid to evaporate is at work behind the scenes. 

Consider a sealed can of liquid refrigerant-134a in a room at 25°C. If the 
can has been in the room long enough, the temperature of the refrigerant in the 
can will also be 25°C. Now, if the lid is opened slowly and some refrigerant is 
allowed to escape, the pressure in the can will start dropping until it reaches 
the atmospheric pressure. If you are holding the can, you will notice its tem- 
perature dropping rapidly, and even ice forming outside the can if the air is hu- 
mid. A thermometer inserted in the can will register —26°C when the pressure 
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drops to 1 atm, which is the saturation temperature of refrigerant-134a at that 
pressure. The temperature of the liquid refrigerant will remain at —26?C until 
the last drop of it vaporizes. 

Another aspect of this interesting physical phenomenon is that a liquid can- 
not vaporize unless it absorbs energy in the amount of the latent heat of va- 
porization, which is 217 kJ/kg for refrigerant-134a at 1 atm. Therefore, the 
rate of vaporization of the refrigerant depends on the rate of heat transfer to 
the can: the larger the rate of heat transfer, the higher the rate of vaporization. 
The rate of heat transfer to the can and thus the rate of vaporization of the re- 
frigerant can be minimized by insulating the can heavily. In the limiting case 
of no heat transfer, the refrigerant will remain in the can as a liquid at —26°C 
indefinitely. 

The boiling temperature of nitrogen at atmospheric pressure is — 196°C (see 
Table A—3a). This means the temperature of liquid nitrogen exposed to the at- 
mosphere must be — 196°C since some nitrogen will be evaporating. The tem- 
perature of liquid nitrogen will remain constant at — 196°C until it is depleted. 
For this reason, nitrogen is commonly used in low-temperature scientific stud- 
ies (such as superconductivity) and cryogenic applications to maintain a test 
chamber at a constant temperature of — 196°C. This is done by placing the test 
chamber into a liquid nitrogen bath that is open to the atmosphere. Any heat 
transfer from the environment to the test section is absorbed by the nitrogen, 
which evaporates isothermally and keeps the test chamber temperature con- 
stant at — 196°C (Fig. 3-13). The entire test section must be insulated heavily 
to minimize heat transfer and thus liquid nitrogen consumption. Liquid nitro- 
gen is also used for medical purposes to burn off unsightly spots on the skin. 
This is done by soaking a cotton swap in liquid nitrogen and wetting the target 
area with it. As the nitrogen evaporates, it freezes the affected skin by rapidly 
absorbing heat from it. 

A practical way of cooling leafy vegetables is vacuum cooling, which is 
based on reducing the pressure of the sealed cooling chamber to the saturation 
pressure at the desired low temperature and evaporating some water from the 
products to be cooled. The heat of vaporization during evaporation is 
absorbed from the products, which lowers the product temperature. The satu- 
ration pressure of water at 0°C is 0.61 kPa, and the products can be cooled to 
0°C by lowering the pressure to this level. The cooling rate can be increased 
by lowering the pressure below 0.61 kPa, but this is not desirable because of 
the danger of freezing and the added cost. 

In vacuum cooling, there are two distinct stages. In the first stage, the prod- 
ucts at ambient temperature, say at 25°C, are loaded into the chamber, and the 
operation begins. The temperature in the chamber remains constant until the 
saturation pressure is reached, which is 3.17 kPa at 25°C. In the second stage 
that follows, saturation conditions are maintained inside at progressively 
lower pressures and the corresponding lower temperatures until the desired 
temperature is reached (Fig. 3-14). 

Vacuum cooling is usually more expensive than the conventional refriger- 
ated cooling, and its use is limited to applications that result in much faster 
cooling. Products with large surface area per unit mass and a high tendency to 
release moisture such as lettuce and spinach are well-suited for vacuum cool- 
ing. Products with low surface area to mass ratio are not suitable, especially 
those that have relatively impervious peels such as tomatoes and cucumbers. 
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FIGURE 3-13 
The temperature of liquid nitrogen 
exposed to the atmosphere remains 
constant at — 196°C, and thus it 
maintains the test chamber at — 196°C. 
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FIGURE 3-14 


The variation of the temperature 

of fruits and vegetables with 

pressure during vacuum cooling from 
25°C to 0°C. 
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Low vapor pressure 


Evaporation 








FIGURE 3-15 
In 1775, ice was made by evacuating 
the air space in a water tank. 
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Some products such as mushrooms and green peas can be vacuum cooled suc- 
cessfully by wetting them first. 

The vacuum cooling just described becomes vacuum freezing if the vapor 
pressure in the vacuum chamber is dropped below 0.6 kPa, the saturation 
pressure of water at 0°C. The idea of making ice by using a vacuum pump is 
nothing new. Dr. William Cullen actually made ice in Scotland in 1775 by 
evacuating the air in a water tank (Fig. 3-15). 

Package icing is commonly used in small-scale cooling applications to 
remove heat and keep the products cool during transit by taking advantage 
of the large latent heat of fusion of water, but its use is limited to products 
that are not harmed by contact with ice. Also, ice provides moisture as well as 
refrigeration. 


3-4 = PROPERTY DIAGRAMS FOR 
PHASE-CHANGE PROCESSES 


The variations of properties during phase-change processes are best studied 
and understood with the help of property diagrams. Next, we develop and dis- 
cuss the 7- v, P-v, and P-T diagrams for pure substances. 


1 The T-vDiagram 

The phase-change process of water at 1 atm pressure was described in detail 
in the last section and plotted on a T-v diagram in Fig. 3-11. Now we repeat 
this process at different pressures to develop the 7-v diagram. 

Let us add weights on top of the piston until the pressure inside the cylinder 
reaches 1 MPa. At this pressure, water will have a somewhat smaller specific 
volume than it did at 1 atm pressure. As heat is transferred to the water at this 
new pressure, the process will follow a path that looks very much like 
the process path at 1 atm pressure, as shown in Fig. 3-16, but there are some 
noticeable differences. First, water will start boiling at a much higher temper- 
ature (179.9°C) at this pressure. Second, the specific volume of the saturated 
liquid is larger and the specific volume of the saturated vapor is smaller than 
the corresponding values at 1 atm pressure. That is, the horizontal line that 
connects the saturated liquid and saturated vapor states is much shorter. 

As the pressure is increased further, this saturation line will continue to get 
shorter, as shown in Fig. 3-16, and it will become a point when the pressure 
reaches 22.09 MPa for the case of water. This point is called the critical 
point, and it is defined as the point at which the saturated liquid and saturated 
vapor states are identical. 

The temperature, pressure, and specific volume of a substance at the critical 
point are called, respectively, the critical temperature T.,, critical pressure P, 
and critical specific volume v,,. The critical-point properties of water are P,, 
= 22.09 MPa, T., = 374.14°C, and v, — 0.003155 m?/kg. For helium, they 
are 0.23 MPa, —267.85°C, and 0.01444 m?/kg. The critical properties for var- 
ious substances are given in Table A-1 in the appendix. 

At pressures above the critical pressure, there will not be a distinct phase- 
change process (Fig. 3-17). Instead, the specific volume of the substance will 
continually increase, and at all times there will be only one phase present. 
Eventually, it will resemble a vapor, but we can never tell when the change 


-6- 


cen54261 ch03.qxd 11/17/03 2:28 PM Page 75 F | 


15 
CHAPTER 3 









Critical point 


374.14 


Saturated 











Saturated vapor FIGURE 3-16 
liquid T-v diagram of constant-pressure 
phase-change processes of a pure 
substance at various pressures 
0.0031 55 oe ma (numerical values are for water). 
has occurred. Above the critical state, there is no line that separates the com- ТА 


pressed liquid region and the superheated vapor region. However, it is cus- 
tomary to refer to the substance as superheated vapor at temperatures above 
the critical temperature and as compressed liquid at temperatures below the 
critical temperature. 

The saturated liquid states in Fig. 3-16 can be connected by a line called the fo 
saturated liquid line, and saturated vapor states in the same figure can be 
connected by another line, called the saturated vapor line. These two lines 
meet at the critical point, forming a dome as shown in Fig. 3-18. All the com- 
pressed liquid states are located in the region to the left of the saturated liquid 
line, called the compressed liquid region. All the superheated vapor states Ly 
are located to the right of the saturated vapor line, called the superheated 9%, 
vapor region. In these two regions, the substance exists in a single phase, а 
liquid or a vapor. All the states that involve both phases in equilibrium are 











> 


located under the dome, called the saturated liquid—vapor mixture region, v 
or the wet region. FIGURE 3-17 

At supercritical pressures (P > Pa), 
2 The P-v Diagram there is no distinct phase-change 


The general shape of the P-v diagram of a pure substance is very much like (boiling) process. 


the T-v diagram, but the T = constant lines on this diagram have a downward 
trend, as shown in Fig. 3-19. 

Consider again a piston-cylinder device that contains liquid water at | MPa 
and 150°C. Water at this state exists as a compressed liquid. Now the weights 
on top of the piston are removed one by one so that the pressure inside the 
cylinder decreases gradually (Fig. 3-20). The water is allowed to exchange 
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FIGURE 3-18 


T-v diagram of a pure substance. 


FIGURE 3-19 


P-v diagram of a pure substance. 
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heat with the surroundings so its temperature remains constant. As the pres- 
sure decreases, the volume of the water will increase slightly. When the pres- 
sure reaches the saturation-pressure value at the specified temperature (0.4758 
MPa), the water will start to boil. During this vaporization process, both the 
temperature and the pressure remain constant, but the specific volume in- 
creases. Once the last drop of liquid is vaporized, further reduction in pressure 
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results in a further increase in specific volume. Notice that during the phase- 
change process, we did not remove any weights. Doing so would cause the 
pressure and therefore the temperature to drop [since 7,4 — f(P,4)]. and the 
process would no longer be isothermal. 

If the process is repeated for other temperatures, similar paths will be ob- 
tained for the phase-change processes. Connecting the saturated liquid and the 
saturated vapor states by a curve, we obtain the P-v diagram of a pure sub- 
stance, as shown in Fig. 3-19. 


Extending the Diagrams to Include the Solid Phase 
The two equilibrium diagrams developed so far represent the equilibrium 
states involving the liquid and the vapor phases only. However, these dia- 
grams can easily be extended to include the solid phase as well as the 
solid-liquid and the solid—vapor saturation regions. The basic principles dis- 
cussed in conjunction with the liquid—vapor phase-change process apply 
equally to the solid—liquid and solid—vapor phase-change processes. Most 
substances contract during a solidification (1.e., freezing) process. Others, like 
water, expand as they freeze. The P-v diagrams for both groups of substances 
are given in Figs. 3-21 and 3-22. These two diagrams differ only in the 
solid-liquid saturation region. The 7-v diagrams look very much like the P-v 
diagrams, especially for substances that contract on freezing. 

The fact that water expands upon freezing has vital consequences in nature. 
If water contracted on freezing as most other substances do, the ice formed 
would be heavier than the liquid water, and it would settle to the bottom of 
rivers, lakes, and oceans instead of floating at the top. The sun's rays would 
never reach these ice layers, and the bottoms of many rivers, lakes, and oceans 
would be covered with ice year round, seriously disrupting marine life. 
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FIGURE 3-20 

The pressure in a piston-cylinder 
device can be reduced by reducing 
the weight of the piston. 


FIGURE 3-21 
P-v diagram of a substance that 
contracts on freezing. 
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FIGURE 3-22 
P-v diagram of a substance that 


expands on freezing (such as water). 
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FIGURE 3-23 

At triple-point pressure and 
temperature, a substance exists in 
three phases in equilibrium. 








FIGURE 3-24 


At low pressures (below the triple- 
point value), solids evaporate without 
melting first (sublimation). 
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We are all familiar with two phases being in equilibrium, but under some 
conditions all three phases of a pure substance coexist in equilibrium (Fig. 

3-23). On P-v or T-v diagrams, these triple-phase states form a line called the 

triple line. The states on the triple line of a substance have the same pressure 
and temperature but different specific volumes. The triple line appears as a 
point on the P-T diagrams and, therefore, is often called the triple point. The 
triple-point temperatures and pressures of various substances are given in 
Table 3—3. For water, the triple-point temperature and pressure are 0.01?C and 
0.6113 KPa, respectively. That is, all three phases of water will exist in equi- 
librium only if the temperature and pressure have precisely these values. No 
substance can exist in the liquid phase in stable equilibrium at pressures below 
the triple-point pressure. The same can be said for temperature for substances 

that contract on freezing. However, substances at high pressures can exist in 

the liquid phase at temperatures below the triple-point temperature. For ex- 

ample, water cannot exist in liquid form in equilibrium at atmospheric pres- 
sure at temperatures below 0°C, but it can exist as a liquid at —20°C at 200 
MPa pressure. Also, ice exists at seven different solid phases at pressures 
above 100 MPa. 

There are two ways a substance can pass from the solid to vapor phase: 
either it melts first into a liquid and subsequently evaporates, or it evaporates 
directly without melting first. The latter occurs at pressures below the triple- 
point value, since a pure substance cannot exist in the liquid phase at those 
pressures (Fig. 3-24). Passing from the solid phase directly into the vapor 
phase is called sublimation. For substances that have a triple-point pressure 
above the atmospheric pressure such as solid CO, (dry ice), sublimation is the 
only way to change from the solid to vapor phase at atmospheric conditions. 


3 Тһе P-T Diagram 


Figure 3-25 shows the P-T diagram of a pure substance. This diagram is often 
called the phase diagram since all three phases are separated from each other 
by three lines. The sublimation line separates the solid and vapor regions, the 
vaporization line separates the liquid and vapor regions, and the melting (or 
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TABLE 3-3 


Triple-point temperatures and pressures of various substances 


Substance Formula Tip, K Pip, kPa 
Acetylene C;H5 192.4 120 
Ammonia NH3 195.40 6.076 
Argon A 83.81 68.9 
Carbon (graphite) С 3900 10,100 
Carbon dioxide СО, 216.55 517 
Carbon monoxide CO 68.10 15.37 
Deuterium р, 18.63 17.1 
Ethane CoH, 89.89 8 x 1074 
Ethylene CoH, 104.0 0.12 
Helium 4 (A point) He 2.19 5.1 
Hydrogen Н, 13.84 7.04 
Hydrogen chloride НСІ 158.96 13.9 
Мегсигу Hg 234.2 1.65 х 1077 
Methane CH, 90.68 11.7 
Neon Ne 24.57 43.2 
Nitric oxide NO 109.50 21.92 
Nitrogen № 63.18 12.6 
Nitrous oxide N50 182.34 87.85 
Oxygen 05 54.36 0.152 
Palladium Pd 1825 3.5 x 107? 
Platinum Pt 2045 2.0 x 107^ 
Sulfur dioxide 50, 197.69 1.67 
Titanium Ti 1941 5.3 x 1073 
Uranium hexafluoride UFg 337.17 151.7 
Water H50 273.16 0.61 
Xenon Xe 161.3 81.5 
Zinc Zn 692.65 0.065 
Source: Data from National Bureau of Standards (U.S.) Circ., 500 (1952). 
Pa 
Substances Substances 
, that expand that contract 
Хоп freezing on freezing 
x v 
* Critical 


SOLID 









Triple point 


—— 


point 
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FIGURE 2-25 


P-T diagram of pure substances. 
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fusion) line separates the solid and liquid regions. These three lines meet at 
the triple point, where all three phases coexist in equilibrium. The vaporiza- 
tion line ends at the critical point because no distinction can be made between 
liquid and vapor phases above the critical point. Substances that expand and 
contract on freezing differ only in the melting line on the P-T diagram. 


The P-v-T Surface 


The state of a simple compressible substance is fixed by any two independent, 
intensive properties. Once the two appropriate properties are fixed, all the 
other properties become dependent properties. Remembering that any equa- 
tion with two independent variables in the form z = z(x, y) represents a sur- 
face in space, we can represent the P-v-T behavior of a substance as a surface 
in space, as shown in Figs. 3-26 and 3-27. Here T and v may be viewed as the 
independent variables (the base) and P as the dependent variable (the height). 

All the points on the surface represent equilibrium states. All states along 
the path of a quasi-equilibrium process lie on the P-v-T surface since such a 
process must pass through equilibrium states. The single-phase regions appear 
as curved surfaces on the P-v-T surface, and the two-phase regions as surfaces 
perpendicular to the P-T plane. This is expected since the projections of two- 
phase regions on the P-T plane are lines. 

All the two-dimensional diagrams we have discussed so far are merely 
projections of this three-dimensional surface onto the appropriate planes. 
A P-v diagram is just a projection of the P-v-T surface on the P-v plane, and 
a T-v diagram is nothing more than the bird's-eye view of this surface. The 
P-v-T surfaces present a great deal of information at once, but in a thermo- 
dynamic analysis it is more convenient to work with two-dimensional dia- 
grams, such as the P-v and T-v diagrams. 


Э 
= 
з 
c 
= 
кеј 
a 
o 
N 


Pressure 
Pressure 





FIGURE 3-26 FIGURE 3-27 
P-v-T surface of a substance that contracts on P-v-T surface of a substance that expands on 
freezing. freezing (like water). 
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3-5 = PROPERTY TABLES 


For most substances, the relationships among thermodynamic properties are 
too complex to be expressed by simple equations. Therefore, properties are 
frequently presented in the form of tables. Some thermodynamic properties 
can be measured easily, but others cannot and are calculated by using the — f 
relations between them and measurable properties. The results of these mea- 
surements and calculations are presented in tables in a convenient format. In Conirol 
the following discussion, the steam tables will be used to demonstrate the use 
of thermodynamic property tables. Property tables of other substances are 
used in the same manner. 

For each substance, the thermodynamic properties are listed in more than FIGURE 3-28 
one table. In fact, a separate table is prepared for each region of interest such The combination u + Pv is frequently 
as the superheated vapor, compressed liquid, and saturated (mixture) regions. encountered in the analysis of 
Property tables are given in the appendix in both SI and English units. The control volumes. 
tables in English units carry the same number as the corresponding tables in 
SL followed by an identifier E. Tables A-6 and A—6E, for example, list prop- 
erties of superheated water vapor, the former in SI and the latter in English 
units. Before we get into the discussion of property tables, we define a new 
property called enthalpy. 


volume 





Enthalpy—A Combination Property 

A person looking at the tables will notice two new properties: enthalpy ^ and 
entropy s. Entropy is a property associated with the second law of thermo- 
dynamics, and we will not use it until it is properly defined in Chap. 6. How- 
ever, it is appropriate to introduce enthalpy at this point. 

In the analysis of certain types of processes, particularly in power genera- 
tion and refrigeration (Fig. 3-28), we frequently encounter the combination of 
properties U + PV. For the sake of simplicity and convenience, this combina- 
tion is defined as a new property, enthalpy, and given the symbol H: 


H=U+ PV (kJ) (3-1) 


or, per unit mass, 


h=u+Pv (kJ/kg) (3-2) 


Both the total enthalpy H and specific enthalpy h are simply referred to as 
enthalpy since the context will clarify which one is meant. Notice that the a 
equations given above are dimensionally homogeneous. That is, the unit of 


the pressure-volume product may differ from the unit of the internal en- 
ergy by only a factor (Fig. 3—29). For example, it can be easily shown that 
1 kPa - m3 = 1 kJ. In some tables encountered in practice, the internal energy 
u is frequently not listed, but it can always be determined from u = h — Pv. СОО 
The widespread use of the property enthalpy is due to Professor Richard Eee 1000 

Mollier, who recognized the importance of the group u + Pv in the analysis psi-ft? = 0.18505 Btu 
of steam turbines and in the representation of the properties of steam in tabu- 
lar and graphical form (as in the famous Mollier chart). Mollier referred to 
the group u + Pv as heat content and total heat. These terms were not quite 
consistent with the modern thermodynamic terminology and were replaced in 
the 1930s by the term enthalpy (from the Greek word enthalpien, which 
means to heat). 





kPa-m? = kJ 
kPa-m?/kg = kJ/kg 

















FIGURE 3-29 


The product pressure X volume 
has energy units. 
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1a Saturated Liquid and Saturated Vapor States 

The properties of saturated liquid and saturated vapor for water are listed in 
Tables A-4 and A—5. Both tables give the same information. The only differ- 
ence is that in Table A-4 properties are listed under temperature and in Table 
A-5 under pressure. Therefore, it is more convenient to use Table A-4 when 
temperature is given and Table A—5 when pressure is given. The use of Table 














Specific volume A-4 is illustrated in Fig. 3-30. 
m?/kg The subscript f is used to denote properties of a saturated liquid, and the 
Tan ээ 540 за subscript g to denote the properties of saturated vapor. These symbols are 
°C kPa liquid vapor commonly used in thermodynamics and originated from German. Another 
T Poor | о, subscript commonly used is fg, which denotes the difference between the sat- 
85 57.83 10001033 2.828 urated vapor and saturated liquid values of the same property. For example, 
90 70.14 |0.001036 2.361 2 2 
95 84.55 |0.001040 1.982 V; = specific volume of saturated liquid 
| | v, = specific volume of saturated vapor 
Specific Specific V = difference between v, and v; (that is, Ve = V, — V) 
temperature volume of 
saturated The quantity h,, is called the enthalpy of vaporization (or latent heat of va- 
Еа porization). It represents the amount of energy needed to vaporize a unit mass 
Corresponding Specific of saturated liquid at a given temperature or pressure. It decreases as the tem- 
2 21 ture or pressure increases, and becomes zero at the critical point 
pressure saturated pera orp e 5 р 1 
уарог 
a CREE 
FIGURE 3-30 a EXAMPLE 3-1 Pressure of Saturated Liquid in a Tank 
A partial list of Table A-4. 


1 A rigid tank contains 50 kg of saturated liquid water at 90°C. Determine the 
g Pressure in the tank and the volume of the tank. 


и 
SOLUTION A rigid tank contains saturated liquid water. The pressure and vol- 
ume of the tank are to be determined. 

Analysis The state of the saturated liquid water is shown on a T-v diagram in 
и 
и 
и 
B 
a 
и 


Fig. 3-31. Since saturation conditions exist in the tank, the pressure must be 


the saturation pressure at 90°C: 
EO 
Р -Р.цоорс " 70.14 kPa. (Table A-4) 


Sat. liquid 


The specific volume of the saturated liquid at 90°C is 
V = Ye 9c = 0.001036 m*/kg (Table A-4) 
Then the total volume of the tank is 


У = mv = (50 kg)(0.001036 m?/kg) — 0.0518 m? 














EXAMPLE 3-2 Temperature of Saturated Vapor in a Cylinder 


Ur v 
FIGURE 3-31 A piston-cylinder device contains 2 ft? of saturated water vapor at 50-psia pres- 
Schematic and 7-v diagram for sure. Determine the temperature and the mass of the vapor inside the cylinder. 
Example 3-1. 


SOLUTION A cylinder contains saturated water vapor. The temperature and the 
mass of vapor are to be determined. 

Analysis The state of the saturated water vapor is shown on a P-v diagram in 
Fig. 3-32. Since the cylinder contains saturated vapor at 50 psia, the temper- 
ature inside must be the saturation temperature at this pressure: 


Т = Т, еѕоріа = 281.03?F. (Table A-5E) 
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The specific volume of the saturated vapor at 50 psia is 


V= v 


e sopsa 7 8.518 ft/Ibm (Table A-5E) 
Then the mass of water vapor inside the cylinder becomes 


V 2 fe 
т = = = 


= e 2 02351 
о етер 54m 








ЕХАМРІЕ 3-3 Volume and Energy Change during Evaporation 


A mass of 200 g of saturated liquid water is completely vaporized at a constant 
pressure of 100 kPa. Determine (a) the volume change and (b) the amount of 
energy added to the water. 


SOLUTION Saturated liquid water is vaporized at constant pressure. The vol- 
ume change and the energy added are to be determined. 

Analysis (a) The process described is illustrated on a P-v diagram in Fig. 
3-33. The volume change per unit mass during a vaporization process is vg, 
which is the difference between v, and v; Reading these values from Table A-5 
at 100 kPa and substituting yield 


Vig = v, — v; — 1.6940 — 0.001043 = 1.6930 m?/kg 
Thus, 
ДУ = то, = (0.2 kg)(1.69030 m?/kg) — 0.3386 m? 


(b) The amount of energy needed to vaporize a unit mass of a substance at a 
given pressure is the enthalpy of vaporization at that pressure, which is hg = 
2258.0 kJ/kg for water at 100 kPa. Thus, the amount of energy added is 


mh, — (0.2 kg)(2258 kJ/kg) = 451.6 kJ 


Discussion Note that we have considered the first four decimal digits of v and 
disregarded the rest. This is because v, has significant numbers to the first four 
decimal places only, and we do not know the numbers in the other decimal 
places. Copying all the digits from the calculator would mean that we are as- 
suming vz = 1.694000, which is not necessarily the case. It could very well be 
that v, — 1.694038 since this number, too, would truncate to 1.6940. All the 
digits in our result (1.6930) are significant. But if we did not truncate the re- 
sult, we would obtain vg — 1.692957, which falsely implies that our result is 
accurate to the sixth decimal place. 








1 


b Saturated Liquid-Vapor Mixture 


During a vaporization process, a substance exists as part liquid and part vapor. 
That is, it is a mixture of saturated liquid and saturated vapor (Fig. 3-34). To 
analyze this mixture properly, we need to know the proportions of the liquid 
and vapor phases in the mixture. This is done by defining a new property 
called the quality x as the ratio of the mass of vapor to the total mass of the 
mixture: 


.гарог 





= Тоа] mm 
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P, psia 
1 





Saturated 
vapor 
Р = 50 рѕіа 
У= 2 #3 


50|-- T = 281.03°F 





fp ne 
vU 


FIGURE 3-32 
Schematic and P-v diagram 
for Example 3-2. 


P, kPa 





Sat. liquid Sat. vapor 


Р = 100 КРа 


Р = 100 КРа 





100 – 





FIGURE 3-33 
Schematic and P-v diagram 
for Example 3-3. 
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FIGURE 3-34 

The relative amounts of liquid and 
vapor phases in a saturated mixture 
are specified by the quality x. 


Saturated vapor 
Us 
Oy 
Saturated liquid 


FIGURE 3-35 

A two-phase system can be treated as 
a homogeneous mixture for 
convenience. 


Vay 
Saturated 


liquid—vapor 
mixture 





PorT 








FIGURE 3-36 
Quality is related to the horizontal 
distances on P-v and T-v diagrams. 
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where 


Тоа — "Таа + Myapor — my * m, 


Quality has significance for saturated mixtures only. It has no meaning in the 
compressed liquid or superheated vapor regions. Its value is between 0 and 1. 
The quality of a system that consists of saturated liquid is 0 (or 0 percent), and 
the quality of a system consisting of saturated vapor is 1 (or 100 percent). In 
saturated mixtures, quality can serve as one of the two independent intensive 
properties needed to describe a state. Note that the properties of the saturated 
liquid are the same whether it exists alone or in a mixture with saturated va- 
por. During the vaporization process, only the amount of saturated liquid 
changes, not its properties. The same can be said about a saturated vapor. 

A saturated mixture can be treated as a combination of two subsystems: the 
saturated liquid and the saturated vapor. However, the amount of mass for 
each phase is usually not known. Therefore, it is often more convenient to 
imagine that the two phases are mixed well, forming a homogeneous mixture 
(Fig. 3-35). Then the properties of this “mixture” will simply be the average 
properties of the saturated liquid—vapor mixture under consideration. Here is 
how it is done. 

Consider a tank that contains a saturated liquid—vapor mixture. The volume 
occupied by saturated liquid is V, and the volume occupied by saturated va- 
por is V,. The total volume V is the sum of the two: 


V=V,+ V; 
V=mv ——> т, = тар + то, 


my— m, — m, — — my, — Gn, — m,)v, t m,u, 


Dividing by m, yields 


Vay = (1 х) + хо, 


since x = m,/m,. This relation can also be expressed as 


Vay = Up + XUR (m?/kg) (3-4) 


where 0, = v, — vy Solving for quality, we obtain 


Ua, 7 Uy 
t=" oe (3-5) 
Based on this equation, quality can be related to the horizontal distances on 
a P-v or T-v diagram (Fig. 3-36). At a given temperature or pressure, the nu- 
merator of Eq. 3—5 is the distance between the actual state and the saturated 
liquid state, and the denominator is the length of the entire horizontal line that 
connects the saturated liquid and saturated vapor states. A state of 50 percent 
quality will lie in the middle of this horizontal line. 
The analysis given above can be repeated for internal energy and enthalpy 
with the following results: 


Way = Up Хи, (kJ/kg) (3-6) 
Nyy = + х, (kJ/kg) (3-7) 
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All the results are of the same format, and they can be summarized in a single 
equation as 


Уау = Ур + хур (3-8) 


where y is v, u, or h. The subscript “av” (for “average” ) is usually dropped for 
simplicity. The values of the average properties of the mixtures are always 
between the values of the saturated liquid and the saturated vapor properties 
(Fig. 3-37). That is, 


y= Уау = Yg 


Finally, all the saturated-mixture states are located under the saturation curve, 
and to analyze saturated mixtures, all we need are saturated liquid and satu- 
rated vapor data (Tables A—4 and A-5 in the case of water). 





a EXAMPLE 3-4 


1 A rigid tank contains 10 kg of water at 90°C. If 8 kg of the water is in the liquid 
form and the rest is in the vapor form, determine (a) the pressure in the tank 
m and (b) the volume of the tank. 
E 
SOLUTION A rigid tank contains saturated mixture. The pressure and the vol- 
ume of the tank are to be determined. 
Analysis (a) The state of the saturated liquid-vapor mixture is shown in 
Fig. 3-38. Since the two phases coexist in equilibrium, we have a satu- 
rated mixture and the pressure must be the saturation pressure at the given 
temperature: 


Pressure and Volume of a Saturated Mixture 


P = Py @ sc = 70.14 kPa (Table A-4) 


(b) At 90*C, we have v; — 0.001036 m?/kg and v, — 2.361 m?/kg (Table A-4). 
One way of finding the volume of the tank is to determine the volume occupied 
by each phase and then add them: 
V= V; + V, = mæ; + m, 
= (8 kg)(0.001036 m?/kg) + (2 kg)(2.361 m?/kg) 
= 4.73 т? 
Another way is to first determine the quality x, then the average specific volume 
v, and finally the total volume: 
Me 2 kg E 
m 10kg 
= 0.001036 m?/kg + (0.2)[(2.361 — 0.001036) m?/kg] 
— 0.473 m?/kg 


0.2 


and 
V = mv — (10 kg)(0.473 m?/kg) — 4.73 n? 


Discussion The first method appears to be easier in this case since the masses 
of each phase are given. In most cases, however, the masses of each phase are 
not available, and the second method becomes more convenient. 
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Sat. vapor 


Sat. liquid 
OF 








FIGURE 3-37 

The v value of a saturated 
liquid—vapor mixture lies between 
the v, and v, values at the specified 
T or P. 





90 - 











І 

| 
0у= 0.001036 0,2 2.361 v, m/kg 
FIGURE 3-38 


Schematic and 7-v diagram 
for Example 3-4. 
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R-134a 
P= 160 kPa 
m-4kg 






160l T = —15.62°C 


l 
l 
| | > 


0у= 0.0007435 v,=0.1229 v, mř/kg 





ћу= 29.78 h = 237.97 h, kJ/kg 
FIGURE 3-39 
Schematic and P-v diagram for 
Example 3-5. 
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E EXAMPLE 3-5 Properties of Saturated Liquid—Vapor Mixture 


E An 80-L vessel contains 4 kg of refrigerant-134a at a pressure of 160 kPa. 
g Determine (a) the temperature of the refrigerant, (5) the quality, (c) the en- 
gm thalpy of the refrigerant, and (d) the volume occupied by the vapor phase. 
и 
SOLUTION A vessel is filled with refrigerant-134a. Properties of the refriger- 
ant are to be determined. 
Analysis (a) The state of the saturated liquid-vapor mixture is shown in 
Fig. 3-39. At this point we do not know whether the refrigerant is in the com- 
pressed liquid, superheated vapor, or saturated mixture region. This can be de- 
termined by comparing a suitable property to the saturated liquid and saturated 
vapor values. From the information given, we can determine the specific vol- 
ume: 


0.080 n? 
4 kg 


ЕЕ 
= 


= 0.02 m?/kg 


At 160 kPa, we read 


v; = 0.0007435 m?/kg 


(Table A-12) 
v, — 0.1229 m?/kg 


Obviously, v, « v « vg and, the refrigerant is in the saturated mixture re- 
gion. Thus, the temperature must be the saturation temperature at the specified 
pressure: 


Т = Taro 1er. — —15.62°С 
(b) Quality can be determined from 


о= 0 0.02 – 0.0007435 1 
— 0.1229 — 0.0007435 - Ев 





oe = 
Эр 


(c) At 160 kPa, we also read from Table A-12 that hy = 29.78 kJ/kg and 
hg — 208.18 kJ/kg. Then, 


h = hy + xhg 
= 29.78 kJ/kg + (0.158)(208.18 kJ/kg) 
= 62.7 kJ/kg 


(d) The mass of the vapor is 
m, = xm, = (0.158)(4 kg) = 0.632 kg 
and the volume occupied by the vapor phase is 
У, = m,v, = (0.632 kg)(0.1229 m?/kg) — 0.0777 n? (or 77.7 L) 
The rest of the volume (2.3 L) is occupied by the liquid. 








Property tables are also available for saturated solid-vapor mixtures. Prop- 
erties of saturated ice—water vapor mixtures, for example, are listed in Table 
A-8. Saturated solid—vapor mixtures can be handled just as saturated liquid— 
vapor mixtures. 
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2 Superheated Vapor 

In the region to the right of the saturated vapor line and at temperatures above 
the critical point temperature, a substance exists as superheated vapor. Since 
the superheated region is a single-phase region (vapor phase only), tempera- 
ture and pressure are no longer dependent properties and they can conve- 
niently be used as the two independent properties in the tables. The format of 
the superheated vapor tables is illustrated in Fig. 3-40. 


In these tables, the properties are listed against temperature for selected 


pressures starting with the saturated vapor data. The saturation temperature is 
given in parentheses following the pressure value. 


Superheated vapor is characterized by 


Lower pressures (P < P,a at a given T) 

Higher temperatures (T > T,,, at a given P) 

Higher specific volumes (v > v, at a given P or T) 
Higher internal energies (u > u, at a given P or T) 
Higher enthalpies (A > h, at a given P or T) 





EXAMPLE 3-6 Internal Energy of Superheated Vapor 


Determine the internal energy of water at 20 psia and 400°F. 


SOLUTION The internal energy of water at a specified state is to be deter- 
mined. 

Analysis At 20 psia, the saturation temperature is 227.96°F. Since T > Tav 
the water is in the superheated vapor region. Then the internal energy at the 
given temperature and pressure is determined from the superheated vapor table 
(Table A-6E) to be 


u = 1145.1 Btu/lbm 








EXAMPLE 3-7 Temperature of Superheated Vapor 


Determine the temperature of water at a state of P = 0.5 MPa and h = 2890 
kJ/kg. 


SOLUTION The temperature of water at a specified state is to be determined. 
Analysis At 0.5 MPa, the enthalpy of saturated water vapor is h, = 2748.7 
kJ/kg. Since h > hg, as shown in Fig. 3-41, we again have superheated vapor. 
Under 0.5 MPa in Table A-6 we read 


TZ °C А, Юе 
200 2855.4 


250 2960.7 


Obviously, the temperature is between 200 and 250°C. By linear interpolation 
it is determined to be 


Т = 216.4°С 
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v, и, Л, p 
ТС | тке kJ/kg kJ/kg 0 
Р= 01 МРа (99.63°С) | 


Sat. | 1.6940 25061 26755 1 
100 | 1.6958 2506.7 2676.2 1 
150 | 1.9364 25828 27764 А 











1300 | 7.260 4683.5 54095 {$ 
P = 0.5 MPa (151.86°C) 
Sat. | 0.3749 2561.2 2748.7 


200 | 0.4249 2642.9 2855.4 
0.4744 2723.5 2960.7 


= — UN 
pe « - 

















pu ТЭ = 


FIGURE 3-40 
A partial listing of Table A—6. 








FIGURE 3-41 

At a specified P, superheated 
vapor exists at a higher h than 

the saturated vapor (Example 3-7). 
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Given: P and T 


VEV- er 
u=Uyer 


War 





FIGURE 3-42 

A compressed liquid may be 
approximated as a saturated liquid at 
the given temperature. 





80+ - 





ЇЇ 

Fg 

11 
eO Awo S 
u = Uf @ 80°C u 


FIGURE 3-43 
Schematic and 7-u diagram for 
Example 3-8. 
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3 Compressed Liquid 

Compressed liquid tables are not commonly available, and Table A—7 is the 
only compressed liquid table in this text. The format of Table A—7 is very 
much like the format of the superheated vapor tables. One reason for the lack 
of compressed liquid data is the relative independence of compressed liquid 
properties from pressure. Variation of properties of compressed liquid with 
pressure is very mild. Increasing the pressure 100 times often causes proper- 
ties to change less than 1 percent. 

In the absence of compressed liquid data, a general approximation is fo treat 
compressed liquid as saturated liquid at the given temperature (Fig. 3-42). 
This is because the compressed liquid properties depend on temperature much 
more strongly than they do on pressure. Thus, 


У урет 


for compressed liquids, where y is v, u, or h. Of these three properties, the 
property whose value is most sensitive to variations in the pressure is the en- 
thalpy h. Although the above approximation results in negligible error in v 
and u, the error in h may reach undesirable levels. However, the error in A at 
very high pressures can be reduced significantly by evaluating it from 

h= hert yer P -Paer 


instead of taking it to be just Aș. Here P,a is the saturation pressure at the given 
temperature. 
In general, a compressed liquid is characterized by 
Higher pressures (P > P,,, at a given T) 
Lower temperatures (T < T,,, at a given P) 
Lower specific volumes (v < vrat a given P or T) 
Lower internal energies (u < ușat a given P or T) 
Lower enthalpies (h < hrat a given P or T) 


But unlike superheated vapor, the compressed liquid properties are not much 
different from the saturated liquid values. 





EXAMPLE 3-8 Approximating Compressed Liquid 
as Saturated Liquid 


Determine the internal energy of compressed liquid water at 80°C and 5 MPa, 
using (a) data from the compressed liquid table and (b) saturated liquid data. 
What is the error involved in the second case? 


water are to be determined. 
Analysis At 80°C, the saturation pressure of water is 47.39 kPa, and since 
5 MPa > Pa we obviously have compressed liquid, as shown in Fig. 3-43. 


(a) From the compressed liquid table (Table A-7) 


P = 5 MPa 


T = 80°C 


E 
a 
a 
a 
= 
" 
и 
и 

SOLUTION The exact and approximate values of the internal energy of liquid 

| u = 333.72 kJ/kg 
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(b) From the saturation table (Table A-4), we read 
u = ure goc = 334.86 kJ/kg 
The error involved is 


334.86 — 333.72 


333.72 X 100 = 0.34% 


which is less than 1 percent. 





Reference State and Reference Values 

The values of u, h, and s cannot be measured directly, and they are calculated 
from measurable properties using the relations between thermodynamic prop- 
erties. However, those relations give the changes in properties, not the values 
of properties at specified states. Therefore, we need to choose a convenient 
reference state and assign a value of zero for a convenient property or proper- 
ties at that state. For water, the state of saturated liquid at 0.01?C is taken as 
the reference state, and the internal energy and entropy are assigned zero val- 
ues at that state. For refrigerant- 134a, the state of saturated liquid at —40?C is 
taken as the reference state, and the enthalpy and entropy are assigned zero 
values at that state. Note that some properties may have negative values as a 
result of the reference state chosen. 

It should be mentioned that sometimes different tables list different values 
for some properties at the same state as a result of using a different reference 
state. However, in thermodynamics we are concerned with the changes in 
properties, and the reference state chosen is of no consequence in calculations 
as long as we use values from a single consistent set of tables or charts. 





E EXAMPLE 3-9 The Use of Steam Tables to Determine Properties 


Ё Determine the missing properties and the phase descriptions in the following 


table for water: 





T, ^C P, kPa u, kJ/kg X Phase description 

















(a) 200 0.6 
(b 125 1600 

(c) 1000 2950 

(d) 75 500 

(e) 850 0.0 


SOLUTION Properties and phase descriptions of water are to be determined at 
various states. 

Analysis (a) The quality is given to be x = 0.6, which implies that 60 percent 
of the mass is in the vapor phase and the remaining 40 percent is in the liquid 
phase. Therefore, we have saturated liquid-vapor mixture at a pressure of 200 
kPa. Then the temperature must be the saturation temperature at the given 
pressure: 


Т = Т, өр, = 120.23°C — (Table A-5) 
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At 200 kPa, we also read from Table A-5 that u; = 504.49 kJ/kg and ug = 
2025.0 kJ/kg. Then the average internal energy of the mixture is 


u = и aF Хир 
= 504.49 kJ/kg + (0.6)(2025.0 kJ/kg) 
= 1719.49 kJ/kg 


(b) This time the temperature and the internal energy are given, but we do not 
know which table to use to determine the missing properties because we have 
no clue as to whether we have saturated mixture, compressed liquid, or super- 
heated vapor. To determine the region we are in, we first go to the saturation 
table (Table A-4) and determine the u; and u, values at the given temperature. 
At 125°C, we read u; = 524.74 kJ/kg and uz = 2534.6 kJ/kg. Next we compare 
the given u value to these upand ug values, keeping in mind that 


if u « ur we have compressed liquid 
if Up= U= ur we have saturated mixture 
if u> Ug we have superheated vapor 


In our case the given u value is 1600, which falls between the upand Uug values 
at 125?C. Therefore, we have saturated liquid-vapor mixture. Then the pressure 
must be the saturation pressure at the given temperature: 


Р = Р, ө 5c ^ 232.1 kPa (Table A-4) 


The quality is determined from 


|"—M; 1600 – 524.74 _ 
тре 





The criteria above for determining whether we have compressed liquid, 
saturated mixture, or superheated vapor can also be used when enthalpy h or 
specific volume vis given instead of internal energy u, or when pressure is given 
instead of temperature. 


(c) This is similar to case (b), except pressure is given instead of temperature. 
Following the argument given above, we read the u; and u, values at the speci- 
fied pressure. At 1 MPa, we have u; = 761.68 kJ/kg and ug = 2583.6 kJ/kg. 
The specified u value is 2950 kJ/kg, which is greater than the uj value at 
1 MPa. Therefore, we have superheated vapor, and the temperature at this state 
is determined from the superheated vapor table by interpolation to be 


T = 395.6°C (Table A—6) 


We would leave the quality column blank in this case since quality has no 
meaning for a superheated vapor. 


(d) In this case the temperature and pressure are given, but again we cannot tell 
which table to use to determine the missing properties because we do not know 
whether we have saturated mixture, compressed liquid, or superheated vapor. 
To determine the region we are in, we go to the saturation table (Table A-5) and 
determine the saturation temperature value at the given pressure. At 500 kPa, 
we have 7,4, — 151.86*C. We then compare the given 7 value to this 7,4 value, 
keeping in mind that 
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T, °C 
if Т < Tyat @ given p We have compressed liquid 
if T= Tyat @ given p We have saturated mixture 
if T> Tyat @ given Pp We have superheated vapor 


In our case, the given T value is 75°C, which is less than the 7,4 value at the 
specified pressure. Therefore, we have compressed liquid (Fig. 3-44), and nor- 
mally we would determine the internal energy value from the compressed liquid 
table. But in this case the given pressure is much lower than the lowest pres- 
sure value in the compressed liquid table (which is 5 MPa), and therefore we 
are justified to treat the compressed liquid as saturated liquid at the given tem- 
perature (not pressure): 





u= Uf@75°C u 


u = uje 7s°c = 313.90 kJ/kg (Table A-4) FIGURE 3-44 


At a given P and T, a pure substance 
will exist as a compressed 
liquid if T < Т, ер. 


We would leave the quality column blank in this case since quality has no 
meaning in the compressed liquid region. 


(e) The quality is given to be x = O, and thus we have saturated liquid at the 
specified pressure of 850 kPa. Then the temperature must be the saturation 
temperature at the given pressure, and the internal energy must have the satu- 
rated liquid value: 


Т = Т, о вѕокра = 172.96°С (Table A-5) 
И = Ире gsokPa — 731.27 kJ/kg (Table A—5) 








3-6 = THE IDEAL-GAS EQUATION OF STATE 


Property tables provide very accurate information about the properties, but 
they are bulky and vulnerable to typographical errors. A more practical and 
desirable approach would be to have some simple relations among the prop- 
erties that are sufficiently general and accurate. 

Any equation that relates the pressure, temperature, and specific volume of 
a substance is called an equation of state. Property relations that involve 
other properties of a substance at equilibrium states are also referred to as 
equations of state. There are several equations of state, some simple and oth- 
ers very complex. The simplest and best-known equation of state for sub- 
stances in the gas phase is the ideal-gas equation of state. This equation 
predicts the P-v-T behavior of a gas quite accurately within some properly 
selected region. 

Gas and vapor are often used as synonymous words. The vapor phase of a 
substance is customarily called a gas when it is above the critical temperature. 
Vapor usually implies a gas that is not far from a state of condensation. 

In 1662, Robert Boyle, an Englishman, observed during his experiments 
with a vacuum chamber that the pressure of gases is inversely proportional to 
their volume. In 1802, J. Charles and J. Gay-Lussac, Frenchmen, experimen- 
tally determined that at low pressures the volume of a gas is proportional to its 
temperature. That is, 

p= r|? 


Vv 
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Substance 


Air 
Helium 
Argon 
Nitrogen 


FIGURE 3-45 


Different substances have different gas 


constants. 





R, kI/kg-K 


0.2870 
2.0769 
0.2081 
0.2968 








v, m?/kg 
u, kJ/kg 
h, kJ/kg 





У 
Per unit mass 





Per unit mole 
v, m?/kmol 
и, kJ/kmol 
h, kJ/kmol 











FIGURE 3-46 


Properties per unit mole are denoted 
with a bar on the top. 


Page 92 T 


92 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


or 


Pv = RT (3-9) 


where the constant of proportionality R is called the gas constant. Equation 
3-9 is called the ideal-gas equation of state, or simply the ideal-gas relation, 
and a gas that obeys this relation is called an ideal gas. In this equation, P 
is the absolute pressure, T is the absolute temperature, and v is the specific 
volume. 

The gas constant R is different for each gas (Fig. 3—45) and is determined 
from 


Ri 
Rei (kJ/kg - K or kPa - m*/kg - К) (3-10) 


where R, is the universal gas constant and M is the molar mass (also called 
molecular weight) of the gas. The constant R, is the same for all substances, 
and its value is 


8.314 kJ/kmol - K 
8.314 kPa - m?/kmol - K 
. 10.08314 bar - m?/kmol - К 
Ru = |1986 Bu/Ibmol - R Фан 
10.73 psia - ft?/Ibmol - R 


1545 ft - Ibf/Ibmol - R 


The molar mass M can simply be defined as the mass of one mole (also 
called a gram-mole, abbreviated gmol) of a substance in grams, or the mass of 
one kmol (also called a kilogram-mole, abbreviated kgmol) in kilograms. In 
English units, it is the mass of 1 Ibmol in Ibm. Notice that the molar mass of a 
substance has the same numerical value in both unit systems because of the 
way it is defined. When we say the molar mass of nitrogen is 28, it simply 
means the mass of 1 kmol of nitrogen is 28 kg, or the mass of 1 Ibmol of ni- 
trogen is 28 Ibm. That is, M — 28 kg/kmol — 28 Ibm/Ibmol. The mass of a 
system is equal to the product of its molar mass M and the mole number N: 


m = MN (kg) (3-12) 


The values of R and M for several substances are given in Table A-1. 
The ideal-gas equation of state can be written in several different forms: 


V—-mu — PV=mRT (3-13) 
mR = (MN)R = NR, —>  PV-NR,T (3-14) 
ҮүҮ-МЫ» -»- PD=R,T (3-15) 


where D is the molar specific volume, that is, the volume per unit mole (in 
m?/kmol or ft?/Ipmol). A bar above a property will denote values on a unit- 
mole basis throughout this text (Fig. 3—46). 

By writing Eq. 3-13 twice for a fixed mass and simplifying, the properties 
of an ideal gas at two different states are related to each other by 








PS BAM 
Т = т (3-16) 
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An ideal gas is an imaginary substance that obeys the relation Pu — RT 
(Fig. 3-47). It has been experimentally observed that the ideal-gas relation 
given closely approximates the P-v-T behavior of real gases at low densities. 
At low pressures and high temperatures, the density of a gas decreases, and 
the gas behaves as an ideal gas under these conditions. What constitutes low 
pressure and high temperature is explained later. 

In the range of practical interest, many familiar gases such as air, nitrogen, 
oxygen, hydrogen, helium, argon, neon, krypton, and even heavier gases such 
as carbon dioxide can be treated as ideal gases with negligible error (often less 
than 1 percent). Dense gases such as water vapor in steam power plants and 
refrigerant vapor in refrigerators, however, should not be treated as ideal 
gases. Instead, the property tables should be used for these substances. 





1 EXAMPLE 3-10 Mass of Air in a Room 


E Determine the mass of the air in a room whose dimensions are 4 m x 5 m x 
g 6 m at 100 kPa and 25°C. 
и 
SOLUTION The mass of air in a room is to be determined. 
Analysis A sketch of the room is given in Fig. 3-48. Air at specified conditions 
can be treated as an ideal gas. From Table A-1, the gas constant of air 
is R = 0.287 kPa - m3/kg - K, and the absolute temperature is T = 
25°C + 273 = 298 K. The volume of the room is 


V — (4 m)(5 m)(6 m) ^ 120 n? 
The mass of air in the room is determined from the ideal-gas relation to be 


PV (100 КРа)(120 тз) 
"КТ (0.287 kPa: m3/kg - K)(298 K) 





= 140.3 kg 








Is Water Vapor an Ideal Gas? 

This question cannot be answered with a simple yes or no. The error involved 
in treating water vapor as an ideal gas is calculated and plotted in Fig. 3-49. 
It is clear from this figure that at pressures below 10 kPa, water vapor can be 
treated as an ideal gas, regardless of its temperature, with negligible error (less 
than 0.1 percent). At higher pressures, however, the ideal-gas assumption 
yields unacceptable errors, particularly in the vicinity of the critical point and 
the saturated vapor line (over 100 percent). Therefore, in air-conditioning 
applications, the water vapor in the air can be treated as an ideal gas with 
essentially no error since the pressure of the water vapor is very low. In steam 
power plant applications, however, the pressures involved are usually very 
high; therefore, ideal-gas relations should not be used. 


3-7 = COMPRESSIBILITY FACTOR—A MEASURE OF 
DEVIATION FROM IDEAL-GAS BEHAVIOR 


The ideal-gas equation is very simple and thus very convenient to use. But, as 
illustrated in Fig. 3-49, gases deviate from ideal-gas behavior significantly at 
states near the saturation region and the critical point. This deviation from 
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15 IT 
REALLY? 





The ideal-gas relation often is not 
applicable to real gases; thus, care 
should be exercised when using it. 
(Reprinted with special permission of 
King Features Syndicate.) 


Р = 100 КРа 
Ir epe 
m=? 





FIGURE 3-48 
Schematic for Example 3-10. 
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FIGURE 3-49 


Percentage of error 


(Uie — Videatl /Praviel X 100) involved 


in assuming steam to be an ideal gas 
and the region where steam can be 
treated as an ideal gas with less 

than 1 percent error. 
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ideal-gas behavior at a given temperature and pressure can accurately be 


00 


v, m/kg 


accounted for by the introduction of a correction factor called the compressi- 


bility factor Z defined as 





Pv 
2 RT (3-17) 
or 
It can also be expressed as 
IDEAL REAL шэн 
GAS GASES Videat PUN 
Z-1 Z Z : where uj, — RT/P. Obviously, Z — 1 for ideal gases. For real gases Z can be 
«1 greater than or less than unity (Fig. 3—50). The farther away Z is from unity, 
the more the gas deviates from ideal-gas behavior. 
FIGURE 3-50 


The compressibility factor is unity 
for ideal gases. 


We have repeatedly said that gases follow the ideal-gas equation closely 
at low pressures and high temperatures. But what exactly constitutes low 
pressure or high temperature? Is — 100?C a low temperature? It definitely is 
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for most substances, but not for air. Air (or nitrogen) can be treated as an ideal 
gas at this temperature and atmospheric pressure with an error under 1 per- 
cent. This is because nitrogen is well over its critical temperature (— 147°C) 
and away from the saturation region. At this temperature and pressure, how- 
ever, most substances would exist in the solid phase. Therefore, the pressure 
or temperature of a substance is high or low relative to its critical temperature 
or pressure. 

Gases behave differently at a given temperature and pressure, but they 
behave very much the same at temperatures and pressures normalized with re- 
spect to their critical temperatures and pressures. The normalization is done as 

P T 


Рр = P. and Тр = T. (3-20) 


Here P, is called the reduced pressure and T} the reduced temperature. The 
Z factor for all gases is approximately the same at the same reduced pressure 
and temperature. This is called the principle of corresponding states. In Fig. 
3—51, the experimentally determined Z values are plotted against P, and T, for 
several gases. The gases seem to obey the principle of corresponding states 
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FIGURE 3-51 
Comparison of Z factors for various gases. 
[Source: Gour-Jen Su, "Modified Law of Corresponding States,” Ind. Eng. Chem. (international ed.) 38 (1946), p. 803. ] 
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x reasonably well. By curve-fitting all the data, we obtain the generalized com- 








REAL P20 IDEAL pressibility chart that can be used for all gases (Fig. A—34). 
GAS GAS The following observations can be made from the generalized compressi- 
bility chart: 
FIGURE 3-52 1. At very low pressures (Pp < 1), the gases behave as an ideal gas 
At very low pressures, all gases regardless of temperature (Fig. 3—52), 
approach ideal-gas behavior 2. At high temperatures (Tp > 2), ideal-gas behavior can be assumed with 
(regardless of their temperature). good accuracy regardless of pressure (except when Pp >1). 
3. The deviation of a gas from ideal-gas behavior is greatest in the vicinity 
Th of the critical point (Fig. 3-53). 
Ideal- 
Nonideal- BAS. — 
gas behavior 
behavior 
= EXAMPLE 3-11 ^ The Use of Generalized Charts 
Ideal- E Determine the specific volume of refrigerant-134a at 1MPa and 50°C, using 
gas (2) the ideal-gas equation of state and (b) the generalized compressibility chart. 
behavior gm Compare the values obtained to the actual value of 0.02171 m3/kg and deter- 
m mine the error involved in each case. 
11100. а 
. SOLUTION The specific volume of refrigerant-134a is to be determined as- 
FIGURE 3-53 suming ideal- and nonideal-gas behavior. 
Gases deviate from the ideal-gas Analysis The gas constant, the critical pressure, and the critical temperature 
behavior most in the neighborhood of refrigerant-134a are determined from Table A-1 to be 


of the critical point. 
К = 0.0815 kPa - m'/kg- K 


P., = 4.067 MPa 
Т, = 3743 К 


(a) The specific volume of refrigerant-134a under the ideal-gas assumption is 


_ RT _ (0.0815 kPa - m*/kg - K)(323 K) 
v= p 1000 kPa 





— 0.02632 m?/kg 


Therefore, treating the refrigerant-134a vapor as an ideal gas would result in an 
error of (0.02632 — 0.02171)/0.02171 = 0.212, or 21.2 percent in this case. 


(b) To determine the correction factor Z from the compressibility chart, we first 
need to calculate the reduced pressure and temperature: 


P ] MPa 
Pn — p. — 4.067 MPa 
323K. 


T Е 
T= 7 = 3743 K 0863 


= 0.246 
Z = 0.84 


Thus 
U — Zu; — (0.84)(0.02632 m?/kg) — 0.02211 m?/kg 


Discussion The error in this result is less than 2 percent. Therefore, in the ab- 
sence of tabulated data, the generalized compressibility chart can be used with 
confidence. 
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When P and v, or T and v, are given instead of P and T, the generalized 


compressibility chart can still be used to determine the third property, but it 
would involve tedious trial and error. Therefore, it is necessary to define one 
more reduced property called the pseudo-reduced specific volume v; as 


Vactual 


~ RT ./Po, 





Un (3-21) 


Note that vp is defined differently from Pkr and Tp. It is related to T, and Po 
instead of Va. Lines of constant vg are also added to the compressibility 
charts, and this enables one to determine T or P without having to resort to 
time-consuming iterations (Fig. 3-54). 





EXAMPLE 3-12 Using Generalized Charts to Determine Pressure 


Determine the pressure of water vapor at 600°F and 0.514 ft3/lbm, using 
(a) the steam tables, (b) the ideal-gas equation, and (c) the generalized 
compressibility chart. 


SOLUTION The pressure of water vapor is to be determined in three differ- 
ent ways. 
Analysis A sketch of the system is given in Fig. 3-55. The gas constant, the 
critical pressure, and the critical temperature of steam are determined from 
Table A-1E to be 
R = 0.5956 psia - ft?/Ibm - R 
P., = 3204 psia 
T,, = 1165.3 R 


(a) The pressure at the specified state is determined from Table A-6E to be 


v = 0.514 ft/Ibm E : 
T = 600°F | P = 1000 psia 
This is the experimentally determined value, and thus it is the most accurate. 


(b) The pressure of steam under the ideal-gas assumption is determined from 
the ideal-gas relation to be 
A RT _ (0.5956 psia - ft?/lbm - R)(1060 R) 
v 0.514 ft?/lbm 





= 1228 psia 


Therefore, treating the steam as an ideal gas would result in an error of (1228 
— 1000)/1000 = 0.228, or 22.8 percent in this case. 


(c) To determine the correction factor Z from the compressibility chart (Fig. 
A-34), we first need to calculate the pseudo-reduced specific volume and the 
reduced temperature: 





Шог (0.514 ft3/Ibm)(3204 psia) 1205 
Әк Рт. ТР. (0.5956 psia - f@/lbm - R\(1165.3R) ^ 
Р, = 0.33 
x n NUR E у 
ул ТН 
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Pp= 


m 
Z-... 
-—_U____| (Fig. A-34) 
E КТ, /Р,, È 





FIGURE 3-54 

The compressibility factor can 
also be determined from a 
knowledge of Pp and vp. 


H,O 


T = 600°F 


U — 0.514 ft/Ibm 
Р =? 





FIGURE 3-55 
Schematic for Example 3-12. 


cen54261 ch03.qxd 





11/17/03 2:29 РМ 


98 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


P, psia 


1000 
1057 
1228 


Exact 
Z chart 
Ideal gas 


(from Example 3-11) 





FIGURE 3-56 

Results obtained by using the 
compressibility chart are usually 
within a few percent of the 
experimentally determined values. 


van der Waals 
Berthelet 
Redlich-Kwang 


Beattie-Bridgeman 


Benedict-Webb-Rubin 
Strobridge 
Virial 





FIGURE 3-57 
Several equations of state have been 
proposed throughout history. 





Critical point 











FIGURE 3-58 

Critical isotherm of a pure substance 
has an inflection point at the critical 
state. 
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Thus, 
P — P&P, — (0.33)(3204 psia) = 1057 psia 


Discussion Using the compressibility chart reduced the error from 22.8 to 
5.7 percent, which is acceptable for most engineering purposes (Fig. 3-56). 
A bigger chart, of course, would give better resolution and reduce the reading 
errors. Notice that we did not have to determine Z in this problem since we 
could read Pp directly from the chart. 





3-8 = OTHER EQUATIONS OF STATE 


The ideal-gas equation of state is very simple, but its range of applicability is 
limited. It is desirable to have equations of state that represent the P-v-T 
behavior of substances accurately over a larger region with no limitations. 
Such equations are naturally more complicated. Several equations have been 
proposed for this purpose (Fig. 3-57), but we shall discuss only three: the 
van der Waals equation because it is one of the earliest, the Beattie-Bridgeman 
equation of state because it is one of the best known and is reasonably ac- 
curate, and the Benedict-Webb-Rubin equation because it is one of the more 
recent and is very accurate. 


Van der Waals Equation of State 

The van der Waals equation of state was proposed in 1873, and it has two con- 
stants that are determined from the behavior of a substance at the critical 
point. It is given by 


(v— b) - RT (3-22) 





p+4 
v2 





Van der Waals intended to improve the ideal-gas equation of state by 
including two of the effects not considered in the ideal-gas model: the inter- 
molecular attraction forces and the volume occupied by the molecules them- 
selves. The term a/v” accounts for the intermolecular forces, and b accounts 
for the volume occupied by the gas molecules. In a room at atmospheric pres- 
sure and temperature, the volume actually occupied by molecules is only 
about one-thousandth of the volume of the room. As the pressure increases, 
the volume occupied by the molecules becomes an increasingly significant 
part of the total volume. Van der Waals proposed to correct this by replacing 
vin the ideal-gas relation with the quantity v — b, where b represents the vol- 
ume occupied by the gas molecules per unit mass. 

The determination of the two constants appearing in this equation is based 
on the observation that the critical isotherm on a P-v diagram has a horizontal 
inflection point at the critical point (Fig. 3—58). Thus, the first and the second 
derivatives of P with respect to v at the critical point must be zero. That is, 


42 
-0 and [ne 


oP - 
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2) = Ta = const | = Ta = const 
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By performing the differentiations and eliminating v,,, the constants a and b 

are determined to be 

278 Т2. RT, 
64P, and b= 8P, 





a= (3-23) 


The constants a and b can be determined for any substance from the critical- 
point data alone (Table A-1). 

The accuracy of the van der Waals equation of state is often inadequate, but 
it can be improved by using values of a and b that are based on the actual 
behavior of the gas over a wider range instead of a single point. Despite its 
limitations, the van der Waals equation of state has a historical value in that it 
was one of the first attempts to model the behavior of real gases. The van der 
Waals equation of state can also be expressed on a unit-mole basis by replac- 
ing the vin Eq. 3—22 by v and the R in Eqs. 3-22 and 3-23 by R,,. 


Beattie-Bridgeman Equation of State 
The Beattie-Bridgeman equation, proposed in 1928, is an equation of state 
based on five experimentally determined constants. It was proposed as 








P ах: R,T С pi B A 
E spp 5-5 (3-24) 
where 
a b 
A= Ad = : and B= ы. = » (3-25) 
D D 


The constants appearing in the above equation are given in Table 3-4 for var- 
ious substances. The Beattie-Bridgeman equation is known to be reasonably 
accurate for densities up to about 0.89,,, where p,, is the density of the sub- 
stance at the critical point. 


Benedict-Webb-Rubin Equation of State 
Benedict, Webb, and Rubin extended the Beattie-Bridgeman equation in 1940 
by raising the number of constants to eight. It is expressed as 


C, bR,T—a аа с = 
а а ае а ра рч 
ТӨР D D- pT D- 


RT 
Pe ee: Æ 
U 








В,К,Т Ao 


(3-26) 


The values of the constants appearing in this equation are given in Table 3-4. 
This equation can handle substances at densities up to about 2.5p,,. In 1962, 
Strobridge further extended this equation by raising the number of constants 
to 16 (Fig. 3-59). 
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van der Waals: 2 constants. 
Accurate over a limited range. 







Beattie-Bridgeman: 5 constants. 
Accurate for 9 «0.8 р... 







Benedict-Webb-Rubin: 8 constants. 
Accurate for p «2.5 D. 






Strobridge: 16 constants. 
More suitable for 
computer calculations. 










Virial: may vary. 
Accuracy depends on the 
number of terms used. 






FIGURE 3-59 

Complex equations of state represent 
the P-v-T behavior of gases more 
accurately over a wider range. 
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TABLE 3-4 
Constants that appear in the Beattie-Bridgeman and the Benedict-Webb-Rubin equations of state 


(a) When Pis in kPa, V is in m3/kmol, Tis in K, and R, = 8.314 kPa - m3/kmol - K, the five constants in the Beattie- 
Bridgeman equation are as follows: 





Gas Ao a Bo b C 

Air 131.8441 0.01931 0.04611 —0.001101 4.34 x 104 
Argon, Ar 130.7802 0.02328 0.03931 0.0 5.99 x 104 
Carbon dioxide, CO; 507.2836 0.07132 0.10476 0.07235 6.60 х 109 
Helium, He 2.1886 0.05984 0.01400 0.0 40 
Hydrogen, H5 20.0117 —0.00506 0.02096 —0.04359 504 
Nitrogen, No 136.2315 0.02617 0.05046 -0.00691 4.20 x 104 
Oxygen, O5 151.0857 0.02562 0.04624 0.004208 4.80 x 104 


Source: Gordon J. Van Wylen and Richard E. Sonntag, Fundamentals of Classical Thermodynamics, English/SI Version, 3rd ed. (New York: John Wiley & 
Sons, 1986), p. 46, table 3.3. 


(b) When P is in kPa, v is in m3/kmol, T is in K, and R, = 8.314 kPa - m?/kmol - K, the eight constants in the Benedict- 
Webb-Rubin equation are as follows: 





Gas a Ao b Bo C Co а y 
n-Butane, 

СН; о 190.68 1021.6 0.039998 0.12436 3.205 х 107 1.006 х 108 1.101 х 10-3 0.0340 
Сагроп 

dioxide, CO; 13.86 277.80 0.007210 0.04991 1.511 х 106 1.404 х 107 8.470 х 10-5 0.00539 
Сагроп 

monoxide, CO 3.71 135.87 0.002632 0.05454 1.054 х 105 8.673 х 105 1.350 х 10^^ 0.0060 
Methane, CH, 5.00 187.91 0.003380 0.04260 2.578 х 105 2.286 х 106 1.244 х 10-4 0.0060 
Nitrogen, N3 2.54 106.73 0.002328 0.04074 7.379 х 101 8.164 х 105 1.272 х 10-* 0.0053 


Source: Kenneth Wark, Thermodynamics, 4th ed. (New York: McGraw-Hill, 1983), p. 815, table A-21M. Originally published in H. W. Cooper апа 
J.C. Goldfrank, Hydrocarbon Processing 46, no. 12 (1967), p. 141. 


Virial Equation of State 


The equation of state of a substance can also be expressed in a series form as 


ЫТ) " 


T 
RT, aT) , E 


29 «гу. алт... 
vU U^ 


P Е Т 
Qe p? 


(3-27) 





This and similar equations are called the virial equations of state, and the co- 
efficients a(T), b(T), c(T), and so on, that are functions of temperature alone 
are called virial coefficients. These coefficients can be determined experi- 
mentally or theoretically from statistical mechanics. Obviously, as the pres- 
sure approaches zero, all the virial coefficients will vanish and the equation 
will reduce to the ideal-gas equation of state. The P-v-T behavior of a sub- 
stance can be represented accurately with the virial equation of state over a 
wider range by including a sufficient number of terms. The equations of state 
discussed here are applicable to the gas phase of the substances only, and thus 
should not be used for liquids or liquid—vapor mixtures. 

Complex equations represent the P-v-T behavior of substances reasonably 
well and are very suitable for digital computer applications. For hand cal- 
culations, however, it is suggested that the reader use the property tables or 
the simpler equations of state for convenience. This is particularly true for 
specific-volume calculations since all the earlier equations are implicit in v 
and will require a trial-and-error approach. The accuracy of the van der Waals, 
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= = 
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0.0% <- Benedict-Webb-Rubin (bottom) 
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= 
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FIGURE 3-60 


Percentage of error involved in various equations of state for nitrogen (96 error = [(|Vjable — 


Beattie-Bridgeman, and Benedict-Webb-Rubin equations of state is illustrated 
in Fig. 3-60. It is apparent from this figure that the Benedict-Webb-Rubin 
equation of state is usually the most accurate. 





m EXAMPLE 3-13 


E Predict the pressure of nitrogen gas at T = 175 K and и = 0.00375 т3/ке оп 
g the basis of (a) the ideal-gas equation of state, (b) the van der Waals equation 
m of state, (c) the Beattie-Bridgeman equation of state, and (d) the Benedict- 
m Webb-Rubin equation of state. Compare the values obtained to the experimen- 
B tally determined value of 10,000 kPa. 

и 


Different Methods of Evaluating Gas Pressure 


S SOLUTION The pressure of nitrogen gas is to be determined using four differ- 
ent equations of state. 
Analysis (a) Using the ideal-gas equation of state, the pressure is found to be 





Эс RT _ (0.2968 kPa - m*/kg - K)(175 K) 


= 13,851 kPa 
v 0.00375 m?/kg 
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lkg 1 Ке 
ІКОМ WATER 
20 430°C 20 430°C 
4.5 kJ 41.8 kJ 
FIGURE 3-61 


It takes different amounts of energy to 


raise the temperature of different 
substances by the same amount. 


which is in error by 38.5 percent. 
(b) The van der Waals constants for nitrogen are determined from Eq. 3-23 to be 


a = 0.175 mé - kPa/kg? 
b — 0.00138 m?/kg 


From Eq. 3-22, 
RT a 


D uem n OI KPA 





which is in error by 5.3 percent. 


(c) The constants in the Beattie-Bridgeman equation are determined from 
Table 3-4 to be 


A — 102.29 
B — 0.05378 
c — 42 X 10* 


Also, v — Mv — (28.013 kg/mol)(0.00375 m?/kg) — 0.10505 m?/kmol. Sub- 
stituting these values into Eq. 3-24, we obtain 


(0 * B) — - = 10,110 kPa 





5 Eur ? 
JT? 


D? 





which is in error by 1.1 percent. 


(d) The constants in the Benedict-Webb-Rubin equation are determined from 
Table 3-4 to be 


a — 2.54 Ao = 106.73 
b = 0.002328 В, = 0.04074 

с = 7.379 х 107 С, = 8.164 х 105 
а = 1.272 х 104 у = 0.0053 


Substituting these values into Eq. 3-26 gives 











R,T Co 1 bR,T Za 5 аа , C н БА (03 
p= = aig BoR,T Ao E D? ; D? i DT? 14 me С 
= 10,009 КРа 


which is іп error by only 0.09 percent. Thus, the accuracy of the Benedict- 
Webb-Rubin equation of state is rather impressive in this case. 








3-9 = SPECIFIC HEATS 


We know from experience that it takes different amounts of energy to raise the 
temperature of identical masses of different substances by one degree. For 
example, we need about 4.5 kJ of energy to raise the temperature of 1 kg of 
iron from 20 to 30°C, whereas it takes about 9 times this energy (41.8 kJ to be 
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exact) to raise the temperature of 1 kg of liquid water by the same amount 
(Fig. 3-61). Therefore, it is desirable to have a property that will enable us to 
compare the energy storage capabilities of various substances. This property 
is the specific heat. 

The specific heat is defined as the energy required to raise the temperature 
of a unit mass of a substance by one degree (Fig. 3-62). In general, this energy 
will depend on how the process is executed. In thermodynamics, we are inter- 
ested in two kinds of specific heats: specific heat at constant volume C, and 
specific heat at constant pressure C,. 

Physically, the specific heat at constant volume C, can be viewed as the 
energy required to raise the temperature of the unit mass of a substance by 
one degree as the volume is maintained constant. 'The energy required to do 
the same as the pressure is maintained constant is the specific heat at constant 
pressure C,,. This is illustrated in Fig. 3-63. The specific heat at constant pres- 
sure C, is always greater than C, because at constant pressure the system is 
allowed to expand and the energy for this expansion work must also be sup- 
plied to the system. 

Now we will attempt to express the specific heats in terms of other thermo- 
dynamic properties. First, consider a fixed mass in a stationary closed system 
undergoing a constant-volume process (and thus no expansion or compression 
work is involved). The conservation of energy principle ej, — Eou = Ае, уе 
for this process can be expressed in the differential form as 


де = дец = и 
The left-hand side of this equation represents the net amount of energy trans- 


ferred to the system. From the definition of C,, this energy must be equal to 
C, dT, where dT is the differential change in temperature. Thus, 


C, dT = du at constant volume 


_ [ou 
шан [n 
Similarly, an expression for the specific heat at constant pressure C, can be 


obtained by considering a constant-pressure expansion or compression 
process. It yields 


or 


(3-28) 


(3-29) 


Equations 3-28 and 3-29 are the defining equations for C, and C,, and their 
interpretation is given in Fig. 3-64. 

Note that C, and C, are expressed in terms of other properties; thus, they 
must be properties themselves. Like any other property, the specific heats of a 
substance depend on the state that, in general, is specified by two independent, 
intensive properties. That is, the energy required to raise the temperature of a 
substance by one degree will be different at different temperatures and pres- 
sures (Fig. 3-65). But this difference is usually not very large. 

A few observations can be made from Eqs. 3-28 and 3-29. First, these 
equations are property relations and as such are independent of the type of 
processes. They are valid for any substance undergoing any process. The only 
relevance C, has to a constant-volume process is that C, happens to be the 
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т= 1 Ко 
МЕ ЛЕС 


Specific heat = 5 kJ/kg -°C 


Т 


5Ю 


FIGURE 3-62 

Specific heat is the energy required 
to raise the temperature of a unit 
mass of a substance by one 

degree in a specified way. 











V = constant P = constant 


т= 1 Ко 
NTE all 


т= 1 Ко 
АТ = 1°С 
kJ kJ 


ЕИ тс а Бс 


3.12 kJ 5.2 kJ 
FIGURE 3-63 


Constant-volume and constant- 
pressure specific heats C, and C, 
(values given are for helium gas). 


ee, 














NE 
Cv -(89) 


= the change in internal energy 
with temperature at 
constant volume 








9h : 
m 
» Var], 


= the change in enthalpy with 
temperature at constant 
pressure 














FIGURE 3-64 


Formal definitions of C, and C,. 
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AIR AIR 





energy transferred to a system during a constant-volume process per unit mass 
per unit degree rise in temperature. This is how the values of C, are deter- 
m-lkg m-lkg mined. This is also how the name specific heat at constant volume originated. 
300301 K 10001001 K Likewise, the energy transferred to a system per unit mass per unit tempera- 
ture rise during a constant-pressure process happens to be equal to C,. This is 

4 ”, how the values of C, can be determined and also explains the origin of the 

0.718 kJ 0.855 kJ name specific heat at constant pressure. 

FIGURE 3-65 Another observation that can be made from Eqs. 3—28 and 3-29 18 ша! С, is 
The specific heat of a substance related to the changes in internal energy and C, to the changes in enthalpy. In 
changes with temperature. fact, it would be more proper to define C, as the change in the internal energy 
of a substance per unit change in temperature at constant volume. Likewise, 
C, can be defined as the change in the enthalpy of a substance per unit change 
in temperature at constant pressure. In other words, C, is a measure of the 
variation of internal energy of a substance with temperature, and C, is a mea- 
sure of the variation of enthalpy of a substance with temperature. 

Both the internal energy and enthalpy of a substance can be changed by the 
transfer of energy in any form, with heat being only one of them. Therefore, 
the term specific energy is probably more appropriate than the term specific 
heat, which implies that energy is transferred (and stored) in the form of heat. 

A common unit for specific heats is kJ/kg - °C or kJ/kg - K. Notice that 
these two units are identical since AT(°C) = AT(K), and 1°C change in tem- 
perature is equivalent to a change of 1 K. The specific heats are sometimes 
given on a molar basis. They are then denoted by C , and C. p and have the unit 
kJ/kmol - °C or kJ/kmol - K. 


3-10 = INTERNAL ENERGY, ENTHALPY, 
AND SPECIFIC HEATS OF IDEAL GASES 


We defined an ideal gas as a gas whose temperature, pressure, and specific 
volume are related by 

















Pv = RT 


It has been demonstrated mathematically and experimentally (Joule, 1843) 


А that for an ideal gas the internal energy is a function of the temperature only. 
Thermometer That is 


и = и(Т) (3-30) 


In his classical experiment, Joule submerged two tanks connected with a 
pipe and a valve in a water bath, as shown in Fig. 3-66. Initially, one tank con- 
tained air at a high pressure and the other tank was evacuated. When thermal 
equilibrium was attained, he opened the valve to let air pass from one tank to 
the other until the pressures equalized. Joule observed no change in the tem- 
perature of the water bath and assumed that no heat was transferred to or from 
the air. Since there was also no work done, he concluded that the internal en- 





AIR Evacuated ergy of the air did not change even though the volume and the pressure 

(high pressure) changed. Therefore, he reasoned, the internal energy is a function of tem- 

FIGURE 3-66 perature only and not a function of pressure or specific volume. (Joule later 

Schematic of the experimental showed that for gases that deviate significantly from ideal-gas behavior, the 
apparatus used by Joule. internal energy is not a function of temperature alone.) 
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Using the definition of enthalpy and the equation of state of an ideal gas, 
we have 


А=и + Pv 2 
Pv=RT | h=u+RT 
Since R is constant and u = u(T), it follows that the enthalpy of an ideal gas 
is also a function of temperature only: 


h= hT) (3-31) 


Since u and h depend only on temperature for an ideal gas, the specific heats 
C, and C, also depend, at most, on temperature only. Therefore, at a given 
temperature, u, h, C,, and C, of an ideal gas will have fixed values regardless 
of the specific volume or pressure (Fig. 3-67). Thus, for ideal gases, the par- 
tial derivatives in Eqs. 3-28 and 3-29 can be replaced by ordinary derivatives. 
Then the differential changes in the internal energy and enthalpy of an ideal 
gas can be expressed as 





du = СХТ) ат (3-32) 
FIGURE 3-67 
and For ideal gases, u, h, C,, and C, 
dh = CT) dT (3-33) vary with temperature only. 


The change in internal energy or enthalpy for an ideal gas during a process 
from state 1 to state 2 is determined by integrating these equations: 


2 
Au = ш = щ = | CT) dT (kJ/kg) (3-34) 
1 
and 
Ah = h — h, = | “C(T) aT (kJ/kg) (3-35) 
1 


To carry out these integrations, we need to have relations for C, and C, as 
functions of temperature. 

At low pressures, all real gases approach ideal-gas behavior, and therefore 
their specific heats depend on temperature only. The specific heats of real 
gases at low pressures are called ideal-gas specific heats, or zero-pressure 
specific heats, and are often denoted C, and C. Accurate analytical expres- 
sions for ideal-gas specific heats, based on direct measurements or calcu- 
lations from statistical behavior of molecules, are available and are given 
as third-degree polynomials in the appendix (Table A—2c) for several gases. 
A plot of CT) data for some common gases is given in Fig. 3-68. 

The use of ideal-gas specific heat data is limited to low pressures, but these 
data can also be used at moderately high pressures with reasonable accuracy 
as long as the gas does not deviate from ideal-gas behavior significantly. 

The integrations in Eqs. 3-34 and 3—35 are straightforward but rather time- 
consuming and thus impractical. To avoid these laborious calculations, u 
and h data for a number of gases have been tabulated over small temperature 
intervals. These tables are obtained by choosing an arbitrary reference point 
and performing the integrations in Eqs. 3-34 and 3-35 by treating state 1 as 
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FIGURE 3-68 

Ideal-gas constant-pressure 
specific heats for some gases 

(see Table A-2c for C, equations). 





AIR 
T,K и, КИКБ А, КИК 
0 0 0 


300 214.17 300.19 
310 221-25 310.24 


FIGURE 3-69 

In the preparation of ideal-gas tables, 
O K is chosen as the reference 
temperature. 
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1000 2000 3000 
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the reference state. In the ideal-gas tables given in the appendix, zero kelvin is 
chosen as the reference state, and both the enthalpy and the internal energy are 
assigned zero values at that state (Fig. 3—69). The choice of the reference state 
has no effect on Au or Ah calculations. The u and h data are given in kJ/kg for 
air (Table A-21) and usually in kJ/kmol for other gases. The unit kJ/kmol is 
very convenient in the thermodynamic analysis of chemical reactions. 

Some observations can be made from Fig. 3-68. First, the specific heats of 
gases with complex molecules (molecules with two or more atoms) are higher 
and increase with temperature. Also, the variation of specific heats with tem- 
perature is smooth and may be approximated as linear over small temperature 
intervals (a few hundred degrees or less). Then the specific heat functions in 
Eqs. 3-34 and 3-35 can be replaced by the constant average specific heat val- 
ues. Now the integrations in these equations can be performed, yielding 


b= mC amh (КК) (3-36) 


and 


ъ= № = С, „(Т = Т) (К/К) (3-37) 


The specific heat values for some common gases are listed as a function of 
temperature in Table A-2b. The average specific heats C, ,y and Cy ay are 
evaluated from this table at the average temperature (7, + T,)/2, as shown in 
Fig. 3-70. If the final temperature T, is not known, the specific heats may 
be evaluated at T, or at anticipated average temperature. Then T, can be 


-6- 


cen54261 ch03.qxd 11/17/03 2:29 PM Page 107 F | 


107 
CHAPTER 3 





determined by using these specific heat values. The value of T; can be refined, 
if necessary, by evaluating the specific heats at the new average temperature. 

Another way of determining the average specific heats is to evaluate them 
at T, and T, and then take their average. Usually both methods give reason- 
ably good results, and one is not necessarily better than the other. 

Another observation that can be made from Fig. 3—68 is that the ideal-gas 
specific heats of monatomic gases such as argon, neon, and helium remain 
constant over the entire temperature range. Thus, Au and Ah of monatomic 
gases can easily be evaluated from Eqs. 3-36 and 3-37. 

Note that the Au and Ah relations given previously are not restricted to any 
kind of process. They are valid for all processes. The presence of the constant- 
volume specific heat C, in an equation should not lead one to believe that 





this equation is valid for a constant-volume process only. On the contrary, FIGURE 3-70 
the relation Au = C, a AT is valid for any ideal gas undergoing any process For small temperature intervals, the 
(Fig. 3-71). A similar argument can be given for C, and Ah. specific heats may be assumed to 

To summarize, there are three ways to determine the internal energy and vary linearly with temperature. 


enthalpy changes of ideal gases (Fig. 3-72): 


1. By using the tabulated u and h data. This is the easiest and most accurate 
way when tables are readily available. 

2. By using the C, or C, relations as a function of temperature and 
performing the integrations. This is very inconvenient for hand AIR 
calculations but quite desirable for computerized calculations. The У = constant AIR 
results obtained are very accurate. T, = 20°C P = constant 

3. By using average specific heats. This is very simple and certainly very Q, AT, 7 30'C Хус e 
convenient when property tables are not available. The results obtained O Lbs 
are reasonably accurate if the temperature interval is not very large. 

















Au- C, AT Au- C, AT 
= 7.18 kJ/kg = 7.18 kJ/kg 
Specific Heat Relations of Ideal Gases FIGURE. 3=71 


The relation Au = C, AT is 
valid for any kind of process, 
constant-volume or not. 


A special relationship between C, and C, for ideal gases can be obtained by 
differentiating the relation h = u + RT, which yields 


dh = du + R dT 


Replacing dh by C, dT and du by C, dT and dividing the resulting expression 








by dT, we obtain 
C,=C,+R  (KJkg-K) (3-38) 
Au =u, -— tabl 
This is an important relationship for ideal gases since it enables us to deter- аг. Е е 
mine C, from a knowledge of C, and the gas constant R. Аи= | стат 
When the specific heats are given on a molar basis, R in the above equation 1 


should be replaced by the universal gas constant R, (Fig. 3-73). 





C,=C,+R, — (kKJ/kmol - K) (3-39) 














At this point, we introduce another ideal-gas property called the specific 


heat ratio k, defined as FIGURE 3-72 


Three ways of calculating Au. 


C, 
k= С (3-40) 
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AIR at 300 K 


C, 7 0.718 kJ/kg - K 


R-0287 kJ/kg - K |с, = 


ог 








FIGURE 3-73 = 
C,, = 20.80 kJ/kmol - K | = 
The C, of an ideal gas Lm 8314 Бан me le, = 29.114 kJ/kmol : K 
can be determined from a 
knowledge of C, and R. 





The specific heat ratio also varies with temperature, but this variation is very 
mild. For monatomic gases, its value is essentially constant at 1.667. Many 
diatomic gases, including air, have a specific heat ratio of about 1.4 at room 
temperature. 





= EXAMPLE 3-14 Evaluation of the Au of an Ideal Gas 


Е Air at 300 K and 200 kPa is heated at constant pressure to 600 K. Determine 
ш the change in internal energy of air per unit mass, using (a) data from the air 
m table (Table A-21), (5) the functional form of the specific heat (Table A-2c), 


B and (c) the average specific heat value (Table A-2b). 
a 


a SOLUTION The internal energy change of air is to be determined in three dif- 
ferent ways. 
Analysis At specified conditions, air can be considered to be an ideal gas since 
it is at a high temperature and low pressure relative to its critical-point values. 
The internal energy change Au of ideal gases depends on the initial and final 
temperatures only, and not on the type of process. Thus, the solution given be- 
low is valid for any kind of process. 


(a) One way of determining the change in internal energy of air is to read the u 
values at 7; and T; from Table A-21 and take the difference: 


u; = u e xx = 214.07 kJ/kg 
Из = И обок 434.78 kJ/kg 


Thus, 
Au = u, — u, = (434.78 — 214.07) kJ/kg = 220.71 kJ/kg 


(b) The ex T) of air is given in Table A-2c in the form of a third-degree poly- 
nomial expressed as 


CT) =a+bT + cT? + dT? 


where a = 28.11, b = 0.1967 x 10-2, c = 0.4802 x 1075, and d = 
—1.966 x 107°. From Eq. 3-39, 


CUO Ck 210200 00120018 
From Eq. 3-34, 


DM T, 
125 | CUP | [a — R) + bT + cT? + dT°] dT 
1 T, 
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Performing the integration and substituting the values, we obtain 
Au — 6447 kJ/kmol 


The change in the internal energy on a unit-mass basis is determined by divid- 
ing this value by the molar mass of air (Table A-1): 
. Au 6447 kJ/kmol 


Ли = = 


ооо E 


which differs from the exact result by 0.8 percent. 


(c) The average value of the constant-volume specific heat C, a is determined 
from Table A-2b at the average temperature of (T, -- T2)/2 — 450 K to be 


C; e C, @ 450K — 0.733 kJ/kg К 


Thus, 


Ди = С, „(Т — T;) = (0.733 kJ/kg - K)[(600 — 300) K] 
= 220 kI/kg 


Discussion This answer differs from the exact result (220.71 kJ/kg) by only 
0.4 percent. This close agreement is not surprising since the assumption that C, 
varies linearly with temperature is a reasonable one at temperature intervals of 
only a few hundred degrees. If we had used the C, value at 7; — 300 K instead 
of at 7,,, the result would be 215 kJ/kg, which is in error by about 2 percent. 
Errors of this magnitude are acceptable for most engineering purposes. 








3-11 = INTERNAL ENERGY, ENTHALPY, AND 
SPECIFIC HEATS OF SOLIDS AND LIQUIDS 


A substance whose specific volume (or density) is constant is called an in- 
compressible substance. The specific volumes of solids and liquids essen- 
tially remain constant during a process (Fig. 3-74). Therefore, liquids and 
solids can be approximated as incompressible substances without sacrificing 
much in accuracy. The constant-volume assumption should be taken to imply 
that the energy associated with the volume change is negligible compared 
with other forms of energy. Otherwise, this assumption would be ridiculous 
for studying the thermal stresses in solids (caused by volume change with 
temperature) or analyzing liquid-in-glass thermometers. 

It can be mathematically shown that the constant-volume and constant- 
pressure specific heats are identical for incompressible substances (Fig. 3-75). 
Therefore, for solids and liquids, the subscripts on C, and C, can be dropped, 
and both specific heats can be represented by a single symbol C. That is, 


C peg (3-41) 
This result could also be deduced from the physical definitions of constant- 


volume and constant-pressure specific heats. Specific heat values for several 
common liquids and solids are given in Table A3. 
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LIQUID 
27 = constant 


SOLID 
v, = constant 











FIGURE 3-74 


The specific volumes of 
incompressible substances 
remain constant during a process. 








IRON 
25°C 
C=C,=C, 
= 0.45 kJ/kg -°C 





FIGURE 3-75 


The C, and C, values of 
incompressible substances are 
identical and are denoted by C. 
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Internal Energy Changes 

Like those of ideal gases, the specific heats of incompressible substances de- 
pend on temperature only. Thus, the partial differentials in the defining equa- 
tion of C, can be replaced by ordinary differentials, which yield 


du = C, dT = C(T) dT (3-42) 


The change in internal energy between states 1 and 2 is then obtained by 
integration: 


2 
hip ie gh | C(T)dT (Юе) (3-43) 
1 


The variation of specific heat C with temperature should be known before this 
integration can be carried out. For small temperature intervals, a C value at the 
average temperature can be used and treated as a constant, yielding 


Аи = ССТ = Т) (К/К) (3-44) 


Enthalpy Changes 

Using the definition of enthalpy h = u + Pu and noting that v = constant, the 
differential form of the enthalpy change of incompressible substances can be 
determined by differentiation to be 


аһ = ди + v dP + P dv Z’ = du + vdP (3-45) 


Integrating, 





Ah = Au + v AP = Cx AT + v AP (kJ) (3-46) 


For solids, the term v AP is insignificant and thus Ah = Au = C,, AT. For 
liquids, two special cases are commonly encountered: 


1. Constant-pressure processes, as in heaters (AP = 0): Ah = Au = C, AT 
2. Constant-temperature processes, as in pumps (AT = 0): Ah = v AP 


For a process between states 1 and 2, the last relation can be expressed as 
h, — h, = v(P, — P)). By taking state 2 to be the compressed liquid state at a 
given T and P and state 1 to be the saturated liquid state at the same tempera- 
ture, the enthalpy of the compressed liquid can be expressed as 


hepr=heart Yer(P — Psu) (3-47) 


where P, is the saturation pressure at the given temperature. This is an im- 
provement over the assumption that the enthalpy of the compressed liquid 
could be taken as ^, at the given temperature (that is, h @ p, 7 = hfe r). How- 
ever, the contribution of the last term is often very small, and is neglected. 





EXAMPLE 3-15 Enthalpy of Compressed Liquid 


Determine the enthalpy of liquid water at 100°C and 15 MPa (a) by using com- 
pressed liquid tables, (b) by approximating it as a saturated liquid, and (c) by 
using the correction given by Eq. 3-47. 


SOLUTION The enthalpy of liquid water is to be determined exactly and 
approximately. 
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Analysis At 100°C, the saturation pressure of water is 101.33 kPa, and since 


P > Pa the water exists as a compressed liquid at the specified state. 


(a) From compressed liquid tables, we read 


P = 15 MPa 
T = 100°C 


This is the exact value. 


(b) Approximating the compressed liquid as a saturated liquid at 100°C, as is 


commonly done, we obtain 

h = he wore = 419.04 kJ/kg 
This value is in error by about 2.6 percent. 
(c) From Eq. 3-47, 


hopr-—hgorc Uy(P — Pa) 


= (419.04 kJ/kg) + (0.001 m?/kg)[(15,000 — 101.33) E 


= 434.60 kJ/kg 


Discussion Note that the correction term reduced the error from 2.6 to about 
1 percent. However, this improvement in accuracy is often not worth the extra 


effort involved. 


| h = 430.28 kJ/kg (Table A-7) 


lkJ 
1 kPa - m? 








SUMMARY 


A substance that has a fixed chemical composition throughout 
is called a pure substance. A pure substance exists in different 
phases depending on its energy level. In the liquid phase, a 
substance that is not about to vaporize is called a compressed 
or subcooled liquid. In the gas phase, a substance that is not 
about to condense is called a superheated vapor. During a 
phase-change process, the temperature and pressure of a pure 
substance are dependent properties. At a given pressure, a 
substance changes phase at a fixed temperature, called the 
saturation temperature. Likewise, at a given temperature, 
the pressure at which a substance changes phase is called the 
saturation pressure. During a boiling process, both the liquid 
and the vapor phases coexist in equilibrium, and under this 
condition the liquid is called saturated liquid and the vapor 
saturated vapor. 

In a saturated liquid—vapor mixture, the mass fraction of 
vapor is called the quality and is expressed as 


Myapor 





X = 
Miotal 


Quality may have values between 0 (saturated liquid) and 1 
(saturated vapor). It has no meaning in the compressed liquid 
or superheated vapor regions. In the saturated mixture region, 
the average value of any intensive property y is determined 
from 


У = ур + хур 


where f stands for saturated liquid and g for saturated vapor. 

In the absence of compressed liquid data, a general approxi- 
mation is to treat a compressed liquid as a saturated liquid at 
the given temperature, 


У урет 


where y stands for v, u, or h. 

The state beyond which there is no distinct vaporization 
process is called the critical point. At supercritical pressures, a 
substance gradually and uniformly expands from the liquid to 
vapor phase. All three phases of a substance coexist in equilib- 
rium at states along the triple line characterized by triple-line 
temperature and pressure. The compressed liquid has lower v, 
u, and h values than the saturated liquid at the same T or P. 
Likewise, superheated vapor has higher v, u, and h values than 
the saturated vapor at the same T or P. 

Any relation among the pressure, temperature, and specific 
volume of a substance is called an equation of state. The 
simplest and best-known equation of state is the ideal-gas 
equation of state, given as 


Pv = RT 


where R is the gas constant. Caution should be exercised in 
using this relation since an ideal gas is a fictitious substance. 
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Real gases exhibit ideal-gas behavior at relatively low pres- 
sures and high temperatures. 
The deviation from ideal-gas behavior can be properly ac- 
counted for by using the compressibility factor Z, defined as 
Pv Vactual 


al RT = Videal 





The Z factor is approximately the same for all gases at the 
same reduced temperature and reduced pressure, which are 
defined as 

T P 


Te = and I= Dp 


cr cr 


where P,, and T,, are the critical pressure and temperature, 
respectively. This is known as the principle of corresponding 
states. When either P or T is unknown, it can be determined 
from the compressibility chart with the help of the pseudo- 
reduced specific volume, defined as 


Vactual 


RIP, 





Un 


The P-v-T behavior of substances can be represented more 
accurately by the more complex equations of state. Three of the 
best known are 




















van der Waals: Pt A (v — b) = RT 
where 
ZIRI? ya RE 
2 ep, US "Ug, 
1 : x К,Т C = 
Beattie-Bridgeman: p= v pes oT (OB), 
where 


A -А| Е : and в-8| a » 
vU 0 


—— 


Benedict-Webb-Rubin: 


и 











“| 1 РКТ а аа 





Р = D + | BoR,T — Ao Tw 03 06 
--5-11 dct ev 
DT? v 








The amount of energy needed to raise the temperature of a 
unit mass of a substance by one degree is called the specific 
heat at constant volume C, for a constant-volume process 
and the specific heat at constant pressure C, for a constant- 
pressure process. They are defined as 


(аи _{ah 
c= (2) and 2 | 


For ideal gases u, h, C,, and C, are functions of temperature 
alone. The Au and Ah of ideal gases are expressed as 


2 
Au = m — m = Í OTid 0 
1 


2 
Ah = h, — h = | судга am) 
1 


For ideal gases, C, and C, are related by 
C,-C,*R (К/К: К) 


where R is the gas constant. The specific heat ratio k is de- 


fined as 
Cp 


к= с, 


For incompressible substances (liquids and solids), both the 
constant-pressure and constant-volume specific heats are iden- 
tical and denoted by C: 


C, = Cy = C (kJ/kg · К) 
The Au and AA of incompressible substances are given by 
2 
м= | с) ат= Ст) Mo 
1 


Ah = Nu + v AP (kJ/kg) 
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PROBLEMS * 


Pure Substances, Phase-Change Processes, 
Phase Diagrams 


3-1C Is iced water a pure substance? Why? 


3-2C What is the difference between saturated liquid and 
compressed liquid? 


3-3C What is the difference between saturated vapor and 
superheated vapor? 


3-4C Is there any difference between the properties of satu- 
rated vapor at a given temperature and the vapor of a saturated 
mixture at the same temperature? 


3-5С Is there any difference between the properties of satu- 
rated liquid at a given temperature and the liquid of a saturated 
mixture at the same temperature? 


3-6С Is it true that water boils at higher temperatures at 
higher pressures? Explain. 


3-7С Е the pressure of a substance is increased during 
a boiling process, will the temperature also increase or will it 
remain constant? Why? 


3-8C Why are the temperature and pressure dependent prop- 
erties in the saturated mixture region? 


3-9C What is the difference between the critical point and 
the triple point? 

3-10C Is it possible to have water vapor at — 10?C? 

3-11C A househusband is cooking beef stew for his family in 
a pan that is (a) uncovered, (b) covered with a light lid, and 


(c) covered with a heavy lid. For which case will the cooking 
time be the shortest? Why? 


3-12C How does the boiling process at supercritical pres- 
sures differ from the boiling process at subcritical pressures? 
Property Tables 


3-13C In what kind of pot will a given volume of water boil 
at a higher temperature: a tall and narrow one or a short and 
wide one? Explain. 


3-14C A perfectly fitting pot and its lid often stick after 
cooking, and it becomes very difficult to open the lid when the 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon 40 are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


pot cools down. Explain why this happens and what you would 
do to open the lid. 


3-15C Itis well known that warm air in a cooler environ- 
ment rises. Now consider a warm mixture of air and gasoline 
on top of an open gasoline can. Do you think this gas mixture 
will rise in a cooler environment? 


3-16C In 1775, Dr. William Cullen made ice in Scotland 
by evacuating the air in a water tank. Explain how that de- 
vice works, and discuss how the process can be made more 
efficient. 


3-17C Does the amount of heat absorbed as 1 kg of saturated 
liquid water boils at 100°C have to be equal to the amount of 
heat released as 1 kg of saturated water vapor condenses at 
100°C? 


3-18C Does the reference point selected for the properties of 
a substance have any effect on thermodynamic analysis? Why? 


3-19C What is the physical significance of h? Can it be 
obtained from a knowledge of A; and h,? How? 


3-20C  Isit true that it takes more energy to vaporize | kg of 
saturated liquid water at 100°C than it would at 120°C? 
3-21C What is quality? Does it have any meaning in the 
superheated vapor region? 

3-22C Which process requires more energy: completely 
vaporizing | kg of saturated liquid water at 1 atm pressure or 


completely vaporizing 1 kg of saturated liquid water at 8 atm 
pressure? 


3-23C Does h,, change with pressure? How? 


3-24C Can quality be expressed as the ratio of the volume 
occupied by the vapor phase to the total volume? 


3-25C In the absence of compressed liquid tables, how is 
the specific volume of a compressed liquid at a given P and T 
determined? 


3-26 e Complete this table for H,O: 
es 

















Т, °С Р, КРа v, m3/kg Phase description 
50 4.16 
200 Saturated vapor 
250 400 
110 600 
3-27 Me Reconsider Prob. 3-26. Using EES (or other) 


= software, determine the missing properties of wa- 
ter. Repeat the solution for refrigerant-134a, refrigerant-22, and 
ammonia. 
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3-28E Complete this table for H5O: 3-34 Complete this table for H,O: 
T, °F P, psia u, Btu/Ibm Phase description Т, °С Р, КРа v, m3/kg Phase description 
300 782 140 0.48 
40 Saturated liquid 800 Saturated liquid 
500 120 25 750 
400 400 500 0.130 


3-29E SQ Reconsider Prob. 3-28E. Using EES (or other) 3-35 Complete this table for H,O: 
software, determine the missing properties 





























of water. Repeat the solution for refrigerant-134a, refrigerant- Т, °С Р, КРа u, kJ/kg Phase description 
22, and ammonia. 400 1825 
3-30 Complete this table for H,O: 220 Saturated vapor 
Т, °С Р, КРа h, KJ/kg X Phase description 190 2000 
200 07 4000 3040 
140 1800 . | : 
3-36E The temperature in a pressure cooker during cooking 
950 0.0 at sea level is measured to be 250°F. Determine the absolute 
80 500 pressure inside the cooker in psia and in atm. Would you mod- 
800 3161.7 ify your answer if the place were at a higher elevation? 


3-31 Complete this table for refrigerant-134a: 





Т, °С Р, КРа v, m3/kg Phase description 















































Pressure 
-8 500 сооКег 
250°F 
30 0.022 
320 Saturated vapor 
100 600 
3-32 Complete this table for refrigerant-134a: FIGURE P3-36E 
m 3-37E The atmospheric pressure at a location is usually 
Т, °С Р, КРа u, kJ/kg Phase description specified at standard conditions, but it changes with the 
20 95 weather conditions. As the weather forecasters frequently state, 
212 Saturated liquid the atmospheric pressure drops during stormy weather and it 
rises during clear and sunny days. If the pressure difference be- 
400 300 tween the two extreme conditions is given to be 0.3 in of mer- 
8 600 cury, determine how much the boiling temperatures of water 
will vary as the weather changes from one extreme to the other. 
3-33E Complete this table for refrigerant-134a: 3-38 A person cooks a meal in a 30-cm-diameter pot that is 
covered with a well-fitting lid and lets the food cool to the 
T, °F P psia h, Btu/Ibm X Phase description room temperature of 20?C. The total mass of the food and 
80 78 the pot is 8 kg. Now the person tries to open the pan by lifting 
the lid up. Assuming no air has leaked into the pan during cool- 
15 0.6 ing, determine if the lid will open or the pan will move up to- 
10 70 gether with the lid. 
180 128.77 3-39 Water is to be boiled at sea level in a 30-cm-diameter 
110 1.0 stainless steel pan placed on top of a 3-kW electric burner. If 


60 percent of the heat generated by the burner is transferred 
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to the water during boiling, determine the rate of evaporation 
of water. 


Vapor 





FIGURE P3-39 


3-40 Repeat Prob. 3—39 for a location at an elevation of 1500 
m where the atmospheric pressure is 84.5 kPa and thus the 
boiling temperature of water is 95?C. 


3-41 Water is boiled at 1 atm pressure in a 20-cm-internal- 
diameter stainless steel pan on an electric range. If it is ob- 
served that the water level in the pan drops by 10 cm in 30 min, 
determine the rate of heat transfer to the pan. 


3-42 Repeat Prob. 3-41 for a location at 2000-m elevation 
where the standard atmospheric pressure is 79.5 kPa. 


3-43 Saturated steam coming off the turbine of a steam 
power plant at 30°C condenses on the outside of a 4-cm-outer- 
diameter, 20-m-long tube at a rate of 45 kg/h. Determine the 
rate of heat transfer from the steam to the cooling water flow- 
ing through the pipe. 


3-44 The average atmospheric pressure in Denver (eleva- 
tion = 1610 m) is 83.4 kPa. Determine the temperature at 
which water in an uncovered pan will boil in Denver. 

Answer: 94.4°C. 


3-45 Water in a 5-cm-deep pan is observed to boil at 98°C. 
At what temperature will the water in a 40-cm-deep pan boil? 
Assume both pans are full of water. 


3-46 Acooking pan whose inner diameter is 20 cm is filled 
with water and covered with a 4-kg lid. If the local atmospheric 
pressure is 101 kPa, determine the temperature at which the 
water will start boiling when it is heated. Answer: 100.2°C 


Р — 101 kPa 
atm 
myua74kg 





FIGURE P3-46 


—— 


115 
CHAPTER 3 


3-47 Reconsider Prob. 3-46. Using EES (or other) 
«e : и 

software, investigate the effect of the mass of the 

lid on the boiling temperature of water in the pan. Let the mass 

vary from | kg to 10 kg. Plot the boiling temperature against 


the mass of the lid, and discuss the results. 


3-48 Water is being heated in a vertical piston-cylinder de- 
vice. The piston has a mass of 20 kg and a cross-sectional area 
of 100 cm”. If the local atmospheric pressure is 100 kPa, deter- 
mine the temperature at which the water will start boiling. 


3-49 A rigid tank with a volume of 2.5 n? contains 5 kg of 
saturated liquid-vapor mixture of water at 75°C. Now the 
water is slowly heated. Determine the temperature at which 
the liquid in the tank is completely vaporized. Also, show the 
process on a T-v diagram with respect to saturation lines. 
Answer: 140.7°C 


3-50 A rigid vessel contains 2 kg of refrigerant-134a at 
900 kPa and 80°C. Determine the volume of the vessel and the 
total internal energy. Answers: 0.0572 mê, 577.7 kJ 


3-51]E A 5-fť rigid tank contains 5 Ibm of water at 20 psia. 
Determine (a) the temperature, (b) the total enthalpy, and 
(c) the mass of each phase of water. 


3-52 A 0.5-m? vessel contains 10 kg of refrigerant-134a 
at —20°C. Determine (a) the pressure, (b) the total internal 
energy, and (c) the volume occupied by the liquid phase. 
Answers: (a) 132.99 kPa, (b) 889.5 kJ, (c) 0.00487 m? 


3-53 Ip Apiston-cylinder device contains 0.1 m? of liquid 
«$^ water and 0.9 m? of water vapor in equilibrium at 

800 kPa. Heat is transferred at constant pressure until the tem- 
perature reaches 350?C. 

(a) What is the initial temperature of the water? 

(b) Determine the total mass of the water. 

(c) Calculate the final volume. 

(d) Show the process on a P-v diagram with respect to satu- 

ration lines. 


H,O 
P = 800 kPa 





FIGURE P3-53 


3-54 (ee Reconsider Prob. 3—53. Using EES (or other) soft- 

Ew ware, investigate the effect of pressure on the total 
mass of water in the tank. Let the pressure vary from 0.1 MPa 
to 1 MPa. Plot the total mass of water against pressure, and 
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discuss the results. Also, show the process in Prob. 3-53 on a 
P-v diagram using the property plot feature of EES. 


3-55E  Superheated water vapor at 180 psia and 500?F is 
allowed to cool at constant volume until the temperature drops 
to 250°F. At the final state, determine (a) the pressure, (b) the 
quality, and (c) the enthalpy. Also, show the process on a T-v 
diagram with respect to saturation lines. 

Answers: (a) 29.82 psia, (5b) 0.219, (c) 425.7 Btu/Ibm 


3-56E CO Reconsider Prob. 3—55E. Using EES (or other) 

software, investigate the effect of initial pres- 
sure on the quality of water at the final state. Let the pressure 
vary from 100 psi to 300 psi. Plot the quality against initial 
pressure, and discuss the results. Also, show the process in 
Prob. 3-55E on a T-v diagram using the property plot feature 
of EES. 


3-57 A piston-cylinder device initially contains 50 L of 
liquid water at 25°C and 300 kPa. Heat is added to the water at 
constant pressure until the entire liquid is vaporized. 

(a) What is the mass of the water? 

(b) What is the final temperature? 

(c) Determine the total enthalpy change. 

(d) Show the process on a T-v diagram with respect to satu- 

ration lines. 

Answers: (a) 49.85 kg, (b) 133.55°C, (c) 130,627 kJ 


3-58  AQ0.5-n rigid vessel initially contains saturated liquid- 
vapor mixture of water at 100°C. The water is now heated until 
it reaches the critical state. Determine the mass of the liquid 
water and the volume occupied by the liquid at the initial state. 
Answers: 158.28 kg, 0.165 m? 


3-59 Determine the specific volume, internal energy, and 
enthalpy of compressed liquid water at 100°C and 15 MPa 
using the saturated liquid approximation. Compare these val- 
ues to the ones obtained from the compressed liquid tables. 


3-60 CO Reconsider Prob. 3-59. Using EES (or other) 

software, determine the indicated properties 
of compressed liquid, and compare them to those obtained us- 
ing the saturated liquid approximation. 


3-61E A 15-fP rigid tank contains saturated mixture of 
refrigerant-134a at 30 psia. If the saturated liquid occupies 
10 percent of the volume, determine the quality and the total 
mass of the refrigerant in the tank. 


3-62 A piston-cylinder device contains 0.8 kg of steam 
at 300°C and 1 MPa. Steam is cooled at constant pressure until 
one-half of the mass condenses. 

(a) Show the process on a T-v diagram. 

(b) Find the final temperature. 

(c) Determine the volume change. 


3-63 A rigid tank contains water vapor at 300°C and an un- 
known pressure. When the tank is cooled to 180°C, the vapor 
starts condensing. Estimate the initial pressure in the tank. 
Answer: 1.325 MPa 


—— 


Ideal Gas 


3-64C Propane and methane are commonly used for heating 
in winter, and the leakage of these fuels, even for short periods, 
poses a fire danger for homes. Which gas leakage do you think 
poses a greater risk for fire? Explain. 


3-65C Under what conditions is the ideal-gas assumption 
suitable for real gases? 


3-66C What is the difference between R and R,? How are 
these two related? 


3-67C What is the difference between mass and molar mass? 
How are these two related? 


3-68 Aspherical balloon with a diameter of 6 m is filled with 
helium at 20°C and 200 kPa. Determine the mole number and 
the mass of the helium in the balloon. 

Answers: 9.28 kmol, 37.15 kg 


3-69 VO Reconsider Prob. 3—68. Using EES (or other) 

software, investigate the effect of the balloon di- 
ameter on the mass of helium contained in the balloon for the 
pressures of (a) 100 kPa and (b) 200 kPa. Let the diameter vary 
from 5 m to 15 m. Plot the mass of helium against the diame- 
ter for both cases. 


3-70 The pressure in an automobile tire depends on the tem- 
perature of the air in the tire. When the air temperature is 25°C, 
the pressure gage reads 210 kPa. If the volume of the tire 
is 0.025 m°, determine the pressure rise in the tire when the air 
temperature in the tire rises to 50?C. Also, determine the 
amount of air that must be bled off to restore pressure to its 
original value at this temperature. Assume the atmospheric 
pressure to be 100 kPa. 





FIGURE P3-70 


3-71E The air in an automobile tire with a volume of 0.53 ft? 
is at 90°F and 20 psig. Determine the amount of air that must 
be added to raise the pressure to the recommended value of 
30 psig. Assume the atmospheric pressure to be 14.6 psia and 
the temperature and the volume to remain constant. 

Answer: 0.0260 Ibm 


3-72 The pressure gage on a 1.3-m? oxygen tank reads 
500 kPa. Determine the amount of oxygen in the tank if the 
temperature is 24°C and the atmospheric pressure is 97 kPa. 
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P = 500 kPa 
O, 
у= 13 ш? 
Т = 24°С 
FIGURE P3-72 


3-73E A rigid tank contains 20 Ibm of air at 20 psia and 
70°F. More air is added to the tank until the pressure and tem- 
perature rise to 35 psia and 90°F, respectively. Determine the 
amount of air added to the tank. Answer: 13.73 Ibm 


3-74 A 800-L rigid tank contains 10 kg of air at 25°C. Deter- 
mine the reading on the pressure gage if the atmospheric pres- 
sure is 97 kPa. 


3-75 A 1-m? tank containing air at 25°C and 500 kPa is con- 
nected through a valve to another tank containing 5 kg of air at 
35°C and 200 kPa. Now the valve is opened, and the entire 
system is allowed to reach thermal equilibrium with the sur- 
roundings, which are at 20°C. Determine the volume of the 
second tank and the final equilibrium pressure of air. 

Answer: 2.21 m3, 284.1 kPa 


Compressibility Factor 


3-76C What is the physical significance of the compressi- 
bility factor Z? 


3-77C What is the principle of corresponding states? 


3-78С How are the reduced pressure and reduced tempera- 
ture defined? 


3-79 Determine the specific volume of superheated water 
vapor at 10 MPa and 400°C, using (a) the ideal-gas equation, 
(b) the generalized compressibility chart, and (c) the steam 
tables. Also determine the error involved in the first two cases. 
Answers: (a) 0.03106 m3/kg, 17.6 percent; (b) 0.02609 m3/kg, 1.2 
percent; (c) 0.02641 m3/kg 


3-80 «e Reconsider Prob. 3-79. Solve the problem using 

the generalized compressibility factor feature of 
the BES software. Again using EES, compare the specific vol- 
ume of water for the three cases at 10 MPa over the tempera- 
ture range of 325°C to 600°C in 25°C intervals. Plot the 
% error involved in the ideal-gas approximation against tem- 


perature, and discuss the results. 


3-81 Determine the specific volume of refrigerant-134a 
vapor at 1.4 MPa and 140°C based on (a) the ideal-gas equa- 
tion, (b) the generalized compressibility chart, and (c) the ex- 
perimental data from tables. Also, determine the error involved 
in the first two cases. 


3-82 Determine the specific volume of nitrogen gas at 
10 MPa and 150 K based on (a) the ideal-gas equation and 
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(b) the generalized compressibility chart. Compare these re- 
sults with the experimental value of 0.002388 m?/kg, and 
determine the error involved in each case. 

Answers: (а) 0.004452 m?/kg, 86.4 percent; (b) 0.002404 m?/kg, 
0.7 percent 


3-83 Determine the specific volume of superheated water 
vapor at 1.6 MPa and 225?C based on (a) the ideal-gas equa- 
поп, (р) the generalized compressibility chart, and (c) the 
steam tables. Determine the error involved in the first two 
cases. 


3-84E  Refrigerant-134a at 400 psia has a specific volume of 
0.1386 ft?/Ibm. Determine the temperature of the refrigerant 
based on (a) the ideal-gas equation, (5) the generalized com- 
pressibility chart, and (c) the refrigerant tables. 


3-85 A0.01677-n? tank contains 1 kg of refrigerant-134a at 
110°C. Determine the pressure of the refrigerant, using (a) the 
ideal-gas equation, (b) the generalized compressibility chart, 
and (c) the refrigerant tables. 

Answers: (a) 1.861 MPa, (b) 1.586 MPa, (c) 1.6 MPa 


3-86 Somebody claims that oxygen gas at 160 K and 3 MPa 
can be treated as an ideal gas with an error of less than 10 per- 
cent. Is this claim valid? 


3-87 What is the percentage of error involved in treating 
carbon dioxide at 3 MPa and 10°C as an ideal gas? 
Answer: 25 percent 


3-88 What is the percentage of error involved in treating 
carbon dioxide at 5 MPa and 350 K as an ideal gas? 


Other Equations of State 


3-89C What is the physical significance of the two constants 
that appear in the van der Waals equation of state? On what 
basis are they determined? 


3-90 A 3.27-m? tank contains 100 kg of nitrogen at 225 К. 
Determine the pressure in the tank, using (a) the ideal-gas 
equation, (b) the van der Waals equation, and (c) the Beattie- 
Bridgeman equation. Compare your results with the actual 
value of 2000 kPa. 


3-91 A 1-m’ tank contains 2.841 kg of steam at 0.6 MPa. 
Determine the temperature of the steam, using (a) the ideal- 
gas equation, (b) the van der Waals equation, and (c) the steam 
tables. Answers: (a) 457.6 K, (b) 465.9 K, (c) 473 K 


3-92 VO Reconsider Prob. 3—91. Solve the problem using 

EES (or other) software. Again using the EES, 
compare the temperature of water for the three cases at con- 
stant specific volume over the pressure range of 0.1 MPa 
to 1 MPa in 0.1 MPa increments. Plot the % error involved in 
the ideal-gas approximation against pressure, and discuss the 
results. 


3-93E  Refrigerant-134a at 100 psia has a specific volume of 
0.5388 ft?/Ibm. Determine the temperature of the refrigerant 
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based on (a) the ideal-gas equation, (5) the van der Waals equa- 
tion, and (c) the refrigerant tables. 


3-94 69 Nitrogen at 150 K has a specific volume of 
€s” 0.041884 m/kg. Determine the pressure of the 
nitrogen, using (a) the ideal-gas equation and (5) the Beattie- 
Bridgeman equation. Compare your results to the experimental 
value of 1000 kPa. Answers: (a) 1063 kPa, (b) 1000.4 kPa 


3-95 CO Reconsider Prob. 3-94. Using EES (or other) 

= software, compare the pressure results of the 
ideal-gas and Beattie-Bridgeman equations with nitrogen data 
supplied by EES. Plot temperature versus specific volume for 
a pressure of 1000 kPa with respect to the saturated liquid 
and saturated vapor lines of nitrogen over the range of 
110K <T< 150K. 


Specific Heats, Au, and Ah of Ideal Gases 


3-96C Is the relation AU = mC, a AT restricted to constant- 
volume processes only, or can it be used for any kind of 
process of an ideal gas? 


3-97C Is the relation AH = mC, a AT restricted to constant- 
pressure processes only, or can it be used for any kind of 


process of an ideal gas? 
3-98С Show that for an ideal gas C, =C,+R,. 


3-99C Is the energy required to heat air from 295 to 305 K 
the same as the energy required to heat it from 345 to 355 K? 
Assume the pressure remains constant in both cases. 


3-100C In the relation AU = mC, AT, what is the correct 
unit of C,—kJ/kg - °C or kJ/kg - K? 


3-101C A fixed mass of an ideal gas is heated from 
50 to 80°C at a constant pressure of (a) 1 atm and (b) 3 atm. 
For which case do you think the energy required will be 
greater? Why? 


3-102C A fixed mass of an ideal gas is heated from 50 to 
80?C at a constant volume of (a) 1 m? and (b) 3 m?. For which 
case do you think the energy required will be greater? Why? 


3-103C A fixed mass of an ideal gas is heated from 50 to 
80°C (a) at constant volume and (b) at constant pressure. For 
which case do you think the energy required will be greater? 
Why? 


3-104 Determine the enthalpy change Ah of nitrogen, 
in kJ/kg, as it is heated from 600 to 1000 K, using (a) the 
empirical specific heat equation as a function of tempera- 
ture (Table A—2c), (b) the C, value at the average temperature 
(Table A-2b), and (c) the C, value at room temperature 
(Table A—2a). 

Answers: (a) 447.8 kJ/kg, (b) 448.4 kJ/kg, (c) 415.6 kJ/kg 


3-105E Determine the enthalpy change Ah of oxygen, 
in Btu/Ibm, as it is heated from 800 to 1500 R, using (a) the 
empirical specific heat equation as a function of tempera- 
ture (Table A-2Ec), (b) the C, value at the average temperature 


—— 


(Table A—2ED), and (c) the C, value at room temperature 
(Table A—2Ea). 
Answers: (a) 170.1 Btu/Ibm, (5b) 178.5 Btu/Ibm, (c) 153.3 Btu/Ibm 


3-106 Determine the internal energy change Au of hydrogen, 
in kJ/kg, as it is heated from 400 to 1000 K, using (a) the 
empirical specific heat equation as a function of temperature 
(Table A-2c), (b) the C, value at average temperature (Table 
A—2D), and (c) the C, value at room temperature (Table A—2a). 


Review Problems 


3-107 A smoking lounge is to accommodate 15 heavy smok- 
ers. The minimum fresh air requirements for smoking lounges 
are specified to be 30 L/s per person (ASHRAE, Standard 62, 
1989). Determine the minimum required flow rate of fresh air 
that needs to be supplied to the lounge, and the diameter of the 
duct if the air velocity is not to exceed 8 m/s. 


Smoking 
lounge 


15 smokers 








FIGURE P3-107 


3-108 The minimum fresh air requirements of a residen- 
tial building are specified to be 0.35 air change per hour 
(ASHRAE, Standard 62, 1989). That is, 35 percent of the en- 
tire air contained in a residence should be replaced by fresh 
outdoor air every hour. If the ventilation requirements of a 
2.7-m-high, 200-m? residence is to be met entirely by a fan, 
determine the flow capacity of the fan, in L/min, that needs to 
be installed. Also determine the diameter of the duct if the air 
velocity is not to exceed 6 m/s. 


3-109 The gage pressure of an automobile tire is measured 
to be 200 kPa before a trip and 220 kPa after the trip at a 
location where the atmospheric pressure is 90 kPa. Assuming 
the volume of the tire remains constant at 0.022 m?, determine 
the percent increase in the absolute temperature of the air in 
the tire. 


3-110 Although balloons have been around since 1783 when 
the first balloon took to the skies in France, a real breakthrough 
in ballooning occurred in 1960 with the design of the modern 
hot-air balloon fueled by inexpensive propane and constructed 
of lightweight nylon fabric. Over the years, ballooning has be- 
come a sport and a hobby for many people around the world. 
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Unlike balloons filled with the light helium gas, hot-air bal- 
loons are open to the atmosphere. Therefore, the pressure in the 
balloon is always the same as the local atmospheric pressure, 
and the balloon is never in danger of exploding. 

Hot-air balloons range from about 15 to 25 m in diameter. 
The air in the balloon cavity is heated by a propane burner lo- 
cated at the top of the passenger cage. The flames from the 
burner that shoot into the balloon heat the air in the balloon 
cavity, raising the air temperature at the top of the balloon from 
65?C to over 120?C. The air temperature is maintained at the 
desired levels by periodically firing the propane burner. The 
buoyancy force that pushes the balloon upward is proportional 
to the density of the cooler air outside the balloon and the vol- 
ume of the balloon, and can be expressed as 


Fg = Pcool air 8V pattoon 


where g is the gravitational acceleration. When air resistance is 
negligible, the buoyancy force is opposed by (1) the weight of 
the hot air in the balloon, (2) the weight of the cage, the ropes, 
and the balloon material, and (3) the weight of the people and 
other load in the cage. The operator of the balloon can control 
the height and the vertical motion of the balloon by firing the 
burner or by letting some hot air in the balloon escape, to be 
replaced by cooler air. The forward motion of the balloon is 
provided by the winds. 

Consider a 20-m-diameter hot-air balloon that, together with 
its cage, has a mass of 80 kg when empty. This balloon is hang- 
ing still in the air at a location where the atmospheric pressure 
and temperature are 90 kPa and 15°C, respectively, while 
carrying three 65-kg people. Determine the average tempera- 
ture of the air in the balloon. What would your response be if 
the atmospheric air temperature were 30°C? 





FIGURE P3-110 
A hot-air balloon. 


3-111 Ce Reconsider Prob. 3-110. Using EES (or other) 

software, investigate the effect of the environ- 
ment temperature on the average air temperature in the balloon 
when the balloon is suspended in the air. Assume the environ- 


ment temperature varies from —10°C to 30°C. Plot the average 
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air temperature in the balloon versus the environment temper- 
ature, and discuss the results. Investigate how the number of 
people carried affects the temperature of the air in the balloon. 


3-112 Consider an 18-m-diameter hot-air balloon that, to- 
gether with its cage, has a mass of 120 kg when empty. The air 
in the balloon, which is now carrying two 70-kg people, is 
heated by propane burners at a location where the atmospheric 
pressure and temperature are 93 kPa and 12?C, respectively. 
Determine the average temperature of the air in the balloon 
when the balloon first starts rising. What would your response 
be if the atmospheric air temperature were 25°C? 


3-]I3E Water in a pressure cooker is observed to boil at 
260°F. What is the absolute pressure in the pressure cooker, 
in psia? 

3-114 A rigid tank with a volume of 0.07 n? contains 1 kg of 
refrigerant-134a vapor at 400 kPa. The refrigerant is now al- 
lowed to cool. Determine the pressure when the refrigerant first 
starts condensing. Also, show the process on a P-v diagram 
with respect to saturation lines. 


3-115 A 4-L rigid tank contains 2 kg of saturated liquid- 
vapor mixture of water at 50?C. The water is now slowly 
heated until it exists in a single phase. At the final state, will the 
water be in the liquid phase or the vapor phase? What would 
your answer be if the volume of the tank were 400 L instead 
of 4L? 





H,O 
V=4L 
m= 2kg 
T= 50°C 














FIGURE P3-115 


3-116 A 10-kg mass of superheated refrigerant-134a at 
0.8 MPa and 40°C is cooled at constant pressure until it exists 
as a compressed liquid at 20°C. 

(a) Show the process on a T-v diagram with respect to satu- 

ration lines. 

(b) Determine the change in volume. 

(c) Find the change in total internal energy. 
Answers: (b) —0.261 m3, (c) —1753 kJ 


3-117 A 0.5-n? rigid tank containing hydrogen at 20°C and 
600 kPa is connected by a valve to another 0.5-m? rigid tank 














H, H, 
V205m? 20 у= 0.5 т? 
Т = 20°С Т = 30°С 
Р = 600 КРа P = 150 kPa 




















FIGURE P3-117 
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that holds hydrogen at 30°C and 150 kPa. Now the valve is 
opened and the system is allowed to reach thermal equilibrium 
with the surroundings, which are at 15°C. Determine the final 
pressure in the tank. 


3-118 CO Reconsider Prob. 3-117. Using EES (or other) 

software, investigate the effect of the surround- 
ings temperature on the final equilibrium pressure in the tanks. 
Assume the surroundings temperature to vary from —10°C to 
30°C. Plot the final pressure in the tanks versus the surround- 
ings temperature, and discuss the results. 


3-119 A 20-m% tank contains nitrogen at 25°C and 800 kPa. 
Some nitrogen is allowed to escape until the pressure in the 
tank drops to 600 kPa. If the temperature at this point is 20°C, 
determine the amount of nitrogen that has escaped. 

Answer: 42.9 kg 


3-120 Steam at 400°C has a specific volume of 0.02 m?/kg. 
Determine the pressure of the steam based on (a) the ideal-gas 
equation, (b) the generalized compressibility chart, and (c) the 
steam tables. 

Answers: (a) 15,529 kPa, (b) 12,591 kPa, (c) 12,500 kPa 


3-121 A tank whose volume is unknown is divided into 
two parts by a partition. One side of the tank contains 0.01 m? 
of refrigerant-134a that is a saturated liquid at 0.8 MPa, while 
the other side is evacuated. The partition is now removed, 
and the refrigerant fills the entire tank. If the final state of the 
refrigerant is 25°C and 200 kPa, determine the volume of 
the tank. 


Evacuated 





FIGURE P3-121 


3-122 «e Reconsider Prob. 3-121. Using EES (or other) 

software, investigate the effect of the initial 
pressure of refrigerant-134 on the volume of the tank. Let the 
initial pressure vary from 0.5 MPa to 1.5 MPa. Plot the volume 


of the tank versus the initial pressure, and discuss the results. 


3-123 Liquid propane is commonly used as a fuel for heating 
homes, powering vehicles such as forklifts, and filling portable 





FIGURE P3-123 
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picnic tanks. Consider a propane tank that initially contains 5 L 
of liquid propane at the environment temperature of 20?C. If a 
hole develops in the connecting tube of a propane tank and 
the propane starts to leak out, determine the temperature of 
propane when the pressure in the tank drops to 1 atm. Also, de- 
termine the total amount of heat transfer from the environment 
to the tank to vaporize the entire propane in the tank. 


3-124 Repeat Prob. 3-123 for isobutane. 


Design and Essay Problems 


3-125 It is claimed that fruits and vegetables are cooled 
by 6°C for each percentage point of weight loss as moisture 
during vacuum cooling. Using calculations, demonstrate if this 
claim is reasonable. 


3-126 A solid normally absorbs heat as it melts, but there is 
a known exception at temperatures close to absolute zero. Find 
out which solid it is and give a physical explanation for it. 


3-127 Itis well known that water freezes at 0°C at atmo- 
spheric pressure. The mixture of liquid water and ice at 0°C is 
said to be at stable equilibrium since it cannot undergo any 
changes when it is isolated from its surrounding. However, 
when water is free of impurities and the inner surfaces of the 
container are smooth, the temperature of water can be lowered 
to —2°C or even lower without any formation of ice at atmo- 
spheric pressure. But at that state even a small disturbance can 
initiate the formation of ice abruptly, and the water temperature 
stabilizes at 0°C following this sudden change. The water at 
—2°C is said to be in a metastable state. Write an essay on 
metastable states and discuss how they differ from stable equi- 
librium states. 


3-128 Using a thermometer, measure the boiling temperature 
of water and calculate the corresponding saturation pressure. 
From this information, estimate the altitude of your town and 
compare it with the actual altitude value. 


3-129 Find out how the specific heats of gases, liquids, and 
solids are determined in national laboratories. Describe the 
experimental apparatus and the procedures used. 


3-130 Design an experiment complete with instrumentation 
to determine the specific heats of a gas using a resistance 
heater. Discuss how the experiment will be conducted, what 
measurements need to be taken, and how the specific heats will 
be determined. What are the sources of error in your system? 
How can you minimize the experimental error? 


3-131 Design an experiment complete with instrumenta- 
tion to determine the specific heats of a liquid using a resis- 
tance heater. Discuss how the experiment will be conducted, 
what measurements need to be taken, and how the specific 
heats will be determined. What are the sources of error in your 
system? How can you minimize the experimental error? How 
would you modify this system to determine the specific heat of 
a solid? 
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nergy can be transferred to or from a closed system (a fixed mass) in 

two distinct forms: heat and work. For control volumes, energy can 

also be transferred by mass. An energy transfer to or from a closed sys- 
tem is heat if it is caused by a temperature difference between the system and 
its surroundings. Otherwise it is work, and it is caused by a force acting 
through a distance. We start this chapter with a discussion of energy transfer 
by heat. We then introduce various forms of work, with particular emphasis on 
the moving boundary work or P dV work commonly encountered in recipro- 
cating devices such as automotive engines and compressors. We continue with 
the flow work, which is the work associated with forcing a fluid into or out of 
a control volume, and show that the combination of the internal energy and 
the flow work gives the property enthalpy. Then we discuss the conserva- 
tion of mass principle and apply it to various systems. Finally, we show that 
h + ke + pe represents the energy of a flowing fluid per unit of its mass. 
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System boundary 


CLOSED 
SYSTEM 


(m = constant) 





FIGURE 4-1 

Energy can cross the boundaries of 
a closed system in the form 

of heat and work. 


Surrounding air 
25°C 







BAKED 
POTATO 


FIGURE 4-2 


Heat is transferred from hot bodies 
to colder ones by virtue of a 
temperature difference. 


FIGURE 4-3 

Temperature difference is the driving 
force for heat transfer. The larger the 
temperature difference, the higher 

is the rate of heat transfer. 
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4—1 * HEAT TRANSFER 


Energy can cross the boundary of a closed system in two distinct forms: heat 
and work (Fig. 4—1). It is important to distinguish between these two forms of 
energy. Therefore, they will be discussed first, to form a sound basis for the 
development of the principles of thermodynamics. 

We know from experience that a can of cold soda left on a table eventually 
warms up and that a hot baked potato on the same table cools down (Fig. 4—2). 
When a body is left in a medium that is at a different temperature, energy 
transfer takes place between the body and the surrounding medium until ther- 
mal equilibrium is established, that is, the body and the medium reach the 
same temperature. The direction of energy transfer is always from the higher 
temperature body to the lower temperature one. Once the temperature equal- 
ity is established, energy transfer stops. In the processes described above, 
energy is said to be transferred in the form of heat. 

Heat is defined as the form of energy that is transferred between two sys- 
tems (or a system and its surroundings) by virtue of a temperature difference 
(Fig. 4—3). That is, an energy interaction is heat only if it takes place because 
of a temperature difference. Then it follows that there cannot be any heat 
transfer between two systems that are at the same temperature. 

In daily life, we frequently refer to the sensible and latent forms of internal 
energy as heat, and we talk about the heat content of bodies. In thermo- 
dynamics, however, we usually refer to those forms of energy as thermal 
energy to prevent any confusion with heat transfer. 

Several phrases in common use today— such as heat flow, heat addition, 
heat rejection, heat absorption, heat removal, heat gain, heat loss, heat storage, 
heat generation, electrical heating, resistance heating, frictional heating, gas 
heating, heat of reaction, liberation of heat, specific heat, sensible heat, latent 
heat, waste heat, body heat, process heat, heat sink, and heat source—are not 
consistent with the strict thermodynamic meaning of the term heat, which 
limits its use to the transfer of thermal energy during a process. However, 
these phrases are deeply rooted in our vocabulary, and they are used by both 
ordinary people and scientists without causing any misunderstanding since 
they are usually interpreted properly instead of being taken literally. (Besides, 
no acceptable alternatives exist for some of these phrases.) For example, the 
phrase body heat is understood to mean the thermal energy content of a body. 
Likewise, heat flow is understood to mean the transfer of thermal energy, not 


No heat 
transfer 
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the flow of a fluidlike substance called heat, although the latter incorrect 2 К 
interpretation, which is based on the caloric theory, is the origin of this phrase. thermal 
Also, the transfer of heat into a system is frequently referred to as heat ad- aa 





SURROUNDING 
AIR 







dition and the transfer of heat out of a system as heat rejection. Perhaps there HEAT 


are thermodynamic reasons for being so reluctant to replace heat by thermal 
energy: It takes less time and energy to say, write, and comprehend heat than 
it does thermal energy. 

Heat is energy in transition. It is recognized only as it crosses the boundary 
of a system. Consider the hot baked potato one more time. The potato contains 
energy, but this energy is heat transfer only as it passes through the skin of the 
potato (the system boundary) to reach the air, as shown in Fig. 4—4. Once in 









BAKED 
POTATO 






2 kJ 
thermal 
energy 





the surroundings, the transferred heat becomes part of the internal energy of , , FIGURE 4-4 

the surroundings. Thus, in thermodynamics, the term heat simply means heat Energy is recognized as heat transfer 

transfer. only as it crosses the system boundary. 
A process during which there is no heat transfer is called an adiabatic 

process (Fig. 4-5). The word adiabatic comes from the Greek word adia- 7 insulation 


batos, which means not to be passed. There are two ways a process can be 
adiabatic: Either the system is well insulated so that only a negligible amount 
of heat can pass through the boundary, or both the system and the surround- 
ings are at the same temperature and therefore there is no driving force 
(temperature difference) for heat transfer. An adiabatic process should not be 
confused with an isothermal process. Even though there is no heat transfer 
during an adiabatic process, the energy content and thus the temperature of a 
system can still be changed by other means such as work. D: 
As a form of energy, heat has energy units, kJ (or Btu) being the most com- FIGURE 4-5 
mon one. The amount of heat transferred during the process between two : T 

1 : 1 During an adiabatic process, a system 

states (states 1 and 2) is denoted by Qj, or just Q. Heat transfer per unit mass aes 
: : : exchanges no heat with its 
of a system is denoted q and is determined from 





ADIABATIC 
SYSTEM 














surroundings. 
O 

(=n (kJ/kg) (4-1) 

Sometimes it is desirable to know the rate of heat transfer (the amount of 

heat transferred per unit time) instead of the total heat transferred over some 
time interval (Fig. 4—6). The heat transfer rate is denoted Q, where the over- 30 KJ 

: 222 х оо: : 0-30Ю1 

dot stands for the time derivative, or “per unit time.” The heat transfer rate Q m=2kg heat 


has the unit kJ/s, which is equivalent to kW. When Ò varies with time, the At=5s 
amount of heat transfer during a process is determined by integrating Q over 
the time interval of the process: 











b a Q-26kW 
О- | Оа (kJ) (4-2) q = 15 kJ/kg 
ti 
: FIGURE 4-6 
When Q remains constant during a process, this relation reduces to The relationships among g, Q, and О. 


0-0 (kJ) (4-3) 


where At = t; — t; is the time interval during which the process occurs. 


Historical Background on Heat 
Heat has always been perceived to be something that produces in us a sensa- 
tion of warmth, and one would think that the nature of heat is one of the first 
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Contact 
surface 





FIGURE 4-7 

In the early nineteenth century, heat 
was thought to be an invisible fluid 
called the caloric that flowed from 

warmer bodies to the cooler ones. 
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things understood by mankind. However, it was only in the middle of the 
nineteenth century that we had a true physical understanding of the nature of 
heat, thanks to the development at that time of the kinetic theory, which treats 
molecules as tiny balls that are in motion and thus possess kinetic energy. 
Heat is then defined as the energy associated with the random motion of 
atoms and molecules. Although it was suggested in the eighteenth and early 
nineteenth centuries that heat is the manifestation of motion at the molecular 
level (called the live force), the prevailing view of heat until the middle of the 
nineteenth century was based on the caloric theory proposed by the French 
chemist Antoine Lavoisier (1744—1794) in 1789. The caloric theory asserts 
that heat is a fluidlike substance called the caloric that is a massless, colorless, 
odorless, and tasteless substance that can be poured from one body into an- 
other (Fig. 4-7). When caloric was added to a body, its temperature increased; 
and when caloric was removed from a body, its temperature decreased. When 
a body could not contain any more caloric, much the same way as when a 
glass of water could not dissolve any more salt or sugar, the body was said to 
be saturated with caloric. This interpretation gave rise to the terms saturated 
liquid and saturated vapor that are still in use today. 

The caloric theory came under attack soon after its introduction. It main- 
tained that heat is a substance that could not be created or destroyed. Yet it 
was known that heat can be generated indefinitely by rubbing one’s hands to- 
gether or rubbing two pieces of wood together. In 1798, the American Ben- 
jamin Thompson (Count Rumford) (1754—1814) showed in his papers that 
heat can be generated continuously through friction. The validity of the caloric 
theory was also challenged by several others. But it was the careful experi- 
ments of the Englishman James P. Joule (1818—1889) published in 1843 that 
finally convinced the skeptics that heat was not a substance after all, and thus 
put the caloric theory to rest. Although the caloric theory was totally aban- 
doned in the middle of the nineteenth century, it contributed greatly to the de- 
velopment of thermodynamics and heat transfer. 

Heat is transferred by three mechanisms: conduction, convection, and radi- 
ation. Conduction is the transfer of energy from the more energetic particles 
of a substance to the adjacent less energetic ones as a result of interaction be- 
tween particles. Convection is the transfer of energy between a solid surface 
and the adjacent fluid that is in motion, and it involves the combined effects 
of conduction and fluid motion. Radiation is the transfer of energy due to the 
emission of electromagnetic waves (or photons). 


4-2 = ENERGY TRANSFER BY WORK 


Work, like heat, is an energy interaction between a system and its surround- 
ings. As mentioned earlier, energy can cross the boundary of a closed system 
in the form of heat or work. Therefore, if the energy crossing the boundary of 
a closed system is not heat, it must be work. Heat is easy to recognize: Its driv- 
ing force is a temperature difference between the system and its surroundings. 
Then we can simply say that an energy interaction that is not caused by a 
temperature difference between a system and its surroundings is work. More 
specifically, work is the energy transfer associated with a force acting through 
a distance. A rising piston, a rotating shaft, and an electric wire crossing the 
system boundaries are all associated with work interactions. 
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Work is also a form of energy transferred like heat and, therefore, has 
energy units such as kJ. The work done during a process between states 
1 and 2 is denoted by W,,, or simply W. The work done per unit mass of a 
system is denoted by w and is expressed as 





y= z (kJ/kg) (4-4) 

The work done per unit time is called power and is denoted W (Fig. 4-8). The 
5 ; Wz30kJ 30 kJ 
unit of power is kJ/s, or kW. coe S 


Heat and work are directional quantities, and thus the complete description At=5s 
of a heat or work interaction requires the specification of both the magnitude 
and direction. One way of doing that is to adopt a sign convention. The gen- 
erally accepted formal sign convention for heat and work interactions is as W=6kW 
follows: heat transfer to a system and work done by a system are positive; w = 15 kJ/kg 
heat transfer from a system and work done on a system are negative. Another 
way is to use the subscripts in and out to indicate direction (Fig. 4—9). For ex- 
ample, a work input of 5 kJ can be expressed as W;, = 5 kJ, while a heat loss 
of 3 kJ can be expressed as Q,,, = 3 kJ. When the direction of a heat or work 
interaction is not known, we can simply assume a direction for the interaction Surroundings 
(using the subscript in or out) and solve for it. A positive result indicates the 
assumed direction is right. A negative result, on the other hand, indicates that 
the direction of the interaction is the opposite of the assumed direction. This 
is just like assuming a direction for an unknown force when solving a statics 











FIGURE 4-8 
The relationships among w, W, and W. 














problem, and reversing the direction when a negative result is obtained for the UE ти i 
force. We will use this intuitive approach in this book as it eliminates the need l 1 
to adopt a formal sign convention and the need to carefully assign negative my Wout 
values to some interactions. faa SSS Sosa s а 

Note that a quantity that is transferred to or from a system during an inter- FIGURE 4-9 
action is not a property since the amount of such a quantity depends on more Specifying the directions of 
than just the state of the system. Heat and work are energy transfer mecha- heat and work. 


nisms between a system and its surroundings, and there are many similarities 
between them: 


1. Both are recognized at the boundaries of a system as they cross the 
boundaries. That is, both heat and work are boundary phenomena. 

2. Systems possess energy, but not heat or work. 

3. Both are associated with a process, not a state. Unlike properties, 
heat or work has no meaning at a state. 

4. Both are path functions (1.e., their magnitudes depend on the path 
followed during a process as well as the end states). 


Path functions have inexact differentials designated by the symbol 6. There- 
fore, a differential amount of heat or work is represented by 6Q or ôW, 
respectively, instead of dQ or dW. Properties, however, are point functions 
(i.e., they depend on the state only, and not on how a system reaches that 
state), and they have exact differentials designated by the symbol d. A small 
change in volume, for example, is represented by dV, and the total volume 
change during a process between states 1 and 2 is 


2 
Í dV 2 V,— V, — AV 
1 
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P 
AV, = 3 m3; W, = 8 kJ 





2pm? 5pm? V 
FIGURE 4-10 


Properties are point functions; but 
heat and work are path functions 
(their magnitudes depend on the 
path followed). 


(Insulation) 





SSS SS 














FIGURE 4-11 
Schematic for Example 4-1. 


(Insulation) 


POTATO 


2540 





FIGURE 4-12 
Schematic for Example 4-2. 
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That is, the volume change during process 1-2 is always the volume at state 2 
minus the volume at state 1, regardless of the path followed (Fig. 4-10). The 
total work done during process 1—2, however, is 


2 
| ôW = Wp (not AW) 
1 


That is, the total work is obtained by following the process path and adding 
the differential amounts of work (SW) done along the way. The integral of 
OW is not W, — W, (i.e., the work at state 2 minus work at state 1), which is 
meaningless since work is not a property and systems do not possess work at 
a State. 





E EXAMPLE 4-1 Burning of a Candle in an Insulated Room 


E A candle is burning in a well-insulated room. Taking the room (the air plus the 
g candle) as the system, determine (a) if there is any heat transfer during 
m this burning process and (D) if there is any change in the internal energy of the 
B system. 
и 
SOLUTION (a) The interior surfaces of the room form the system boundary, as 
indicated by the dashed lines in Fig. 4-11. As pointed out earlier, heat is rec- 
ognized as it crosses the boundaries. Since the room is well insulated, we have 
an adiabatic system and no heat will pass through the boundaries. Therefore, 
Q — O for this process. 


(b) The internal energy involves energies that exist in various forms (sensible, 
latent, chemical, nuclear). During the process just described, part of the chem- 
ical energy is converted to sensible energy. Since there is no increase or de- 
crease in the total internal energy of the system, AU = O for this process. 








EXAMPLE 4-2 Heating of a Potato in an Oven 


A potato initially at room temperature (25°C) is being baked in an oven that is 
maintained at 200°C, as shown in Fig. 4-12. Is there any heat transfer during 
this baking process? 


SOLUTION This is not a well-defined problem since the system is not speci- 
fied. Let us assume that we are observing the potato, which will be our system. 
Then the skin of the potato can be viewed as the system boundary. Part of the 
energy in the oven will pass through the skin to the potato. Since the driving 
force for this energy transfer is a temperature difference, this is a heat transfer 
process. 








Е EXAMPLE 4-3 Heating of an Oven by Work Transfer 


A well-insulated electric oven is being heated through its heating element. If 
m the entire oven, including the heating element, is taken to be the system, de- 
m termine whether this is a heat or work interaction. 
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System boundary 





SOLUTION For this problem, the interior surfaces of the oven form the system 
boundary, as shown in Fig. 4-13. The energy content of the oven obviously in- == porem 
creases during this process, as evidenced by a rise in temperature. This energy 








А 5 | ELECTRIC OVEN 
transfer to the oven is not caused by a temperature difference between the oven | 
and the surrounding air. Instead, it is caused by e/ectrons crossing the system | 
boundary and thus doing work. Therefore, this is a work interaction. | . 
Heating 
l 





22 element 



































i EXAMPLE 4-4 Heating of an Oven by Heat Transfer 
и e c р AM FIGURE 4-13 
Б Answer the question in Example 4—3 if the system is taken as only the air in the Schematic for Example 4-3. 
g oven without the heating element. 
и 
SOLUTION This time, the system boundary will include the outer surface of System boundary 
the heating element and will not cut through it, as shown in Fig. 4-14. There- 
fore, no electrons will be crossing the system boundary at any point. Instead, РЕНЕ V | 
the energy generated in the interior of the heating element will be transferred to | ELECTRIC OVEN l 
the air around it as a result of the temperature difference between the heating l | 
element and the air in the oven. Therefore, this is a heat transfer process. | l 
Discussion For both cases, the amount of energy transfer to the air is the Heating | 
same. These two examples show that the same interaction can be heat or work L С сева l 
depending on how the system is selected. S » l 
FIGURE 4-14 
Electrical Work Schematic for Example 4-4. 


It was pointed out in Example 4—3 that electrons crossing the system bound- 
ary do electrical work on the system. In an electric field, electrons in a wire 
move under the effect of electromotive forces, doing work. When N coulombs 
of electrical charge move through a potential difference V, the electrical work 





done is 
W, = VN 
which can also be expressed in the rate form as 
. FIGURE 4-15 
И. = УТ (W) (4-59) Electrical power in terms of resistance 


: R, current /, and potential difference V. 
where W, is the electrical power and / is the number of electrical charges 


flowing per unit time, that is, the current (Fig. 4-15). In general, both V and J 
vary with time, and the electrical work done during a time interval Ar is ex- 
pressed as 


2 
W, = Í Vidt (К) (4-6) 
! 








When both V and I remain constant during the time interval Ar, it reduces to ГЭ» i 


W,—VIAt — (KD (4-7) 
—— 


4-3 = MECHANICAL FORMS OF WORK FIGURE 4-16 


The work done is proportional to 
There are several different ways of doing work, each in some way related to a the force applied (F) and the 
force acting through a distance (Fig. 4—16). In elementary mechanics, the distance traveled (s). 
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FIGURE 4—17 

If there is no movement, 

no work is done. (Reprinted with 
special permission of King Features 
Syndicate.) 


The moving 
boundary 





FIGURE 4-18 
The work associated with a moving 
boundary is called boundary work. 
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work done by a constant force F on a body displaced a distance s in the direc- 
tion of the force is given by 


W = Fs (kJ) (4-8) 


If the force F is not constant, the work done is obtained by adding (i.e., inte- 
grating) the differential amounts of work, 


2 
w= | Fds  (k] (4-9) 
1 


Obviously one needs to know how the force varies with displacement to per- 
form this integration. Equations 4—8 and 4—9 give only the magnitude of the 
work. The sign is easily determined from physical considerations: The work 
done on a system by an external force acting in the direction of motion is 
negative, and work done by a system against an external force acting in the 
opposite direction to motion is positive. 

There are two requirements for a work interaction between a system and its 
surroundings to exist: (1) there must be a force acting on the boundary, and 
(2) the boundary must move. Therefore, the presence of forces on the bound- 
ary without any displacement of the boundary does not constitute a work 
interaction. Likewise, the displacement of the boundary without any force to 
oppose or drive this motion (such as the expansion of a gas into an evacuated 
space) is not a work interaction since no energy is transferred. 

In many thermodynamic problems, mechanical work is the only form of 
work involved. It is associated with the movement of the boundary of a sys- 
tem or with the movement of the entire system as a whole (Fig. 4—17). Some 
common forms of mechanical work are discussed next. 


1 Moving Boundary Work 

One form of mechanical work frequently encountered in practice is associated 
with the expansion or compression of a gas in a piston-cylinder device. Dur- 
ing this process, part of the boundary (the inner face of the piston) moves back 
and forth. Therefore, the expansion and compression work is often called 
moving boundary work, or simply boundary work (Fig. 4-18). Some call 
it the P dV work for reasons explained later. Moving boundary work is the pri- 
mary form of work involved in automobile engines. During their expansion, 
the combustion gases force the piston to move, which in turn forces the crank- 
shaft to rotate. 

The moving boundary work associated with real engines or compressors 
cannot be determined exactly from a thermodynamic analysis alone because 
the piston usually moves at very high speeds, making it difficult for the gas in- 
side to maintain equilibrium. Then the states through which the system passes 
during the process cannot be specified, and no process path can be drawn. 
Work, being a path function, cannot be determined analytically without a 
knowledge of the path. Therefore, the boundary work in real engines or com- 
pressors is determined by direct measurements. 

In this section, we analyze the moving boundary work for a quasi- 
equilibrium process, a process during which the system remains in equilib- 
rium at all times. A quasi-equilibrium process, also called a quasi-static 
process, is closely approximated by real engines, especially when the piston 
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moves at low velocities. Under identical conditions, the work output of the en- 


gines is found to be a maximum, and the work input to the compressors to be \ 
a minimum when quasi-equilibrium processes are used in place of nonquasi- 

equilibrium processes. Below, the work associated with a moving boundary is | 
evaluated for a quasi-equilibrium process. 

Consider the gas enclosed in the piston-cylinder device shown in Fig. 4-19. 
The initial pressure of the gas is P, the total volume is V, and the cross- 
sectional area of the piston is A. If the piston is allowed to move a distance ds 
in a quasi-equilibrium manner, the differential work done during this process is 








GAS 
5W, = F ds = PA ds = P dV (410) 
FIGURE 4-19 
That is, the boundary work in the differential form is equal to the product of A gas does a differential amount of 
the absolute pressure P and the differential change in the volume dV of the work OW, as it forces the piston to 


system. This expression also explains why the moving boundary work is move by a differential amount ds. 


sometimes called the P dV work. 

Note in Eq. 4-10 that P is the absolute pressure, which is always positive. 
However, the volume change dV is positive during an expansion process (vol- Р 
ume increasing) and negative during a compression process (volume decreas- 1 
ing). Thus, the boundary work is positive during an expansion process and 
negative during a compression process. Therefore, Eq. 4-10 can be viewed as 
an expression for boundary work output, W,, ou. A negative result indicates 
boundary work input (compression). 

The total boundary work done during the entire process as the piston moves 
is obtained by adding all the differential works from the initial state to the 
final state: 





Process path 








W, = Ра (kJ) (4-11) 
1 


This integral can be evaluated only if we know the functional relationship be- FIGURE 4-20 
tween P and V during the process. That is, P — f(V) should be available. Note 
that P — f(V) is simply the equation of the process path on a P-V diagram. 

The quasi-equilibrium expansion process described above is shown on a 
P-V diagram in Fig. 4—20. On this diagram, the differential area dA is equal to 
P dV, which is the differential work. The total area A under the process curve 
1-2 is obtained by adding these differential areas: 


The area under the process curve on 
a P-V diagram represents the 
boundary work. 


2 2 
Area = A= [ д = | Рау (4-12) 
1 1 


A comparison of this equation with Eq. 4—11 reveals that the area under the 
process curve on a P-V diagram is equal, in magnitude, to the work done dur- 
ing a quasi-equilibrium expansion or compression process of a closed system. 
(On the P-v diagram, it represents the boundary work done per unit mass.) 

A gas can follow several different paths as it expands from state 1 to state 2. 
In general, each path will have a different area underneath it, and since this 
area represents the magnitude of the work, the work done will be different for 
each process (Fig. 4-21). This is expected, since work is a path function (i.e., FIGURE 4-21 
it depends on the path followed as well as the end states). If work were not a The boundary work done 
path function, no cyclic devices (car engines, power plants) could operate as during a process depends on the 
work-producing devices. The work produced by these devices during one part path followed as well as the end states. 





| 

| 
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P 





У, A V 


FIGURE 4—22 

The net work done during a cycle is 
the difference between the work done 
by the system and the work done 

on the system. 
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of the cycle would have to be consumed during another part, and there would 
be no net work output. The cycle shown in Fig. 4—22 produces a net work out- 
put because the work done by the system during the expansion process (area 
under path A) is greater than the work done on the system during the com- 
pression part of the cycle (area under path B), and the difference between 
these two is the net work done during the cycle (the colored area). 

If the relationship between P and V during an expansion or a compression 
process is given in terms of experimental data instead of in a functional form, 
obviously we cannot perform the integration analytically. But we can always 
plot the P-V diagram of the process, using these data points, and calculate the 
area underneath graphically to determine the work done. 

Strictly speaking, the pressure P in Eq. 4-11 is the pressure at the inner 
surface of the piston. It becomes equal to the pressure of the gas in the cylin- 
der only if the process is quasi-equilibrium and thus the entire gas in the cy- 
linder is at the same pressure at any given time. Equation 4-11 can also be 
used for nonquasi-equilibrium processes provided that the pressure at the 
inner face of the piston 1s used for P. (Besides, we cannot speak of the pres- 
sure of a system during a nonquasi-equilibrium process since properties are 
defined for equilibrium states.) Therefore, we can generalize the boundary 
work relation by expressing it as 


2 
W,= | Р,4У (4-13) 
1 


where P; is the pressure at the inner face of the piston. 

Note that work is a mechanism for energy interaction between a system and 
its surroundings, and W, represents the amount of energy transferred from the 
system during an expansion process (or to the system during a compression 
process). Therefore, it has to appear somewhere else and we must be able to 
account for it since energy is conserved. In a car engine, for example, the 
boundary work done by the expanding hot gases is used to overcome friction 
between the piston and the cylinder, to push atmospheric air out of the way, 
and to rotate the crankshaft. Therefore, 


2 
W, — УУ оноп + Watm T Weak — Í (Friction + Р.А F Fa) dx (4-14) 


Of course the work used to overcome friction will appear as frictional heat 
and the energy transmitted through the crankshaft will be transmitted to other 
components (such as the wheels) to perform certain functions. But note that 
the energy transferred by the system as work must equal the energy received 
by the crankshaft, the atmosphere, and the energy used to overcome friction. 

The use of the boundary work relation is not limited to the quasi- 
equilibrium processes of gases only. It can also be used for solids and liquids. 





Ё EXAMPLE 4-5 Boundary Work during a Constant-Volume Process 


1 A rigid tank contains air at 500 kPa and 150°C. As a result of heat transfer to 
g the surroundings, the temperature and pressure inside the tank drop to 65°C 
m and 400 kPa, respectively. Determine the boundary work done during this 
B process. 
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P, kPa 


AIR Heat 200 
P, = 500 kPa 
T, = 150°C 


P, = 400 kPa 400 
Т, = 65°С 


FIGURE 4-23 
Schematic and P-V diagram for 
Example 4-5. 





a 
SOLUTION A sketch of the system and the P-V diagram of the process are 
shown in Fig. 4—23. 

Analysis The boundary work can be determined from Eq. 4-11 to be 


2 0 
"| Pav" =0 
1 


This is expected since a rigid tank has a constant volume and dV — O in this 
equation. Therefore, there is no boundary work done during this process. That 
is, the boundary work done during a constant-volume process is always zero. 
This is also evident from the P-V diagram of the process (the area under the 
process curve is zero). 











1 EXAMPLE 4-6 Boundary Work for a Constant-Pressure Process 


E A frictionless piston-cylinder device contains 10 Ibm of water vapor at 60 psia 
g and 320°F. Heat is now transferred to the steam until the temperature reaches 
m 400°F. If the piston is not attached to a shaft and its mass is constant, deter- 
m mine the work done by the steam during this process. 
и 
SOLUTION A sketch of the system and the P-v diagram of the process are 
shown in Fig. 4-24. 
Assumption The expansion process is quasi-equilibrium. 





P, psia 
1 Ву- 60 раа 2 


Heat 


FIGURE 4—24 
1 " Schematic and P-v diagram for 
v, 2 7.485 0,28.353 v, ft/Ibm Example 4—6. 


І 
І 
І 
І 
Area = w, ! 
І 
І 
І 
І 
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Analysis Even though it is not explicitly stated, the pressure of the steam 
within the cylinder remains constant during this process since both the atmo- 
spheric pressure and the weight of the piston remain constant. Therefore, this 
is a constant-pressure process, and, from Eq. 4-11 


D 2 
W,- | PdV= р, | ау = РУ, – У) (4-15) 
1 1 


or 
W, = mP, ~= v) 


since V = mv. From the superheated vapor table (Table A-6E), the specific 
volumes are determined to be vı = 7.485 ft?/Ibm at state 1 (60 psia, 320?F) 
and v, — 8.353 ft?/Ibm at state 2 (60 psia, 400°F). Substituting these values 
yields 


W, = (10 Ibm)(60 psia)[(8.353 — 7.485) fom SER | 


5.404 psia - ft? 
= 96.4 Btu 


Discussion The positive sign indicates that the work is done by the system. 
That is, the steam used 96.4 Btu of its energy to do this work. The magnitude 
of this work could also be determined by calculating the area under the process 
curve on the P-V diagram, which is simply Py AV for this case. 











1 EXAMPLE 4-7 Isothermal Compression of an Ideal Gas 


I A piston-cylinder device initially contains 0.4 m of air at 100 kPa and 80°C. 
g [he air is now compressed to 0.1 m? in such a way that the temperature inside 
ш the cylinder remains constant. Determine the work done during this process. 
и 
SOLUTION A sketch of the system and the P-V diagram of the process are 
shown in Fig. 4-25. 
Assumptions 1 The compression process is quasi-equilibrium. 2 At the speci- 
fied conditions, air can be considered to be an ideal gas since it is at a high 
temperature and low pressure relative to its critical-point values. 








P 

2 

i Ty = 80°C = const. 

l 

| 

AIR l 
V =04m? | 1 

FIGURE 4-25 Pal ret 
Schematic and P-V diagram Цан = const i i 1 
for Example 4-7. 0.1 0.4 V, mô 





cen54261 ch04.qxd 11/14/03 8:15 AM Page 133 


—— 


Analysis For an ideal gas at constant temperature To, 


РУ = mRTI =C ог Р= 5 


where C is a constant. Substituting this into Eq. 4-11, we have 
V. 
M m c m E 
њ = | рау | таре с| = Спу=РИ му иы 
In Eq. 4-16, P,V, can be replaced by P> V> or MRT. Also, V>/V, can be re- 


placed by P/P, for this case since P1V4 — P5V;. 
Substituting the numerical values into Eq. 4-16 yields 


(100 kPa)(0.4 2 2 тэн 


W, ind ] kPa - n? 


—55.45 kJ 


Discussion The negative sign indicates that this work is done on the system 
(a work input), which is always the case for compression processes. 








Polytropic Process 

During actual expansion and compression processes of gases, pressure and 
volume are often related by PV" — C, where n and C are constants. A process 
of this kind is called a polytropic process (Fig. 4-26). Below we develop a 
general expression for the work done during a polytropic process. The pres- 
sure for a polytropic process can be expressed as 


Р= Су" (4-17) 
Substituting this relation into Eq. 4-11, we obtain 


2 
=п + 1 1- 


Vent == Vrom! z Р,У, = РҮ; 


2 2, 
w,- | рау = | СУ" ау = С (4-18) 
1 1 







P, Vi=P,V3 


fer = const. 


PV” = C = const. 
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FIGURE 4—26 
Schematic and P-V diagram for a 
polytropic process. 
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Lope 


Engine 


FIGURE 4-27 


Energy transmission through rotating 
shafts is commonly encountered in 
practice. 





Wy = 20nT 


FIGURE 4-28 


Shaft work is proportional to the 
torque applied and the number of 
revolutions of the shaft. 


2—9 
n = 4000 rpm 
T= 200 Nm 
FIGURE 4-29 


Schematic for Example 4-8. 
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since C = P, V” = P,W. For an ideal gas (PV — mRT), this equation can also 
be written as 


Е mR(T, — T;) 


W, 
? 1-1 


n#1 (kJ) (4-19) 
For the special case of n — 1 the boundary work becomes 


2 2 ү, 
w= | Pav =| СУ! ау = РҮ1п V. 
1 1 1 


For an ideal gas this result is equivalent to the isothermal process discussed in 
the previous example. 


2 Shaft Work 


Energy transmission with a rotating shaft is very common in engineering prac- 
tice (Fig. 4—27). Often the torque T applied to the shaft is constant, which 
means that the force F applied is also constant. For a specified constant 
torque, the work done during n revolutions is determined as follows: A force 
F acting through a moment arm r generates a torque T of (Fig. 4-28) 


T=Fr — F=] (4-20) 


This force acts through a distance s, which is related to the radius r by 
s = (2m r)n (4-21) 


Then the shaft work is determined from 


Wa = Fs = — m)-2mnT K) (4-22) 


The power transmitted through the shaft is the shaft work done per unit time, 
which can be expressed as 


Wy, =27niT (KW) (4-23) 


where ñ is the number of revolutions per unit time. 





EXAMPLE 4-8 Power Transmission by the Shaft of a Car 


Determine the power transmitted through the shaft of a car when the torque ap- 
plied is 200 N - m and the shaft rotates at a rate of 4000 revolutions per 
minute (rpm). 


SOLUTION The torque and the rpm for a car engine are given. The power 
transmitted is to be determined. 

Analysis A sketch of the car is given in Fig. 4-29. The shaft power is deter- 
mined directly from 


Wa = 207nT = cm 2000 ja N- 2 p 





60s /\1000 N - m 
= 83.8 kW (or 112.3 hp) 
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3 Spring Work 

It is common knowledge that when a force is applied on a spring, the length 
of the spring changes (Fig. 4—30). When the length of the spring changes by a 
differential amount dx under the influence of a force F, the work done is 


W, ins = F dx (4-24) 


pring 
To determine the total spring work, we need to know a functional relationship 
between F and x. For linear elastic springs, the displacement x is proportional 
to the force applied (Fig. 4—31). That is, 


Е = Кх (kN) (4-25) 


where k is the spring constant and has the unit kN/m. The displacement x is 
measured from the undisturbed position of the spring (that is, x = 0 when 
F = 0). Substituting Eq. 4—25 into Eq. 4—24 and integrating yield 


W. 


spring 


= 5K(x3 22) (kJ) (4-26) 


where x, and x, are the initial and the final displacements of the spring, 
respectively, measured from the undisturbed position of the spring. 





1 EXAMPLE 4-9 Expansion of a Gas against a Spring 


1 A piston-cylinder device contains 0.05 m? of a gas initially at 200 kPa. At this 
g State, a linear spring that has a spring constant of 150 kN/m is touching the 
m piston but exerting no force on it. Now heat is transferred to the gas, causing 
B the piston to rise and to compress the spring until the volume inside the cylin- 
B der doubles. If the cross-sectional area of the piston is 0.25 m?, determine (a) 
E the final pressure inside the cylinder, (b) the total work done by the gas, and (c) 
E the fraction of this work done against the spring to compress it. 


shown in Fig. 4-32. 





| SOLUTION A sketch of the system and the P-V diagram of the process are 


k = 150 kN/m 
P, kPa 4 


320 - 


200 - 











ә 


0.05 01 Vm 
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Rest 
position dx 


x Е 
FIGURE 4-30 
Elongation of a spring under 
the influence of a force. 





Rest 
position 





х= 2 тт 


F, = 600 N 

FIGURE 4-31 
The displacement of a linear spring 
doubles when the force is doubled. 


FIGURE 4-32 
Schematic and P-V diagram for 
Example 4-9. 
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Assumptions 1 The expansion process is quasi-equilibrium. 2 The spring is lin- 
ear in the range of interest. 
Analysis (a) The enclosed volume at the final state is 


V, = 2V, = (2)(0.05 m°) = 0.1 m° 


Then the displacement of the piston (and of the spring) becomes 


AV (0.1 — 0.05) n? 
x = > = l 


A 0.25 m? 02m 


The force applied by the linear spring at the final state is 


F = kx = (150 kN/m) (0.2 m) = 30 kN 


The additional pressure applied by the spring on the gas at this state is 


Тоо 
йг. EDI 





Without the spring, the pressure of the gas would remain constant at 200 kPa 
while the piston is rising. But under the effect of the spring, the pressure rises 
linearly from 200 kPa to 


200 + 120 = 320 kPa 


at the final state. 


(b) An easy way of finding the work done is to plot the process on a P-Vdiagram 
and find the area under the process curve. From Fig. 4-32 the area under the 
process curve (a trapezoid) is determined to be 


_ (200 + 320) kPa 
2 


1 kJ 


W m 
m 1 КРа · т? 





[0.1 – 0.05) 2 | =13kJ 


Note that the work is done by the system. 


(c) The work represented by the rectangular area (region |) is done against the 
piston and the atmosphere, and the work represented by the triangular area 
(region II) is done against the spring. Thus, 


1К7 
Е = 11(320 x 200) kPa](0.05 TM KPa. = =3kJ 
This result could also be obtained from Eq. 4-26: 
Wisi, 7 1KGÀ — х9) = 1050 kN/m)((0.2 m? — 0] —L E — = зм 
spring 2 2 1 9) . 1КЧ-ш 








4 Other Mechanical Forms of Work 


There are many other forms of mechanical work. Next we introduce some of 
them briefly. 
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Work Done on Elastic Solid Bars 

Solids are often modeled as linear springs because under the action of a force 
they contract or elongate, as shown in Fig. 4-33, and when the force is lifted, 
they return to their original lengths, like a spring. This is true as long as the 
force is in the elastic range, that is, not large enough to cause permanent (plas- 
tic) deformations. Therefore, the equations given for a linear spring can also 


be used for elastic solid bars. Alternately, we can determine the work associ- | | 
ated with the expansion or contraction of an elastic solid bar by replacing "X Up 
pressure P by its counterpart in solids, normal stress o,, = F/A, in the bound- | Е 
ary work expression: FIGURE 4-33 
2 2 Solid bars behave as springs 
Watastic = Í o,dV = Í o,A dx (kJ) (4-27) under the influence of a force. 


where A is the cross-sectional area of the bar. Note that the normal stress has 
pressure units. 


Work Associated with the Stretching of a Liquid Film 


Consider a liquid film such as soap film suspended on a wire frame (Fig. Rigid wire frame 
4—34). We know from experience that it will take some force to stretch this Surface of film 

1 : 1 : : І ! Movable 
film by the movable portion of the wire frame. This force is used to overcome | E Sire 





the microscopic forces between molecules at the liquid—air interfaces. These 
microscopic forces are perpendicular to any line in the surface, and the force T 
generated by these forces per unit length is called the surface tension o,, b 
whose unit is N/m. Therefore, the work associated with the stretching of a film 1 


: E . Р” 
is also called surface tension work. It is determined from | 
2 X 
УУ, асе = | С, аА (КЈ ) (4-28) 7 
: FIGURE 4-34 
where dA — 2b dx is the change in the surface area of the film. The factor 2 is Stretching a liquid film 


due to the fact that the film has two surfaces in contact with air. The force act- with a movable wire. 


ing on the movable wire as a result of surface tension effects is F — 2bo, 
where c, is the surface tension force per unit length. 

















Motor 
Work Done to Raise or to Accelerate a Body Immo > 
When a body is raised in a gravitational field, its potential energy increases. 
Likewise, when a body is accelerated, its kinetic energy increases. The con- онь 
servation of energy principle requires that an equivalent amount of energy 
must be transferred to the body being raised or accelerated. Remember that Eleva 


energy can be transferred to a given mass by heat and work, and the energy car 
transferred in this case obviously is not heat since it is not driven by a tem- 
perature difference. Therefore, it must be work. Then we conclude that (1) the 
work transfer needed to raise a body is equal to the change in the potential 
energy of the body, and (2) the work transfer needed to accelerate a body is 
equal to the change in the kinetic energy of the body (Fig. 4—35). Similarly, 
the potential or kinetic energy of a body represents the work that can be 

















obtained from the body as it is lowered to the reference level or decelerated to FIGURE 4-35 
zero velocity. The energy transferred to a body while 

This discussion together with the consideration for friction and other losses being raised is equal to the change 
form the basis for determining the required power rating of motors used to in its potential energy. 
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FIGURE 4—36 
Schematic for Example 4—10. 





FIGURE 4—37 
Schematic for Example 4-11. 
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drive devices such as elevators, escalators, conveyor belts, and ski lifts. It also 
plays a primary role in the design of automotive and aircraft engines, and in 
the determination of the amount of hydroelectric power that can be produced 
from a given water reservoir, which is simply the potential energy of the wa- 
ter relative to the location of the hydraulic turbine. 





EXAMPLE 4-10 Power Needs of a Car to Climb a Hill 


Consider a 1200-kg car cruising steadily on a level road at 90 km/h. Now the 
car starts climbing a hill that is sloped 30° from the horizontal (Fig. 4-36). If 
the velocity of the car is to remain constant during climbing, determine the ad- 
ditional power that must be delivered by the engine. 


SOLUTION A car is to climb a hill while maintaining a constant velocity. The 
additional power needed is to be determined. 

Analysis The additional power required is simply the work that needs to be 
done per unit time to raise the elevation of the car, which is equal to the change 
in the potential energy of the car per unit time: 


W, = mg Az/At — mg V, ica 


ајан 


= 2) 5 о 
(1200 kg)(9.81 m/s^)(90 km/h)(sin 30 я km/h/ 1000 m/s? 


= 147 kJ/s = 147 kW (or 197 hp) 


Discussion Note that the car engine will have to produce almost 200 hp of 
additional power while climbing the hill if the car is to maintain its velocity. 








EXAMPLE 4-11 Power Needs of a Car to Accelerate 


Determine the power required to accelerate a 900-kg car shown in Fig. 4-37 
from rest to a velocity of 80 km/h in 20 s on a level road. 


SOLUTION The power required to accelerate a car to a specified velocity is to 
be determined. 

Analysis The work needed to accelerate a body is simply the change in the 
kinetic energy of the body, 


водод шү | 13916 
3600 8 1000 m?/s? 


Wa = lmCV3 — Y) — 10900 ie) 
- 222К1 
The average power is determined from 


тг 222) 
W,—' Ar^ обуз = ШЛ КУУ (or14.9 hp) 





Discussion This is in addition to the power required to overcome friction, 
rolling resistance, and other imperfections. 








4—4 * NONMECHANICAL FORMS OF WORK 


The treatment in Section 4—3 represents a fairly comprehensive coverage of 
mechanical forms of work. But some work modes encountered in practice are 
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not mechanical in nature. However, these nonmechanical work modes can be 
treated in a similar manner by identifying a generalized force F acting in the 
direction of a generalized displacement x. Then the work associated with the 
differential displacement under the influence of this force is determined from 
OW = F dx. 

Some examples of nonmechanical work modes are electrical work, where 
the generalized force is the voltage (the electrical potential) and the general- 
ized displacement is the electrical charge, as discussed earlier; magnetic 
work, where the generalized force is the magnetic field strength and the gen- 
eralized displacement is the total magnetic dipole moment; and electrical po- 
larization work, where the generalized force is the electric field strength and 
the generalized displacement is the polarization of the medium (the sum of the 
electric dipole rotation moments of the molecules). Detailed consideration of 
these and other nonmechanical work modes can be found in specialized books 
on these topics. 


4-5 = CONSERVATION OF MASS PRINCIPLE 


The conservation of mass principle is one of the most fundamental principles 
in nature. We are all familiar with this principle, and it is not difficult to under- 
stand. As the saying goes, you cannot have your cake and eat it, too! A person 
does not have to be an engineer to figure out how much vinegar-and-oil dress- 
































ing he is going to have if he mixes 100 g of oil with 25 g of vinegar. Even 
1 A 2 : : 2kg 16 kg 18 kg 
chemical equations are balanced on the basis of the conservation of mass prin- "E + ee) — mm 
ciple. When 16 kg of oxygen reacts with 2 kg of hydrogen, 18 kg of water is : : с 
formed (Fig. 4-38). In an electrolysis process, this water will separate back to FIGURE 4-38 
2 kg of hydrogen and 16 kg of oxygen. Mass is conserved even 
Mass, like energy, is a conserved property, and it cannot be created or de- during chemical reactions. 


stroyed. However, mass m and energy E can be converted to each other ac- 
cording to the famous formula proposed by Einstein: 


Е = тс? (4-29) 


where c is the speed of light. This equation suggests that the mass of a system 
will change when its energy changes. However, for all energy interactions en- 
countered in practice, with the exception of nuclear reactions, the change in 
mass is extremely small and cannot be detected by even the most sensitive de- 
vices. For example, when 1 kg of water is formed from oxygen and hydrogen, 





the amount of energy released is 15,879 kJ, which corresponds to a mass of i 
1.76 х 10:10 kg. A mass of this magnitude is beyond the accuracy required by —— 2kg 
practically all engineering calculations and thus can be disregarded. 








l 
Amcy = 5 kg 
For closed systems, the conservation of mass principle is implicitly used by | 
requiring that the mass of the system remain constant during a process. For 
control volumes, however, mass can cross the boundaries, and so we must 7kg —— 
keep track of the amount of the mass entering and leaving the control volume 
(Fig. 4-39). FIGURE 4-39 
Conservation of mass principle 
Mass and Volume Flow Rates ae HENS 


The amount of mass flowing through a cross section per unit time is called the 
mass flow rate and is denoted m. Again the dot over a symbol is used to indi- 
cate a quantity per unit time. 
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(a) Actual 


(b) Average 
FIGURE 4—40 
Actual and mean velocity profiles for 
flow in a pipe (the mass flow rate is 
the same for both cases). 





Cross section 
FIGURE 4—41 
The volume flow rate is the volume 
of fluid flowing through a cross 
section per unit time. 
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A fluid flows in or out of a control volume through pipes (or ducts). The 
mass flow rate of a fluid flowing in a pipe is proportional to the cross- 
sectional area A of the pipe, the density p, and the velocity V of the fluid. The 
mass flow rate through a differential area dA can be expressed as 


ат = рҮ, ад (4-30) 
where l^, is the velocity component normal to dA. The mass flow rate through 
the entire cross-sectional area of the pipe or duct is obtained by integration: 
m= | pV,,dA 

A 


(kg/s) (4-31) 


In most practical applications, the flow of a fluid through a pipe or duct can 
be approximated to be one-dimensional flow, and thus the properties can be 
assumed to vary in one direction only (the direction of flow). As a result, all 
properties are uniform at any cross section normal to the flow direction, and 
the properties are assumed to have bulk average values over the cross section. 
However, the values of the properties at a cross section may change with time 
unless the flow is steady. 

The one-dimensional-flow approximation has little impact on most proper- 
ties of a fluid flowing in a pipe or duct such as temperature, pressure, and den- 
sity since these properties usually remain constant over the cross section. This 
is not the case for velocity, however, whose value varies from zero at the wall 
to a maximum at the center because of the viscous effects (friction between 
fluid layers). Under the one-dimensional-flow assumption, the velocity is as- 
sumed to be constant across the entire cross section at some equivalent aver- 
age value (Fig. 440). Then the integration in Eq. 4-31 can be performed for 
one-dimensional flow to yield 


т = рҮ „А (Ке/8) (4-32) 


where 


p = density of fluid, kg/m? (= 1/v) 
Vm = mean fluid velocity normal to A, m/s 
A = cross-sectional area normal to flow direction, m? 


The volume of the fluid flowing through a cross section per unit time is 
called the volume flow rate V (Fig. 4—41) and is given by 


үзэ Í V,dA=V,,A — (ms) (4-33) 
A 
The mass and volume flow rates are related by 
m=pV= K (4-34) 


This relation is analogous to m = V/v, which is the relation between the mass 
and the volume of a fluid in a container. 

For simplicity, we drop the subscript on the mean velocity. Unless otherwise 
stated, V denotes the mean velocity in the flow direction. Also, A denotes the 
cross-sectional area normal to the flow direction. 
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Conservation of Mass Principle 

The conservation of mass principle can be expressed as: net mass transfer 
to or from a system during a process is equal to the net change (increase or 
decrease) in the total mass of the system during that process. That is, 





WATER 


| Total mass | 2 | Total mass | 2 ын change in mass 
Ampathtub = mj — me = 20kg 


entering the system leaving the system within the system 






or 
Min ~ Mon = AMystem (kg) (4-35) me = 30 kg 
FIGURE 4—42 
where AM,ystem = Mrinal 7 Minitiai 8 the change in the mass of the system dur- Conservation of mass principle 
ing the process (Fig. 4-42). It can also be expressed in the rate form as for an ordinary bathtub. 
Min ан Mout = AMyy stern! At (kg/s) (4-36) 


where mMin and Mou are the total rates of mass flow into and out of the system 
and dm, «dt is the rate of change of mass within the system boundaries. The 
relations above are often referred to as the mass balance and are applicable to 
any system undergoing any kind of process. 

The mass balance for a control volume can also be expressed more ex- 
plicitly as 


Ут T Ут, = (m e Mi )system (4-37) 
and 
X Е Зул, = Ат,уцеш/ (4-38) 


where i = inlet; e = exit; | = initial state and 2 = final state of the control 
volume; and the summation signs are used to emphasize that all the inlets and 
exits are to be considered. 

When the properties at the inlets and the exits as well as within the control 
volume are not uniform, the mass flow rate can be expressed in the differen- 
tial form as dm = pV, dA. Then the general rate form of the mass balance 
(Eq. 4—38) can be expressed as 


У ord, - Xl Ord). =F | ао (4-39) 


to account for the variation of properties. The integration of dmcy = pdV on 
the right-hand side over the volume of the control volume gives the total mass 
contained within the control volume at time f. 

The conservation of mass principle is based on experimental observations 
and requires every bit of mass to be accounted for during a process. A person 
who can balance a checkbook (by keeping track of deposits and withdrawals, 
or simply by observing the "conservation of money" principle) should have 
no difficulty in applying the conservation of mass principle to engineering 
systems. The conservation of mass equation is often referred to as the conti- 
nuity equation in fluid mechanics. 
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Control төл т, 
volume 


Mcy = const. 


FIGURE 4—43 

During a steady-flow process, the 
amount of mass entering a control 
volume equals the amount of 
mass leaving. 


m; = 2 kg/s то = З kg/s 


СУ 





m3 = m, + m = 5 kg/s 
FIGURE 4—44 
Conservation of mass principle for a 
two-inlet-one-exit steady-flow 
system. 





ту = 2 kg/s 
"E 1.4 m?/s 
FIGURE 4—45 


During a steady-flow process, volume 
flow rates are not necessarily 
conserved. 
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Mass Balance for Steady-Flow Processes 

During a steady-flow process, the total amount of mass contained within a 
control volume does not change with time (mcy = constant). Then the con- 
servation of mass principle requires that the total amount of mass entering a 
control volume equal the total amount of mass leaving it (Fig. 4—43). For a 
garden hose nozzle, for example, the amount of water entering the nozzle is 
equal to the amount of water leaving it in steady operation. 

When dealing with steady-flow processes, we are not interested in the 
amount of mass that flows in or out of a device over time; instead, we are in- 
terested in the amount of mass flowing per unit time, that is, the mass flow 
rate m. The conservation of mass principle for a general steady-flow system 
with multiple inlets and exits can be expressed in the rate form as (Fig. 4—44) 


Total mass entering CV | _ | Total mass leaving CV 
per unit time per unit time 


or 


Steady Flow: У; т, = 25 т, (kg/s) (4-40) 


where the subscript i stands for inlet and e for exit. Many engineering devices 
such as nozzles, diffusers, turbines, compressors, and pumps involve a single 
stream (only one inlet and one exit). For these cases, we denote the inlet state 
by the subscript 1 and the exit state by the subscript 2. We also drop the 
summation signs. Then Eq. 4—40 reduces, for single-stream steady-flow sys- 
tems, to 


Steady Flow (single stream): ńy =ñ, —> pV A = p:V24 (4-41) 


Special Case: Incompressible Flow (p — constant) 

The conservation of mass relations above can be simplified even further 
when the fluid is incompressible, which is usually the case for liquids, and 
sometimes for gases. Canceling the density from both sides of the steady-flow 
relations gives 


Steady Incompressible Flow: NV, = 20 (m?/s) (4-42) 


For single-stream steady-flow systems it becomes 


Steady Incompressible Flow 
(single stream): 


Vi= Ve — > Жи БАХ (4-43) 

It should always be kept in mind that there is no such thing as a “conserva- 
tion of volume” principle. Therefore, the volume flow rates into and out of a 
steady-flow device may be different. The volume flow rate at the exit of an air 
compressor will be much less than that at the inlet even though the mass flow 
rate of air through the compressor is constant (Fig. 4-45). This is due to the 
higher density of air at the compressor exit. For liquid flow, however, the vol- 
ume flow rates, as well as the mass flow rates, remain constant since liquids 
are essentially incompressible (constant-density) substances. Water flow 
through the nozzle of a garden hose is an example for the latter case. 
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EXAMPLE 4-12 Water Flow through a Garden Hose Nozzle 


a A garden hose attached with a nozzle is used to fill a 10-gallon bucket. The 


inner diameter of the hose is 2 cm, and it reduces to 0.8 cm at the nozzle exit 
(Fig. 4—46). If it takes 50 s to fill the bucket with water, determine (a) the vol- 
ume and mass flow rates of water through the hose, and (5) the mean velocity 
of water at the nozzle exit. 


SOLUTION A garden hose is used to fill water buckets. The volume and mass 
flow rates of water and the exit velocity are to be determined. 

Assumptions 1 Water is an incompressible substance. 2 Flow through the hose 
is steady. 3 There is no waste of water by splashing. 

Properties We take the density of water to be 1000 kg/m? = 1 kg/L. 

Analysis (a) Noting that 10 gallons of water are discharged in 50 s, the volume 
and mass flow rates of water are 


тоо 10 gal (3.7854 L 
-At 50s 1 gal 


mm = pV = (1 kg/L) (0.757 L/s) = 0.757 kg/s 


| — 0.757 L/s 


(b) The cross-sectional area of the nozzle exit is 


A, = пг2 = 7 (0.4 cm)? = 0.5027 cm? = 0.5027 X 1074 m? 


The volume flow rate through the hose and the nozzle is constant. Then the 
velocity of water at the nozzle exit becomes 


шоо 
^ А, 0.5027 X 1074 m? 





Vv 0.757 L/s | 1 m3 


1000 ! = 15.1 m/s 


Discussion |t can be shown that the mean velocity in the hose is 2.4 m/s. 
Therefore, the nozzle increases the water velocity by over 6 times. 











EXAMPLE 4-13 Discharge of Water from a Tank 


A 4-ft-high 4-ft-diameter cylindrical water tank whose top is open to the atmos- 
phere is initially filled with water. Now the discharge plug near the bottom of 
the tank is pulled out, and a water jet whose diameter is 0.5 in streams out 
(Fig. 4-47). The mean velocity of the jet is given by V — V 2gh where h is the 
height of water in the tank measured from the center of the hole (a variable) 
and g is the gravitational acceleration. Determine how long it will take for the 
water level in the tank to drop to 2 ft level from the bottom. 


SOLUTION The plug near the bottom of a water tank is pulled out. The time it 
will take for half of the water in the tank to empty is to be determined. 
Assumptions 1 Water is an incompressible substance. 2 The distance between 
the bottom of the tank and the center of the hole is negligible compared to the 
total water height. 3 The gravitational acceleration is 32.2 ft/s?. 
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Nozzle 





Ly Re Bucket 


FIGURE 4-46 
Schematic for Example 4—12. 





FIGURE 4—47 
Schematic for Example 4—13. 
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Analysis We take the volume occupied by water as the control volume. The 
size of the control volume will decrease in this case as the water level drops, 
and thus this is a variable control volume. (We could also treat this as a fixed 
control volume which consists of the interior volume of the tank by disregarding 
the air that replaces the space vacated by the water.) This is obviously an 
unsteady-flow problem since the properties (such as the amount of mass) within 
the control volume change with time. 

The conservation of mass relation for any system undergoing any process is 
given in the rate form as 


AM system 


“ажи (1) 


Mi, — mM 


During this process no mass enters the control volume (m,, = 0), and the mass 
flow rate of discharged water can be expressed as 


Mout = = (PVA)ou = рм 2gh Ajet (2) 


where A, — v D£4/4 is the cross-sectional area of the jet, which is constant. 
Noting that the density of water is constant, the mass of water in the tank at any 
time is 


Vsystem T pV T PA tant (3) 


where Atank = 7D n/4 is the base area of the cylindrical tank. Substituting 
Eqs. (2) and (3) into the mass balance relation (1) gives 


APA tank h) р(тР ак /4) аһ 
—pV2ghA — — = > рМ (тр) =E 
dt dt 
Canceling the densities and other common terms and separating the vari- 
ables give 





РЕ Рак dh. 
D2, V2gh 


jet 


Integrating from t= O at which h = ho to t= tat which h = h, gives 








1 dt — T h dh S pS Vh — шин = 
Di V 2g Jh Vh V g/2 Dia 


Substituting, the time of discharge is determined to be 








2 
— VAft- V2ft|3 x E = 757s = 12.6 min 
32.2/2 ft/s? | 0.5 in 


Therefore, half of the tank will be emptied in 12.6 min after the discharge hole 
is unplugged. 
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Discussion Using the same relation with h, = O gives t= 43.1 min for the dis- 
charge of the entire water in the tank. Therefore, emptying the bottom half of 
the tank will take much longer than emptying the top half. This is due to the de- 
crease in the average discharge velocity of water with decreasing h. 





4-6 = FLOW WORK AND THE ENERGY |^ == 
OF A FLOWING FLUID 


Unlike closed systems, control volumes involve mass flow across their bound- 
aries, and some work is required to push the mass into or out of the control 
volume. This work is known as the flow work, or flow energy, and is neces- J Lies m 
sary for maintaining a continuous flow through a control volume. Imagina M m 

To obtain a relation for flow work, consider a fluid element of volume V as piston 
shown in Fig. 4—48. The fluid immediately upstream will force this fluid FIGURE 4-48 
element to enter the control volume; thus, it can be regarded as an imaginary Schematic for flow work. 
piston. The fluid element can be chosen to be sufficiently small so that it has 
uniform properties throughout. A 

If the fluid pressure is P and the cross-sectional area of the fluid element 
is A (Fig. 4-49), the force applied on the fluid element by the imaginary 
piston is —» sul — P 














Е = РА (4-44) 
FIGURE 4—49 


In the absence of acceleration, the 
force applied on a fluid by a piston is 
equal to the force applied on the piston 


Waow = FL = PAL = PV (kJ) (4-45) by the fluid. 


The flow work per unit mass is obtained by dividing both sides of this equa- eem 


tion by the mass of the fluid element: 


To push the entire fluid element into the control volume, this force must act 
through a distance L. Thus, the work done in pushing the fluid element across 
the boundary (i.e., the flow work) is 


P 
waw =Po (КМКе) (4-46) “tow > i cv 
The flow work relation is the same whether the fluid is pushed into or out of | 
the control volume (Fig. 4-50). (a) Before entering 


It is interesting that unlike other work quantities, flow work is expressed in 


terms of properties. In fact, it is the product of two properties of the fluid. For poe 


that reason, some people view it as a combination property (like enthalpy) and 





2 = Wfüow ——* 
refer to it as flow energy, convected energy, or transport energy instead of v 
flow work. Others, however, argue rightfully that the product Pv represents 21 
energy for flowing fluids only and does not represent any form of energy for cv 
nonflow (closed) systems. Therefore, it should be treated as work. This con- (b) After entering 
troversy is not likely to end, but it is comforting to know that both arguments FIGURE 4-50 
yield the same result for the energy equation. In the discussions that follow, Flow work is the energy needed to 
we consider the flow energy to be part of the energy of a flowing fluid, since push a fluid into or out of a control 
this greatly simplifies the energy analysis of control volumes. volume, and it is equal to Pv. 


-6- 
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FIGURE 4-51 

The total energy consists of three 
parts for a nonflowing fluid and 
four parts for a flowing fluid. 


| 


FIGURE 4-52 

The product 71,6; is the energy 
transported into the control volume 
by mass per unit time. 
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Total Energy of a Flowing Fluid 
As we discussed in Chap. 1, the total energy of a simple compressible system 
consists of three parts: internal, kinetic, and potential energies (Fig. 4-51). On 
a unit-mass basis, it is expressed as 

2 


е= и + Ке +ре=и + 5 + gz (kJ/kg) (4-47) 


where V is the velocity and z is the elevation of the system relative to some 
external reference point. 

The fluid entering or leaving a control volume possesses an additional form 
of energy—the flow energy Pv, as already discussed. Then the total energy of 
a flowing fluid on a unit-mass basis (denoted by 0) becomes 


0 = Pv + e = Pv + (u + ke + ре) (4-48) 
But the combination Pv + u has been previously defined as the enthalpy h. So 
the relation in Eq. 448 reduces to 


файлд Фү 


2 (4-49) 


gs (kJ/kg) 


By using the enthalpy instead of the internal energy to represent the energy 
of a flowing fluid, one does not need to be concerned about the flow work. 
The energy associated with pushing the fluid into or out of the control volume 
is automatically taken care of by enthalpy. In fact, this is the main reason for 
defining the property enthalpy. From now on, the energy of a fluid stream 
flowing into or out of a control volume is represented by Eq. 4—49, and no ref- 
erence will be made to flow work or flow energy. 


Energy Transport by Mass 

Noting that 0 is total energy per unit mass, the total energy of a flowing fluid 
of mass m is simply m0, provided that the properties of the mass m are 
uniform. Also, when a fluid stream with uniform properties is flowing at a 
mass flow rate of mm, the rate of energy flow with that stream is m0 (Fig. 4-52). 
That is, 
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Amount of 2 Е qe 

Energy Transport: Pag DHL ERES у + 82 (kJ) (4-50) 
Rate of : 210 y2 ‘ 

Energy Transport: Еа = №0 = h |h + 2 + gz (kW) (4-51) 








When the kinetic and potential energies of a fluid stream are negligible, as is 
usually the case, these relations simplify to E mass = Mh and È mas — mh. 

In general, the total energy transported by mass into or out of the control 
volume is not easy to determine since the properties of the mass at each inlet 
or exit may be changing with time as well as over the cross section. Thus, the 
only way to determine the energy transport through an opening as a result of 
mass flow is to consider sufficiently small differential masses óm that have 
uniform properties and to add their total energies during flow. 

Again noting that 0 is total energy per unit mass, the total energy of a flow- 
ing fluid of mass 6m is 0 óm. Then the total energy transported by mass 
through an inlet or exit (m,0; and m,0,) is obtained by integration. At an inlet, 
for example, it becomes 


En, mass =Í 0; бн | 
т, т, 


Most flows encountered in practice can be approximated as being steady and 
one-dimensional, and thus the simple relations in Eqs. 4-50 and 4—51 can be 
used to represent the energy transported by a fluid stream. 


2 


LG 
li 2 84 








дт, (4-52) 





EXAMPLE 4-14 Energy Transport by Mass 


Steam is leaving a 4-L pressure cooker whose operating pressure is 150 kPa 
(Fig. 4-53). It is observed that the amount of liquid in the cooker has de- 
creased by 0.6 L in 40 minutes after the steady operating conditions are estab- 
lished, and the cross-sectional area of the exit opening is 8 mm?. Determine (a) 
the mass flow rate of the steam and the exit velocity, (b) the total and flow en- 
ergies of the steam per unit mass, and (c) the rate at which energy is leaving the 
cooker by steam. 


Steam 


SOLUTION Steam is leaving a pressure cooker at a specified pressure. The 
velocity, flow rate, the total and flow energies, and the rate of energy transfer by 
mass are to be determined. 

Assumptions 1 The flow is steady, and the initial start-up period is disregarded. 
2 The kinetic and potential energies are negligible, and thus they are not con- 
sidered. 3 Saturation conditions exist within the cooker at all times so that Pressure 
steam leaves the cooker as a saturated vapor at the cooker pressure. Cooker 
Properties The properties of saturated liquid water and water vapor at 150 kPa 
are v; = 0.001053 m?/kg, v, — 1.1593 m?/kg, u, — 2519.7 kJ/kg, and hy = 
2693.6 kJ/kg (Table A-5). 

Analysis (a) Saturation conditions exist in a pressure cooker at all times after 
the steady operating conditions are established. Therefore, the liquid has the FIGURE 4-53 
Schematic for Example 4-14. 
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properties of saturated liquid and the exiting steam has the properties of satu- 
rated vapor at the operating pressure. The amount of liquid that has evaporated, 
the mass flow rate of the exiting steam, and the exit velocity are 

















A iiia 0.6L | ] n? 
m= vy, 0.001053 m'/kg (1000 L/ — 0.570 kg 
"от 0570kg "e S 
th = 5 = Go min = 0.0142 kg/min = 2.37 x 10-4 kg/s 
gy = te (2,37 X 107* kg/s)(1.1593 m*/kg) — 34.3 mis 
DR 8X 10-5 m? 


(b) Noting that h = u + Pv and that the kinetic and potential energies are dis- 
regarded, the flow and total energies of the exiting steam are 





Cow = Pv = h — u = 2693.6 — 2519.7 = 173.9 kJ/kg 
0 = h + ke + pe = h = 2693.6 kJ/kg 


Note that the kinetic energy in this case is ke = V?/2 = (34.3 m/s)?/2 = 
588 m?/s? = 0.588 kJ/kg, which is small compared to enthalpy. 


(c) The rate at which energy is leaving the cooker by mass is simply the product 
of the mass flow rate and the total energy of the exiting steam per unit mass, 


É mas 080 — (2.37 X 10-4 kg/s)(2693.6 kJ/kg) = 0.638 kJ/s = 0.638 kW 


Discussion The numerical value of the energy leaving the cooker with steam 
alone does not mean much since this value depends on the reference point 
selected for enthalpy (it could even be negative). The significant quantity is the 
difference between the enthalpies of the exiting vapor and the liquid inside 
(which is ^g) since it relates directly to the amount of energy supplied to the 
cooker, as we will discuss in Chap. 5. 








SUMMARY 


Energy can cross the boundaries of a closed system in the form Electrical work: W, = VI At 
of heat or work. For control volumes, energy can also be trans- 


ported by mass. If the energy transfer is due to a temperature 


difference between a closed system and its surroundings, it is Boundary work: 

heat; otherwise, it is work. (1) General W, = Í 5 PdV 
Work is the energy transferred as a force acts on a system 1 

through a distance. The most common form of mechanical (2) Isobaric process W, — P«(V, — Vi) 


work is the boundary work, which is the work associated 


(P, — P, = Po = constant) 


with the expansion and compression of substances. On a P-V 


diagram, the area under the process curve represents the (3) Polytropic process 
boundary work for a quasi-equilibrium process. Various forms 


of work are expressed as follows: 


г РЎ = РІЙ dx 
(Pv" = constant) Маг 1-4 (n+ 1) 


--Ө3--- 
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(4) Isothermal process 
of an ideal gas 
(PV = mRT, = constant) 


Shaft work: 


2 


Y 
W, = PV; hy = mRT, n V, 


Wy, = 2nnT 
1 
2 К, 02 го Xj) 


The conservation of mass principle states that the net mass 
transfer to or from a system during a process is equal to the net 
change (increase or decrease) in the total mass of the system 
during that process, and is expressed as 


Spring work: Wooring = 


Min —~ Mo = AM,ystem and Min ~ Mon = Ат,учеһ/ї 
where Am, = Та — "на 15 the change in the mass of the 
system during the process, min and mM ou are the total rates of 
mass flow into and out of the system, and dmM,ystem/dt is the rate 
of change of mass within the system boundaries. The relations 
above are also referred to as the mass balance or continuity 
equation, and are applicable to any system undergoing any 
kind of process. 

The amount of mass flowing through a cross section per unit 
time is called the mass flow rate, and is expressed as 


m=pVA 
where p = density of fluid, ‘Vv = mean fluid velocity normal to 
A, and A = cross-sectional area normal to flow direction. The 


volume of the fluid flowing through a cross section per unit 
time is called the volume flow rate and is expressed as 


V=VA=mlp 


REFERENCES AND SUGGESTED READINGS 


-Ф- 


149 
CHAPTER 4 


For steady-flow systems, the conservation of mass principle is 
expressed as 


Ут, = Ул, 


Steady Flow: 


Steady Flow (single stream): 
m,=m, ә рҮА = р А 


SV, = XV. 
Steady Incompressible Flow (single stream): 
ү,-У, ә УА, = А, 


Steady Incompressible Flow: 


The work required to push a unit mass of fluid into or out 
of a control volume is called flow work or flow energy, and 
is expressed as wg,,, = Pv. In the analysis of control volumes, 
it is convenient to combine the flow energy and internal energy 
into enthalpy. Then the total energy of a flowing fluid is ex- 
pressed as 

2 
0=h+ke+pe=h+> 


+ gz 

The total energy transported by a flowing fluid of mass m with 
uniform properties is m6. The rate of energy transport by a 
fluid with a mass flow rate of m is m0. When the kinetic and 
potential energies of a fluid stream are negligible, the amount 
and rate of energy transport become Emas = Mh and Emas = 
mh, respectively. 


1. ASHRAE Handbook of Fundamentals. SI version. 
Atlanta, GA: American Society of Heating, Refrigerating, 
and Air-Conditioning Engineers, Inc., 1993. 


2. A. Bejan. Advanced Engineering Thermodynamics. 
New York: Wiley, 1988. 


РКОВЇЕМ5” 


3. M. J. Moran and H. N. Shapiro. Fundamentals of 
Engineering Thermodynamics. 4th ed. New York: Wiley, 
2000. 


4. K. Wark and D. E. Richards. Thermodynamics. 6th ed. 
New York: McGraw-Hill, 1999. 


Heat Transfer and Work 


4-1С In what forms can energy cross the boundaries of a 
closed system? 


4-2C When is the energy crossing the boundaries of a closed 
system heat and when is it work? 


4-3C What is an adiabatic process? What is an adiabatic 
system? 





*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon « are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


—— 
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44C A gas ina piston-cylinder device is compressed, and as 
a result its temperature rises. Is this a heat or work interaction? 


4-5C A room is heated by an iron that is left plugged in. Is 
this a heat or work interaction? Take the entire room, including 
the iron, as the system. 


4-6C A room is heated as a result of solar radiation coming 
in through the windows. Is this a heat or work interaction for 
the room? 


4—7C  Aninsulated room is heated by burning candles. Is this 
a heat or work interaction? Take the entire room, including the 
candles, as the system. 


4-8C What are point and path functions? Give some 
examples. 


4-9C What is the caloric theory? When and why was it 
abandoned? 


Boundary Work 


4-10C On a P-v diagram, what does the area under the 
process curve represent? 


4-11C Is the boundary work associated with constant- 
volume systems always zero? 


4-12C_ An ideal gas at a given state expands to a fixed final 
volume first at constant pressure and then at constant tempera- 
ture. For which case is the work done greater? 


4-13C Show that 1 kPa- m? = 1 kJ. 


4-14 Amass of 5 kg of saturated water vapor at 200 kPa is 
heated at constant pressure until the temperature reaches 
300°C. Calculate the work done by the steam during this 
process. Answer: 430.5 kJ 


4-15 A frictionless piston-cylinder device initially contains 
200 L of saturated liquid refrigerant-134a. The piston is free 
to move, and its mass is such that it maintains a pressure of 
800 kPa on the refrigerant. The refrigerant is now heated until 
its temperature rises to 50°C. Calculate the work done during 
this process. Answer: 5227 kJ 





R-134a 


P = const. 





FIGURE P4-15 


4-16 E Reconsider Prob. 4-15. Using EES (or other) 

software, investigate the effect of pressure on the 
work done. Let the pressure vary from 400 kPa to 1200 kPa. 
Plot the work done versus the pressure, and discuss the results. 
Explain why the plot is not linear. Also plot the process de- 


scribed in Prob. 4—15 on the P-v diagram. 


—— 


4-17E  Africtionless piston-cylinder device contains 12 Ibm 
of superheated water vapor at 60 psia and 500°F. Steam is now 
cooled at constant pressure until 70 percent of it, by mass, con- 
denses. Determine the work done during this process. 


4-18 A mass of 2.4 kg of air at 150 kPa and 12°C is con- 
tained in a gas-tight, frictionless piston-cylinder device. The air 
is now compressed to a final pressure of 600 kPa. During the 
process, heat is transferred from the air such that the tempera- 
ture inside the cylinder remains constant. Calculate the work 
input during this process. Answer: 272 kJ 


4-19 Nitrogen at an initial state of 300 K, 150 kPa, and 
0.2 m? is compressed slowly in an isothermal process to a final 
pressure of 800 kPa. Determine the work done during this 
process. 


4-20 A gas is compressed from an initial volume of 0.42 n? 
to a final volume of 0.12 m?. During the quasi-equilibrium 
process, the pressure changes with volume according to 
the relation P = aV + b, where a = —1200 kPa/m? and 
b = 600 kPa. Calculate the work done during this process 
(a) by plotting the process on a P-V diagram and finding the 
area under the process curve and (b) by performing the neces- 
sary integrations. 


FIGURE P4—20 


4-21E During an expansion process, the pressure of a 
gas changes from 15 to 100 psia according to the relation 
P = aV + b, where a = 5 psia/ft? and b is a constant. If the ini- 
tial volume of the gas is 7 f, calculate the work done during 
the process. Answer: 181 Btu 


4-22 During some actual expansion and compression 

6 processes in piston-cylinder devices, the gases 
have been observed to satisfy the relationship PV" — C, where 
n and C are constants. Calculate the work done when a gas ex- 
pands from 150 kPa and 0.03 m3 to a final volume of 0.2 m? for 
the case of n = 1.3. 


4-23 «S Reconsider Prob. 4—22. Using the EES software, 

plot the process described in the problem on a P- 
V diagram, and investigate the effect of the polytropic expo- 
nent n on the boundary work. Let the polytropic exponent vary 
from 1.1 to 1.6. Plot the boundary work versus the polytropic 
exponent, and discuss the results. 


4-24 A frictionless piston-cylinder device contains 2 kg of 
nitrogen at 100 kPa and 300 K. Nitrogen is now compressed 
slowly according to the relation PV!^ — constant until it 


-6- 


cen54261 ch04.qxd 


11/14/03 28:15 AM Page 151 


reaches a final temperature of 360 K. Calculate the work in- 
put during this process. Answer: 89 kJ 








FIGURE P4-24 


4—25 , The equation of state of a gas is given as 

e D (P + 10/02) = R,T, where the units of D and P 
are m?/kmol and kPa, respectively. Now 0.5 kmol of this gas is 
expanded in a quasi-equilibrium manner from 2 to 4 m? at a 
constant temperature of 300 K. Determine (a) the unit of the 
quantity 10 in the equation and (5) the work done during this 
isothermal expansion process. 


4-26 


«9f Reconsider Prob. 4-25. Using the integration fea- 

ture of the EES software, calculate the work done, 
and compare your result with the “hand calculated” result ob- 
tained in Prob. 4—25. Plot the process described in the problem 
on a P-V diagram. 


4-27 Carbon dioxide contained in a piston-cylinder device is 
compressed from 0.3 to 0.1 m?. During the process, the 
pressure and volume are related by P = aV~?, where a = 
8 kPa - m6. Calculate the work done on the carbon dioxide dur- 
ing this process. Answer: 53.3 kJ 


4-28E Hydrogen is contained in a piston-cylinder device at 
14.7 psia and 15 ft. At this state, a linear spring (F « x) with a 
spring constant of 15,000 Ibf/ft is touching the piston but exerts 
no force on it. The cross-sectional area of the piston is 3 ft^. 
Heat is transferred to the hydrogen, causing it to expand until 
its volume doubles. Determine (a) the final pressure, (5) the 
total work done by the hydrogen, and (c) the fraction of this 
work done against the spring. Also, show the process on a P-V 
diagram. 


4—29 A piston-cylinder device contains 50 kg of water at 
150 kPa and 25°C. The cross-sectional area of the piston 
is 0.1 n. Heat is now transferred to the water, causing part of 
it to evaporate and expand. When the volume reaches 0.2 m, 
the piston reaches a linear spring whose spring constant is 
100 kN/m. More heat is transferred to the water until the piston 
rises 20 cm more. Determine (a) the final pressure and temper- 
ature and (b) the work done during this process. Also, show the 
process on a P-V diagram. 

Answers: (a) 350 kPa, 138.88°C; (b) 27.5 kJ 


4-30 KES Reconsider Prob. 4—29. Using the EES software, 

investigate the effect of the spring constant on the 
final pressure in the cylinder and the boundary work done. Let 
the spring constant vary from 50 kN/m to 500 kN/m. Plot the 


—— 
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FIGURE P4—29 


final pressure and the boundary work against the spring con- 
stant, and discuss the results. 


4-31 A piston-cylinder device with a set of stops contains 
10 kg of refrigerant-134a. Initially, 8 kg of the refrigerant is 
in the liquid form, and the temperature is —8°C. Now heat 
is transferred slowly to the refrigerant until the piston hits 
the stops, at which point the volume is 400 L. Determine 
(a) the temperature when the piston first hits the stops and 
(b) the work done during this expansion process. Also, show 
the process on a P-V diagram. Answers: (a) —8°C, (b) 45.6 kJ 





FIGURE P4—31 


4-32 A frictionless piston-cylinder device contains 10 kg of 
saturated refrigerant-134a vapor at 50?C. The refrigerant is 
then allowed to expand isothermally by gradually decreasing 
the pressure in a quasi-equilibrium manner to a final value of 
500 kPa. Determine the work done during this expansion 
process (a) by using the experimental specific volume data 
from the tables and (b) by treating the refrigerant vapor as an 
ideal gas. Also, determine the error involved in the latter case. 


4-33 ME Reconsider Prob. 4-32. Using the integration fea- 

ture of the EES software and the built-in property 
functions, calculate the work done and compare it to the result 
obtained by the ideal-gas assumption. Plot the process de- 
scribed in the problem on a P-v diagram. 


4-34 Determine the boundary work done by a gas during an 
expansion process if the pressure and volume values at various 
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states are measured to be 300 kPa, 1 L; 290 kPa, 1.1 L; 270 kPa, 
1.2 L; 250 kPa, 1.4 L; 220 kPa, 1.7 L; and 200 kPa, 2 L. 


Other Forms of Mechanical Work 


4-35C A car is accelerated from rest to 85 km/h in 10 s. 
Would the work energy transferred to the car be different if it 
were accelerated to the same speed in 5 s? 


4-36C  Lifüng a weight to a height of 20 m takes 20 s for one 
crane and 10 s for another. Is there any difference in the 
amount of work done on the weight by each crane? 


4-37 Determine the energy required to accelerate an 800-kg 
car from rest to 100 km/h on a level road. Answer: 308.6 kJ 


4-38 Determine the energy required to accelerate a 2000-kg 
car from 20 to 70 km/h on an uphill road with a vertical rise of 
40 m. 


4-39E Determine the torque applied to the shaft of a car that 
transmits 450 hp and rotates at a rate of 3000 rpm. 


4-40 Determine the work required to deflect a linear spring 
with a spring constant of 70 kN/m by 20 cm from its rest 
position. 


4-41 The engine of a 1500-kg automobile has a power rating 
of 75 kW. Determine the time required to accelerate this car 
from rest to a speed of 85 km/h at full power on a level road. Is 
your answer realistic? 


4-42 Aski lift has a one-way length of 1 km and a vertical 
rise of 200 m. The chairs are spaced 20 m apart, and each chair 
can seat three people. The lift is operating at a steady speed of 
10 km/h. Neglecting friction and air drag and assuming that the 
average mass of each loaded chair is 250 kg, determine the 
power required to operate this ski lift. Also estimate the power 
required to accelerate this ski lift in 5 s to its operating speed 
when it is first turned on. 


4-43 Determine the power required for a 2000-kg car 
to climb a 100-m-long uphill road with a slope of 30° (from 
horizontal) in 10 s (a) at a constant velocity, (b) from rest to a 
final velocity of 30 m/s, and (c) from 35 m/s to a final velocity 
of 5 m/s. Disregard friction, air drag, and rolling resistance. 
Answers: (a) 98.1 kW, (b) 188.1 kW, (c) —21.9 kW 








FIGURE P4—43 


4-44 A damaged 1200-kg car is being towed by a truck. Ne- 
glecting the friction, air drag, and rolling resistance, determine 


—— 


the extra power required (a) for constant velocity on a level 
road, (b) for constant velocity of 50 km/h on a 30? (from hori- 
zontal) uphill road, and (c) to accelerate on a level road from 
stop to 90 km/h in 12 s. 

Answers: (a) O, (b) 81.7 kW, (c) 31.25 kW 


Conservation of Mass 


4-45C Define mass and volume flow rates. How are they 
related to each other? 


4—46C Does the amount of mass entering a control volume 
have to be equal to the amount of mass leaving during an 
unsteady-flow process? 


4-47С When is the flow through a control volume steady? 


4—48C Consider a device with one inlet and one exit. If the 
volume flow rates at the inlet and at the exit are the same, is 
the flow through this device necessarily steady? Why? 


4-49E A garden hose attached with a nozzle is used to fill a 
20-gallon bucket. The inner diameter of the hose is 1 in and it 
reduces to 0.5 in at the nozzle exit. If the mean velocity in the 
hose is 8 ft/s, determine (a) the volume and mass flow rates 
of water through the hose, (b) how long it will take to fill 
the bucket with water, and (c) the mean velocity of water at the 
nozzle exit. 


4-50 Air enters a nozzle steadily at 2.21 kg/m? and 30 m/s 
and leaves at 0.762 kg/m? and 180 m/s. If the inlet area of the 
nozzle is 80 cm?, determine (a) the mass flow rate through 
the nozzle, and (b) the exit area of the nozzle. 

Answers: (a) 0.5304 kg/s, (b) 38.7 cm? 


4-51 A hair dryer is basically a duct of constant diameter 
in which a few layers of electric resistors are placed. A small 
fan pulls the air in and forces it through the resistors where it is 
heated. If the density of air is 1.20 kg/m? at the inlet and 
1.05 kg/m? at the exit, determine the percent increase in the 
velocity of air as it flows through the dryer. 





1.05 kg/m? 


1.20 kg/m? 





FIGURE P4—51 


4-52E Air whose density is 0.078 Ibm/ft? enters the duct 
of an air-conditioning system at a volume flow rate of 
450 ft?/min. If the diameter of the duct is 10 in, determine the 
velocity of the air at the duct inlet and the mass flow rate of air. 


4-53 А 1-т? гісі tank initially contains air whose density is 
1.18 kg/m?. The tank is connected to a high-pressure supply 
line through a valve. The valve is opened, and air is allowed to 
enter the tank until the density in the tank rises to 7.20 kg/m’. 
Determine the mass of air that has entered the tank. 

Answer: 6.02 kg 
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4-54 The ventilating fan of the bathroom of a building has 
a volume flow rate of 30 L/s and runs continuously. If the 
density of air inside is 1.20 kg/m?, determine the mass of air 
vented out in one day. 















































30 L/s 
Fan——Pb4 
Bathroom AN 
22°C 
FIGURE P4—54 


4-55E Chickens with an average mass of 4.5 lbm are to be 
cooled by chilled water in a continuous-flow-type immersion 
chiller. Chickens are dropped into the chiller at a rate of 500 
chickens per hour. Determine the mass flow rate of chickens 
through the chiller. 


4-56 A desktop computer is to be cooled by a fan whose 
flow rate is 0.34 m?/min. Determine the mass flow rate of air 
through the fan at an elevation of 3400 m where the air density 














FIGURE P4—56 
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is 0.7 kg/m?. Also, if the mean velocity of air is not to exceed 
110 m/min, determine the diameter of the casing of the fan. 
Answers: 0.238 kg/min, 0.063 m 


Flow Work and Energy Transfer by Mass 


4-57С What are the different mechanisms for transferring 
energy to or from a control volume? 


4-58С What is flow energy? Do fluids at rest possess any 
flow energy? 


4-59С How do the energies of a flowing fluid and a fluid at 
rest compare? Name the specific forms of energy associated 
with each case. 


4—60E Steam is leaving a pressure cooker whose operating 
pressure is 30 psia. It is observed that the amount of liquid 
in the cooker has decreased by 0.4 gal in 45 minutes after 
the steady operating conditions are established, and the cross- 
sectional area of the exit opening is 0.15 ir?. Determine (a) the 
mass flow rate of the steam and the exit velocity, (b) the total 
and flow energies of the steam per unit mass, and (c) the rate at 
which energy is leaving the cooker by steam. 


4-61  Refrigerant-134a enters the compressor of a refrigera- 
tion system as saturated vapor at 0.14 MPa, and leaves as 
superheated vapor at 0.8 MPa and 50°C at a rate of 0.04 kg/s. 
Determine the rates of energy transfers by mass into and out of 
the compressor. Assume the kinetic and potential energies to be 
negligible. 

4—62  Ahouse is maintained at 1 atm and 24?C, and warm air 
inside a house is forced to leave the house at a rate of 150 m?/h 
as a result of outdoor air at 5?C infiltrating into the house 
through the cracks. Determine the rate of net energy loss of the 
house due to mass transfer. Answer: 0.945 kW 


Review Problems 


4—63 Consider a vertical elevator whose cabin has a total 
mass of 800 kg when fully loaded and 150 kg when empty. The 
weight of the elevator cabin is partially balanced by a 400-kg 
counterweight that is connected to the top of the cabin by ca- 
bles that pass through a pulley located on top of the elevator 
well. Neglecting the weight of the cables and assuming the 
guide rails and the pulleys to be frictionless, determine (a) the 
power required while the fully loaded cabin is rising at a 
constant speed of 2 m/s and (b) the power required while 
the empty cabin is descending at a constant speed of 2 m/s. 
What would your answer be to (a) if no counterweight were 
used? What would your answer be to (b) if a friction force of 
1200 N has developed between the cabin and the guide rails? 


4-64 A frictionless piston-cylinder device initially contains 
air at 200 kPa and 0.2 m*. At this state, a linear spring (F « x) 
is touching the piston but exerts no force on it. The air is now 
heated to a final state of 0.5 m? and 800 kPa. Determine (a) the 
total work done by the air and (b) the work done against the 
spring. Also, show the process on a P-v diagram. 

Answers: (a) 150 kJ, (b) 90 kJ 
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FIGURE P4—64 


4-65 A mass of 5 kg of saturated liquid—vapor mixture 
of water is contained in a piston-cylinder device at 100 kPa. 
Initially, 2 kg of the water is in the liquid phase and the rest is 
in the vapor phase. Heat is now transferred to the water, and 
the piston, which is resting on a set of stops, starts moving 
when the pressure inside reaches 200 kPa. Heat transfer con- 
tinues until the total volume increases by 20 percent. Deter- 
mine (a) the initial and final temperatures, (b) the mass of 
liquid water when the piston first starts moving, and (c) the 
work done during this process. Also, show the process on a 
P-v diagram. 














FIGURE P4-65 


4-66E Aspherical balloon contains 10 Ibm of air at 30 psia 
and 800 R. The balloon material is such that the pressure inside 
is always proportional to the square of the diameter. Determine 
the work done when the volume of the balloon doubles as a 
result of heat transfer. Answer: 715 Btu 


4-67E Sg Reconsider Prob. 4—66E. Using the integration 
feature of the EES software, determine the work 


done. Compare the result with your “hand-calculated” result. 


4-68 AD, = 10 m diameter tank is initially filled with water 
2 m above the center of a D — 10 cm diameter valve near 
the bottom. The tank surface is open to the atmosphere, and the 
tank drains through a L — 100 m long pipe connected 
to the valve. The friction coefficient of the pipe is given to 
be f — 0.015, and the discharge velocity is expressed as 


—— 


2 
y = Um m where z is the water height above the 


1.5 - fLID 


center of the valve. Determine (a) the initial discharge velocity 
from the tank and (5) the time required to empty the tank. The 
tank can be considered to be empty when the water level drops 
to the center of the valve. 


4—69 Milk is to be transported from Texas to California for a 
distance of 2100 km in a 7-m-long, 2-m-external-diameter 
cylindrical tank. The walls of the tank are constructed of 
5-cm-thick urethane insulation sandwiched between two metal 
sheets of negligible thickness. Determine the amount of milk in 
the tank in kg and in gallons. 


4—70 Underground water is being pumped into a pool whose 
cross section is 3 m X 4 m while water is discharged through a 
5-cm-diameter orifice at a constant mean velocity of 5 m/s. If 
the water level in the pool rises at a rate of 1.5 cm/min, deter- 
mine the rate at which water is supplied to the pool, in m?/s. 


4—71 The velocity of a liquid flowing in a circular pipe of ra- 
dius R varies from zero at the wall to a maximum at the pipe 
center. The velocity distribution in the pipe can be represented 
as V(r), where r is the radial distance from the pipe center. 
Based on the definition of mass flow rate m, obtain a relation 
for the mean velocity in terms of V(r), R, and r. 


4—72 Air at 4.18 kg/m? enters a nozzle that has an 
inlet-to-exit area ratio of 2:1 with a velocity of 120 m/s and 
leaves with a velocity of 380 m/s. Determine the density of air 
at the exit. Answer: 2.64 kg/m? 


4-73 Along roll of 1-m-wide and 0.5-cm-thick 1-Mn manga- 
nese steel plate (p = 7854 kg/m?) coming off a furnace is to be 
quenched in an oil bath to a specified temperature. If the metal 
sheet is moving at a steady velocity of 10 m/min, determine 
the mass flow rate of the steel plate through the oil bath. 


Furnace 


10 m/min plate 





FIGURE P4—73 


4-74 The airina6ém X 5m X 4 m hospital room is to be 
completely replaced by conditioned air every 20 min. If the 
average air velocity in the circular air duct leading to the room 
is not to exceed 5 m/s, determine the minimum diameter of 
the duct. 


4—75E It is well-established that indoor air quality (IAQ) has 
a significant effect on general health and productivity of em- 
ployees at a workplace. A recent study showed that enhancing 
TAQ by increasing the building ventilation from 5 cfm (cubic 
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feet per minute) to 20 cfm increased the productivity by 
0.25 percent, valued at $90 per person per year, and decreased 
the respiratory illnesses by 10 percent for an average annual 
savings of $39 per person while increasing the annual energy 
consumption by $6 and the equipment cost by about $4 per 
person per year (ASHRAE Journal, December 1998). For a 
workplace with 120 employees, determine the net monetary 
benefit of installing an enhanced IAQ system to the employer 
per year. Answer: $14,280/yr 


Design and Essay Problems 


4-76 Design a reciprocating compressor capable of supply- 
ing compressed air at 800 kPa at a rate of 15 kg/min. Also 
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specify the size of the electric motor capable of driving this 
compressor. The compressor is to operate at no more than 
2000 rpm (revolutions per minute). 


4-77 A considerable fraction of energy loss in residential 
buildings is due to the cold outdoor air infiltrating through the 
cracks mostly around the doors and windows of the building. 
Write an essay on infiltration losses, their cost to homeowners, 
and the measures to prevent them. 


4-78 Using a large bucket whose volume is known and mea- 
suring the time it takes to fill the bucket with water from a gar- 
den hose, determine the mass flow rate and the average 
velocity of water through the hose. 
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he first law of thermodynamics is simply a statement of the conserva- 

tion of energy principle, and it asserts that total energy is a thermody- 

namic property. In Chap. 4, energy transfer to or from a system by heat, 
work, and mass flow was discussed. In this chapter, the general energy bal- 
ance relation, which is expressed as Ein ~ Eou = AE,ystem is developed ina 
step-by-step manner using an intuitive approach. The energy balance is first 
used to solve problems that involve heat and work interactions, but not mass 
flow (i.e., closed systems) for general pure substances, ideal gases, and in- 
compressible substances. Then the energy balance is applied to steady-flow 
systems, and common steady-flow devices such as nozzles, compressors, tur- 
bines, throttling valves, mixers, and heat exchangers are analyzed. Finally, the 
energy balance is applied to general unsteady-flow processes such as charging 
and discharging of vessels. 
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PE, = 10kI 
KE, =0 
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n KE, =3 kJ 





FIGURE 5-1 


Energy cannot be created or 
destroyed; it can only change forms. 


0-5К 






РОТАТО 
ДЕ = 5 КЈ 





FIGURE 5-2 


The increase in the energy of a potato 
in an oven is equal to the amount of 
heat transferred to it. 
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5-1 * THE FIRST LAW OF THERMODYNAMICS 


So far, we have considered various forms of energy such as heat Q, work W, 
and total energy E individually, and no attempt has been made to relate them 
to each other during a process. The first law of thermodynamics, also known 
as the conservation of energy principle, provides a sound basis for studying 
the relationships among the various forms of energy and energy interactions. 
Based on experimental observations, the first law of thermodynamics states 
that energy can be neither created nor destroyed; it can only change forms. 
Therefore, every bit of energy should be accounted for during a process. 

We all know that a rock at some elevation possesses some potential energy, 
and part of this potential energy is converted to kinetic energy as the rock falls 
(Fig. 5-1). Experimental data show that the decrease in potential energy 
(mgAz) exactly equals the increase in kinetic energy [m(V3 — 3/2)/2] when 
the air resistance is negligible, thus confirming the conservation of energy 
principle. 

Consider a system undergoing a series of adiabatic processes from a speci- 
fied state 1 to another specified state 2. Being adiabatic, these processes obvi- 
ously cannot involve any heat transfer, but they may involve several kinds of 
work interactions. Careful measurements during these experiments indicate 
the following: For all adiabatic processes between two specified states of a 
closed system, the net work done is the same regardless of the nature of the 
closed system and the details of the process. Considering that there are an 
infinite number of ways to perform work interactions under adiabatic condi- 
tions, this statement appears to be very powerful, with a potential for far- 
reaching implications. This statement, which is largely based on the 
experiments of Joule in the first half of the nineteenth century, cannot be 
drawn from any other known physical principle and is recognized as a funda- 
mental principle. This principle is called the first law of thermodynamics or 
just the first law. 

A major consequence of the first law is the existence and the definition of 
the property total energy E. Considering that the net work is the same for all 
adiabatic processes of a closed system between two specified states, the value 
of the net work must depend on the end states of the system only, and thus it 
must correspond to a change in a property of the system. This property is the 
total energy. Note that the first law makes no reference to the value of the total 
energy of a closed system at a state. It simply states that the change in the total 
energy during an adiabatic process must be equal to the net work done. There- 
fore, any convenient arbitrary value can be assigned to total energy at a speci- 
fied state to serve as a reference point. 

Implicit in the first law statement is the conservation of energy. Although 
the essence of the first law is the existence of the property total energy, the 
first law is often viewed as a statement of the conservation of energy prin- 
ciple. Next we develop the first law or the conservation of energy relation for 
closed systems with the help of some familiar examples using intuitive 
arguments. 

First, we consider some processes that involve heat transfer but no work 
interactions. The potato baked in the oven is a good example for this case 
(Fig. 5-2). As a result of heat transfer to the potato, the energy of the potato 
will increase. If we disregard any mass transfer (moisture loss from the 
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potato), the increase in the total energy of the potato becomes equal to the 
amount of heat transfer. That is, if 5 kJ of heat is transferred to the potato, 
the energy increase of the potato will also be 5 kJ. 

As another example, consider the heating of water in a pan on top of a range 
(Fig. 5-3). If 15 kJ of heat is transferred to the water from the heating element 
and 3 kJ of it is lost from the water to the surrounding air, the increase 
in energy of the water will be equal to the net heat transfer to water, which is 
12 kJ. 

Now consider a well-insulated (1.e., adiabatic) room heated by an electric 
heater as our system (Fig. 5—4). As a result of electrical work done, the energy 
of the system will increase. Since the system is adiabatic and cannot have any 
heat transfer to or from the surroundings (Q = 0), the conservation of energy 
principle dictates that the electrical work done on the system must equal the 
increase in energy of the system. 

Next, let us replace the electric heater with a paddle wheel (Fig. 5—5). As a 
result of the stirring process, the energy of the system will increase. Again, 
since there is no heat interaction between the system and its surroundings 
(Q = 0), the paddle-wheel work done on the system must show up as an in- 
crease in the energy of the system. 

Many of you have probably noticed that the temperature of air rises when it 
is compressed (Fig. 5—6). This is because energy is transferred to the air in the 
form of boundary work. In the absence of any heat transfer (Q — 0), the entire 
boundary work will be stored in the air as part of its total energy. The conser- 
vation of energy principle again requires that the increase in the energy of the 
system be equal to the boundary work done on the system. 

We can extend these discussions to systems that involve various heat and 
work interactions simultaneously. For example, if a system gains 12 kJ of heat 
during a process while 6 kJ of work is done on it, the increase in the energy of 
the system during that process is 18 kJ (Fig. 5—7). That is, the change in the 
energy of a system during a process is simply equal to the net energy transfer 
to (or from) the system. 


Energy Balance 

In the light of the preceding discussions, the conservation of energy principle 
can be expressed as follows: The net change (increase or decrease) in the to- 
tal energy of the system during a process is equal to the difference between the 
total energy entering and the total energy leaving the system during that 
process. That is, during a process, 


Total energy = Total energy — | Change in the total 
entering the system leaving the system energy of the system 


or 


Ё,-Ё 


ош 


in = AE system 

This relation is often referred to as the energy balance and is applicable to 
any kind of system undergoing any kind of process. The successful use of this 
relation to solve engineering problems depends on understanding the various 


forms of energy and recognizing the forms of energy transfer. 
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Qour= ЗК 








0, -15К1 
FIGURE 5-3 
In the absence of any work 
interactions, energy change of a 
system is equal to the net heat transfer. 


(Adiabatic) 


Win = 5 kJ 






























Battery 











FIGURE 5-4 

The work (electrical) done on 

an adiabatic system is equal to the 
increase in the energy of the system. 


(Adiabatic) 


=8kJ 


pw.in 





FIGURE 5-5 

The work (shaft) done on an adiabatic 
system is equal to the increase in 

the energy of the system. 
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W, in = 10 KI 








(Adiabatic) 
FIGURE 5-6 


The work (boundary) done on an 
adiabatic system is equal to the 
increase in the energy of the system. 














Qout= 3 kJ 
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Q,,= 15 kJ 
FIGURE 5-7 


The energy change of a system during 
a process is equal to the net work and 
heat transfer between the system and 
its surroundings. 





Stationary Systems 
Z, =Z, > APE=0 
V, = V,7> AKE =0 
AE = AU 











FIGURE 5-8 
For stationary systems, 
AKE = APE = 0; thus AF = AU. 
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Energy Change of a System, AE; ат 

The determination of the energy change of a system during a process involves 
the evaluation of the energy of the system at the beginning and at the end of 
the process, and taking their difference. That is, 


Energy change — Energy at final state — Energy at initial state 
or 


AE agni Е Ева ын Einna = Е, T E, (5-1) 


Note that energy is a property, and the value of a property does not change un- 
less the state of the system changes. Therefore, the energy change of a system 
is zero if the state of the system does not change during the process. Also, 
energy can exist in numerous forms such as internal (sensible, latent, chemi- 
cal, and nuclear), kinetic, potential, electric, and magnetic, and their sum con- 
stitutes the total energy E of a system. In the absence of electric, magnetic, 
and surface tension effects (i.e., for simple compressible systems), the change 
in the total energy of a system during a process is the sum of the changes in its 
internal, kinetic, and potential energies and can be expressed as 


AE = AU + AKE + APE (5-2) 


where 


AU = т(и — uj) 
AKE — im(V3 — Y1) 
APE = mg(z — 21) 


When the initial and final states are specified, the values of the specific inter- 
nal energies и; апа и, сап be determined directly from the property tables or 
thermodynamic property relations. 

Most systems encountered in practice are stationary, that is, they do not in- 
volve any changes in their velocity or elevation during a process (Fig. 5-8). 
Thus, for stationary systems, the changes in kinetic and potential energies are 
zero (that is, AKE = APE = 0), and the total energy change relation in 
Eq. 5-2 reduces to AE = AU for such systems. Also, the energy of a system 
during a process will change even if only one form of its energy changes 
while the other forms of energy remain unchanged. 


Mechanisms of Energy Transfer, E, and E, 

Energy can be transferred to or from a system in three forms: heat, work, and 
mass flow. Energy interactions are recognized at the system boundary as they 
cross it, and they represent the energy gained or lost by a system during a 
process. The only two forms of energy interactions associated with a fixed 
mass or closed system are heat transfer and work. 


1. Heat Transfer, O Heat transfer to a system (heat gain) increases the en- 
ergy of the molecules and thus the internal energy of the system, and heat 
transfer from a system (heat loss) decreases it since the energy transferred out 
as heat comes from the energy of the molecules of the system. 

2. Work, W An energy interaction that is not caused by a temperature 
difference between a system and its surroundings is work. A rising piston, a 
rotating shaft, and an electrical wire crossing the system boundaries are all 
associated with work interactions. Work transfer to a system (i.e., work done 
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on a system) increases the energy of the system, and work transfer from a 
system (i.e., work done by the system) decreases it since the energy trans- 
ferred out as work comes from the energy contained in the system. Car en- 
gines and hydraulic, steam, or gas turbines produce work while compressors, 
pumps, and mixers consume work. 


3. Mass Flow, m Mass flow in and out of the system serves as an addi- 
tional mechanism of energy transfer. When mass enters a system, the energy 
of the system increases because mass carries energy with it (in fact, mass is 
energy). Likewise, when some mass leaves the system, the energy contained 
within the system decreases because the leaving mass takes out some energy 
with it. For example, when some hot water is taken out of a water heater and 
is replaced by the same amount of cold water, the energy content of the hot- 
water tank (the control volume) decreases as a result of this mass interaction 
(Fig. 5-9) o Mas I H w 






Noting that energy can be transferred in the forms of heat, work, and mass, 
and that the net transfer of a quantity is equal to the difference between the 


Control 
volume 





: . Q 
amounts transferred in and out, the energy balance can be written more ex- 
plicithy as Olaa 2200 = 
t 
E; UV out = (Qi, = Qo) Би (Win нэ Wout) d: (E ааа: in E iss; out) = AE iem (5-3) FIGURE - 
where the subscripts “in” and “out” denote quantities that enter and leave the The energy content of a control 
system, respectively. All six quantities on the right side of the equation rep- volume can be changed by mass flow 


resent “amounts,” and thus they are positive quantities. The direction of any as well as heat and work interactions. 
energy transfer is described by the subscripts “in” and “out.” Therefore, we do 

not need to adopt a formal sign convention for heat and work interactions. 

When heat or work is to be determined and their direction is unknown, we can 

assume any direction (in or out) for heat or work and solve the problem. 

A negative result in that case will indicate that the assumed direction is wrong, 

and it is corrected by reversing the assumed direction. This is just like assum- 

ing a direction for an unknown force when solving a problem in statics and 

reversing the assumed direction when a negative quantity is obtained. 

The heat transfer Q is zero for adiabatic systems, the work transfer W is zero 
for systems that involve no work interactions, and the energy transport with 
mass Emass 1S zero for systems that involve no mass flow across their bound- 
aries (1.e., closed systems). 

Energy balance for any system undergoing any kind of process can be ex- 
pressed more compactly as 


En-Em = AE (kJ) 
in out = system 
Se system, (5-4) 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
or, in the rate form, as 
Ён = Eon = АР заза (kW) (5-5) 
Rate of net energy transfer Rate of change in internal, 
by heat, work, and mass kinetic, potential, etc., energies 


For constant rates, the total quantities during a time interval Ar are related to 
the quantities per unit time as 


0-0 At W=WAtr and AE=AEAt (К (5-6) 
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V 


FIGURE 5-10 
For a cycle AE — 0, thus Q = W. 





General Q -W = AE 
Stationary systems Q -W = AU 
Per unit mass q- w = Ae 


Differential form ôq – ду = де 





FIGURE 5-11 
Various forms of the first-law relation 
for closed systems. 
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The energy balance can be expressed on a per unit mass basis as 


in — @out — Де, уче (kJ/kg) (5-7) 


е 


which is obtained by dividing all the quantities in Eq. 5-4 by the mass m of 
the system. Energy balance can also be expressed in the differential form as 


SE, 


1 


— 6E 


out — dE system or Sein ~~ Sout = dey stem (5-8) 


For a closed system undergoing a cycle, the initial and final states are identi- 
cal, and thus AE, — E; — E, — 0. Then the energy balance for a cycle sim- 
plifies to Ein — Eou = 0 Oor Ein — E,4. Noting that a closed system does not 
involve any mass flow across its boundaries, the energy balance for a cycle 
can be expressed in terms of heat and work interactions as 


Wret, out — Que, in or Wret, out — Оз, іп (ог а cycle) (5-9) 


That is, the net work output during a cycle is equal to net heat input 
(Fig. 5-10). 


5-2 * ENERGY BALANCE FOR CLOSED SYSTEMS 


The energy balance (or the first-law) relations already given are intuitive in 
nature and are easy to use when the magnitudes and directions of heat and 
work transfers are known. However, when performing a general analytical 
study or solving a problem that involves an unknown heat or work interaction, 
we need to assume a direction for the heat or work interactions. In such cases, 
it is common practice to use the classical thermodynamics sign convention 
and to assume heat to be transferred into the system (heat input) in the amount 
of Q and work to be done by the system (work output) in the amount of W, and 
then to solve the problem. The energy balance relation in that case for a closed 
system becomes 


Qua, in Wat out — AE ав or Q —W-AE (5-10) 


where Q = Qhet in = Qin — Qou iS the net heat input and W = Wet, ou = 
Wout — Win is the net work output. Obtaining a negative quantity for Q or W 
simply means that the assumed direction for that quantity is wrong and should 
be reversed. Various forms of this “traditional” first-law relation for closed 
systems are given in Fig. 5-11. 

The first law cannot be proven mathematically, but no process in nature is 
known to have violated the first law, and this should be taken as sufficient 
proof. Note that if it were possible to prove the first law on the basis of other 
physical principles, the first law then would be a consequence of those princi- 
ples instead of being a fundamental physical law itself. 

As energy quantities, heat and work are not that different, and you probably 
wonder why we keep distinguishing them. After all, the change in the energy 
content of a system is equal to the amount of energy that crosses the system 
boundaries, and it makes no difference whether the energy crosses the bound- 
ary as heat or work. It seems as if the first-law relations would be much sim- 
pler if we had just one quantity that we could call energy interaction to 
represent both heat and work. Well, from the first-law point of view, heat and 
work are not different at all. From the second-law point of view, however, heat 
and work are very different, as is discussed in later chapters. 
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à Жэн = 500 kJ 

EXAMPLE 5-1 Cooling of a Hot Fluid in a Tank Pont 

A rigid tank contains a hot fluid that is cooled while being stirred by a paddle » QS FE UR t 

wheel. Initially, the internal energy of the fluid is 800 kJ. During the cooling | oy =800KI | 

process, the fluid loses 500 kJ of heat, and the paddle wheel does 100 kJ of i 1 ! | 

work on the fluid. Determine the final internal energy of the fluid. Neglect the | 125 

energy stored in the paddle wheel. | l Wow, in = 100 kJ 
Ї 1 
ЯЛЫ i 











closed system since no mass crosses the boundary during the process. We ob- 
serve that the volume of a rigid tank is constant, and thus there is no boundary FIGURE 5-12 
work and v = v. Also, heat is lost from the system and shaft work is done on Schematic for Example 5-1. 
the system. 
Assumptions The tank is stationary and thus the kinetic and potential energy 
changes are zero, AKE = APE = O. Therefore, AE = AU and internal energy is 
the only form of the system’s energy that may change during this process. 
Analysis Applying the energy balance on the system gives 

E. 


1 


=e out = Шон 
син 


Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Vs tn n Qo = AU = U, Ju О 
100 kJ — 500 kJ = U, — 800 kJ 
0, = 400 КЈ 


и 
и 
и 
a 
и 
и 
E 
a 
и 
SOLUTION Таке the contents of the tank as the system (Fig. 5-12). This is a 
Therefore, the final internal energy of the system is 400 kJ. 








EXAMPLE 5-2 Electric Heating of a Gas at Constant Pressure 


A piston-cylinder device contains 25 g of saturated water vapor that is main- 
tained at a constant pressure of 300 kPa. A resistance heater within the cylin- 
der is turned on and passes a current of 0.2 A for 5 min from a 120-V source. 
At the same time, a heat loss of 3.7 kJ occurs. (a) Show that for a closed sys- 
tem the boundary work W, and the change in internal energy AU in the first-law 
relation can be combined into one term, AH, for a constant-pressure process. 
(b) Determine the final temperature of the steam. 


SOLUTION We take the contents of the cylinder, including the resistance 
wires, as the system (Fig. 5-13). This is a closed system since no mass crosses 
the system boundary during the process. We observe that a piston-cylinder de- 
vice typically involves a moving boundary and thus boundary work W,. The pres- 
sure remains constant during the process and thus P) = P}. Also, heat is lost 
from the system and electrical work W, is done on the system. 

Assumptions 1 The tank is stationary and thus the kinetic and potential energy 
changes are zero, AKE = APE = O. Therefore, AE = AU and internal energy is 
the only form of energy of the system that may change during this process. 
2 Electrical wires constitute a very small part of the system, and thus the energy 
change of the wires can be neglected. 

Analysis (a) This part of the solution involves a general analysis for a closed 
system undergoing a quasi-equilibrium constant-pressure process, and thus we 
consider a general closed system. We take the direction of heat transfer Q to be 
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FIGURE 5-13 
Schematic and P-v diagram 
for Example 5-2. 














AH 
p W other S W, = AU 
фе S 7 AH 
FIGURE 5-14 


For a closed system undergoing a 
quasi-equilibrium, P — constant 
process, AU + W, = AH. 
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Sat. vapor 
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to the system and the work W to be done by the system. We also express the 
work as the sum of boundary and other forms of work (such as electrical and 
shaft). Then the energy balance can be expressed as 


E, e Eu = Дион 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


0 0 
Q-W-AU-tAKE - Ap£ 
OW = Wy = Wy = (Uh 


For a constant-pressure process, the boundary work is given as W, = Po(V2 — И). 
Substituting this into the preceding relation gives 





OQ — Wotner ~ Po(V2 — Vi) = Up — Uy 
However, 
PQ— PQ—PQ — Q — Wother = (Uz + P2V2) — (U, + PV) 


Also H = U + PV, and thus 
Q 2 Wother = Н, z Н, (kJ) (5-11) 


which is the desired relation (Fig. 5-14). This equation is very convenient to 
use in the analysis of closed systems undergoing a constant-pressure quasi- 
equilibrium process since the boundary work is automatically taken care of by 
the enthalpy terms, and one no longer needs to determine it separately. 


(b) The only other form of work in this case is the electrical work, which can be 
determined from 


1 kJ/s 


1000 is х 


W, = VIAt = (120 V)(0.2 A)(300 | 


State 1: P, = 300 kPa 


m e: | ШЕЛ ооп = 2725.3 kJ/kg (Table A-5) 
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The enthalpy at the final state can be determined directly from Eq. 5-11 by ex- 
pressing heat transfer from the system and work done on the system as negative 
quantities (since their directions are opposite to the assumed directions). Alter- 
nately, we can use the general energy balance relation with the simplification 
that the boundary work is considered automatically by replacing AU by AH for 
a constant-pressure expansion or compression process: 

AE, 


ЕЕ 


i out system 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


W,, mo Qout = W, IE 
W, i — Qui 7 AH = m(hy — hy) (since P — constant) 
7.2 kJ — 3.7 kJ — (0.025 kg)(/ — 2725.3) kJ/kg 
hy = 2865.3 kJ/kg 


Now the final state is completely specified since we know both the pressure and 
the enthalpy. The temperature at this state is 


шивж D x - T, = 200°C (Table A-6) 

Therefore, the steam will be at 200?C at the end of this process. 

Discussion Strictly speaking, the potential energy change of the steam is not 
zero for this process since the center of gravity of the steam rose somewhat. As- 
suming an elevation change of 1 m (which is rather unlikely), the change in the 
potential energy of the steam would be 0.0002 kJ, which is very small com- 
pared to the other terms in the first-law relation. Therefore, in problems of this 
kind, the potential energy term is always neglected. 








EXAMPLE 5-3 Unrestrained Expansion of Water 


A rigid tank is divided into two equal parts by a partition. Initially, one side of 
the tank contains 5 kg of water at 200 kPa and 25°C, and the other side is evac- 
uated. The partition is then removed, and the water expands into the entire tank. 
The water is allowed to exchange heat with its surroundings until the tempera- 
ture in the tank returns to the initial value of 25°C. Determine (a) the volume of 
the tank, (b) the final pressure, and (c) the heat transfer for this process. 


SOLUTION We take the contents of the tank, including the evacuated space, 
as the system (Fig. 5-15). This is a closed system since no mass crosses the 
system boundary during the process. We observe that the water fills the entire 
tank when the partition is removed (possibly as a liquid-vapor mixture). 
Assumptions 1 The system is stationary and thus the kinetic and potential 
energy changes are zero, AKE = APE = O and AE = AU. 2 The direction of 
heat transfer is to the system (heat gain, Qn). A negative result for Qn will indi- 
cate the assumed direction is wrong and thus it is heat loss. 3 The volume of 
the rigid tank is constant, and thus there is no energy transfer as boundary 
work. 4 The water temperature remains constant during the process. 5 There is 
no electrical, shaft, or any other kind of work involved. 

Analysis (a) Initially the water in the tank exists as a compressed liquid 
since its pressure (200 kPa) is greater than the saturation pressure at 25°C 
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FIGURE 5-15 
Schematic and P-v diagram 
for Example 5-3. 





Heat 





FIGURE 5-16 


Expansion against a vacuum involves 
no work and thus no energy transfer. 
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System boundary 





=e Ч 


Evacuated 


Р | — Partition 200 








A 


H,O 
m= 5kg 
3.169 
Р, = 200 КРа Өв, 


T, =25°C і 
1 











(3.169 kPa). Approximating the compressed liquid as a saturated liquid at the 
given temperature, we find 


01 2 Ure 5c — 0.001003 m?/kg & 0.001 m?/kg (Table A-4) 


Then the initial volume of the water is 


V, mv, = (5 kgY(0.001 m?/kg) = 0.005 m3 


The total volume of the tank is twice this amount: 


Viank = (2)(0.005 m3) = 0.01 m3 


(b) At the final state, the specific volume of the water is 





U—m 5 kg — 0.002 m?/kg 
which is twice the initial value of the specific volume. This result is expected 
since the volume doubles while the amount of mass remains constant. 


At 25?C: v; = 0.001003 m?/kg and v, — 43.36 m?/kg (Table A-4) 


Since v, € v, « v, the water is a saturated liquid-vapor mixture at the final 
state, and thus the pressure is the saturation pressure at 25?C: 


Py = Px. @25°c = 3.169 kPa (Table A-4) 


(c) Under stated assumptions and observations, the energy balance on the sys- 
tem can be expressed as 


E; Eu AE eA 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Qin = AU = mu = ш) 
Notice that even though the water is expanding during this process, the system 


chosen involves fixed boundaries only (the dashed lines) and therefore the mov- 
ing boundary work is zero (Fig. 5-16). Then W = O since the system does not 
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involve any other forms of work. (Can you reach the same conclusion by choos- 
ing the water as our system?) Initially, 


Ш, = ие зс = 104.88 kI/kg 


The quality at the final state is determined from the specific-volume 
information: 


Və — YF _ 0,002 — 0.001 — 5 5 x 19-5 
Uy, 43.36 — 0.001 


8 


х = 





Тһеп 
Uy = Up + Хои 
= 104.88 kJ/kg + (2.3 X 107>)(2304.9 kJ/kg) 
= 104.93 kJ/kg 
Substituting yields 
Qin = (5 kg)[(104.93 — 104.88) kJ/kg] = 0.25 kJ 


Discussion The positive sign indicates that the assumed direction is correct, 
and heat is transferred to the water. 








EXAMPLE 5-4 Heating of a Gas in a Tank by Stirring 


An insulated rigid tank initially contains 1.5 Ibm of helium at 80°F and 
50 psia. A paddle wheel with a power rating of 0.02 hp is operated within the 
tank for 30 min. Determine (a) the final temperature and (b) the final pressure 
of the helium gas. 


SOLUTION We take the contents of the tank as the system (Fig. 5-17). This is 
a closed system since no mass crosses the system boundary during the process. 
We observe that there is paddle work done on the system. 

Assumptions 1 Helium is an ideal gas since it is at a very high temperature rel- 
ative to its critical-point value of —451°F. 2 Constant specific heats can be 
used for helium. 3 The system is stationary and thus the kinetic and potential 
energy changes are zero, AKE = APE = O and AE = AU. 4 The volume of the 
tank is constant, and thus there is no boundary work and V, — V4. 5 The system 
is adiabatic and thus there is no heat transfer. 











Р, рѕіа 4 
Р,Б-------- 2 
He 
m= 1.5 Ibm 
T, =80°F 
P, 2 50 psia 
50}-------- 1 
! FIGURE 5-17 
| Schematic and P-v diagram 
[DELE v for Example 5-4. 
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Analysis (a) The amount of paddle-wheel work done on the system is 


2545 Btu/h 


I bp | — 25.45 Btu 


Wow 7 W,, At — (0.02 hp)(0.5 1 


Under stated assumptions and observations, the energy balance on the system 
can be expressed as 


Е РЕ Eu Е NE ster 
—— 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Wow. in — AU Яс DU d uj) = mC, ау рын T) 


As we pointed out earlier, the ideal-gas specific heats of monatomic gases (he- 
lium being one of them) are constant. The C, value of helium is determined 
from Table A-2Ea to be C, = 0.753 Btu/lbm - °F. Substituting this and other 
known quantities into the above equation, we obtain 


25.45 Btu = (1.5 lbm)(0.753 Btu/Ibm - °F)(7, — 80°F) 
Т, = 102.5°Е 
(b) The final pressure is determined from the ideal-gas relation 


Pj PB, 
m 7 








where V, and Vs are identical and cancel out. Then the final pressure becomes 





50 psia Р, 
(80 + 460) К ~ (102.5 + 460) R 
P, = 52.1 psia 








EXAMPLE 5-5 Heating of a Gas by a Resistance Heater 


A piston-cylinder device initially contains 0.5 m3 of nitrogen gas at 400 kPa 
and 27°C. An electric heater within the device is turned on and is allowed to 
pass a current of 2 A for 5 min from a 120-V source. Nitrogen expands at con- 
stant pressure, and a heat loss of 2800 J occurs during the process. Determine 
the final temperature of nitrogen. 


SOLUTION We take the contents of the cylinder as the system (Fig. 5-18). 
This is a closed system since no mass crosses the system boundary during the 
process. We observe that a piston-cylinder device typically involves a moving 
boundary and thus boundary work, W,. Also, heat is lost from the system and 
electrical work W, is done on the system. 

Assumptions 1 Nitrogen is an ideal gas since it is at a high temperature and 
low pressure relative to its critical-point values of —147?C, and 3.39 MPa. 
2 The system is stationary and thus the kinetic and potential energy changes 
are zero, AKE = APE = O and AE = AU. 3 The pressure remains constant dur- 
ing the process and thus P) = P4. 4 Nitrogen has constant specific heats at 
room temperature. 
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1 2 
б овоот 409—9 
2A P = const. i 
- V, 2 0.5 m? | | 
120 V P, 2 400 kPa | | 
| | FIGURE 5-18 
с | | x: Schematic and P-V diagram for 
0.5 У, т? Example 5-5. 


Analysis First, let us determine the electrical work done on the nitrogen: 


1 kJ/s 


1000 а DERI 


W, — VI At — (120 V)2 A)(5 x 60 »| 


The mass of nitrogen is determined from the ideal-gas relation: 


PV (400 kPa)(0.5 m3) 
™ RT, (0.297 КРа · m°/kg - K)(300 K) 








= 2.245 kg 


Under stated assumptions and observations, the energy balance on the system 
can be expressed as 


Е, Ё Fou 27 NE sem 
ea ee 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Wain igi Oout ЕЕ W, = AU 
Wis — (as — АН — m(h; — hj) = тС,(7, = Т) 


since AU + W, = AH for a closed system undergoing a quasi-equilibrium 
expansion or compression process at constant pressure. From Table A-2a, 
C, = 1.039 kJ/kg - K for nitrogen at room temperature. The only unknown 
quantity in the above equation is 75, and it is found to be 


72 kJ — 2.8 kJ — (2.245 kg)(1.039 kJ/kg - K)(T; — 27*C) 
Т, = 56.7°С 








EXAMPLE 5-6 Heating of a Gas at Constant Pressure 


A piston-cylinder device initially contains air at 150 kPa and 27°C. At this 
state, the piston is resting on a pair of stops, as shown in Fig. 5-19, and the en- 
closed volume is 400 L. The mass of the piston is such that a 350-kPa pressure 
is required to move it. The air is now heated until its volume has doubled. De- 
termine (a) the final temperature, (5b) the work done by the air, and (c) the total 
heat transferred to the air. 


SOLUTION We take the contents of the cylinder as the system (Fig. 5-19). 
This is a c/osed system since no mass crosses the system boundary during the 
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P, kPa 4 
2 3 
350|------ 
А 
1 
150|------ 
FIGURE 5-19 Q 
Schematic and P-V diagram - 
0.4 0.8 V, mê 


for Example 5—6. 


process. We observe that a piston-cylinder device typically involves a moving 
boundary and thus boundary work, W,. Also, the boundary work is done by the 
system, and heat is transferred to the system. 

Assumptions 1 Air is an ideal gas since it is at a high temperature and low 
pressure relative to its critical-point values. 2 The system is stationary and 
thus the kinetic and potential energy changes are zero, AKE = APE = O and 
AE = AU. 3 The volume remains constant until the piston starts moving, 
and the pressure remains constant afterwards. 4 There are no electrical, shaft, 
or other forms of work involved. 

Analysis (a) The final temperature can be determined easily by using the ideal- 
gas relation between states 1 and 3 in the following form: 











РУУ, РУУ, (150 kPa)(V;) (350 kPa)(2V,) 
ТЕТИК) 300K = E 
Т, = 1400 К 


(b) The work done could be determined by integration, but for this case it is 
much easier to find it from the area under the process curve on a P-V diagram, 
shown in Fig. 5-19: 


А = (V, — V,)(P2) = (0.4 m5)(350 kPa) = 140 m? - kPa 


Therefore, 

W3 = 140 kJ 
The work is done by the system (to raise the piston and to push the atmospheric 
air out of the way), and thus it is work output. 


(c) Under stated assumptions and observations, the energy balance on the sys- 
tem between the initial and final states (process 1-3) can be expressed as 


Е ЗУ Eou КЕ, tem 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Qin E W,, out — AU 2 m(us = uy) 
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The mass of the system can be determined from the ideal-gas equation of state: 


PV (150 kPa)(0.4 m3) 
UU RT, (0.287 kPa - m?/kg - K)(300 K) 








= 0.697 kg 


The internal energies are determined from the air table (Table A-21) to be 
Uy = Ue@300K = 214.07 kJ/kg 
Из = ио {400K — 1113.52 kJ/kg 
Thus, 
Qi, — 140 kJ = (0.697 kg)[(1113.52 — 214.07) kJ/kg] 
Oi, = 766.9 kJ 


The positive sign verifies that heat is transferred to the system. 








EXAMPLE 5-7 Cooling of an Iron Block by Water 


A 50-kg iron block at 80°C is dropped into an insulated tank that contains 
0.5 m of liquid water at 25°C. Determine the temperature when thermal equi- 
librium is reached. 


SOLUTION We take the entire contents of the tank as the system (Fig. 5-20). 
This is a closed system since no mass crosses the system boundary during the 
process. We observe that the volume of a rigid tank is constant, and thus there 
is no boundary work. 

Assumptions 1 Both water and the iron block are incompressible substances. 
2 Constant specific heats at room temperature can be used for water and the 
iron. 3 The system is stationary and thus the kinetic and potential energy 
changes are zero, AKE = APE = O and AE = AU. 4 There are no electrical, 
shaft, or other forms of work involved. 5 The system is well-insulated and thus 
there is no heat transfer. 

Analysis The energy balance on the system can be expressed as 


E, 21 Eon АВ stem 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


0 = AU 


The total internal energy U is an extensive property, and therefore it can be 
expressed as the sum of the internal energies of the parts of the system. Then 
the total internal energy change of the system becomes 


АГ, T AU iron T AU -0 


|тС(Т, i di) ron T [mC(T, al T) lwater -0 


The specific volume of liquid water at or about room temperature can be taken 
to be 0.001 m?/kg. Then the mass of the water is 


V 0.5 n? 
SU A NER S k 
fuc 07 000168 | 
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FIGURE 5-20 
Schematic for Example 5-7. 
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FIGURE 5-21 
Schematic for Example 5-8. 
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The specific heats of iron and liquid water are determined from Table A-3 to be 
Cio, — 0.45 kJ/kg - °C and Cyater = 4.18 kJ/kg - °C. Substituting these values 
into the energy equation, we obtain 


(50 kg)(0.45 kJ/kg - °C)(T, — 80°C) + (500 kg)(4.18 kJ/kg - °C)(T, — 25°C) = 0 
Т, = 25.6°С 
Therefore, when thermal equilibrium is established, both the water and iron will 


be at 25.6°C. The small rise in water temperature is due to its large mass and 
large specific heat. 








EXAMPLE 5-8 Temperature Rise due to Slapping 


If you ever slapped someone or got slapped yourself, you probably remember 
the burning sensation on your hand or your face. Imagine you had the unfortu- 
nate occasion of being slapped by an angry person, which caused the tempera- 
ture of the affected area of your face to rise by 1.8°C (ouch!). Assuming the 
slapping hand has a mass of 1.2 kg and about 0.150 kg of the tissue on the 
face and the hand is affected by the incident, estimate the velocity of the hand 
just before impact. Take the specific heat of the tissue to be 3.8 kJ/kg - °C. 


SOLUTION We will analyze this incident in a professional manner without 
involving any emotions. First, we identify the system, draw a sketch of it, state 
our observations about the specifics of the problem, and make appropriate 
assumptions. 

We take the hand and the affected portion of the face as the system 
(Fig. 5-21). This is a closed system since it involves a fixed amount of mass (no 
mass transfer). We observe that the kinetic energy of the hand decreases during 
the process, as evidenced by a decrease in velocity from initial value to zero, 
while the internal energy of the affected area increases, as evidenced by an in- 
crease in the temperature. There seems to be no significant energy transfer be- 
tween the system and its surroundings during this process. 

Assumptions 1 The hand is brought to a complete stop after the impact. 2 The 
face takes the blow well without significant movement. 3 No heat is transferred 
from the affected area to the surroundings, and thus the process is adiabatic. 
4 No work is done on or by the system. 5 The potential energy change is zero, 
APE = O and AE = AU + AKE. 

Analysis Under the stated assumptions and observations, the energy balance 
on the system can be expressed as 


E; = Eu NE iem 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


0- AU atrectea tissue ar AKE bana 
0 = (тС АТ) тела tissue ar [m(0 ин 12972177 


That is, the decrease in the kinetic energy of the hand must be equal to the in- 
crease in the internal energy of the affected area. Solving for the velocity and 
substituting the given quantities, the impact velocity of the hand is determined 
to be 
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= 2(mC AT )atteciea tissue 
Mhand 


= (аша kg)(3.8 kJ/kg - °C)(1.8°C) | 1000 m2/s2 
1.2 kg 1 kJ/kg 


41.4 m/s (or 149 km/h) 











5-3 = ENERGY BALANCE FOR 


STEADY-FLOW SYSTEMS 


A large number of engineering devices such as turbines, compressors, and 
nozzles operate for long periods of time under the same conditions once the 
transient start-up period is completed and steady operation is established, and 
they are classified as steady-flow devices. Processes involving such devices 
can be represented reasonably well by a somewhat idealized process, called 
the steady-flow process, which was defined previously as a process during 
which a fluid flows through a control volume steadily. That is, the fluid prop- 
erties can change from point to point within the control volume, but at any 
point, they remain constant during the entire process. (Remember, steady 
means no change with time.) 

During a steady-flow process, no intensive or extensive properties within 
the control volume change with time. Thus, the volume V, the mass m, and the 
total energy content E of the control volume remain constant (Fig. 5—22). As 
a result, the boundary work is zero for steady-flow systems (since Voy = con- 
stant), and the total mass or energy entering the control volume must be equal 
to the total mass or energy leaving it (since moy — constant and Ecy = con- 
stant). These observations greatly simplify the analysis. 

The fluid properties at an inlet or exit remain constant during a steady-flow 
process. The properties may, however, be different at different inlets and ex- 
its. They may even vary over the cross section of an inlet or an exit. However, 
all properties, including the velocity and elevation, must remain constant with 
time at a fixed point at an inlet or exit. It follows that the mass flow rate of 
the fluid at an opening must remain constant during a steady-flow process 
(Fig. 5-23). As an added simplification, the fluid properties at an opening are 
usually considered to be uniform (at some average value) over the cross sec- 
tion. Thus, the fluid properties at an inlet or exit may be specified by the 
average single values. Also, the heat and work interactions between a steady- 
flow system and its surroundings do not change with time. Thus, the power 
delivered by a system and the rate of heat transfer to or from a system remain 
constant during a steady-flow process. 

The mass balance for a general steady-flow system can be expressed in the 
rate form as 


Mass balance for steady-flow systems: (kg/s) (5-12) 


Mig = Mee 


It can also be expressed for a steady-flow system with multiple inlets and ex- 
its more explicitly as (Fig. 5—24) 
У № = У т, (5-13) 


Multiple inlets and exits: (kg/s) 
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Mey = constant 


Ecy = constant 
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FIGURE 5-22 

Under steady-flow conditions, the 
mass and energy contents of a control 
volume remain constant. 





Control 
volume 






(ear nee eee hg 


FIGURE 5-23 

Under steady-flow conditions, 
the fluid properties at an inlet or 
exit remain constant (do not 
change with time). 


ту = 2 kg/s m = 3 kg/s 


СУ 





m, =m; +m 
= 5 kg/s 
FIGURE 5-24 
Conservation of mass principle 
for a two-inlet-one-exit 
steady-flow system. 
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FIGURE 5-25 


A water heater in steady operation. 
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where the subscript i stands for inlet and e for exit, and the summation signs 
are used to emphasize that all the inlets and exits are to be considered. 

Most engineering devices such as nozzles, diffusers, turbines, compressors, 
and pumps involve a single stream (one inlet and one exit only). For these 
cases, we denote the inlet state by the subscript 1 and the exit state by the sub- 
script 2, and drop the summation signs. Then the mass balance for a single- 
stream steady-flow system becomes 


One inlet and one exit: m,;-—m; or pjV,A, — p3Y 5 A; (5-14) 
where p is density, l^ is the average flow velocity in the flow direction, and A 


is the cross-sectional area normal to the flow direction. 


Energy Balance for Steady-Flow Systems 

During a steady-flow process, the total energy content of a control volume re- 
mains constant (Ecy = constant), and thus the change in the total energy of the 
control volume is zero (AEc, = 0). Therefore, the amount of energy entering 
a control volume in all forms (by heat, work, and mass) must be equal to the 
amount of energy leaving it. Then the rate form of the general energy balance 
reduces for a steady-flow process to 
-Ё = 


out 


E 
Rate of net energy transfer 
by heat, work, and mass 


7_—> 0 (steady) = 
in AE system У 0 
ee | 
Rate of change in internal, kinetic, 
potential, etc., energies 


or 


E in = B at 
--ү-4 a 
Rate of net energy transfer in Rate of net energy transfer out 


by heat, work, and mass by heat, work, and mass 


Energy balance: (kW) (5-15) 


Noting that energy can be transferred by heat, work, and mass only, the energy 
balance in Eq. 5—15 for a general steady-flow system can also be written more 
explicitly as 














Oin + Wn + >) №0, = О + Won + D8. (5-16) 
or 
. 1 V2 : : V2 
Qin + №. + У т; hy +> + gu = Qon + Ж + У, т, he + t gn (5-17) 
—Á— mm SS mm 


for each inlet for each exit 


since the energy of a flowing fluid per unit mass is 0 = h + ke + pe = 
h + V?/2 + gz. The energy balance relation for steady-flow systems first ap- 
peared in 1859 in a German thermodynamics book written by Gustav Zeuner. 

Consider, for example, an ordinary electric hot-water heater under steady 
operation, as shown in Fig. 5—25. A cold-water stream with a mass flow 
rate m is continuously flowing into the water heater, and a hot-water stream of 
the same mass flow rate is continuously flowing out of it. The water heater 
(the control volume) is losing heat to the surrounding air at a rate of О м апа 
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the electric heating element is supplying electrical work (heating) to the water 
at a rate of W,, On the basis of the conservation of energy principle, we can 
say that the water stream will experience an increase in its total energy as it 
flows through the water heater that is equal to the electric energy supplied to 
the water minus the heat losses. 

The energy balance relation just given is intuitive in nature and is easy to 
use when the magnitudes and directions of heat and work transfers are known. 
When performing a general analytical study or solving a problem that in- 
volves an unknown heat or work interaction, however, we need to assume a 
direction for the heat or work interactions. In such cases, it is common prac- 
tice to assume heat to be transferred into the system (heat input) at a rate of Q, 
and work produced by the system (work output) at a rate of W, and then solve 
the problem. The first-law or energy balance relation in that case for a general 
steady-flow system becomes 


2 


2 9/2 
5 Лү? tgi 


ay 
hb 4 (5-18) 














-X 


for each exit for each inlet 


Q-W-»m, 





That is, the rate of heat transfer to a system minus power produced by the sys- 
tem is equal to the net change in the energy of the flow streams. Obtaining a 
negative quantity for Q or W simply means that the assumed direction for that 
quantity is wrong and should be reversed. 

For single-stream (one-inlet-one-exit) systems, the summations over the in- 
lets and the exits drop out, and the inlet and exit states in this case are denoted 
by subscripts 1 and 2, respectively, for simplicity. The mass flow rate through 
the entire control volume remains constant (m, = mz) and is denoted by m. 
Then the energy balance for single-stream steady-flow systems becomes 


Yi- vi 
7 + g(Z — 2) (5-19) 





O -W=nlh,—h, + 


Dividing Eq. 5-19 by m gives the energy balance on a unit-mass basis as 


13-21 
q-w=h-ht+ 2 + g(z-—z) (5-20) 





where g = Q/m and w = W/m are the heat transfer and work done per unit 
mass of the working fluid, respectively. 

If the fluid experiences a negligible change in its kinetic and potential ener- 
gies as it flows through the control volume (that is, Ake = 0, Ape = 0), then 
the energy equation for a single-stream steady-flow system reduces further to 


q-w=h—-h, (5-21) 


The various terms appearing in the above equations are as follows: 


Q = rate of heat transfer between the control volume and its 
surroundings. When the control volume is losing heat (as in the 
case of the water heater), Q is negative. If the control volume is well 
insulated (i.e., adiabatic), then Ò =0. 
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W, W — power. For steady-flow devices, the control volume is constant; 
- thus, there is no boundary work involved. The work required to push 
| ` mass into and out of the control volume is also taken care of by using 


enthalpies for the energy of fluid streams instead of internal energies. 
Then W represents the remaining forms of work done per unit time 
(Fig. 5-26). Many steady-flow devices, such as turbines, compressors, 
and pumps, transmit power through a shaft, and W simply becomes 











FIGURE 5-26 the shaft power for those devices. If the control surface is crossed by 
Under steady operation, shaft work electric wires (as in the case of an electric water heater), W will 

and electrical work are the only forms represent the electrical work done per unit time. If neither is present, 
of work a simple compressible system then W = 0. 


involve. 
were E Ah = hexit — hine The enthalpy change of a fluid can easily be 


determined by reading the enthalpy values at the exit and inlet 
states from the tables. For ideal gases, it can be approximated 
by Ah = С, „(Т — Ту). №їе that (kg/s)(kJ/kg) = kW. 


Ake = (V3 — 3/22. The unit of kinetic energy is m?/s?, which is 
me Вчахл equivalent to J/kg (Fig. 5—27). The enthalpy is usually given in kJ/kg. 
To add these two quantities, the kinetic energy should be expressed 


in kJ/kg. This is easily accomplished by dividing it by 1000. 

A velocity of 45 m/s corresponds to a kinetic energy of only 1 kJ/kg, 
which is a very small value compared with the enthalpy values 
encountered in practice. Thus, the kinetic energy term at low velocities 
can be neglected. When a fluid stream enters and leaves a steady-flow 
device at about the same velocity (V1 = V,), the change in the kinetic 
energy is close to zero regardless of the velocity. Caution should be 
exercised at high velocities, however, since small changes in velocities 
may cause significant changes in kinetic energy (Fig. 5-28). 




















Ape = g(z2 — zı). A similar argument can be given for the potential 


7 ныг эс 2 and J/k energy term. A potential energy change of 1 kJ/kg corresponds to 
E dox g are an elevation difference of 102 m. The elevation difference between 


the inlet and exit of most industrial devices such as turbines and 
compressors is well below this value, and the potential energy term is 





V, Y, Ake always neglected for these devices. The only time the potential energy 
m/s m/s kJ/kg term is significant is when a process involves pumping a fluid to high 
E elevations and we are interested in the required pumping power. 
50 67 1 
PUE 5-4 = SOME STEADY-FLOW ENGINEERING DEVICES 
по. Many engineering devices operate essentially under the same conditions for 
long periods of time. The components of a steam power plant (turbines, com- 

FIGURE 5-28 pressors, heat exchangers, and pumps), for example, operate nonstop for 
At very high velocities, even small months before the system is shut down for maintenance (Fig. 5—29). There- 
changes in velocities can cause fore, these devices can be conveniently analyzed as steady-flow devices. 
significant changes in the kinetic In this section, some common steady-flow devices are described, and the 
energy of the fluid. thermodynamic aspects of the flow through them are analyzed. The conser- 


vation of mass and the conservation of energy principles for these devices are 
illustrated with examples. 


1 Nozzles and Diffusers 
Nozzles and diffusers are commonly utilized in jet engines, rockets, space- 
craft, and even garden hoses. A nozzle is a device that increases the velocity 
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2-Stage L age T 
: ow Pressure 

High Pressure Turbine 

14-Stage Combust Turbine Hot End 
5-Stage LPC Bleed High Pressure SOIO Drive Flange 

Cold End Low Pressure Air Collector Compressor 
Compressor 
(LPC) 











Fuel System 


Drive Flange Manifolds 


FIGURE 5-29 

A modern land-based gas turbine used for electric power production. This is a General Electric LM5000 turbine. 
It has a length of 6.2 m, it weighs 12.5 tons, and produces 55.2 MW at 3600 rpm with steam injection. 

(Courtesy of GE Power Systems.) 


of a fluid at the expense of pressure. A diffuser is a device that increases the SS 
pressure of a fluid by slowing it down. That is, nozzles and diffusers perform ix 
opposite tasks. The cross-sectional area of a nozzle decreases in the flow di- Y, ——- Nowe —1+%>Y, 


rection for subsonic flows and increases for supersonic flows. The reverse is 
true for diffusers. 28 


The rate of heat transfer between the fluid flowing through a nozzle or a dif- шиш” 
fuser and the surroundings is usually very small (Q ~ 0) since the fluid has ae 
high velocities, and thus it does not spend enough time in the device for any a 


significant heat transfer to take place. Nozzles and diffusers typically involve 
no work (W = 0) and any change in potential energy is negligible (Ape = 0). 
But nozzles and diffusers usually involve very high velocities, and as a fluid E 
passes through a nozzle or diffuser, it experiences large changes in its veloc- xl 
ity (Fig. 5—30). Therefore, the kinetic energy changes must be accounted for 


in analyzing the flow through these devices (Ake 7 0). FIGURE 5-30 
Nozzles and diffusers are shaped so 


that they cause large changes in fluid 
velocities and thus kinetic energies. 


Y, —— Diffuser | ——- Y, «WV, 








d 





1 EXAMPLE 5-9 Deceleration of Air in a Diffuser 


™ Air at 10°C and 80 kPa enters the diffuser of a jet engine steadily with a ve- 
locity of 200 m/s. The inlet area of the diffuser is 0.4 m°. The air leaves the dif- 
m fuser with a velocity that is very small compared with the inlet velocity. 
m Determine (a) the mass flow rate of the air and (b) the temperature of the air 
B leaving the diffuser. 


и 
SOLUTION We take the diffuser as the system (Fig. 5-31). This is a control ee i 
volume since mass crosses the system boundary during the process. We observe P, =80 kPa ee 
that there is only one inlet and one exit and thus m, = m = m. T,=10°C | AIR | 
Assumptions 1 This is a steady-flow process since there is no change with time Y, - 200 wea Anu S 2 
at any point and thus Amey = O and AEvy = O. 2 Air is an ideal gas since it is A704 m? E | 27 
at a high temperature and low pressure relative to its critical-point values. 3 The ln m 
potential energy change is zero, Ape — O. 4 Heat transfer is negligible. 5 Ki- EE 
netic energy at the diffuser exit is negligible. 6 There are no work interactions. FIGURE 5-31 





Schematic for Example 5-9. 
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Analysis (a) To determine the mass flow rate, we need to find the specific vol- 
ume of the air first. This is determined from the ideal-gas relation at the inlet 
conditions: 


RT; _ (0.287 kPa - m/kg - K)(283 K) 
Р, 80 КРа 





v = = 1.015 m*/kg 


Then, 


1 1 
lA = eee 4m?) = 78.8 К 
m ye 1.015 п ‘ 00 m/s)(0.4 m?) 8.8 kg/s 


Since the flow is steady, the mass flow rate through the entire diffuser will re- 
main constant at this value. 


(5) Under stated assumptions and observations, the energy balance for this 
steady-flow system can be expressed in the rate form as 














5 : 5 0 (steady) 
Ein 26 Eu > AE system = 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Ein = Es 
1 12: 
та + = т + (since Q = 0, W = 0, and Ape = 0) 
ооо 
о == ш 
gua 2 


The exit velocity of a diffuser is usually small compared with the inlet velocity 
(V. < Vj); thus, the kinetic energy at the exit can be neglected. The enthalpy 
of air at the diffuser inlet is determined from the air table (Table A-21) to be 


h,— hogy — 283.14 kJ/kg 


Substituting, we get 


0 — (200 m/s)? { 1 kJ/kg 
о = lA = ЕА 


2 1000 m?/s? 
= 303.14 kJ/kg 


From Table A-21, the temperature corresponding to this enthalpy value is 
Т, = 303 К 
which shows that the temperature of the air increased by about 20°C as it was 


slowed down in the diffuser. The temperature rise of the air is mainly due to the 
conversion of kinetic energy to internal energy. 








EXAMPLE 5-10 Acceleration of Steam in a Nozzle 


Steam at 250 psia and 7OO°F steadily enters a nozzle whose inlet area is 
0.2 ft?. The mass flow rate of the steam through the nozzle is 10 Ibm/s. Steam 
leaves the nozzle at 200 psia with a velocity of 900 ft/s. The heat losses from 
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E the nozzle per unit mass of the steam are estimated to be 1.2 Btu/Ibm. Deter- 
m Mine (a) the inlet velocity and (b) the exit temperature of the steam. 


SOLUTION We take the nozzle as the system (Fig. 5-32). This is a control vol- dout = 1.2 Btu/lbm 


E 
E 
ume since mass crosses the system boundary during the process. We observe P 
that there is only one inlet and one exit and thus m, — m» — m. | A 
| STEAM 


Assumptions 1 This is a steady-flow process since there is no change with time 7 i= 10lbm/s TN 
at any point and thus Amey = O and AEcy = O. 2 There are no work interactions. ! 4 \ 
l 
1 






3 The potential energy change is zero, Ape — O. 
Р, = 200 рѕіа 
Ру = 250 рѕіа V>= 900 ft/s 
T, = 700°F 


A,=0.2 f? 
P, = 250 psia vU, = 2.688 ft?/Ibm : 
| hy, = 1371.1 Btu/lbm “Table A-6E) FIGURE 5-32 


Schematic for Example 5-10. 


Analysis (a) The specific volume of the steam at the nozzle inlet is 


T, = 700°F 


Then, 


1 
m = Ui VA 


Р Ї 2 
10 Ibis = a (V0.2 ft") 


Y, — 1344 ft/s 


(b) Under stated assumptions and observations, the energy balance for this 
steady-flow system can be expressed in the rate form as 


D 5, a 0 (steady) 
Ein Ta Eon = DAE =0 
Rate of net energy transfer Rate of change in internal, kinetic, 

by heat, work, and mass potential, etc., energies 


Ein = Fou 


Le 
At > = Ош tm 


2 


y 
h +~ 


7 (since W = 0, and Ape = 0) 


т 














Dividing by the mass flow rate m and substituting, ^; is determined to be 


Yyi- Vi 
2 





hy на hy ~ Фош 7 





(900 fus)? — (134.4 fus? | 1 Btu/Ibm | 


— (1371.1 — 1.2) Btu/Ibm 5 


25,037 ft?/s? 
= 1354.1 Btu/lbm 


Then, 


P, = 200 psia ES 5 

h, = 1354.1 Lm Т = 661.9°F (Table A-6E) 

Therefore, the temperature of steam will drop by 38.1°F as it flows through the 
nozzle. This drop in temperature is mainly due to the conversion of internal en- 
ergy to kinetic energy. (The heat loss is too small to cause any significant effect 
in this case.) 
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Jout = 16 kJ/kg 





P, = 600 kPa 
T, = 400 K 


T, =280K 
FIGURE 5-33 
Schematic for Example 5-11. 
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2 Turbines and Compressors 

In steam, gas, or hydroelectric power plants, the device that drives the electric 
generator is the turbine. As the fluid passes through the turbine, work is done 
against the blades, which are attached to the shaft. As a result, the shaft 
rotates, and the turbine produces work. The work done in a turbine is positive 
since it is done by the fluid. 

Compressors, as well as pumps and fans, are devices used to increase the 
pressure of a fluid. Work is supplied to these devices from an external source 
through a rotating shaft. Therefore, compressors involve work inputs. Even 
though these three devices function similarly, they do differ in the tasks they 
perform. A fan increases the pressure of a gas slightly and is mainly used to 
mobilize a gas. A compressor is capable of compressing the gas to very high 
pressures. Pumps work very much like compressors except that they handle 
liquids instead of gases. 

Note that turbines produce power output whereas compressors, pumps, and 
fans require power input. Heat transfer from turbines is usually negligible 
(Ò = 0) since they are typically well insulated. Heat transfer is also negligible 
for compressors unless there is intentional cooling. Potential energy changes 
are negligible for all of these devices (Ape = 0). The velocities involved in 
these devices, with the exception of turbines and fans, are usually too low to 
cause any significant change in the kinetic energy (Ake = 0). The fluid veloc- 
ities encountered in most turbines are very high, and the fluid experiences a 
significant change in its kinetic energy. However, this change is usually very 
small relative to the change in enthalpy, and thus it is often disregarded. 





2 EXAMPLE 5-11 Compressing Air by a Compressor 


I Air at 100 kPa and 280 K is compressed steadily to 600 kPa and 400 K. The 
g mass flow rate of the air is 0.02 kg/s, and a heat loss of 16 kJ/kg occurs during 
m the process. Assuming the changes in kinetic and potential energies are negli- 
m gible, determine the necessary power input to the compressor. 


S SOLUTION We take the compressor as the system (Fig. 5-33). This is a con- 
trol volume since mass crosses the system boundary during the process. We ob- 
serve that there is only one inlet and one exit and thus m, = m, = m. Also, 
heat is lost from the system and work is supplied to the system. 

Assumptions 1 This is a steady-flow process since there is no change with time 
at any point and thus Amey = O and AEvy = O. 2 Air is an ideal gas since it is 
at a high temperature and low pressure relative to its critical-point values. 3 The 
kinetic and potential energy changes are zero, Ake = Ape = O. 

Analysis Under stated assumptions and observations, the energy balance for 
this steady-flow system can be expressed in the rate form as 


5 б 5 252 0 (steady) 
Ein um Eo HE AE m -0 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Еһ = Е 


іп out 
W,, + rth, = Oon + hy (since Ake = Ape = 0) 


Win = Mou tm Е hi) 
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The enthalpy of an ideal gas depends on temperature only, and the enthalpies 
of the air at the specified temperatures are determined from the air table (Table 
A-21) to be 


h; = h @2g0x = 280.13 kJ/kg 
h, = h @ 40x = 400.98 kJ/kg 
Substituting, the power input to the compressor is determined to be 


Wi, = (0.02 kg/s)(16 kJ/kg) + (0.02 kg/s)(400.98 — 280.13) kJ/kg 
= 2.74 kW 











EXAMPLE 5-12 Power Generation by a Steam Turbine 


The power output of an adiabatic steam turbine is 5 MW, and the inlet and the 
exit conditions of the steam are as indicated in Fig. 5-34. 


(a) Compare the magnitudes of Ah, Ake, and Ape. 

(b) Determine the work done per unit mass of the steam flowing through the 
turbine. 

(c) Calculate the mass flow rate of the steam. 


SOLUTION We take the turbine as the system. This is a contro! volume since 
mass crosses the system boundary during the process. We observe that there 
is only one inlet and one exit and thus m, = m, = m. Also, work is done by 
the system. The inlet and exit velocities and elevations are given, and thus the 
kinetic and potential energies are to be considered. 

Assumptions 1 This is a steady-flow process since there is no change with time 
at any point and thus Amey = O and ДЕсу = O. 2 The system is adiabatic апа 
thus there is no heat transfer. 

Analysis (a) At the inlet, steam is in a superheated vapor state, and its en- 
thalpy is 


P, - 2MPa 


T= 2 h, = 3247.6 kJ/kg (Table A-6) 


At the turbine exit, we obviously have a saturated liquid-vapor mixture at 15-kPa 
pressure. The enthalpy at this state is 


hy = hy + xyhg, — [225.94 -- (0.9)2373.1)] kJ/kg — 2361.73 kJ/kg 





Then 
Ah = hy — hy = (2361.73 — 3247.6) kJ/kg = —885.87 kJ/kg 
_ V¥3-V}_ (180 m/s)? — (50 m/s)? | 1 kJ/kg \ - 
Ake : : 100725 7 14951 
Мо EO SINHA оро иь 
ре = 2(0 — 0) = (9. s^ )m] bone ts g 
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STEAM 
TURBINE 





A 
Wour = 5 MW 


P= 15 kPa 
x5 = 90% 
V, = 180 m/s 
257 6m 
FIGURE 5-34 
Schematic for Example 5-12. 
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(a) An adjustable valve 





(b) A porous plug 


(c) A capillary tube 
FIGURE 5-35 
Throttling valves are devices that 
cause large pressure drops in the fluid. 
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Two observations can be made from these results. First, the change in 
potential energy is insignificant in comparison to the changes in enthalpy and 
kinetic energy. This is typical for most engineering devices. Second, as a result 
of low pressure and thus high specific volume, the steam velocity at the turbine 
exit can be very high. Yet the change in kinetic energy is a small fraction of 
the change in enthalpy (less than 2 percent in our case) and is therefore often 
neglected. 


(b) The energy balance for this steady-flow system can be expressed in the rate 
form as 


. : 5 22 0 (steady) 
Ein T Eo = NE = (1 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
E,=E 


in out 


mh, - W2I2 9 gz) 9 Wy 4 m(h; + V3/2 + gz) (since O = 0) 


Dividing by the mass flow rate m and substituting, the work done by the turbine 
per unit mass of the steam is determined to be 


3-17 
Wout — (hy hy) ks 2 H g(z2 21) = (Ah + Ake + Ape) 





= —[—885.87 + 14.95 — 0.04] kJ/kg = 870.96 kJ/kg 
(c) The required mass flow rate for a 5-MW power output is 


Won _ 5000kI/s 
Wout 870.96 kJ/kg 





= 5.74 kg/s 


n= 








3 Throttling Valves 


Throttling valves are any kind of flow-restricting devices that cause a sig- 
nificant pressure drop in the fluid. Some familiar examples are ordinary 
adjustable valves, capillary tubes, and porous plugs (Fig. 5-35). Unlike tur- 
bines, they produce a pressure drop without involving any work. The pressure 
drop in the fluid is often accompanied by a large drop in temperature, and 
for that reason throttling devices are commonly used in refrigeration and 
air-conditioning applications. The magnitude of the temperature drop 
(or, sometimes, the temperature rise) during a throttling process is governed 
by a property called the Joule- Thomson coefficient. 

Throttling valves are usually small devices, and the flow through them may 
be assumed to be adiabatic (q & 0) since there is neither sufficient time nor 
large enough area for any effective heat transfer to take place. Also, there is no 
work done (w — 0), and the change in potential energy, if any, is very small 
(Ape = 0). Even though the exit velocity is often considerably higher than the 
inlet velocity, in many cases, the increase in kinetic energy is insignificant 
(Ake & 0). Then the conservation of energy equation for this single-stream 
steady-flow device reduces to 


hh, (kJ/kg) (5-22) 
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That is, enthalpy values at the inlet and exit of a throttling valve are the same. 
For this reason, a throttling valve is sometimes called an isenthalpic device. 
Note, however, that for throttling devices with large exposed surface areas 
such as capillary tubes, heat transfer may be significant. 


To gain some insight into how throttling affects fluid properties, let us ex- 


press Eq. 5-22 as follows: 


u, + PV = u + Pv, 


or 


Internal energy + Flow energy = Constant 


Thus the final outcome of a throttling process depends on which of the two 
quantities increases during the process. If the flow energy increases during the 
process (PV, > P,v,), it can do so at the expense of the internal energy. As a 
result, internal energy decreases, which is usually accompanied by a drop in 
temperature. If the product Pv decreases, the internal energy and the temper- 
ature of a fluid will increase during a throttling process. In the case of an ideal 
gas, h = h(T), and thus the temperature has to remain constant during a throt- 
tling process (Fig. 5-36). 





EXAMPLE 5-13 Expansion of Refrigerant-134a in a Refrigerator 


Refrigerant-134a enters the capillary tube of a refrigerator as saturated liquid 
at 0.8 MPa and is throttled to a pressure of 0.12 MPa. Determine the quality of 
the refrigerant at the final state and the temperature drop during this process. 


SOLUTION A capillary tube is a simple flow-restricting device that is com- 
monly used in refrigeration applications to cause a large pressure drop in the re- 
frigerant. Flow through a capillary tube is a throttling process; thus, the 
enthalpy of the refrigerant remains constant (Fig. 5-37). 


(Table A-12) 
—22.36'C 


At inlet:P, — 0.8 MPa! 7, = Tyat @0.8 Mpa = 31.33°С 
sat. liquid hy = hy @0.8 MPa = 93.42 kJ/kg 
Р, = 0.12 МРа —  h,;—2132kMkg Ty = 
(hy = hy) h, = 233.86 kJ/kg 


At exit: 


Obviously h; < hz < hg; thus, the refrigerant exists as a saturated mixture at the 
exit state. The quality at this state is 


Ib oa a 21? 
hy 233.86 — 21.32 





= 0.339 


х = 





Throttling 
valve 


u, = 92.75 kJ/kg X 
P,v, = 0.67 kI/kg y 


из = 86.79 kJ/kg 
Pav = 6.63 kJ/kg 
(h = 93.42 KJ/kg) 





(h, = 93.42 kJ/kg) 
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Throttling 
valve 





FIGURE 5-36 

The temperature of an ideal gas 

does not change during a throttling 

(h = constant) process since h = h(T). 


FIGURE 5-37 

During a throttling process, the 
enthalpy (flow energy + internal 
energy) of a fluid remains constant. 
But internal and flow energies may be 
converted to each other. 
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Cold 
water 





Hot T-elbow 


water 

FIGURE 5-38 

The T-elbow of an ordinary shower 
serves as the mixing chamber for the 
hot- and the cold-water streams. 


T, = 140°F 





T, = 50°F T; = 110°F 
My ms 
FIGURE 5-39 


Schematic for Example 5-14. 
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Since the exit state is a saturated mixture at 0.12 MPa, the exit temperature 
must be the saturation temperature at this pressure, which is —22.36?C. Then 
the temperature change for this process becomes 


AT = Ty — T, = (—22.36 — 31.33)°C = —53.69°C 


That is, the temperature of the refrigerant drops by 53.69°C during this throt- 
tling process. Notice that 33.9 percent of the refrigerant vaporizes during this 
throttling process, and the energy needed to vaporize this refrigerant is ab- 
sorbed from the refrigerant itself. 








4a Mixing Chambers 

In engineering applications, mixing two streams of fluids is not a rare occur- 
rence. The section where the mixing process takes place is commonly referred 
to as a mixing chamber. The mixing chamber does not have to be a distinct 
"chamber." An ordinary T-elbow or a Y-elbow in a shower, for example, 
serves as the mixing chamber for the cold- and hot-water streams (Fig. 5-38). 


The conservation of mass principle for a mixing chamber requires that the 


sum of the incoming mass flow rates equal the mass flow rate of the outgoing 
mixture. 


Mixing chambers are usually well insulated (¢ = 0) and do not involve any 


kind of work (w = 0). Also, the kinetic and potential energies of the fluid 
streams are usually negligible (ke = 0, pe = 0). Then all there is left in the en- 
ergy balance is the total energies of the incoming streams and the outgoing 
mixture. The conservation of energy principle requires that these two equal 
each other. Therefore, the conservation of energy equation becomes analogous 
to the conservation of mass equation for this case. 





EXAMPLE 5-14 Mixing of Hot and Cold Waters in a Shower 


Consider an ordinary shower where hot water at 140°F is mixed with cold water 
at 50°F. If it is desired that a steady stream of warm water at 110°F be sup- 
plied, determine the ratio of the mass flow rates of the hot to cold water. As- 
sume the heat losses from the mixing chamber to be negligible and the mixing 
to take place at a pressure of 20 psia. 


SOLUTION We take the mixing chamber as the system (Fig. 5-39). This is a 
control volume since mass crosses the system boundary during the process. We 
observe that there are two inlets and one exit. 

Assumptions 1 This is a steady-flow process since there is no change with time 
at any point and thus Amy = O and AE, = O. 2 The kinetic and potential en- 
ergies are negligible, ke = pe = O. 3 Heat losses from the system are negligible 
and thus @ = O. 4 There is no work interaction involved. 

Analysis Under the stated assumptions and observations, the mass and energy 
balances for this steady-flow system can be expressed in the rate form as 
follows: 

Mass balance: Min — Mon = 20 шон 0 


Min = Moy — nm, + mñ, = тэ 
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Energy balance: |. É, — Eq = hee ee E -0 
——— ——— 


Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass 


. potential, etc., energies 


mh, t то = зз 


іп out 


(since Q = 0, W = 0, ke = pe = 0) 


Combining the mass and energy balances, 


туу + т = (№; + т) 


Dividing this equation by m, yields 
yh, t h, — (y * 1)h4 


where y = m/m, is the desired mass flow rate ratio. 

The saturation temperature of water at 20 psia is 227.96°F. Since the tem- 
peratures of all three streams are below this value (T < 7,4), the water in all 
three streams exists as a compressed liquid (Fig. 5-40). A compressed liquid 
can be approximated as a saturated liquid at the given temperature. Thus, 

hı = ре 140r = 107.96 Btu/Ibm 
h, = hje sor = 18.06 Btu/lbm 
hs = hye nor = 78.02 Btu/lbm 


Solving for y and substituting yields 


h-h 7802-1806 _ 
тєг 





2.0 


Thus the mass flow rate of the hot water must be twice the mass flow rate of the 
cold water for the mixture to leave at 110°F. 








4b Heat Exchangers 

As the name implies, heat exchangers are devices where two moving fluid 
streams exchange heat without mixing. Heat exchangers are widely used in 
various industries, and they come in various designs. 

The simplest form of a heat exchanger is a double-tube (also called tube- 
and-shell) heat exchanger, shown in Fig. 5-41. It is composed of two concen- 
tric pipes of different diameters. One fluid flows in the inner pipe, and the 
other in the annular space between the two pipes. Heat is transferred from 
the hot fluid to the cold one through the wall separating them. Sometimes the 
inner tube makes a couple of turns inside the shell to increase the heat trans- 
fer area, and thus the rate of heat transfer. The mixing chambers discussed ear- 
lier are sometimes classified as direct-contact heat exchangers. 

The conservation of mass principle for a heat exchanger in steady operation 
requires that the sum of the inbound mass flow rates equal the sum of the out- 
bound mass flow rates. This principle can also be expressed as follows: Under 
steady operation, the mass flow rate of each fluid stream flowing through a 
heat exchanger remains constant. 

Heat exchangers typically involve no work interactions (w = 0) and negli- 
gible kinetic and potential energy changes (Ake = 0, Ape = 0) for each fluid 
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Compressed liquid 
states 
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FIGURE 5-40 

A substance exists as a compressed 
liquid at temperatures below 

the saturation temperatures 

at the given pressure. 


Fluid B 
70°C 
Heat 
Е 4. Fluid A 
WE 20°C 
Heat 
35°C 
FIGURE 5-41 


A heat exchanger can be as simple 
as two concentric pipes. 
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FIGURE 5-42 

The heat transfer associated with a 
heat exchanger may be zero or 
nonzero depending on how the 
system is selected. 


Water 
15°C 
300 kPa 





FIGURE 5-43 
Schematic for Example 5-15. 
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Fluid B Fluid B 


CV boundary 


CV boundary 





m шээсэн 


T— Fluid A 





(a) System: Entire heat (b) System: Fluid A (Qcy s 0) 


exchanger (Qcy = 0) 


stream. The heat transfer rate associated with heat exchangers depends on 
how the control volume is selected. Heat exchangers are intended for heat 
transfer between two fluids within the device, and the outer shell is usually 
well insulated to prevent any heat loss to the surrounding medium. 

When the entire heat exchanger is selected as the control volume, Q be- 
comes zero, since the boundary for this case lies just beneath the insulation 
and little or no heat crosses the boundary (Fig. 5—42). If, however, only one of 
the fluids is selected as the control volume, then heat will cross this boundary 
as it flows from one fluid to the other and Q will not be zero. In fact, Q in this 
case will be the rate of heat transfer between the two fluids. 





EXAMPLE 5-15 Cooling of Refrigerant-134a by Water 


Refrigerant-134a is to be cooled by water in a condenser. The refrigerant enters 
the condenser with a mass flow rate of 6 kg/min at 1 MPa and 70°C and leaves 
at 35°C. The cooling water enters at 300 kPa and 15°C and leaves at 25°C. 
Neglecting any pressure drops, determine (a) the mass flow rate of the cooling 
water required and (b) the heat transfer rate from the refrigerant to water. 


SOLUTION We take the entire heat exchanger as the system (Fig. 5-43). This 
is a control volume since mass crosses the system boundary during the process. 
In general, there are several possibilities for selecting the control volume for 
multiple-stream steady-flow devices, and the proper choice depends on the sit- 
uation at hand. We observe that there are two fluid streams (and thus two inlets 
and two exits) but no mixing. 

Assumptions 1 This is a steady-flow process since there is no change with time 
at any point and thus Amey = O and AEpy = O. 2 The kinetic and potential en- 
ergies are negligible, ke = pe = O. 3 Heat losses from the system are negligible 
and thus @ = O. 4 There is no work interaction. 

Analysis (a) Under the stated assumptions and observations, the mass and 
energy balances for this steady-flow system can be expressed in the rate form 
as follows: 


Mass balance: Min = Mout 


for each fluid stream since there is no mixing. Thus, 


mı = m, = My 


ii, = hy = tite 
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Energy balance: Ein — Eom = AE 2° SE =0 


Rate of net energy transfer 
by heat, work, and mass 


E 
mh, + ñh, = mh, + mah, 


Rate of change in internal, kinetic, 
potential, etc., energies 


= EB yx 
(since 0 = 0, W = 0, ke = pe = 0) 


in 


Combining the mass and energy balances and rearranging give 
m,(hy — hy) = me(hy — hg) 


Now we need to determine the enthalpies at all four states. Water exists as a 
compressed liquid at both the inlet and the exit since the temperatures at both 
locations are below the saturation temperature of water at 300 kPa (133.55°C). 
Approximating the compressed liquid as a saturated liquid at the given temper- 
atures, we have 


hy = lipo 1300 = 62.99 KJ/kg 


hy = hye 25°C — 104.89 kJ/kg 1 гн 


The refrigerant enters the condenser as a superheated vapor and leaves as a 
compressed liquid at 35°C. From refrigerant-134a tables, 


ET MES c a0 34 HE Table A-13 

T; = 70°C 9 — 5 J/kg (Table A- ) 

Р, = 1 MPa 

Т. 3s | = tre ssc = 98.78 ki/kg (Table A-11) 


Substituting, we find 


m „(62.99 — 104.89) kJ/kg — (6 kg/min) [(98.78 — 302.34) kJ/kg] 
№, = 29.15 kg/min 


(b) To determine the heat transfer from the refrigerant to the water, we have to 
choose a control volume whose boundary lies on the path of the heat flow. We 
can choose the volume occupied by either fluid as our control volume. For no 
particular reason, we choose the volume occupied by the water. All the as- 
sumptions stated earlier apply, except that the heat flow is no longer zero. Then 
assuming heat to be transferred to water, the energy balance for this single- 
stream steady-flow system reduces to 

z È = AE 225 O (steady) 


E out system = 
UA SY 


in 


Rate of net energy transfer 
by heat, work, and mass 


a Ej 
Ow. in яр mh, 


Rate of change in internal, kinetic, 
potential, etc., energies 


=E 
Tit My 


out 


Rearranging and substituting, 
Ow, in = My (hy — hy) — (29.15 kg/min)[(104.89 — 62.99) kJ/kg] 
= 1221 kJ/min 


Discussion Had we chosen the volume occupied by the refrigerant as the con- 
trol volume (Fig. 5-44), we would have obtained the same result for Qp ou since 
the heat gained by the water is equal to the heat lost by the refrigerant. 
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Control volume 
boundary 


FIGURE 5-44 


In a heat exchanger, the heat transfer 
depends on the choice of the 
control volume. 
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Q out 


Surroundings 20°C 





FIGURE 5-45 

Heat losses from a hot fluid flowing 
through an uninsulated pipe or duct 
to the cooler environment may be 
very significant. 








FIGURE 5-46 

Pipe or duct flow may involve more 
than one form of work at the same 
time. 





дъ. = 200 У | 
ee не 
Т,-7 
W, in= 15 kW 
T,=17°C 
P, = 100 kPa 





V, = 150 m3/min 
FIGURE 5—47 
Schematic for Example 5-16. 


AIR 
—20 ќо 70°С 


Ал = 1.005 AT (kJ/kg) 








FIGURE 5-48 

The error involved in Ah = C, AT, 
where C, = 1.005 kJ/kg - °C, is 
less than 0.5 percent for air in the 
temperature range —20 to 70°C. 
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5 Pipe and Duct Flow 

The transport of liquids or gases in pipes and ducts is of great importance in 
many engineering applications. Flow through a pipe or a duct usually satisfies 
the steady-flow conditions and thus can be analyzed as a steady-flow process. 
This, of course, excludes the transient start-up and shut-down periods. The 
control volume can be selected to coincide with the interior surfaces of the 
portion of the pipe or the duct that we are interested in analyzing. 

Under normal operating conditions, the amount of heat gained or lost by 
the fluid may be very significant, particularly if the pipe or duct is long 
(Fig. 5-45). Sometimes heat transfer is desirable and is the sole purpose of the 
flow. Water flow through the pipes in the furnace of a power plant, the flow of 
refrigerant in a freezer, and the flow in heat exchangers are some examples of 
this case. At other times, heat transfer is undesirable, and the pipes or ducts are 
insulated to prevent any heat loss or gain, particularly when the temperature 
difference between the flowing fluid and the surroundings is large. Heat trans- 
fer in this case is negligible. 

If the control volume involves a heating section (electric wires), a fan, or a 
pump (shaft), the work interactions should be considered (Fig. 5-46). Of 
these, fan work is usually small and often neglected in energy analysis. 

The velocities involved in pipe and duct flow are relatively low, and the 
kinetic energy changes are usually insignificant. This is particularly true when 
the pipe or duct diameter is constant and the heating effects are negligible. 
Kinetic energy changes may be significant, however, for gas flow in ducts 
with variable cross-sectional areas especially when the compressibility effects 
are significant. The potential energy term may also be significant when the 
fluid undergoes a considerable elevation change as it flows in a pipe or duct. 





EXAMPLE 5-16 Electric Heating of Air in a House 


The electric heating systems used in many houses consist of a simple duct with 
resistance wires. Air is heated as it flows over resistance wires. Consider a 
15-kW electric heating system. Air enters the heating section at 100 kPa and 
17°C with a volume flow rate of 150 m3/min. If heat is lost from the air in the 
duct to the surroundings at a rate of 200 W, determine the exit temperature 
of air. 


SOLUTION We take the heating section portion of the duct as the system 
(Fig. 5-47). This is a control volume since mass crosses the system boundary 
during the process. We observe that there is only one inlet and one exit and thus 
mı = M = M. Also, heat is lost from the system and electrical work is sup- 
plied to the system. 

Assumptions 1 This is a steady-flow process since there is no change with time 
at any point and thus Amey = О апа A£Eįy = O. 2 Air is an ideal gas since it is 
at a high temperature and low pressure relative to its critical-point values. 3 The 
kinetic and potential energy changes are negligible, Ake = Ape = 0. 4 Constant 
specific heats at room temperature can be used for air. 

Analysis At temperatures encountered in heating and air-conditioning applica- 
tions, Ah can be replaced by C, AT where C, = 1.005 kJ/kg - °C—the value at 
room temperature—with negligible error (Fig. 5-48). Then the energy balance 
for this steady-flow system can be expressed in the rate form as 
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Ein яр Fou = КЕЕ а = 

Rate of net energy transfer 
by heat, work, and mass Л 

d E п Е ош 

Wz. in + Mth, = Qo + Mh, (since Ake = Ape = 0) 


W,. in Q out Еэ m CT, 2 T) 


Rate of change in internal, kinetic, 
potential, etc., energies 


From the ideal-gas relation, the specific volume of air at the inlet of the duct is 


RT, | (0.287 kPa - m'/kg - K(290 К) 


= 3 
Шин ОРЕ 0.832 m?/kg 


The mass flow rate of the air through the duct is determined from 





V, — 150 m/min [1 min 
LC ITE = 3.0 kg/ 
Vi 0.832 m/kg | 60s ee 
Substituting the known quantities, the exit temperature of the air is determined 
to be 


(15 kI/s) — (0.2 kJ/s) = (3 kg/s)(1.005 kJ/kg - °C)(T, — 17)°C 
Т, = 21.9°C 








ENERGY BALANCE FOR 
UNSTEADY-FLOW PROCESSES 


During a steady-flow process, no changes occur within the control volume; 
thus, one does not need to be concerned about what is going on within the 
boundaries. Not having to worry about any changes within the control volume 
with time greatly simplifies the analysis. 

Many processes of interest, however, involve changes within the control 
volume with time. Such processes are called unsteady-flow, or transient-flow, 
processes. The steady-flow relations developed earlier are obviously not ap- 
plicable to these processes. When an unsteady-flow process is analyzed, it is 
important to keep track of the mass and energy contents of the control volume 
as well as the energy interactions across the boundary. 

Some familiar unsteady-flow processes are the charging of rigid vessels 
from supply lines (Fig. 5-49), discharging a fluid from a pressurized vessel, 
driving a gas turbine with pressurized air stored in a large container, inflating 
tires or balloons, and even cooking with an ordinary pressure cooker. 

Unlike steady-flow processes, unsteady-flow processes start and end over 
some finite time period instead of continuing indefinitely. Therefore in this 
section, we deal with changes that occur over some time interval At instead of 
with the rate of changes (changes per unit time). An unsteady-flow system, in 
some respects, is similar to a closed system, except that the mass within the 
system boundaries does not remain constant during a process. 

Another difference between steady- and unsteady-flow systems is that 
steady-flow systems are fixed in space, size, and shape. Unsteady-flow sys- 
tems, however, are not (Fig. 5-50). They are usually stationary; that is, they 
are fixed in space, but they may involve moving boundaries and thus bound- 
ary work. 


5-9 
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Supply line 








l І 
| | 
! Control l 
І volume | 
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l | 








CV boundary 
FIGURE 5-49 


Charging of a rigid tank from 

a supply line is an unsteady- 

flow process since it involves 
changes within the control volume. 







CV boundary 








Control 
volume 


FIGURE 5-50 

The shape and size of a control 
volume may change during 

an unsteady-flow process. 
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Mass Balance 

Unlike the case of steady-flow processes, the amount of mass within the con- 
trol volume does change with time during an unsteady-flow process. The 
magnitude of change depends on the amounts of mass that enter and leave the 
control volume during the process. The mass balance for a system undergoing 
any process can be expressed as 


Mass balance: Min — Mou = Алан (kg) (5-23) 


where AM,ystem = Mrinal ~ Minitiai 8 the change in the mass of the system dur- 
ing the process. The mass balance for a control volume can also be expressed 
more explicitly as 


х m; — 2, m, — (m; — Mi )system (5-24) 


where i = inlet, e = exit, | = initial state, and 2 = final state of the control 
volume; and the summation signs are used to emphasize that all the inlets and 
exits are to be considered. Often one or more terms in the equation above are 
zero. For example, m; = O if no mass enters the control volume during the 
process, m, = 0 if no mass leaves the control volume during the process, and 
m, = Oif the control volume is initially evacuated. 


Energy Balance 

The energy content of a control volume changes with time during an 
unsteady-flow process. The magnitude of change depends on the amount of 
energy transfer across the system boundaries as heat and work as well as on 
the amount of energy transported into and out of the control volume by mass 
during the process. When analyzing an unsteady-flow process, we must keep 
track of the energy content of the control volume as well as the energies of the 
incoming and outgoing flow streams. 

The general energy balance was given earlier as 


Energy balance: Еһ = Еш = AE, aem (kJ) (5-25) 
ER LEES 
Net energy transfer Changes in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


The general unsteady-flow process, in general, is difficult to analyze because 
the properties of the mass at the inlets and exits may change during a process. 
Most unsteady-flow processes, however, can be represented reasonably well 
by the uniform-flow process, which involves the following idealization: The 
fluid flow at any inlet or exit is uniform and steady, and thus the fluid proper- 
ties do not change with time or position over the cross section of an inlet or 
exit. If they do, they are averaged and treated as constants for the entire 
process. 

Note that unlike the steady-flow systems, the state of an unsteady-flow sys- 
tem may change with time, and that the state of the mass leaving the control 
volume at any instant is the same as the state of the mass in the control volume 
at that instant. The initial and final properties of the control volume can be 
determined from the knowledge of the initial and final states, which are com- 
pletely specified by two independent intensive properties for simple com- 
pressible systems. 
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Then the energy balance for a uniform-flow system can be expressed ex- Q W 
plicitly as 
Qi + Win + 2 2 UV Qo T Wout T bl na = (me, = My€1) system (5-26) Closed 
system 








where 0 = h + ke + pe is the energy of a flowing fluid at any inlet or exit per 
unit mass, and e = u + ke + pe is the energy of the nonflowing fluid within E 
the control volume per unit mass. When the kinetic and potential energy Closed 
changes associated with the control volume and fluid streams are negligible, FIGURE 5-51 
as is usually the case, the energy balance above simplifies to The energy equation of a uniform- 
flow system reduces to that of a closed 
system when all the inlets 
and exits are closed. 











Qin + Win Е 5 mh) = Qo We Wout a by яд, = (mau; = MU) system (5-27) 


Note that if no mass enters or leaves the control volume during a process 
(m; — m, — 0, and m, = m, = m), this equation reduces to the energy balance 
relation for closed systems (Fig. 5-51). Also note that an unsteady-flow 
system may involve boundary work as well as electrical and shaft work 


ёоо T 
(Fig. 5-52). Ap 


Although both the steady-flow and uniform-flow processes are somewhat 
idealized, many actual processes can be approximated reasonably well by one 
of these with satisfactory results. The degree of satisfaction depends on the de- 
sired accuracy and the degree of validity of the assumptions made. 











E EXAMPLE 5-17 Charging of a Rigid Tank by Steam 

i A rigid, insulated tank that is initially evacuated is connected through a valve to FIGURE 5-52 
в а supply line that carries steam at 1 MPa and 300°C. Now the valve is opened, A uniform-flow system may involve 
g and steam is allowed to flow slowly into the tank until the pressure reaches electrical, shaft, and boundary 
m 1 MPa, at which point the valve is closed. Determine the final temperature of > work “ЇЇ ив 
B the steam in the tank. ` 
и 

= SOLUTION We take the tank as the system (Fig. 5—53). This is a control vol- 

| ume since mass crosses the system boundary during the process. We observe 





Imaginary 
piston 
P;= 1 MPa 
T, = 300°C —— Steam шиний” 





(a) Flow of steam into (b) The closed-system FIGURE 5-53 
an evacuated tank equivalence Schematic for Example 5-17. 
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FIGURE 5-54 

The temperature of steam rises from 
300 to 456.2°C as it enters a tank as a 
result of flow energy being converted 
to internal energy. 
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that this is an unsteady-flow process since changes occur within the control vol- 
ume. The control volume is initially evacuated and thus m, = O and mu; = O. 
Also, there is one inlet and no exits for mass flow. 

Assumptions 1 This process can be analyzed as a uniform-flow process since 
the properties of the steam entering the control volume remain constant during 
the entire process. 2 The kinetic and potential energies of the streams are neg- 
ligible, ke = pe = O. 3 The tank is stationary and thus its kinetic and potential 
energy changes are zero; that is, AKE = APE = O and AE stem = AUsystem- 
4 There are no boundary, electrical, or shaft work interactions involved. 5 The 
tank is well insulated and thus there is no heat transfer. 

Analysis Noting that microscopic energies of flowing and nonflowing fluids are 
represented by enthalpy h and internal energy u, respectively, the mass and 
energy balances for this uniform-flow system can be expressed as 


0 


22 
Mass balance: т; = т, = Атуш > mM; = mM, — in, — m; 
Energy balance: Еһ = Ез = Да 
=—— 6 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


mh; = muy (since W = Q = 0, ke = pe = 0, m, = 0) 


Combining the mass and energy balances gives 


u = h; 


That is, the final internal energy of the steam in the tank is equal to the en- 
thalpy of the steam entering the tank. The enthalpy of the steam at the inlet 
state is 


ur Me h; = 3051.2 kJ/kg (Table A-6) 
. == m a е =A 
T,=300°c J " 
which is equal to us. Since we now know two properties at the final state, it is 
fixed and the temperature at this state is determined from the same table to be 


Р, = 1 MPa | 

2 T, — 456.2°C 
из = 3051.2 kJ/kg 
Discussion Note that the temperature of the steam in the tank has increased 
by 156.2°C. This result may be surprising at first, and you may be wondering 
where the energy to raise the temperature of the steam came from. The answer 
lies in the enthalpy term h = u + Pv. Part of the energy represented by enthalpy 
is the flow energy Pv, and this flow energy is converted to sensible internal en- 
ergy once the flow ceases to exist in the control volume, and it shows up as an 
increase in temperature (Fig. 5-54). 


Alternative solution This problem can also be solved by considering the region 
within the tank and the mass that is destined to enter the tank as a closed sys- 
tem, as shown in Fig. 5-53b. Since no mass crosses the boundaries, viewing 
this as a closed system is appropriate. 

During the process, the steam upstream (the imaginary piston) will push the 
enclosed steam in the supply line into the tank at a constant pressure of 1 MPa. 
Then the boundary work done during this process is 
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2 
Wim zl Pj dV — —P(V5 — Vi) = —PilVeank — Viank + Vi] = Pi; 
1 


where V, is the volume occupied by the steam before it enters the tank and P; is 
the pressure at the moving boundary (the imaginary piston face). The energy 
balance for the closed system gives 


E; ur Eu m Am 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Win = AU 


m,;P;V; = mu, — mu; 
Uy = u; + P;0; = h; 


since the initial state of the system is simply the line conditions of the steam. 
This result is identical to the one obtained with the uniform-flow analysis. Once 
again, the temperature rise is caused by the so-called flow energy or flow work, 
which is the energy required to push the substance into the tank. 








~ EXAMPLE 5-18 Cooking with a Pressure Cooker 


A pressure cooker is a pot that cooks food much faster than ordinary pots by 
maintaining a higher pressure and temperature during cooking. The pressure in- 
side the pot is controlled by a pressure regulator (the petcock) that keeps the 
pressure at a constant level by periodically allowing some steam to escape, thus 
preventing any excess pressure buildup. 

Pressure cookers, in general, maintain a gage pressure of 2 atm (or 3 atm 
absolute) inside. Therefore, pressure cookers cook at a temperature of about 
133°C (or 271°F) instead of 100°C (or 212°F), cutting the cooking time by as 
much as 70 percent while minimizing the loss of nutrients. The newer pressure 
cookers use a spring valve with several pressure settings rather than a weight on 
the cover. 

A certain pressure cooker has a volume of 6 L and an operating pressure of 
™ 75 kPa gage. Initially, it contains 1 kg of water. Heat is supplied to the pressure 
1 cooker at a rate of 500 W for 30 min after the operating pressure is reached. 
g Assuming an atmospheric pressure of 100 kPa, determine (a) the temperature 
gm at which cooking takes place and (b) the amount of water left in the pressure 
B cooker at the end of the process. 


= SOLUTION We take the pressure cooker as the system (Fig. 5-55). This is a 
control volume since mass crosses the system boundary during the process. We System 
observe that this is an unsteady-flow process since changes occur within the boundary 
control volume. Also, there is one exit and no inlets for mass flow. 

Assumptions 1 This process can be analyzed as a uniform-flow process since 

the properties of the steam leaving the control volume remain constant during 

the entire cooking process. 2 The kinetic and potential energies of the streams 

are negligible, ke = pe = O. 3 The pressure cooker is stationary and thus its 

kinetic and potential energy changes are zero; that is, AKE = APE = O and 

AE system = AUsystem- 4 The pressure (and thus temperature) in the pressure 

cooker remains constant. 5 Steam leaves as a saturated vapor at the cooker . 

pressure. 6 There are no boundary, electrical, or shaft work interactions in- Qin = 500 W 

volved. 7 Heat is transferred to the cooker at a constant rate. FIGURE 5-55 
Schematic for Example 5-18. 


Р = 75 КРа (варе) 
Уарог 
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@=175kPa , 


| Т-Т,ар- 116°C 





р 


FIGURE 5-56 

As long as there is liquid in a pressure 
cooker, the saturation conditions exist 
and the temperature remains constant 

at the saturation temperature. 


Sat. vapor 


h,= h @175kPa 





Sat. vapor 


Sat. liquid 





FIGURE 5-57 

In a pressure cooker, the enthalpy 
of the exiting steam is h, @ 175 kPa 
(enthalpy of the saturated vapor at 
the given pressure). 
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Analysis (a) The absolute pressure within the cooker is 


ЈР E + Pam = 75 + 100 = 175 kPa 


gage 
Since saturation conditions exist in the cooker at all times (Fig. 5-56), the 
cooking temperature must be the saturation temperature corresponding to this 
pressure. From Table A-5, it is 


Т = Ty е 175 кра = 16.06°С 


which is about 16°C higher than the ordinary cooking temperature. 


(b) Noting that the microscopic energies of flowing and nonflowing fluids are 
represented by enthalpy h and internal energy u, respectively, the mass and 
energy balances for this uniform-flow system can be expressed as 


Mass balance: 


m; — m, — Am 


system —  —m,-— (m; = M)cy or т, = (m, 5 m )cy 


Е - АЕ, 


out system 


Energy balance: Е, 


in 


Net energy transfer 
by heat, work, and mass 


Qi, — mh, — (тиз — myuj)cy 


Change in internal, kinetic, 
potential, etc., energies 


(since W — 0, ke & pe & 0) 
Combining the mass and energy balances gives 
Оһ = (m, = т)ћ, + (тиз = туи)су 
The amount of heat transfer during this process is found from 
Qin = Oin At = (0.5 KI/s)(30 X 60 s) — 900 kJ 


Steam leaves the pressure cooker as saturated vapor at 175 kPa at all times 
(Fig. 5-57). Thus, 


he = h; @ 175 kpa = 2700.6 KJ/kg 


The initial internal energy is found after the quality is determined: 


V _ 0.006 m3 





ee ЕЕЕ 3 
977 гүр 0006 пв 
vı — W _ 0.006 — 0.001 
X — w, 1004-0001 - 0.005 


Thus, 
u, = us + хуи, = 486.8 + (0.005)(2038.1) kJ/kg — 497.0 kJ/kg 


and 


0, = ти; = (1 Ке)(497 kJ/kg) = 497 kJ 


The mass of the system at the final state is m» — V/v;. Substituting this into the 
energy equation yields 


-6- 
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There are two unknowns in this equation, up and v>. Thus we need to relate 
them to a single unknown before we can determine these unknowns. Assuming 
there is still some liquid water left in the cooker at the final state (i.e., satura- 
tion conditions exist), v and u, can be expressed as 


0, = 1+ хо, = 0.001 + х(1.004 — 0.001) m?/kg 
ш = и; + хц, = 486.8 + х,(2038.1) КЈ/ке 


Notice that during a boiling process at constant pressure, the properties of each 
phase remain constant (only the amounts change). When these expressions are 
substituted into the above energy equation, x; becomes the only unknown, and 
it is determined to be 


x, — 0.009 
Thus, 
2 = 0.001 + (0.009)(1.004 — 0.001) m?/kg — 0.010 m?/kg 
and 
у 0.006 3 _ 
отоо 5 


Therefore, after 30 min there is 0.6 kg water (liquid + vapor) left in the pres- 
sure cooker. 








SUMMARY 


The first law of thermodynamics is essentially an expression of 
the conservation of energy principle, also called the energy 
balance. The general mass and energy balances for any system 
undergoing any process can be expressed as 


Min ~ Mon = AM,ystem (kg) 
Ein — Ey AE system (kJ) 
— — 


Net energy transfer 
by heat, work, and mass 


Changes in internal, kinetic, 
potential, etc., energies 


They can also be expressed in the rate form as 


Min 7 Mou = Ат system (kg/s) 
Ein Е E AÉ system (kW) 
——— — 


Rate of net energy transfer 
by heat, work, and mass 


Rate of change in internal, kinetic, 
potential, etc., energies 


Taking heat transfer to the system and work done by the sys- 
tem to be positive quantities, the energy balance for a closed 
system can also be expressed as 


Q — W = AU + AKE + APE (kJ) 


where 
W- Woather ар W, 
АО = т(и — uj) 
AKE = 5 m(V3 — Y) 
APE = mg(z — 2) 


For a constant-pressure process, W, + AU = AH. Thus, 


Q — Wer = АН + АКЕ + АРЕ (kJ) 
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Thermodynamic processes involving control volumes can be 
considered in two groups: steady-flow processes and unsteady- 
flow processes. During a steady-flow process, the fluid flows 
through the control volume steadily, experiencing no change 
with time at a fixed position. The mass and energy content of 
the control volume remain constant during a steady-flow 
process. Taking heat transfer to the system and work done 
by the system to be positive quantities, the conservation of 
mass and energy equations for steady-flow processes are ex- 
pressed as 


Ут, = У т. 
Q -W- Y, m, 


(kg/s) 
2 


i 


2 


V2 
h, + = + gz, 


=> mh; + + 82; 

















for each exit for each inlet 


where the subscript i stands for inlet and e for exit. These 
are the most general forms of the equations for steady-flow 
processes. For single-stream (one-inlet—one-exit) systems such 
as nozzles, diffusers, turbines, compressors, and pumps, they 
simplify to 


m, = my (kg/s) 
or 
1 1 
ee = D, V42 


-Ф- 


and 
2 


vi-vt 
3 *&m-z) (КМ) 





Ó w= m |h h, à 


In these relations, subscripts 1 and 2 denote the inlet and exit 
states, respectively. 

Most unsteady-flow processes can be modeled as a uniform- 
flow process, which requires that the fluid flow at any inlet or 
exit is uniform and steady, and thus the fluid properties do not 
change with time or position over the cross section of an inlet 
or exit. If they do, they are averaged and treated as constants 
for the entire process. The energy balance for a uniform-flow 
system is expressed explicitly as 


(Qi, + Win + * mj0;) 7 (Qout F Wout F 2 т,9,) 


= (me, = 1161) хуяст 


When the kinetic and potential energy changes associated with 
the control volume and fluid streams are negligible, the energy 
relation simplifies to 


(Qin + Win + >) mihi) — (Qour + Wou + X, meh.) 


m (mu; = MMU) )eystem 


When solving thermodynamic problems, it is recommended 
that the general form of the energy balance Ej, — Ej, — 
AE «y be used for all problems, and simplify it for the partic- 
ular problem instead of using the specific relations given here 
for different processes. 
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PROBLEMS* 


Closed-System Energy Balance: General Systems 


5-1C_ Fora cycle, is the net work necessarily zero? For what 
kind of systems will this be the case? 


5-2C Ona hot summer day, a student turns his fan on when 
he leaves his room in the morning. When he returns in the 
evening, will the room be warmer or cooler than the neighbor- 
ing rooms? Why? Assume all the doors and windows are kept 
closed. 





*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon 40 are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


—— 
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5-3C Consider two identical rooms, one with a refrigerator 
in it and the other without one. If all the doors and windows are 
closed, will the room that contains the refrigerator be cooler or 
warmer than the other room? Why? 


5-4С What are the different mechanisms for transferring 
energy to or from a control volume? 


5-5 Water is being heated in a closed pan on top of a range 
while being stirred by a paddle wheel. During the process, 
30 kJ of heat is transferred to the water, and 5 kJ of heat is lost 
to the surrounding air. The paddle-wheel work amounts to 
500 N : m. Determine the final energy of the system if its initial 
energy is 10 kJ. Answer: 35.5 kJ 





500 N-m 
FIGURE P5-5 


5-6E A vertical piston-cylinder device contains water and is 
being heated on top of a range. During the process, 65 Btu of 
heat is transferred to the water, and heat losses from the side 
walls amount to 8 Btu. The piston rises as a result of evapo- 
ration, and 5 Btu of boundary work is done. Determine the 
change in the energy of the water for this process. 

Answer: 52 Btu 


5-7 A classroom that normally contains 40 people is to be 
air-conditioned with window air-conditioning units of 5-kW 
cooling capacity. A person at rest may be assumed to dissipate 
heat at a rate of about 360 kJ/h. There are 10 lightbulbs in the 
room, each with a rating of 100 W. The rate of heat transfer to 
the classroom through the walls and the windows is estimated 
to be 15,000 kJ/h. If the room air is to be maintained at a con- 
stant temperature of 21°C, determine the number of window 
air-conditioning units required. Answer: 2 units 


5-8 The lighting requirements of an industrial facility are 
being met by 700 40-W standard fluorescent lamps. The lamps 
are close to completing their service life and are to be replaced 
by their 34-W high-efficiency counterparts that operate on the 


—— 
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existing standard ballasts. The standard and high-efficiency 
fluorescent lamps can be purchased in quantity at a cost of 
$1.77 and $2.26 each, respectively. The facility operates 2800 
hours a year, and all of the lamps are kept on during operating 
hours. Taking the unit cost of electricity to be $0.08/kWh and 
the ballast factor to be 1.1 (i.e., ballasts consume 10 percent of 
the rated power of the lamps), determine how much energy and 
money will be saved per year as a result of switching to the 
high-efficiency fluorescent lamps. Also, determine the simple 
payback period. 


5-9 The lighting needs of a storage room are being met by 
6 fluorescent light fixtures, each fixture containing four lamps 
rated at 60 W each. All the lamps are on during operating hours 
of the facility, which are 6 A.M. to 6 P.M. 365 days a year. The 
storage room is actually used for an average of 3 h a day. If the 
price of electricity is $0.08/kWh, determine the amount of en- 
ergy and money that will be saved as a result of installing mo- 
tion sensors. Also, determine the simple payback period if the 
purchase price of the sensor is $32 and it takes 1 hour to install 
it at a cost of $40. 


5-10 A university campus has 200 classrooms and 400 fac- 
ulty offices. The classrooms are equipped with 12 fluorescent 
tubes, each consuming 110 W, including the electricity used by 
the ballasts. The faculty offices, on average, have half as many 
tubes. The campus is open 240 days a year. The classrooms and 
faculty offices are not occupied an average of 4 h a day, but the 
lights are kept on. If the unit cost of electricity is $0.082/kWh, 
determine how much the campus will save a year if the lights 
in the classrooms and faculty offices are turned off during un- 
occupied periods. 


5-11 The radiator of a steam heating system has a volume of 
20 L and is filled with superheated vapor at 300 kPa and 
250°C. At this moment both the inlet and exit valves to the 
radiator are closed. Determine the amount of heat that will be 
transferred to the room when the steam pressure drops to 
100 kPa. Also, show the process on a P-v diagram with respect 
to saturation lines. Answer: 33.4 kJ 


[m STEAM c3 


V 2 constant 














En o 











FIGURE P5-11 


5-12  AQ.5-n rigid tank contains refrigerant-134a initially at 
200 kPa and 40 percent quality. Heat is now transferred to the 
refrigerant until the pressure reaches 800 kPa. Determine 
(a) the mass of the refrigerant in the tank and (b) the amount of 
heat transferred. Also, show the process on a P-v diagram with 
respect to saturation lines. 
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5-13E A 20-ft? rigid tank initially contains saturated 
refrigerant-134a vapor at 120 psia. As a result of heat transfer 
from the refrigerant, the pressure drops to 30 psia. Show the 
process on a P-v diagram with respect to saturation lines, and 
determine (a) the final temperature, (b) the amount of refriger- 
ant that has condensed, and (c) the heat transfer. 


5-14 A well-insulated rigid tank contains 5 kg of a satu- 
rated liquid-vapor mixture of water at 100 kPa. Initially, three- 
quarters of the mass is in the liquid phase. An electric resistor 
placed in the tank is connected to a 110-V source, and a current 
of 8 A flows through the resistor when the switch is turned on. 
Determine how long it will take to vaporize all the liquid in the 
tank. Also, show the process on a 7-v diagram with respect to 
saturation lines. 


H,O 


V = constant 





FIGURE P5-14 


5-15 e Reconsider Prob. 5-14. Using EES (or other) soft- 

ware, investigate the effect of the initial mass of 
water on the length of time required to completely vaporize the 
liquid. Let the initial mass vary from 1 kg to 10 kg. Plot the va- 
porization time against the initial mass, and discuss the results. 


5-16 An insulated tank is divided into two parts by a parti- 
tion. One part of the tank contains 2.5 kg of compressed liquid 
water at 60°C and 600 kPa while the other part is evacuated. 
The partition is now removed, and the water expands to fill the 
entire tank. Determine the final temperature of the water and 
the volume of the tank for a final pressure of 10 kPa. 


Evacuated 


J Partition 





FIGURE P5-16 


5-17 es Reconsider Prob. 5-16. Using EES (or other) 

software, investigate the effect of the initial pres- 
sure of water on the final temperature in the tank. Let the initial 
pressure vary from 100 kPa to 600 kPa. Plot the final tempera- 


ture against the initial pressure, and discuss the results. 


5-18 A piston-cylinder device contains 5 kg of refrigerant- 
134a at 800 kPa and 60?C. The refrigerant is now cooled at 


—— 


constant pressure until it exists as a liquid at 20°C. Determine 
the amount of heat loss and show the process on a T-v diagram 
with respect to saturation lines. Answer: 1089 kJ 


5-]9E A piston-cylinder device contains 0.5 Ibm of water 
initially at 120 psia and 2 f£. Now 200 Btu of heat is trans- 
ferred to the water while its pressure is held constant. Deter- 
mine the final temperature of the water. Also, show the process 
on a T-v diagram with respect to saturation lines. 


5-20 An insulated piston-cylinder device contains 5 L of sat- 


urated liquid water at a constant pressure of 150 kPa. Water is 
stirred by a paddle wheel while a current of 8 A flows for 
45 min through a resistor placed in the water. If one-half of the 
liquid is evaporated during this constant-pressure process 
and the paddle-wheel work amounts to 300 kJ, determine the 
voltage of the source. Also, show the process on a P-v diagram 
Answer: 230.9 V 


with respect to saturation lines. 





FIGURE P5-20 


5-21 A piston-cylinder device contains steam initially at 
1 MPa, 350°C, and 1.5 m?. Steam is allowed to cool at constant 
pressure until it first starts condensing. Show the process on 
a T-v diagram with respect to saturation lines and determine 
(a) the mass of the steam, (b) the final temperature, and (c) the 
amount of heat transfer. 


5-22 A piston-cylinder device initially contains steam 

ЄУ at 200 kPa, 200°C, and 0.5 m?. At this state, a 
linear spring (F œ x) is touching the piston but exerts no force 
on it. Heat is now slowly transferred to the steam, causing the 
pressure and the volume to rise to 500 kPa and 0.6 m°, respec- 
tively. Show the process on a P-v diagram with respect to 





FIGURE P5-22 
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saturation lines and determine (a) the final temperature, (b) the 
work done by the steam, and (c) the total heat transferred. 
Answers: (a) 1131°C, (5b) 35 kJ, (c) 807 kJ 


5-23 es Reconsider Prob. 5-22. Using EES (or other) 

software, investigate the effect of the initial tem- 
perature of steam on the final temperature, the work done, and 
the total heat transfer. Let the initial temperature vary from 
150°C to 250°C. Plot the final results against the initial tem- 
perature, and discuss the results. 


5-24 Apiston-cylinder device initially contains 0.5 m3 of sat- 
urated water vapor at 200 kPa. At this state, the piston is rest- 
ing on a Set of stops, and the mass of the piston is such that a 
pressure of 300 kPa is required to move it. Heat is now slowly 
transferred to the steam until the volume doubles. Show the 
process on a P-v diagram with respect to saturation lines and 
determine (a) the final temperature, (b) the work done during 
this process, and (c) the total heat transfer. 

Answers: (a) 878.9°C, (b) 150 kJ, (c) 875 kJ 


Closed-System Energy Balance: Ideal Gases 


5-25C Is it possible to compress an ideal gas isothermally in 
an adiabatic piston-cylinder device? Explain. 


5-26E A rigid tank contains 20 Ibm of air at 50 psia and 
80°F. The air is now heated until its pressure doubles. Deter- 
mine (a) the volume of the tank and (b) the amount of heat 
transfer. Answers: (a) 80 ft?, (b) 1898 Btu 


5-27 A 3-m? rigid tank contains hydrogen at 250 kPa and 
500 K. The gas is now cooled until its temperature drops to 
300 K. Determine (a) the final pressure in the tank and (р) ће 
amount of heat transfer. 


5-28  A4-m X 5-m X 6-m room is to be heated by a base- 
board resistance heater. It is desired that the resistance heater 
be able to raise the air temperature in the room from 7 to 23?C 
within 15 min. Assuming no heat losses from the room and an 
atmospheric pressure of 100 kPa, determine the required power 
of the resistance heater. Assume constant specific heats at room 
temperature. Answer: 1.91 kW 


5-29 A4-m X 5-m X 7-m room is heated by the radiator of 
a steam-heating system. The steam radiator transfers heat at a 
rate of 10,000 kJ/h, and a 100-W fan is used to distribute the 


5000 kJ/h 


ROOM 


4mx5mx7m 








Ф.о kJ/h 











FIGURE P5-29 
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warm air in the room. The rate of heat loss from the room is 
estimated to be about 5000 kJ/h. If the initial temperature of 
the room air is 10?C, determine how long it will take for the air 
temperature to rise to 20?C. Assume constant specific heats at 
room temperature. 


5-30 A student living in a 4-m X 6-m X 6-m dormitory 
room turns on her 150-W fan before she leaves the room on 
a summer day, hoping that the room will be cooler when 
she comes back in the evening. Assuming all the doors and 
windows are tightly closed and disregarding any heat transfer 
through the walls and the windows, determine the temperature 
in the room when she comes back 10 h later. Use specific heat 
values at room temperature, and assume the room to be at 
100 kPa and 15?C in the morning when she leaves. 

Answer: 58.2°C 





ROOM 


4mx6mx6m 


Fan 





p^ 














FIGURE P5-30 
5-31E A 10-ft? tank contains oxygen initially at 14.7 psia 
and 80°F. A paddle wheel within the tank is rotated until the 
pressure inside rises to 20 psia. During the process 20 Btu of 


heat is lost to the surroundings. Determine the paddle-wheel 
work done. Neglect the energy stored in the paddle wheel. 


5-32 An insulated rigid tank is divided into two equal parts 
by a partition. Initially, one part contains 6 kg of an ideal gas at 
800 kPa and 50°C, and the other part is evacuated. The parti- 
tion is now removed, and the gas expands into the entire tank. 
Determine the final temperature and pressure in the tank. 


IDEAL 
GAS 
Evacuated 


800 kPa 
50°C 





FIGURE P5-32 


5-33 A piston-cylinder device whose piston is resting on 
top of a set of stops initially contains 0.5 kg of helium gas at 
100 kPa and 25°C. The mass of the piston is such that 500 kPa 
of pressure is required to raise it. How much heat must be 
transferred to the helium before the piston starts rising? 
Answer: 1857 kJ 
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5-34 An insulated piston-cylinder device contains 100 L of 
air at 400 kPa and 25°C. A paddle wheel within the cylinder is 
rotated until 15 kJ of work is done on the air while the pressure 
is held constant. Determine the final temperature of the air. 
Neglect the energy stored in the paddle wheel. 


5-35E A piston-cylinder device contains 25 ft? of nitrogen at 
50 psia and 700°F. Nitrogen is now allowed to cool at constant 
pressure until the temperature drops to 140?F. Using specific 
heats at the average temperature, determine the amount of heat 
loss. 


5-36 A mass of 15 kg of air in a piston-cylinder device is 
heated from 25 to 77?C by passing current through a resistance 
heater inside the cylinder. The pressure inside the cylinder is 
held constant at 300 kPa during the process, and a heat loss of 
60 kJ occurs. Determine the electric energy supplied, in kWh. 
Answer: 0.235 kWh 





AIR 
P = constant 





FIGURE P5-36 


5-37 An insulated piston-cylinder device initially contains 
0.3 m? of carbon dioxide at 200 kPa and 27°C. An electric 
switch is turned on, and a 110-V source supplies current to a 
resistance heater inside the cylinder for a period of 10 min. The 
pressure is held constant during the process, while the volume 
is doubled. Determine the current that passes through the resis- 
tance heater. 


5-38 A piston-cylinder device contains 0.8 kg of nitrogen 
initially at 100 kPa and 27?C. The nitrogen is now compressed 
slowly in a polytropic process during which PV!? — constant 
until the volume is reduced by one-half. Determine the work 
done and the heat transfer for this process. 


5-39 58 Reconsider Prob. 5-38. Using EES (or other) 

software, plot the process described in the prob- 
lem on a P-V diagram, and investigate the effect of the poly- 
tropic exponent n on the boundary work and heat transfer. Let 
the polytropic exponent vary from 1.1 to 1.6. Plot the boundary 
work and the heat transfer versus the polytropic exponent, and 
discuss the results. 


5-40 A room is heated by a baseboard resistance heater. 
When the heat losses from the room on a winter day amount to 
6500 kJ/h, the air temperature in the room remains constant 
even though the heater operates continuously. Determine the 
power rating of the heater, in kW. 


—— 





ROOM 
T4, 7 constant 


W, 


e 











FIGURE P5-40 


5-A]E A piston-cylinder device contains 3 ft? of air at 
60 psia and 150°F. Heat is transferred to the air in the amount 
of 40 Btu as the air expands isothermally. Determine the 
amount of boundary work done during this process. 


5-42 A piston-cylinder device contains 5 kg of argon at 
250 kPa and 30°C. During a quasi-equilibrium, isothermal 
expansion process, 15 kJ of boundary work is done by the sys- 
tem, and 3 kJ of paddle-wheel work is done on the system. De- 
termine the heat transfer for this process. Answer: 12 kJ 


5-43 A piston-cylinder device, whose piston is resting on a 
set of stops initially contains 3 kg of air at 200 kPa and 27°C. 
The mass of the piston is such that a pressure of 400 kPa is 
required to move it. Heat is now transferred to the air until its 
volume doubles. Determine the work done by the air and the 
total heat transferred to the air during this process. Also show 
the process on a P-u diagram. Answers: 516 kJ, 2674 kJ 


5-44 A piston-cylinder device, with a set of stops on 

«> the top, initially contains 3 kg of air at 200 kPa 
and 27°C. Heat is now transferred to the air, and the piston 
rises until it hits the stops, at which point the volume is twice 
the initial volume. More heat is transferred until the pressure 
inside the cylinder also doubles. Determine the work done and 
the amount of heat transfer for this process. Also, show the 
process on a P-v diagram. 


Closed-System Energy Balance: Solids and Liquids 


5-45 Ina manufacturing facility, 5-cm-diameter brass balls 
(p = 8522 kg/m’ and C, = 0.385 kJ/kg - °C) initially at 120°C 
are quenched in a water bath at 50°C for a period of 2 min at a 
rate of 100 balls per minute. If the temperature of the balls after 
quenching is 74°C, determine the rate at which heat needs to be 
removed from the water in order to keep its temperature con- 
stant at 50°C. 





FIGURE P5-45 
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5-46 Repeat Prob. 5—45 for aluminum balls. 


5-47E During a picnic on a hot summer day, all the cold 
drinks disappeared quickly, and the only available drinks were 
those at the ambient temperature of 75?F. In an effort to cool a 
12-fluid-oz drink in a can, a person grabs the can and starts 
shaking it in the iced water of the chest at 32°F. Using the 
properties of water for the drink, determine the mass of ice that 
will melt by the time the canned drink cools to 45?F. 


5-48 Consider a 1000-W iron whose base plate is made of 
0.5-cm-thick aluminum alloy 2024-T6 (p — 2770 kg/m? and 
C, = 875 J/kg - °C). The base plate has a surface area of 
0.03 n». Initially, the iron is in thermal equilibrium with the am- 
bient air at 22°C. Assuming 85 percent of the heat generated in 
the resistance wires is transferred to the plate, determine the 
minimum time needed for the plate temperature to reach 140°C. 


1000-W 


iron 






a 
x 


Air 6 J 
22°C 


FIGURE P5-48 





5-49 Stainless steel ball bearings (p — 8085 kg/m? and 
C, — 0.480 kJ/kg - *C) having a diameter of 1.2 cm are to be 
quenched in water at a rate of 1400 per minute. The balls leave 
the oven at a uniform temperature of 900?C and are exposed to 
air at 30°C for a while before they are dropped into the water. 
If the temperature of the balls drops to 850°C prior to quench- 
ing, determine the rate of heat transfer from the balls to the air. 


5-50 Carbon steel balls (9 = 7833 kg/m? and C, = 
0.465 kJ/kg - °C) 8 mm in diameter are annealed by heating 
them first to 900°C in a furnace, and then allowing them to 
cool slowly to 100°C in ambient air at 35°C. If 2500 balls are 
to be annealed per hour, determine the total rate of heat trans- 
fer from the balls to the ambient air. Answer: 542 W 














Furnace Aur, 35°C 
900°C : Steel ball 100°C 
| 
FIGURE P5—50 
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5-51 An electronic device dissipating 30 W has a mass of 
20 g and a specific heat of 850 J/kg - °C. The device is lightly 
used, and it is on for 5 min and then off for several hours, dur- 
ing which it cools to the ambient temperature of 25°C. Deter- 
mine the highest possible temperature of the device at the end 
of the 5-min operating period. What would your answer be if 
the device were attached to a 0.2-kg aluminum heat sink? 
Assume the device and the heat sink to be nearly isothermal. 


5-52 («94 Reconsider Prob. 5-51. Using EES (or other) 

software, investigate the effect of the mass of the 
heat sink on the maximum device temperature. Let the mass of 
heat sink vary from 0 kg to 1 kg. Plot the maximum tempera- 
ture against the mass of heat sink, and discuss the results. 


5-53 An ordinary egg can be approximated as a 5.5- 
cm-diameter sphere. The egg is initially at a uniform tem- 
perature of 8°C and is dropped into boiling water at 97°C. 
Taking the properties of the egg to be p = 1020 kg/m? and 
C, = 3.32 kJ/kg - °C, determine how much heat is transferred 
to the egg by the time the average temperature of the egg rises 
to 70°C. 


5-54E Ina production facility, 1.2-in-thick 2-ft x 2-ft square 
brass plates (9 = 532.5 Ibm/ft? and C, = 0.091 Btu/Ibm - °F) 
that are initially at a uniform temperature of 75°F are heated by 
passing them through an oven at 1300°F at a rate of 300 per 
minute. If the plates remain in the oven until their average tem- 
perature rises to 1000°F, determine the rate of heat transfer to 
the plates in the furnace. 


Furnace, 1300°F 


— 


1.2 in. 


Brass 
plate, 75°F 


FIGURE P5-54E 


5-55 Long cylindrical steel rods (9 = 7833 kg/m? and 
C, = 0.465 kJ/kg - °C) of 10-cm diameter are heat-treated by 
drawing them at a velocity of 3 m/min through an oven main- 
tained at 900°C. If the rods enter the oven at 30°C and leave at 
a mean temperature of 700°C, determine the rate of heat trans- 
fer to the rods in the oven. 


Steady-Flow Energy Balance: Nozzles and Diffusers 
5-56С How is a steady-flow system characterized? 


5-57C Can a steady-flow system involve boundary work? 
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5-58C A diffuser is an adiabatic device that decreases the 
kinetic energy of the fluid by slowing it down. What happens 
to this Jost kinetic energy? 


5-59C The kinetic energy of a fluid increases as it is accel- 
erated in an adiabatic nozzle. Where does this energy come 
from? 


5-60C Is heat transfer to or from the fluid desirable as it 
flows through a nozzle? How will heat transfer affect the fluid 
velocity at the nozzle exit? 


5-61 Air enters an adiabatic nozzle steadily at 300 kPa, 
200°C, and 30 m/s and leaves at 100 kPa and 180 m/s. The 
inlet area of the nozzle is 80 cm?. Determine (a) the mass flow 
rate through the nozzle, (b) the exit temperature of the air, and 
(c) the exit area of the nozzle. 

Answers: (a) 0.5304 kg/s, (b) 184.6?C, (c) 38.7 cm? 


o 


P, - 300 kPa 

T, = 200°C AIR P, = 100 kPa 
V, =30 m/s V, = 180 m/s 
A, = 80 - 

FIGURE P5-61 


5-62 (SH Reconsider Prob. 5-61. Using EES (or other) 

software, investigate the effect of the inlet area on 
the mass flow rate, exit temperature, and the exit area. Let the 
inlet area vary from 50 cn? to 150 cm?. Plot the final results 


against the inlet area, and discuss the results. 


5-63 Steam at 5 MPa and 500°C enters a nozzle steadily with 
a velocity of 80 m/s, and it leaves at 2 MPa and 400°C. The in- 
let area of the nozzle is 50 cm’, and heat is being lost at a rate of 
90 kJ/s. Determine (a) the mass flow rate of the steam, (b) the 
exit velocity of the steam, and (c) the exit area of the nozzle. 
5-64E Air enters a nozzle steadily at 50 psia, 140°F, and 
150 ft/s and leaves at 14.7 psia and 900 ft/s. The heat loss from 
the nozzle is estimated to be 6.5 Btu/Ibm of air flowing. The 
inlet area of the nozzle is 0.1 ft?. Determine (a) the exit tem- 
perature of air and (b) the exit area of the nozzle. 
Answers: (a) 507 R, (b) 0.048 ft? 
5—65 Steam at 3 MPa and 400°C enters an adiabatic 
R nozzle steadily with a velocity of 40 m/s and 


T 


P| =3 MPa 


STEAM = 
noe SEAM priame 
Y, 2 40 m/s 7 

FIGURE P5-65 
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leaves at 2.5 MPa and 300 m/s. Determine (a) the exit temper- 
ature and (b) the ratio of the inlet to exit area A,/A). 


5-66 Air at 600 kPa and 500 K enters an adiabatic nozzle 
that has an inlet-to-exit area ratio of 2:1 with a velocity of 
120 m/s and leaves with a velocity of 380 m/s. Determine 
(a) the exit temperature and (b) the exit pressure of the air. 
Answers: (a) 436.5 K, (b) 330.8 kPa 


5-67 Air at 80 kPa and 127°C enters an adiabatic diffuser 
steadily at a rate of 6000 kg/h and leaves at 100 kPa. The 
velocity of the airstream is decreased from 230 to 30 m/s as it 
passes through the diffuser. Find (a) the exit temperature of the 
air and (b) the exit area of the diffuser. 

5-68E Air at 13 psia and 20°F enters an adiabatic diffuser 
steadily with a velocity of 600 ft/s and leaves with a low 
velocity at a pressure of 14.5 psia. The exit area of the diffuser 
is 5 times the inlet area. Determine (a) the exit temperature and 
(р) the exit velocity of the air. 


a— 


Ру = 13 psia Р, = 14.5 рѕіа 
AIR 2 

T, = 20°F —- Vy << Yi 

V = 600 ft/s A, = 5А} 


Ц 


FIGURE P5-68E 


5-69 Carbon dioxide enters an adiabatic nozzle steadily at 
1 MPa and 500°C with a mass flow rate of 6000 kg/h and 
leaves at 100 kPa and 450 m/s. The inlet area of the nozzle is 
40 cm?. Determine (a) the inlet velocity and (b) the exit tem- 
perature. Answers: (a) 60.8 m/s, (b) 685.8 K 


5-70 Refrigerant-134a at 700 kPa and 100°C enters an adia- 
batic nozzle steadily with a velocity of 20 m/s and leaves at 
300 kPa and 30°C. Determine (a) the exit velocity and (b) the 
ratio of the inlet to exit area Aj/A;. 


5-71 Air at 80 kPa, 27°C, and 220 m/s enters a diffuser at a 
rate of 2.5 kg/s and leaves at 42°C. The exit area of the diffuser 
is 400 cm?. The air is estimated to lose heat at a rate of 18 kJ/s 
during this process. Determine (a) the exit velocity and (5) the 
exit pressure of the air. Answers: (a) 62.0 m/s, (b) 91.1 kPa 


5-72 Nitrogen gas at 60 kPa and 7°C enters an adiabatic dif- 
fuser steadily with a velocity of 200 m/s and leaves at 85 kPa 
and 22°C. Determine (a) the exit velocity of the nitrogen and 
(b) the ratio of the inlet to exit area A;/A;. 


5-73 KES Reconsider Prob. 5-72. Using EES (or other) 
software, investigate the effect of the inlet veloc- 
ity on the exit velocity and the ratio of the inlet-to-exit area. Let 
the inlet velocity vary from 180 m/s to 260 m/s. Plot the final 
results against the inlet velocity, and discuss the results. 


5-74 Refrigerant-134a enters a diffuser steadily as saturated 
vapor at 700 kPa with a velocity of 140 m/s, and it leaves at 


-6- 


cen54261 ch05.qxd 


11/17/03 2:47 PM Page 203 


800 kPa and 40°C. The refrigerant is gaining heat at a rate of 
3 kJ/s as it passes through the diffuser. If the exit area is 80 per- 
cent greater than the inlet area, determine (a) the exit velocity 
and (b) the mass flow rate of the refrigerant. 

Answers: (a) 71.7 m/s, (b) 0.655 kg/s 


Turbines and Compressors 


5-75C Consider an adiabatic turbine operating steadily. Does 
the work output of the turbine have to be equal to the decrease 
in the energy of the steam flowing through it? 


5-76C Consider an air compressor operating steadily. How 
would you compare the volume flow rates of the air at the com- 
pressor inlet and exit? 


5-77C Will the temperature of air rise as it is compressed by 
an adiabatic compressor? Why? 


5-78C Somebody proposes the following system to cool a 
house in the summer: Compress the regular outdoor air, let it 
cool back to the outdoor temperature, pass it through a turbine, 
and discharge the cold air leaving the turbine into the house. 
From a thermodynamic point of view, is the proposed system 
sound? 


5-79 Steam flows steadily through an adiabatic turbine. The 
inlet conditions of the steam are 10 MPa, 450°C, and 80 m/s, 
and the exit conditions are 10 kPa, 92 percent quality, and 
50 m/s. The mass flow rate of the steam is 12 kg/s. Determine 
(a) the change in kinetic energy, (b) the power output, and 
(c) the turbine inlet area. 

Answers: (a) —1.95 kJ/kg, (b) 10.2 MW, (c) 0.00446 m? 


P, - 10 MPa 
T, 2 450*C 
Y, 2 80 m/s 











STEAM 
m = 12 kg/s 


P, = 10 kPa 
x, = 0.92 
V, = 50 m/s 
FIGURE P5-79 
5-80 «S Reconsider Prob. 5-79. Using EES (or other) 
software, investigate the effect of the turbine exit 
pressure on the power output of the turbine. Let the exit pres- 
sure vary from 10 kPa to 200 kPa. Plot the power output 
against the exit pressure, and discuss the results. 


5-81 Steam enters an adiabatic turbine at 10 MPa and 400°C 
and leaves at 20 kPa with a quality of 90 percent. Neglecting 
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the changes in kinetic and potential energies, determine the 
mass flow rate required for a power output of 5 MW. 
Answer: 6.919 kg/s 


5-82E Steam flows steadily through a turbine at a rate of 
45,000 lbm/h, entering at 1000 psia and 900°F and leaving at 
5 psia as saturated vapor. If the power generated by the turbine 
is 4 MW, determine the rate of heat loss from the steam. 


5-83 Steam enters an adiabatic turbine at 10 MPa and 500°C 
at a rate of 3 kg/s and leaves at 20 kPa. If the power output of 
the turbine is 2 MW, determine the temperature of the steam at 
the turbine exit. Neglect kinetic energy changes. 

Answer: 110.8°C 


5-84 Argon gas enters an adiabatic turbine steadily at 
900 kPa and 450°C with a velocity of 80 m/s and leaves at 
150 kPa with a velocity of 150 m/s. The inlet area of the tur- 
bine is 60 cm?. If the power output of the turbine is 250 kW, 
determine the exit temperature of the argon. 


A, = 60 cm? 
P, = 900 kPa 
T , = 450°C 
', 2 80 m/s 


\ 


ARGON 
250 kW 

Р, = 150 kPa 

V, = 150 nys 


FIGURE P5-84 


5-85E Air flows steadily through an adiabatic turbine, enter- 
ing at 150 psia, 900°F, and 350 ft/s and leaving at 20 psia, 
300°F, and 700 ft/s. The inlet area of the turbine is 0.1 ft?. De- 
termine (a) the mass flow rate of the air and (b) the power out- 
put of the turbine. 


5-86 Refrigerant-134a enters an adiabatic compressor as 
saturated vapor at —20°C and leaves at 0.7 MPa and 70°C. 
The mass flow rate of the refrigerant is 1.2 kg/s. Determine 
(a) the power input to the compressor and (b) the volume flow 
rate of the refrigerant at the compressor inlet. 


5-87 Air enters the compressor of a gas-turbine plant at am- 
bient conditions of 100 kPa and 25°C with a low velocity and 
exits at 1 MPa and 347°C with a velocity of 90 m/s. The com- 
pressor is cooled at a rate of 1500 kJ/min, and the power input 
to the compressor is 250 kW. Determine the mass flow rate of 
air through the compressor. 

5-88E Air is compressed from 14.7 psia and 60°F to a pres- 
sure of 150 psia while being cooled at a rate of 10 Btu/lbm by 
circulating water through the compressor casing. The volume 
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flow rate of the air at the inlet conditions is 5000 ft?/min, and 
the power input to the compressor is 700 hp. Determine (a) the 
mass flow rate of the air and (b) the temperature at the com- 
pressor exit. Answers: (a) 6.36 Ibm/s, (b) 801 R 


5-89Е egy Reconsider Prob. 5-88E. Using EES (or other) 

software, investigate the effect of the rate of 
cooling of the compressor on the exit temperature of air. Let 
the cooling rate vary from 0 to 100 Btu/Ibm. Plot the air exit 
temperature against the rate of cooling, and discuss the results. 
5-90 Helium is to be compressed from 120 kPa and 310 K 
to 700 kPa and 430 K. A heat loss of 20 kJ/kg occurs during 
the compression process. Neglecting kinetic energy changes, 


determine the power input required for a mass flow rate of 
90 kg/min. 


P= 700 kPa 
T, = 430 K 


7 


20 kJ/kg 










He 
m= 90 kg/min 
Ру = 120 КРа 
Т, = 310 К 
FIGURE P5-90 


5-91 Carbon dioxide enters an adiabatic compressor at 
100 kPa and 300 K at a rate of 0.5 kg/s and leaves at 600 kPa 
and 450 K. Neglecting kinetic energy changes, determine 
(a) the volume flow rate of the carbon dioxide at the compres- 
sor inlet and (b) the power input to the compressor. 

Answers: (a) 0.28 m3/s, (b) 68.8 kW 


Throttling Valves 


5-92C Why are throttling devices commonly used in refrig- 
eration and air-conditioning applications? 


5-93C During a throttling process, the temperature of a fluid 
drops from 30 to —20?C. Can this process occur adiabatically? 


5-94C Would you expect the temperature of air to drop as it 
undergoes a steady-flow throttling process? 


5-95C Would you expect the temperature of a liquid to 
change as it is throttled? Explain. 


5-96 Refrigerant-134a is throttled from the saturated liquid 
state at 800 kPa to a pressure of 140 kPa. Determine the tem- 
perature drop during this process and the final specific volume 
of the refrigerant. Answers: 50.1°C, 0.0454 m3/kg 


5-97 Refrigerant-134a at 800 kPa and 25°C is throttled 

f to a temperature of —20°C. Determine the pres- 
sure and the internal energy of the refrigerant at the final state. 
Answers: 133 kPa, 78.8 kJ/kg 


—— 


P,- 800 kPa 
Sat. liquid 


R-134a 


P,- 140 kPa 
FIGURE P5-96 


5—98 A well-insulated valve is used to throttle steam from 
8 MPa and 500°C to 6 MPa. Determine the final temperature of 
the steam. Answer: 490.1°C 


5-99 «S Reconsider Prob. 5-98. Using EES (or other) 

software, investigate the effect of the exit pres- 
sure of steam on the exit temperature after throttling. Let the 
exit pressure vary from 6 MPa to 1 MPa. Plot the exit temper- 
ature of steam against the exit pressure, and discuss the results. 


5-100E Air at 200 psia and 90°F is throttled to the atmo- 
spheric pressure of 14.7 psia. Determine the final temperature 
of the air. 


Mixing Chambers and Heat Exchangers 


5-101C When two fluid streams are mixed in a mixing 
chamber, can the mixture temperature be lower than the tem- 
perature of both streams? Explain. 


5-102C Consider a steady-flow mixing process. Under what 
conditions will the energy transported into the control volume 
by the incoming streams be equal to the energy transported out 
of it by the outgoing stream? 


5-103C Consider a steady-flow heat exchanger involving 
two different fluid streams. Under what conditions will the 
amount of heat lost by one fluid be equal to the amount of heat 
gained by the other? 


5-104 A hot-water stream at 80°C enters a mixing chamber 
with a mass flow rate of 0.5 kg/s where it is mixed with a 
stream of cold water at 20°C. If it is desired that the mixture 






(P=250kPay 737 42°C 


FIGURE P5-104 
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leave the chamber at 42?C, determine the mass flow rate of the 
cold-water stream. Assume all the streams are at a pressure of 
250 kPa. Answer: 0.864 kg/s 


5-105 Liquid water at 300 kPa and 20°C is heated in a cham- 
ber by mixing it with superheated steam at 300 kPa and 300?C. 
Cold water enters the chamber at a rate of 1.8 kg/s. If the mix- 
ture leaves the mixing chamber at 60?C, determine the mass 
flow rate of the superheated steam required. 

Answer: 0.107 kg/s 


5-106 In steam power plants, open feedwater heaters are fre- 
quently utilized to heat the feedwater by mixing it with steam 
bled off the turbine at some intermediate stage. Consider an 
open feedwater heater that operates at a pressure of 800 kPa. 
Feedwater at 50°C and 800 kPa is to be heated with super- 
heated steam at 200°C and 800 kPa. In an ideal feedwater 
heater, the mixture leaves the heater as saturated liquid at the 
feedwater pressure. Determine the ratio of the mass flow rates 
of the feedwater and the superheated vapor for this case. 
Answer: 4.14 


. F У 
e 30% 
H,O Sat. 
(P=800kPa) liquid 
сс 

a 
117 

wy 


FIGURE P5-106 


5-107E Water at 50?F and 50 psia is heated in a chamber by 
mixing it with saturated water vapor at 50 psia. If both streams 
enter the mixing chamber at the same mass flow rate, deter- 
mine the temperature and the quality of the exiting stream. 
Answers: 281°F, 0.374 


5-108 A stream of refrigerant-134a at 1 MPa and 12°C is 
mixed with another stream at 1 MPa and 60°C. If the mass 
flow rate of the cold stream is twice that of the hot one, deter- 
mine the temperature and the quality of the exit stream. 


5-109 «S Reconsider Prob. 5—108. Using EES (or other) 

software, investigate the effect of the mass flow 
rate of the cold stream of R-134a on the temperature and the 
quality of the exit stream. Let the ratio of the mass flow rate of 
the cold stream to that of the hot stream vary from 1 to 4. Plot 
the mixture temperature and quality against the cold-to-hot 
mass flow rate ratio, and discuss the results. 


5-110 Refrigerant-134a at 1 MPa and 80°C is to be cooled 
to 1 MPa and 30°C in a condenser by air. The air enters at 
100 kPa and 27°C with a volume flow rate of 800 m?/min and 
leaves at 95 kPa and 60°C. Determine the mass flow rate of the 
refrigerant. Answer: 139 kg/min 
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FIGURE P5-110 


P, = 1 MPa 
Т = 30°C 


S-]IIE Air enters the evaporator section of a window air 
conditioner at 14.7 psia and 90°F with a volume flow rate of 
200 ft?/min. Refrigerant-134a at 20 psia with a quality of 
30 percent enters the evaporator at a rate of 4 Ibm/min and 
leaves as saturated vapor at the same pressure. Determine 
(a) the exit temperature of the air and (b) the rate of heat trans- 
fer from the air. 


5-112 Refrigerant-134a at 800 kPa, 70°C, and 8 kg/min is 
cooled by water in a condenser until it exists as a saturated 
liquid at the same pressure. The cooling water enters the con- 
denser at 300 kPa and 15°C and leaves at 30°C at the same 
pressure. Determine the mass flow rate of the cooling water 
required to cool the refrigerant. Answer: 27.0 kg/min 


5-113Е In a steam heating system, air is heated by 
€és> being passed over some tubes through which 
steam flows steadily. Steam enters the heat exchanger at 
30 psia and 400°F at a rate of 15 lbm/min and leaves at 25 psia 
and 212?F. Air enters at 14.7 psia and 80°F and leaves at 


130°F. Determine the volume flow rate of air at the inlet. 


5-114 Steam enters the condenser of a steam power plant at 
20 kPa and a quality of 95 percent with a mass flow rate of 


m, = 20,000 kg/h 


P, = 20 kPa 
х; = 0.95 
| Steam 
Water 
et 
— 
T, + 10°C 
P,=20kPa 
Sat. liquid 


FIGURE P5-114 
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20,000 kg/h. It is to be cooled by water from a nearby river by 
circulating the water through the tubes within the condenser. 
To prevent thermal pollution, the river water is not allowed to 
experience a temperature rise above 10°C. If the steam is to 
leave the condenser as saturated liquid at 20 kPa, determine the 
mass flow rate of the cooling water required. 

Answer: 17,866 kg/min 


5-115 Steam is to be condensed in the condenser of a steam 
power plant at a temperature of 50°C with cooling water from 
a nearby lake, which enters the tubes of the condenser at 18°C 
at a rate of 101 kg/s and leaves at 27°C. Determine the rate of 
condensation of the steam in the condenser. Answer: 1.59 kg/s 


Steam 
50°C 


Cooling 


water 
0 = 


18°C 


і 
27°С 





} 50°C 
FIGURE P5-115 


5-116 eSB Reconsider Prob. 5-115. Using EES (or other) 

software, investigate the effect of the inlet tem- 
perature of cooling water on the rate of condensation of steam. 
Let the inlet temperature vary from 10°C to 20°C, and assume 
the exit temperature to remain constant. Plot the rate of con- 
densation of steam against the inlet temperature of the cooling 


water, and discuss the results. 


5-117 A heat exchanger is to heat water (C, — 4.18 
kJ/kg - °C) from 25°C to 60°C at a rate of 0.2 kg/s. The heat- 
ing is to be accomplished by geothermal water (C, = 4.31 
kJ/kg - °C) available at 140°C at a mass flow rate of 0.3 kg/s. 
Determine the rate of heat transfer in the heat exchanger and 
the exit temperature of geothermal water. 


5-118 A heat exchanger is to cool ethylene glycol (C, — 
2.56 kJ/kg - °C) flowing at a rate of 2 kg/s from 80°C to 40°C 
by water (C, = 4.18 kJ/kg - °C) that enters at 20°C and leaves 
at 55°C. Determine (a) the rate of heat transfer and (b) the 
mass flow rate of water. 


5-119 «S Reconsider Prob. 5—118. Using EES (or other) 

software, investigate the effect of the inlet tem- 
perature of cooling water on the mass flow rate of water. Let 
the inlet temperature vary from 10°C to 40°C, and assume the 


—— 


exit temperature to remain constant. Plot the mass flow rate of 
water against the inlet temperature, and discuss the results. 


5-120 A thin-walled double-pipe counter-flow heat ex- 
changer is used to cool oil (C, = 2.20 kJ/kg - °C) from 150°C 
to 40°C at a rate of 2 kg/s by water (C, = 4.18 kJ/kg - °C) that 
enters at 22°C at a rate of 1.5 kg/s. Determine the rate of heat 
transfer in the heat exchanger and the exit temperature of 
water. 


Hot oil 
2 kg/s [iue 


Cold 
water 
— 
1.5 kg/s 
22°C 


lac 
FIGURE P5-120 


5-121 Cold water (C, = 4.18 kJ/kg - °C) leading to a shower 
enters a thin-walled double-pipe counter-flow heat exchanger 
at 15°C at a rate of 0.60 kg/s and is heated to 45°C by hot water 
(C, = 4.19 kJ/kg - °C) that enters at 100°C at a rate of 3 kg/s. 
Determine the rate of heat transfer in the heat exchanger and 
the exit temperature of the hot water. 


5-122 Air (C, = 1.005 kJ/kg - °C) is to be preheated by 
hot exhaust gases in a cross-flow heat exchanger before it 
enters the furnace. Air enters the heat exchanger at 95 kPa 
and 20°C at a rate of 0.8 m?/s. The combustion gases (C, — 
1.10 kJ/kg - °C) enter at 180°C at a rate of 1.1 kg/s and leave at 
95°C. Determine the rate of heat transfer to the air and its out- 
let temperature. 
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FIGURE P5-122 


5-123 A well-insulated shell-and-tube heat exchanger is 
used to heat water (C, — 4.18 kJ/kg - °C) in the tubes from 
20°C to 70°C at a rate of 4.5 kg/s. Heat is supplied by hot oil 
(C, = 2.30 kJ/kg - ?C) that enters the shell side at 170°C at a 
rate of 10 kg/s. Determine the rate of heat transfer in the heat 
exchanger and the exit temperature of oil. 
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5-]24E Steam is to be condensed on the shell side of a 
heat exchanger at 90?F. Cooling water enters the tubes at 60?F 
at a rate of 115.3 Ibm/s and leaves at 73°F. Assuming the 
heat exchanger to be well-insulated, determine the rate of heat 
transfer in the heat exchanger and the rate of condensation of 
the steam. 


Pipe and Duct Flow 


5-125 A desktop computer is to be cooled by a fan. The elec- 
tronic components of the computer consume 60 W of power 
under full-load conditions. The computer is to operate in envi- 
ronments at temperatures up to 45°C and at elevations up to 
3400 m where the average atmospheric pressure is 66.63 kPa. 
The exit temperature of air is not to exceed 60°C to meet the 
reliability requirements. Also, the average velocity of air is not 
to exceed 110 m/min at the exit of the computer case where the 
fan is installed to keep the noise level down. Determine the 
flow rate of the fan that needs to be installed and the diameter 
of the casing of the fan. 


Air 
inlet 






Exhaust 
fan 








FIGURE P5-125 


5-126 Repeat Prob. 5-125 for a computer that consumes 
100 W of power. 


5-127E Water enters the tubes of a cold plate at 95?F with an 
average velocity of 60 ft/min and leaves at 105?F. The diame- 
ter of the tubes is 0.25 in. Assuming 15 percent of the heat gen- 
erated is dissipated from the components to the surroundings 
by convection and radiation, and the remaining 85 percent is 
removed by the cooling water, determine the amount of heat 
generated by the electronic devices mounted on the cold plate. 
Answer: 263 W 


5-128 A sealed electronic box is to be cooled by tap water 
flowing through the channels on two of its sides. It is specified 
that the temperature rise of the water not exceed 4°C. The 
power dissipation of the box is 2 kW, which is removed en- 
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tirely by water. If the box operates 24 hours a day, 365 days a 
year, determine the mass flow rate of water flowing through 
the box and the amount of cooling water used per year. 


5-129 Repeat Prob. 5-128 for a power dissipation of 3 kW. 


5-130 A long roll of 2-m-wide and 0.5-cm-thick 1-Mn man- 
ganese steel plate (p — 7854 kg/m? and C, — 0.434 kJ/kg - *C) 
coming off a furnace at 820°C is to be quenched in an oil bath 
at 45°C to a temperature of 51.1°C. If the metal sheet is mov- 
ing at a steady velocity of 10 m/min, determine the required 
rate of heat removal from the oil to keep its temperature con- 
stant at 45°C. Answer: 4368 kW 


Furnace 


Steel 
10 m/min plate 








Oil bath, 45°C 
FIGURE P5-130 


«S Reconsider Prob. 5-130. Using EES (or other) 

software, investigate the effect of the moving 
velocity of the steel plate on the rate of heat transfer from 
the oil bath. Let the velocity vary from 5 to 50 m/min. Plot the 
rate of heat transfer against the plate velocity, and discuss 
the results. 


5-131 


5-132 The components of an electronic system dis- 

fd sipating 180 W are located in a 1.4-m-long 
horizontal duct whose cross section is 20 cm X 20 cm. The 
components in the duct are cooled by forced air that enters the 
duct at 30°C and 1 atm at a rate of 0.6 m?/min and leaves at 
40°C. Determine the rate of heat transfer from the outer sur- 
faces of the duct to the ambient. Answer: 63 W 


Natural 
convection 


40°C 





30°C 
0.6 m3/min 


FIGURE P5-132 


5-133 Repeat Prob. 5-132 for a circular horizontal duct of 
diameter 10 cm. 


5-]34E The hot-water needs of a household are to be met by 
heating water at 55°F to 200°F by a parabolic solar collector at 
a rate of 4 Ibm/s. Water flows through a 1.25-in-diameter thin 
aluminum tube whose outer surface is black-anodized in order 
to maximize its solar absorption ability. The centerline of the 
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tube coincides with the focal line of the collector, and a glass 
sleeve is placed outside the tube to minimize the heat losses. If 
solar energy is transferred to water at a net rate of 350 Btu/h 
per ft length of the tube, determine the required length of the 
parabolic collector to meet the hot-water requirements of this 
house. 


5-135 Consider a hollow-core printed circuit board 12 cm 
high and 18 cm long, dissipating a total of 20 W. The width of 
the air gap in the middle of the PCB is 0.25 cm. If the cooling 
air enters the 12-cm-wide core at 32°C and 1 atm at a rate of 
0.8 L/s, determine the average temperature at which the air 
leaves the hollow core. Answer: 53.4°C 


5-136 Acomputer cooled by a fan contains eight PCBs, each 
dissipating 10 W power. The height of the PCBs is 12 cm and 
the length is 18 cm. The cooling air is supplied by a 25-W fan 
mounted at the inlet. If the temperature rise of air as it flows 
through the case of the computer is not to exceed 10°C, deter- 
mine (a) the flow rate of the air that the fan needs to deliver 
and (b) the fraction of the temperature rise of air that is due to 
the heat generated by the fan and its motor. 

Answers: (a) 0.0104 kg/s, (b) 24 percent 

Air 
outlet 
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Air 
inlet 


FIGURE P5-136 


5-137 Hot water at 90?C enters a 15-m section of a cast iron 
pipe whose inner diameter is 4 cm at an average velocity of 
0.8 m/s. The outer surface of the pipe is exposed to the cold air 
at 10?C in a basement. If water leaves the basement at 88?C, 
determine the rate of heat loss from the water. 


5-138 E% Reconsider Prob. 5-137. Using EES (or other) 

software, investigate the effect of the inner pipe 
diameter on the rate of heat loss. Let the pipe diameter vary 
from 1.5 cm to 7.5 cm. Plot the rate of heat loss against the di- 
ameter, and discuss the results. 


5-139 A5-m X 6-m X 8-m room is to be heated by an elec- 
tric resistance heater placed in a short duct in the room. Ini- 
tially, the room is at 15°C, and the local atmospheric pressure 
is 98 kPa. The room is losing heat steadily to the outside at a 
rate of 200 kJ/min. A 200-W fan circulates the air steadily 


PCB, 10 W 


—$— 


through the duct and the electric heater at an average mass flow 
rate of 50 kg/min. The duct can be assumed to be adiabatic, and 
there is no air leaking in or out of the room. If it takes 15 min 
for the room air to reach an average temperature of 25°C, find 
(a) the power rating of the electric heater and (b) the tempera- 
ture rise that the air experiences each time it passes through the 
heater. 


5-140 A house has an electric heating system that consists of 
a 300-W fan and an electric resistance heating element placed 
in a duct. Air flows steadily through the duct at a rate of 
0.6 kg/s and experiences a temperature rise of 5°C. The rate 
of heat loss from the air in the duct is estimated to be 400 W. 
Determine the power rating of the electric resistance heating 
element. Answer: 3.12 kW 


5-141 A hair dryer is basically a duct in which a few layers 
of electric resistors are placed. A small fan pulls the air in and 
forces it through the resistors where it is heated. Air enters a 
1200-W hair dryer at 100 kPa and 22°C and leaves at 47°C. 
The cross-sectional area of the hair dryer at the exit is 60 cm?. 
Neglecting the power consumed by the fan and the heat losses 
through the walls of the hair dryer, determine (a) the volume 
flow rate of air at the inlet and (5) the velocity of the air at the 
exit. Answers: (a) 0.0404 m3/s, (b) 7.31 m/s 





—— 


Т,-479С 
A,= 60 cm? 


P, = 100 kPa 
Т,= 22°С 





W, = 1200 W 
FIGURE P5-141 


5-142 «S Reconsider Prob. 5-141. Using EES (or other) 

software, investigate the effect of the exit cross- 
sectional area of the hair dryer on the exit velocity. Let the exit 
area vary from 25 cm? to 75 cn. Plot the exit velocity against 
the exit cross-sectional area, and discuss the results. Include 
the effect of the flow kinetic energy in the analysis. 


5-143 The ducts of an air heating system pass through an 
unheated area. As a result of heat losses, the temperature of 
the air in the duct drops by 4?C. If the mass flow rate of air is 
120 kg/min, determine the rate of heat loss from the air to the 
cold environment. 


5-]44E  Airenters the duct of an air-conditioning system at 
15 psia and 50°F at a volume flow rate of 450 ft?/min. The di- 
ameter of the duct is 10 in, and heat is transferred to the air in 
the duct from the surroundings at a rate of 2 Btu/s. Determine 
(a) the velocity of the air at the duct inlet and (b) the tempera- 
ture of the air at the exit. 


5-145 Water is heated in an insulated, constant-diameter tube 
by a 7-kW electric resistance heater. If the water enters the 
heater steadily at 20°C and leaves at 75°C, determine the mass 
flow rate of water. 
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5-146 Steam enters a long, horizontal pipe with an inlet di- 
ameter of D,; = 12 cm at 1 MPa and 250°C with a velocity of 
2 m/s. Farther downstream, the conditions are 800 kPa and 
200°C, and the diameter is D, = 10 cm. Determine (a) the 
mass flow rate of the steam and (b) the rate of heat transfer. 
Answers: (a) 0.0972 kg/s, (b) 10.04 kJ/s 


Energy Balance for Charging and Discharging Processes 


5-147 Consider an 8-L evacuated rigid bottle that is sur- 
rounded by the atmosphere at 100 kPa and 17°C. A valve at 
the neck of the bottle is now opened and the atmospheric air is 
allowed to flow into the bottle. The air trapped in the bottle 
eventually reaches thermal equilibrium with the atmosphere as 
a result of heat transfer through the wall of the bottle. The 
valve remains open during the process so that the trapped air 
also reaches mechanical equilibrium with the atmosphere. De- 
termine the net heat transfer through the wall of the bottle dur- 
ing this filling process. Answer: Quy, = 0.8 kJ 









8L 
evacuated 


Ec 


FIGURE P5-147 


5-148 An insulated rigid tank is initially evacuated. A valve 
is opened, and atmospheric air at 95 kPa and 17°C enters the 
tank until the pressure in the tank reaches 95 kPa, at which 
point the valve is closed. Determine the final temperature of 
the air in the tank. Assume constant specific heats. 

Answer: 406 K 


5-149 A 2-m’ rigid tank initially contains air at 100 kPa and 
22°C. The tank is connected to a supply line through a valve. 
Air is flowing in the supply line at 600 kPa and 22°C. The 
valve is opened, and air is allowed to enter the tank until the 


P, = 600 kPa 
T,=22°C 


—> 














V=2m? 
ын Qout 


Р = 100 КРа 
T, =22°C 











FIGURE P5-149 
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pressure in the tank reaches the line pressure, at which point 
the valve is closed. A thermometer placed in the tank indicates 
that the air temperature at the final state is 77°C. Determine 
(a) the mass of air that has entered the tank and (b) the amount 
of heat transfer. Answers: (a) 9.58 kg, (b) Qut = 339 KJ 


5-150 A 0.2-m° rigid tank initially contains refrigerant-134a 
at 8°C. At this state, 60 percent of the mass is in the vapor 
phase, and the rest is in the liquid phase. The tank is connected 
by a valve to a supply line where refrigerant at 1 MPa and 
120°C flows steadily. Now the valve is opened slightly, and the 
refrigerant is allowed to enter the tank. When the pressure in 
the tank reaches 800 kPa, the entire refrigerant in the tank ex- 
ists in the vapor phase only. At this point the valve is closed. 
Determine (a) the final temperature in the tank, (b) the mass of 
refrigerant that has entered the tank, and (c) the heat transfer 
between the system and the surroundings. 


5-151E A 4-ft rigid tank initially contains saturated water 
vapor at 250°F. The tank is connected by a valve to a supply 
line that carries steam at 160 psia and 400°F. Now the valve is 
opened, and steam is allowed to enter the tank. Heat transfer 
takes place with the surroundings such that the temperature in 
the tank remains constant at 250?F at all times. The valve is 
closed when it is observed that one-half of the volume of the 
tank is occupied by liquid water. Find (a) the final pressure in 
the tank, (5) the amount of steam that has entered the tank, and 
(c) the amount of heat transfer. 

Answers: (a) 29.82 psia, (b) 117.5 Ibm, (c) 117,540 Btu 


5-152 A vertical piston-cylinder device initially contains 
0.01 m? of steam at 200°C. The mass of the frictionless piston 
is such that it maintains a constant pressure of 500 kPa inside. 
Now steam at 1 MPa and 350°C is allowed to enter the cy- 
linder from a supply line until the volume inside doubles. 
Neglecting any heat transfer that may have taken place during 
the process, determine (a) the final temperature of the steam in 
the cylinder and (5) the amount of mass that has entered. 
Answers: (a) 262.6*C, (b) 0.0176 kg 


5-153 An insulated, vertical piston-cylinder device initially 
contains 10 kg of water, 8 kg of which is in the vapor phase. 


Р - 300 kPa 
m, = 10kg 
H,O 








Т, = 350° С 


FIGURE P5-153 
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The mass of the piston is such that it maintains a constant pres- 
sure of 300 kPa inside the cylinder. Now steam at 0.5 MPa and 
350°C is allowed to enter the cylinder from a supply line until 
all the liquid in the cylinder has vaporized. Determine (a) the 
final temperature in the cylinder and (5) the mass of the steam 
that has entered. Answers: (a) 133.6?C, (b) 9.78 kg 


5-154 AO.I-n? rigid tank initially contains refrigerant-134a 
at 1 MPa and 100 percent quality. The tank is connected by a 
valve to a supply line that carries refrigerant-134a at 1.2 MPa 
and 30?C. Now the valve is opened, and the refrigerant is 
allowed to enter the tank. The valve is closed when it is 
observed that the tank contains saturated liquid at 1.2 MPa. 
Determine (a) the mass of the refrigerant that has entered the 
tank and (b) the amount of heat transfer. 

Answers: (a) 107.1 kg, (b) 1825 kJ 


5-155 AO0.3-n rigid tank is filled with saturated liquid water 
at 200°C. A valve at the bottom of the tank is opened, and 
liquid is withdrawn from the tank. Heat is transferred to the 
water such that the temperature in the tank remains constant. 
Determine the amount of heat that must be transferred by the 
time one-half of the total mass has been withdrawn. 


H,O 
V 20.3 n? 


T = 200°C 
Sat. liquid 





FIGURE P5-155 


5-156 <A 0.1-m? rigid tank contains saturated refrigerant- 
134a at 800 kPa. Initially, 40 percent of the volume is occupied 
by liquid and the rest by vapor. A valve at the bottom of the 
tank is now opened, and liquid is withdrawn from the tank. 
Heat is transferred to the refrigerant such that the pressure 
inside the tank remains constant. The valve is closed when no 
liquid is left in the tank and vapor starts to come out. Deter- 
mine the total heat transfer for this process. Answer: 267.6 kJ 


5-157Е  А4-1 rigid tank contains saturated refrigerant-134a 
at 100 psia. Initially, 20 percent of the volume is occupied by 


Sat. vapor 


Р = 100 рѕіа 
у= 4# 





FIGURE P5-157E 
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liquid and the rest by vapor. A valve at the top of the tank is 
now opened, and vapor is allowed to escape slowly from the 
tank. Heat is transferred to the refrigerant such that the pressure 
inside the tank remains constant. The valve is closed when the 
last drop of liquid in the tank is vaporized. Determine the total 
heat transfer for this process. 


5-158 A0.2-m’ rigid tank equipped with a pressure regulator 
contains steam at 2 MPa and 300°C. The steam in the tank is 
now heated. The regulator keeps the steam pressure constant 
by letting out some steam, but the temperature inside rises. De- 
termine the amount of heat transferred when the steam temper- 
ature reaches 500°C. 


5-159 A 4-L pressure cooker has an operating pressure of 
175 kPa. Initially, one-half of the volume is filled with liquid 
and the other half with vapor. If it is desired that the pressure 
cooker not run out of liquid water for 1 h, determine the high- 
est rate of heat transfer allowed. 


(P = 175 kPa) 





FIGURE P5-159 


5-160 An insulated 0.08-m? tank contains helium at 2 MPa 
and 80°C. A valve is now opened, allowing some helium to 
escape. The valve is closed when one-half of the initial mass 
has escaped. Determine the final temperature and pressure in 
the tank. Answers: 225 K, 637 kPa 

5-161E An insulated 60-ft? rigid tank contains air at 75 psia 
and 120°F. A valve connected to the tank is now opened, and 
air is allowed to escape until the pressure inside drops to 
30 psia. The air temperature during this process is maintained 
constant by an electric resistance heater placed in the tank. De- 
termine the electrical work done during this process. 


V - 60 f? 
Р = 75 рѕіа We, in 
T= 120°F 





FIGURE P5-161E 
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5-162 A vertical piston-cylinder device initially contains 
0.2 m? of air at 20°C. The mass of the piston is such that it 
maintains a constant pressure of 300 kPa inside. Now a valve 
connected to the cylinder is opened, and air is allowed to es- 
cape until the volume inside the cylinder is decreased by one- 
half. Heat transfer takes place during the process so that the 
temperature of the air in the cylinder remains constant. Deter- 
mine (a) the amount of air that has left the cylinder and (b) the 
amount of heat transfer. — Answers: (a) 0.357 kg, (b) O 


5-163 A balloon initially contains 65 m? of helium gas at 
atmospheric conditions of 100 kPa and 22?C. The balloon is 
connected by a valve to a large reservoir that supplies helium 
gas at 150 kPa and 25?C. Now the valve is opened, and helium 
is allowed to enter the balloon until pressure equilibrium with 
the helium at the supply line is reached. The material of the 
balloon is such that its volume increases linearly with pressure. 
If no heat transfer takes place during this process, determine 
the final temperature in the balloon. Answer: 256 K 


T,=25°C 
Р, = 150 kPa 





- 


FIGURE P5-163 


5-164 A balloon initially contains 10 m? of helium gas at 
150 kPa and 27?C. Now a valve is opened, and helium is 
allowed to escape slowly until the pressure inside drops to 
100 KPa, at which point the valve is closed. During this process 
the volume of the balloon decreases by 15 percent. The balloon 
material is such that the volume of the balloon changes linearly 
with pressure in this range. If the heat transfer during this 
process is negligible, find (a) the final temperature of the 
helium in the balloon and (b) the amount of helium that has 
escaped. 


5-165 ME% Reconsider Prob. 5-164. Using EES (or other) 

software, investigate the effect of the percent 
change of the volume of the balloon (in the range of 0 to 
15 percent) on the final temperature in the balloon and the 
amount of mass that has escaped. Plot the final temperature 
and the amount of discharged helium against the percent 


change in volume. 


5-166 A vertical piston-cylinder device initially contains 
0.2 m? of steam at 1 MPa and 250°C. A linear spring at this 
point applies full force to the piston. A valve connected to the 
cylinder is now opened, and steam is allowed to escape. As the 
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piston moves down, the spring unwinds, and at the final state 
the pressure drops to 800 kPa and the volume to 0.1 m°. If at 
the final state the cylinder contains saturated vapor only, deter- 
mine (a) the initial and final masses in the cylinder and (5) the 
amount and direction of any heat transfer. 





Qin 
FIGURE P5-166 


5-167 A vertical piston-cylinder device initially contains 
0.3 m? of steam at 250?C. The mass of the piston is such that 
it maintains a constant pressure of 300 kPa. Now a valve is 
opened and steam is allowed to escape. Heat transfer takes 
place during the process so that the temperature inside remains 
constant. If the final volume is 0.1 m*, determine (a) the 
amount of steam that has escaped and (5) the amount of heat 
transfer. Answers: (a) 0.251 kg, (b) O 


Review Problems 


5-168 Amass of 12 kg of saturated refrigerant-134a vapor is 
contained in a piston-cylinder device at 200 kPa. Now 250 kJ 
of heat is transferred to the refrigerant at constant pressure 
while a 110-V source supplies current to a resistor within the 
cylinder for 6 min. Determine the current supplied if the final 
temperature is 70°C. Also, show the process on a T-v diagram 
with respect to the saturation lines. Answer: 15.7 A 









R-134a 
P = constant 


FIGURE P5-168 


5-169 A mass of 0.2 kg of saturated refrigerant-134a is 
contained in a piston-cylinder device at 200 kPa. Initially, 75 
percent of the mass is in the liquid phase. Now heat is trans- 
ferred to the refrigerant at constant pressure until the cylinder 
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contains vapor only. Show the process on a P-v diagram with 
respect to saturation lines. Determine (a) the volume occupied 
by the refrigerant initially, (b) the work done, and (c) the total 
heat transfer. 


5-170 A piston-cylinder device contains helium gas initially 
at 150 kPa, 20°C, and 0.5 m?. The helium is now compressed 
in a polytropic process (PV" — constant) to 400 kPa and 
140°C. Determine the heat loss or gain during this process. 
Answer: 11.2 kJ loss 


PV" = constant 





FIGURE P5-170 


5-171 A frictionless piston-cylinder device and a rigid tank 
initially contain 12 kg of an ideal gas each at the same temper- 
ature, pressure, and volume. It is desired to raise the tempera- 
tures of both systems by 15?C. Determine the amount of extra 
heat that must be supplied to the gas in the cylinder which is 
maintained at constant pressure to achieve this result. Assume 
the molar mass of the gas is 25. 


5-172 A passive solar house that is losing heat to the out- 
doors at an average rate of 50,000 kJ/h is maintained at 22?C at 
all times during a winter night for 10 h. The house is to be 
heated by 50 glass containers each containing 20 L of water 
that is heated to 80?C during the day by absorbing solar energy. 
A thermostat controlled 15-kW back-up electric resistance 





FIGURE P5-172 
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heater turns on whenever necessary to keep the house at 22?C. 
(a) How long did the electric heating system run that night? 
(b) How long would the electric heater run that night if the 
house incorporated no solar heating? 

Answers: (a) 4.77 h, (b) 9.26 h 


5-173 An 800-W electric resistance heating element is 
immersed in 40 kg of water initially at 20°C. Determine how 
long it will take for this heater to raise the water temperature 
to 80°C. 


5-174 One ton (1000 kg) of liquid water at 80°C is brought 
into a well-insulated and well-sealed 4-m X 5-m X 6-m room 
initially at 22?C and 100 kPa. Assuming constant specific heats 
for both air and water at room temperature, determine the final 
equilibrium temperature in the room. Answer: 78.6°C 


5-175 A4-m X 5-m X 6-m room is to be heated by one ton 
(1000 kg) of liquid water contained in a tank that is placed in 
the room. The room is losing heat to the outside at an average 
rate of 10,000 kJ/h. The room is initially at 20°C and 100 kPa 
and is maintained at an average temperature of 20°C at 
all times. If the hot water is to meet the heating requirements 
of this room for a 24-h period, determine the minimum tem- 
perature of the water when it is first brought into the room. As- 
sume constant specific heats for both air and water at room 
temperature. 


5-176 The energy content of a certain food is to be deter- 
mined in a bomb calorimeter that contains 3 kg of water by 
burning a 2-g sample of it in the presence of 100 g of air in the 
reaction chamber. If the water temperature rises by 3.2°C when 
equilibrium is established, determine the energy content of the 
food, in kJ/kg, by neglecting the thermal energy stored in the 
reaction chamber and the energy supplied by the mixer. What 
is a rough estimate of the error involved in neglecting the ther- 
mal energy stored in the reaction chamber? 

Answer: 20,060 kJ/kg 





Reaction 
chamber 











AT = 3.2°C 





FIGURE P5-176 


5-177 A 68-kg man whose average body temperature is 
39?C drinks 1 L of cold water at 3?C in an effort to cool 
down. Taking the average specific heat of the human body to 
be 3.6 kJ/kg - °C, determine the drop in the average body tem- 
perature of this person under the influence of this cold water. 
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5-178 A0.2-L glass of water at 20°C is to be cooled with ice 
to 5°C. Determine how much ice needs to be added to the 
water, in grams, if the ice is at (a) O°C and (b) —8°C. Also 
determine how much water would be needed if the cooling is to 
be done with cold water at 0?C. The melting temperature and 
the heat of fusion of ice at atmospheric pressure are 0?C and 
333.7 kJ/kg, respectively, and the density of water is 1 kg/L. 


5-179 E Reconsider Prob. 5-178. Using EES (or other) 

software, investigate the effect of the initial tem- 
perature of the ice on the final mass required. Let the ice tem- 
perature vary from —20*C to 0°C. Plot the mass of ice against 
the initial temperature of ice, and discuss the results. 


5-180 In order to cool 1 ton of water at 20°C in an insulated 
tank, a person pours 80 kg of ice at —5°C into the water. De- 
termine the final equilibrium temperature in the tank. The melt- 
ing temperature and the heat of fusion of ice at atmospheric 
pressure are 0°C and 333.7 kJ/kg, respectively. 

Answer: 12.4°C 


5-181 An insulated piston-cylinder device initially contains 
0.01 nm? of saturated liquid-vapor mixture with a quality of 
0.2 at 100°C. Now some ice at 0°C is added to the cylinder. If 
the cylinder contains saturated liquid at 100°C when thermal 
equilibrium is established, determine the amount of ice added. 
The melting temperature and the heat of fusion of ice at atmo- 
spheric pressure are 0°C and 333.7 kJ/kg, respectively. 


5-182 The early steam engines were driven by the atmo- 
spheric pressure acting on the piston fitted into a cylinder filled 
with saturated steam. A vacuum was created in the cylinder by 
cooling the cylinder externally with cold water, and thus con- 
densing the steam. 

Consider a piston-cylinder device with a piston surface area 
of 0.1 m? initially filled with 0.05 m? of saturated water vapor 
at the atmospheric pressure of 100 kPa. Now cold water is 
poured outside the cylinder, and the steam inside starts con- 
densing as a result of heat transfer to the cooling water outside. 
If the piston is stuck at its initial position, determine the friction 
force acting on the piston and the amount of heat transfer when 
the temperature inside the cylinder drops to 30?C. 

Cold 
water 





FIGURE P5-182 


5-183 Water is boiled at sea level in a coffee maker equipped 
with an immersion-type electric heating element. The coffee 
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maker contains 1 L of water when full. Once boiling starts, it is 
observed that half of the water in the coffee maker evaporates 
in 25 min. Determine the power rating of the electric heating 
element immersed in water. Also, determine how long it will 
take for this heater to raise the temperature of 1 L of cold water 
from 18°C to the boiling temperature. 


І ат 





FIGURE P5-183 


5-184 Ina gas-fired boiler, water is boiled at 150°C by hot 
gases flowing through a stainless steel pipe submerged in 
water. If the rate of heat transfer from the hot gases to water is 
74 kJ/s, determine the rate of evaporation of water. 


5-185 Cold water enters a steam generator at 20°C and 
leaves as saturated vapor at 100°C. Determine the fraction of 
heat used in the steam generator to preheat the liquid water 
from 20°C to the saturation temperature of 100°C. 


5-186 Cold water enters a steam generator at 20°C and 
leaves as saturated vapor at the boiler pressure. At what pres- 
sure will the amount of heat needed to preheat the water to 
saturation temperature be equal to the heat needed to vaporize 
the liquid at the boiler pressure? 


5-187 Saturated steam at 1 atm condenses on a vertical plate 
that is maintained at 90°C by circulating cooling water through 
the other side. If the rate of heat transfer by condensation to the 
plate is 180 kJ/s, determine the rate at which the condensate 
drips off the plate at the bottom. 





FIGURE P5-187 
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5-188 Water is boiled at 100°C electrically by a 5-kW resis- 
tance wire. Determine the rate of evaporation of water. 


Steam 





FIGURE P5-188 
5-189 Consider a well-insulated piston-cylinder device that 
contains 4 kg of liquid water and 1 kg of water vapor at 120°C 
and is maintained at constant pressure. Now a 5-kg copper 
block at 30°C is dropped into the cylinder. Determine the equi- 
librium temperature inside the cylinder once thermal equilib- 


rium is established, and the mass of the water vapor at the final 
state. 


5-190 The gage pressure of an automobile tire is measured to 
be 200 kPa before a trip and 220 kPa after the trip at a location 
where the atmospheric pressure is 90 kPa. Assuming the vol- 
ume of the tire remains constant and the tire is initially at 25°C, 
determine the temperature rise of air in the tire during the trip. 


5-191 Consider two identical buildings: one in Los Angeles, 
California, where the atmospheric pressure is 101 kPa and the 
other in Denver, Colorado, where the atmospheric pressure is 
83 kPa. Both buildings are maintained at 21°C, and the in- 
filtration rate for both buildings is 1.2 air changes per hour 
(ACH). That is, the entire air in the building is replaced com- 
pletely by the outdoor air 1.2 times per hour on a day when the 
outdoor temperature at both locations is 10°C. Disregarding 
latent heat, determine the ratio of the heat losses by infiltration 
at the two cities. 


5-192 The ventilating fan of the bathroom of a building has 
a volume flow rate of 30 L/s and runs continuously. The build- 
ing is located in San Francisco, California, where the average 
winter temperature is 12.2°C, and is maintained at 22°C at all 
times. The building is heated by electricity whose unit cost is 
$0.09/kWh. Determine the amount and cost of the heat “vented 
out" per month in winter. 


5-193 Consider a large classroom on a hot summer day with 
150 students, each dissipating 60 W of sensible heat. AII the 
lights, with 4.0 kW of rated power, are kept on. The room has 
no external walls, and thus heat gain through the walls and the 
roof is negligible. Chilled air is available at 15?C, and the tem- 
perature of the return air is not to exceed 25°C. Determine the 


—— 


30 L/s 








Bathroom 
22°C 











FIGURE P5-192 


required flow rate of air, in kg/s, that needs to be supplied to 
the room to keep the average temperature of the room constant. 
Answer: 1.29 kg/s 


5-194 Chickens with an average mass of 2.2 kg and average 
specific heat of 3.54 kJ/kg - °C are to be cooled by chilled 
water that enters a continuous-flow-type immersion chiller at 
0.5°C. Chickens are dropped into the chiller at a uniform tem- 
perature of 15°C at a rate of 500 chickens per hour and are 
cooled to an average temperature of 3°C before they are taken 
out. The chiller gains heat from the surroundings at a rate of 
200 kJ/h. Determine (a) the rate of heat removal from the 
chickens, in kW, and (b) the mass flow rate of water, in kg/s, if 
the temperature rise of water is not to exceed 2°C. 


5-195 Repeat Prob. 5-194 assuming heat gain of the chiller 
is negligible. 


5-196 In a dairy plant, milk at 4°C is pasteurized continu- 
ously at 72°C at a rate of 12 L/s for 24 h a day and 365 days a 
year. The milk is heated to the pasteurizing temperature by hot 






Heat IE 
(Pasteurizing 


section) 





Regenerator Cold 


milk 
FIGURE P5-196 
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water heated in a natural-gas-fired boiler that has an efficiency 
of 82 percent. The pasteurized milk is then cooled by cold wa- 
ter at 18°C before it is finally refrigerated back to 4°C. To save 
energy and money, the plant installs a regenerator that has an 
effectiveness of 82 percent. If the cost of natural gas is 
$0.52/therm (1 therm = 105,500 kJ), determine how much en- 
ergy and money the regenerator will save this company per 
year. 


5-197E A refrigeration system is being designed to cool eggs 
(p — 67.4 Ibm/f and C, — 0.80 Btu/Ibm - °F) with an average 
mass of 0.14 Ibm from an initial temperature of 90°F to a final 
average temperature of 50?F by air at 34?F at a rate of 10,000 
eggs per hour. Determine (a) the rate of heat removal from the 
eggs, in Btu/h and (b) the required volume flow rate of air, in 
ft?/h, if the temperature rise of air is not to exceed 10°F. 


5-198 The heat of hydration of dough, which is 15 kJ/kg, 
will raise its temperature to undesirable levels unless some 
cooling mechanism is utilized. A practical way of absorbing the 
heat of hydration is to use refrigerated water when kneading 
the dough. If a recipe calls for mixing 2 kg of flour with 1 kg of 
water, and the temperature of the city water is 15?C, determine 
the temperature to which the city water must be cooled before 
mixing in order for the water to absorb the entire heat of 
hydration when the water temperature rises to 15?C. Take 
the specific heats of the flour and the water to be 1.76 and 
4.18 kJ/kg - °C, respectively. Answer: 4.2°C 


Qout 






Cooling 
section 





FIGURE P5-198 


5-199 A glass bottle washing facility uses a well-agitated 
hot-water bath at 55?C that is placed on the ground. The bottles 
enter at a rate of 800 per minute at an ambient temperature of 
20°C and leave at the water temperature. Each bottle has a 
mass of 150 g and removes 0.2 g of water as it leaves the bath 
wet. Make-up water is supplied at 15?C. Disregarding any heat 
losses from the outer surfaces of the bath, determine the rate at 
which (a) water and (р) heat must be supplied to maintain 
steady operation. 


5-200 Repeat Prob. 5-199 for a water bath temperature 
of 50°C. 


5-201 Long aluminum wires of diameter 3 mm (p — 2702 
kg/m and C, = 0.896 kJ/kg - °C) are extruded at a temperature 
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of 350°C and are cooled to 50°C in atmospheric air at 30°C. 
If the wire is extruded at a velocity of 10 m/min, determine the 
rate of heat transfer from the wire to the extrusion room. 


Tair = 30°C 
l 350°C 
eu 
Aluminum 


wire 


FIGURE P5-201 


5-202 Repeat Prob. 5-201 for a copper wire (p — 8950 kg/n? 
and С, = 0.383 kJ/kg - °C). 


5-203 Steam at 40?C condenses on the outside of a 5-m- 
long, 3-cm-diameter thin horizontal copper tube by cooling 
water that enters the tube at 25?C at an average velocity of 
2 m/s and leaves at 35?C. Determine the rate of condensation 
of steam. Answer: 0.0245 kg/s 


Steam 
40°C 


Cooling 
water 35°C 
25°C 


FIGURE P5-203 


5-204E The condenser of a steam power plant operates at a 
pressure of 0.95 psia. The condenser consists of 144 horizontal 
tubes arranged in a 12 X 12 square array. Steam condenses on 
the outer surfaces of the tubes whose inner and outer diameters 
are 1 in and 1.2 in, respectively. If steam is to be condensed at 
a rate of 6800 Ibm/h and the temperature rise of the cooling 
water is limited to 8°F, determine (a) the rate of heat transfer 
from the steam to the cooling water and (5) the average veloc- 
ity of the cooling water through the tubes. 


5-205  Saturated refrigerant-134a vapor at 30°C is to be 
condensed as it flows in a 1-cm-diameter tube at a rate of 
0.1 kg/min. Determine the rate of heat transfer from the refrig- 
erant. What would your answer be if the condensed refrigerant 
is cooled to 16°C? 


5-206E The average atmospheric pressure in Spokane, 
Washington (elevation — 2350 ft), is 13.5 psia, and the average 
winter temperature is 36.5°F. The pressurization test of a 9-ft- 
high, 3000-ft? older home revealed that the seasonal average 
infiltration rate of the house is 2.2 air changes per hour (ACH). 
That is, the entire air in the house is replaced completely 
2.2 times per hour by the outdoor air. It is suggested that the 
infiltration rate of the house can be reduced by half to 1.1 ACH 
by winterizing the doors and the windows. If the house is 
heated by natural gas whose unit cost is $0.62/therm and the 
heating season can be taken to be six months, determine how 
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much the home owner will save from the heating costs per year 
by this winterization project. Assume the house is maintained 
at 72°F at all times and the efficiency of the furnace is 0.65. 
Also assume the latent heat load during the heating season to 
be negligible. 


5-207 Determine the rate of sensible heat loss from a build- 
ing due to infiltration if the outdoor air at — 10°C and 90 kPa 
enters the building at a rate of 35 L/s when the indoors is main- 
tained at 20°C. 


5-208 The maximum flow rate of standard shower heads is 
about 3.5 gpm (13.3 L/min) and can be reduced to 2.75 gpm 
(10.5 L/min) by switching to low-flow shower heads that are 
equipped with flow controllers. Consider a family of four, with 
each person taking a 5 min shower every morning. City water 
at 15°C is heated to 55°C in an electric water heater and tem- 
pered to 42°C by cold water at the T-elbow of the shower be- 
fore being routed to the shower heads. Assuming a constant 
specific heat of 4.18 kJ/kg - °C for water, determine (a) the 
ratio of the flow rates of the hot and cold water as they enter 
the T-elbow and (b) the amount of electricity that will be saved 
per year, in kWh, by replacing the standard shower heads by 
the low-flow ones. 


5-209 «S Reconsider Prob. 5—208. Using EES (or other) 

software, investigate the effect of the inlet tem- 
perature of cold water on the energy saved by using the low- 
flow shower head. Let the inlet temperature vary from 10°C to 
20°C. Plot the electric energy savings against the water inlet 
temperature, and discuss the results. 


5-210 A fan is powered by a 0.5-hp motor and delivers air at 
a rate of 85 m?/min. Determine the highest value for the aver- 
age velocity of air mobilized by the fan. Take the density of air 
to be 1.18 kg/m?. 


5-211 An air-conditioning system requires airflow at the 
main supply duct at a rate of 180 m?/min. The average velocity 
of air in the circular duct is not to exceed 10 m/s to avoid 
excessive vibration and pressure drops. Assuming the fan con- 
verts 70 percent of the electrical energy it consumes into 
kinetic energy of air, determine the size of the electric motor 


180 m?/min 








FIGURE P5-21 1 


—— 


needed to drive the fan and the diameter of the main duct. Take 
the density of air to be 1.20 kg/m?. 


5-212 Consider an evacuated rigid bottle of volume V that is 
surrounded by the atmosphere at pressure Po and temperature 
Ty. A valve at the neck of the bottle is now opened and the at- 
mospheric air is allowed to flow into the bottle. The air trapped 
in the bottle eventually reaches thermal equilibrium with the 
atmosphere as a result of heat transfer through the wall of 
the bottle. The valve remains open during the process so that 
the trapped air also reaches mechanical equilibrium with the at- 
mosphere. Determine the net heat transfer through the wall of 
the bottle during this filling process in terms of the properties 
of the system and the surrounding atmosphere. 


5-213 An adiabatic air compressor is to be powered by a 
direct-coupled adiabatic steam turbine that is also driving a 
generator. Steam enters the turbine at 12.5 MPa and 500°C at 
a rate of 25 kg/s and exits at 10 kPa and a quality of 0.92. Air 
enters the compressor at 98 kPa and 295 K at a rate of 10 kg/s 
and exits at 1 MPa and 620 K. Determine the net power deliv- 
ered to the generator by the turbine. 


1 MPa 
620 К 


12.5 МРа 
500°С 





98 КРа 
295 К 


FIGURE P5-213 


10 kPa 


5-214 Water flows through a shower head steadily at a rate 
of 10 L/min. An electric resistance heater placed in the water 
pipe heats the water from 16°C to 43°C. Taking the density of 
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water to be 1 kg/L, determine the electric power input to the 
heater, in kW. 

In an effort to conserve energy, it is proposed to pass the 
drained warm water at a temperature of 39°C through a heat 
exchanger to preheat the incoming cold water. If the heat ex- 
changer has an effectiveness of 0.50 (that is, it recovers only 
half of the energy that can possibly be transferred from the 
drained water to incoming cold water), determine the electric 
power input required in this case. If the price of the electric en- 
ergy is 8.5 ¢/kWh, determine how much money is saved during 
a 10-min shower as a result of installing this heat exchanger. 


5-215 egg Reconsider Prob. 5—214. Using EES (or other) 

software, investigate the effect of the heat ex- 
changer effectiveness on the money saved. Let effectiveness 
range from 20 percent to 90 percent. Plot the money saved 
against the effectiveness, and discuss the results. 


5-216 , Steam enters a turbine steadily at 10 MPa and 
es» 550°C with a velocity of 60 m/s and leaves at 
25 kPa with a quality of 95 percent. A heat loss of 30 kJ/kg 
occurs during the process. The inlet area of the turbine is 
150 cm’, and the exit area is 1400 cm?. Determine (a) the mass 
flow rate of the steam, (b) the exit velocity, and (c) the power 


output. 


5-217 «S Reconsider Prob. 5—216. Using EES (or other) 

software, investigate the effects of turbine exit 
area and turbine exit pressure on the exit velocity and power 
output of the turbine. Let the exit pressure vary from 10 kPa to 
50 kPa (with the same quality), and the exit area to vary from 
1000 cm? to 3000 cm”. Plot the exit velocity and the power out- 
let against the exit pressure for the exit areas of 1000, 2000, 


and 3000 cm”, and discuss the results. 


5-218E  Refrigerant-134a enters an adiabatic compressor at 
15 psia and 20?F with a volume flow rate of 10 ft?/s and leaves 
at a pressure of 120 psia. The power input to the compressor is 
60 hp. Find (a) the mass flow rate of the refrigerant and (5) the 
exit temperature. 


P, = 120 psia 
R-134a 
í 60 hp 
Ру = 15 рѕіа 
T, = 20°F 
V, 2 10 ft/s 


FIGURE P5-218E 
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5-219 In large gas-turbine power plants, air is preheated 
by the exhaust gases in a heat exchanger called the regenera- 
tor before it enters the combustion chamber. Air enters the 
regenerator at 1 MPa and 550 K at a mass flow rate of 
800 kg/min. Heat is transferred to the air at a rate of 3200 kJ/s. 
Exhaust gases enter the regenerator at 140 kPa and 800 K and 
leave at 130 kPa and 600 K. Treating the exhaust gases as air, 
determine (a) the exit temperature of the air and (b) the mass 
flow rate of exhaust gases. Answers: (a) 775 K, (b) 14.9 kg/s 


5-220 It is proposed to have a water heater that consists of an 
insulated pipe of 5-cm diameter and an electric resistor inside. 
Cold water at 20°C enters the heating section steadily at a rate 
of 30 L/min. If water is to be heated to 55°C, determine (a) the 
power rating of the resistance heater and (5) the average veloc- 
ity of the water in the pipe. 


5-221 Two rigid tanks are connected by a valve. Tank A con- 
tains 0.2 m? of water at 400 kPa and 80 percent quality. Tank B 
contains 0.5 m? of water at 200 kPa and 250°C. The valve is 
now opened, and the two tanks eventually come to the same 
state. Determine the pressure and the amount of heat transfer 
when the system reaches thermal equilibrium with the sur- 








roundings at 25°C. Answers: 3.169 kPa, 2170 kJ 
H,O H,O 
400 kPa 200 kPa 
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5-222 KES Reconsider Prob. 5-221. Using EES (or other) 

software, investigate the effect of the environ- 
ment temperature on the final pressure and the heat transfer. 
Let the environment temperature vary from 0°C to 50°C. Plot 
the final results against the environment temperature, and dis- 
cuss the results. 


5-223 rigid tank containing 0.4 m? of air at 400 kPa and 
30°C connected by a valve to a piston-cylinder device with 
zero clearance. The mass of the piston is such that a pressure 
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of 200 kPa is required to raise the piston. The valve is now 
opened slightly, and air is allowed to flow into the cylinder 
until the pressure in the tank drops to 200 kPa. During this 
process, heat is exchanged with the surroundings such that the 
entire air remains at 30°C at all times. Determine the heat trans- 
fer for this process. 


5-224 A well-insulated 4-m X 4-m X 5-m room initially at 
10°C is heated by the radiator of a steam heating system. The 
radiator has a volume of 15 L and is filled with superheated 
vapor at 200 kPa and 200°C. At this moment both the inlet and 
the exit valves to the radiator are closed. A 120-W fan is used 
to distribute the air in the room. The pressure of the steam is 
observed to drop to 100 kPa after 30 min as a result of heat 
transfer to the room. Assuming constant specific heats for air 
at room temperature, determine the average temperature of air 
in 30 min. Assume the air pressure in the room remains con- 
stant at 100 kPa. 





10°C 
4mx4mx5m 


Steam 
radiator 




















FIGURE P5-224 


5-225 A mass of 5 kg of saturated liquid-vapor mixture 
of water is contained in a piston-cylinder device at 100 kPa. 
Initially, 2 kg of water is in the liquid phase and the rest is in 
the vapor phase. Heat is now transferred to the water, and the 
piston, which is resting on a set of stops, starts moving when 
the pressure inside reaches 200 kPa. Heat transfer continues 
until the total volume increases by 20 percent. Determine 
(a) the initial and final temperatures, (b) the mass of liquid 














FIGURE P5-225 
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water when the piston first starts moving, and (c) the work 
done during this process. Also, show the process on a P-v 
diagram. 


5-226 Consider a well-insulated horizontal rigid cylinder 
that is divided into two compartments by a piston that is free to 
move but does not allow either gas to leak into the other side. 
Initially, one side of the piston contains 1 m? of N, gas at 
500 kPa and 80°C while the other side contains 1 m? of He gas 
at 500 kPa and 25°C. Now thermal equilibrium is established 
in the cylinder as a result of heat transfer through the piston. 
Using constant specific heats at room temperature, determine 
the final equilibrium temperature in the cylinder. What would 
your answer be if the piston were not free to move? 





FIGURE P5-226 


5-227 Repeat Prob. 5-226 by assuming the piston is made of 
5 kg of copper initially at the average temperature of the two 
gases on both sides. Answer: 56°C 


5-228 «S Reconsider Prob. 5-227. Using EES (or other) 

software, investigate the effect of the mass of the 
copper piston on the final equilibrium temperature. Let the 
mass of piston vary from 1 kg to 10 kg. Plot the final tempera- 
ture against the mass of piston, and discuss the results. 


5-229 Catastrophic explosions of steam boilers in the 1800s 
and early 1900s resulted in hundreds of deaths, which 
prompted the development of the ASME Boiler and Pressure 
Vessel Code in 1915. Considering that the pressurized fluid in 
a vessel eventually reaches equilibrium with its surroundings 
shortly after the explosion, the work that a pressurized fluid 
would do if allowed to expand adiabatically to the state of 
the surroundings can be viewed as the explosive energy of the 
pressurized fluid. Because of the very short time period of 
the explosion and the apparent stability afterward, the explo- 
sion process can be considered to be adiabatic with no changes 
in kinetic and potential energies. The closed-system conserva- 
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tion of energy relation in this case reduces to Woy, = m(u, — u;). 
Then the explosive energy E.,, becomes 


Esp = m(u, Е Uy) 


where the subscripts 1 and 2 refer to the state of the fluid 
before and after the explosion, respectively. The specific ex- 
plosion energy e, is usually expressed per unit volume, and it 
is obtained by dividing the quantity above by the total V of the 
vessel: 


Uy ~ Ug 
22 





Cexp — 


where v, is the specific volume of the fluid before the 
explosion. 

Show that the specific explosion energy of an ideal gas with 
constant specific heats is 


_ Pi 1 T, 
Cexp ~ 1 Т, 


Also, determine the total explosion energy of 20 m? of air at 
5 MPa and 100°C when the surroundings are at 20°C. 


5-230 Using the relations in Prob. 5—229, determine the ex- 
plosive energy of 20 m? of steam at 10 MPa and 500°C assum- 
ing the steam condenses and becomes a liquid at 25°C after the 
explosion. To how many kilograms of TNT is this explosive 
energy equivalent? The explosive energy of TNT is about 3250 
kJ/kg. 


5-231 In solar-heated buildings, energy is often stored as 
sensible heat in rocks, concrete, or water during the day for use 
at night. To minimize the storage space, it is desirable to use a 
material that can store a large amount of heat while experienc- 
ing a small temperature change. A large amount of heat can be 
stored essentially at constant temperature during a phase 
change process, and thus materials that change phase at about 
room temperature such as glaubers salt (sodium sulfate deca- 
hydrate), which has a melting point of 32?C and a heat of 
fusion of 329 kJ/L, are very suitable for this purpose. Deter- 
mine how much heat can be stored in a 5-m? storage space 
using (a) glaubers salt undergoing a phase change, (5) granite 
rocks with a heat capacity of 2.32 kJ/kg - ^C and a temperature 
change of 20°C, and (c) water with a heat capacity of 
4.00 kJ/kg - °C and a temperature change of 20°C. 


5-232 In large steam power plants, the feedwater is fre- 
quently heated in a closed feedwater heater by using steam 
extracted from the turbine at some stage. Steam enters the feed- 
water heater at 1 MPa and 200°C and leaves as saturated liquid 
at the same pressure. Feedwater enters the heater at 2.5 MPa 
and 50°C and leaves at 10°C below the exit temperature of the 
steam. Determine the ratio of the mass flow rates of the ex- 
tracted steam and the feedwater. 
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5-233 A building with an internal volume of 400 m? is to be 
heated by a 30-kW electric resistance heater placed in the duct 
inside the building. Initially, the air in the building is at 14°C, 
and the local atmospheric pressure is 95 kPa. The building is 
losing heat to the surroundings at a steady rate of 450 kJ/min. 
Air is forced to flow through the duct and the heater steadily by 
a 250-W fan, and it experiences a temperature rise of 5°C each 
time it passes through the duct, which may be assumed to be 
adiabatic. 

(a) How long will it take for the air inside the building to 
reach an average temperature of 24°C? 

(b) Determine the average mass flow rate of air through the 
duct. Answers: (a) 146 s, (b) 6.02 kg/s 


450 kJ/min 
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FIGURE P5-233 


5-234 An insulated vertical piston-cylinder device ini- 

fs tially contains 0.2 m? of air at 200 kPa and 22°C. 
At this state, a linear spring touches the piston but exerts no 
force on it. The cylinder is connected by a valve to a line that 
supplies air at 800 kPa and 22°C. The valve is opened, and 
air from the high-pressure line is allowed to enter the cylin- 
der. The valve is turned off when the pressure inside the cy- 
linder reaches 600 kPa. If the enclosed volume inside the 
cylinder doubles during this process, determine (a) the mass of 








шин 





AIR 
V,=0.2 m3 
P, - 200 kPa 


Ту = 22°С Jm 800 kPa 
T,-22C 


FIGURE P5-234 
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air that entered the cylinder, and (5) the final temperature of the 
air inside the cylinder. 


5-235 Pressurized air stored in a 10,000-m? cave at 500 kPa 
and 400 K is to be used to drive a turbine at times of high 
demand for electric power. If the turbine exit conditions are 
100 kPa and 300 K, determine the amount of work delivered 
by the turbine when the air pressure in the cave drops to 
300 kPa. Assume both the cave and the turbine to be adiabatic. 
Answer: 980.8 kJ 







10,000 m3 
500 kPa 
400 K 


Turbine 


100 kPa 
300 K 


FIGURE P5-235 


5-236E Steam at 14.7 psia and 320°F enters a diffuser with a 
velocity of 500 ft/s and leaves as saturated vapor at 240°F with 
a velocity of 100 ft/s. The exit area of the diffuser is 120 in?. 
Determine (a) the mass flow rate of the steam, (b) the rate of 
heat transfer, and (c) the inlet area of the diffuser. 

Answers: (a) 5.1 Ibm/s, (b) 235.8 Btu/s loss, (c) 46.1 in? 


5-237 A 5-L pressure cooker has an operating pressure of 
200 kPa. Initially, 20 percent of the volume is occupied by 
liquid and the rest by vapor. The cooker is placed on a heating 
unit that supplies heat to water inside at a rate of 400 W. Deter- 
mine how long it will take for the liquid in the pressure cooker 
to be depleted (i.e., the cooker contains only saturated vapor at 
the final state). Answer: 1.44 h 


5-238 A spherical balloon initially contains 25 m? of helium 
gas at 20°C and 150 kPa. A valve is now opened, and the 
helium is allowed to escape slowly. The valve is closed when 
the pressure inside the balloon drops to the atmospheric 
pressure of 100 kPa. The elasticity of the balloon material is 
such that the pressure inside the balloon during the process 
varies with the volume according to the relation P = a + БУ, 
where a — —100 kPa and b is a constant. Disregarding any heat 
transfer, determine (a) the final temperature in the balloon, and 
(b) the mass of helium that has escaped. 

Answers: (a) 249.7 K, (b) 2.306 kg 


—— 
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FIGURE P5-238 


5-239 «S Redo Prob. 5—238 using EES (or other) software 

with a stepwise approach. Use (a) 5, (b) 20, and 
(c) 50 increments for pressure between the initial value of 150 
kPa and the final value of 100 kPa. Take the starting point of 
the first step to be the initial state of the helium (150 kPa, 20°C, 
and 25 m?). The starting point of the second step is the state of 
the helium at the end of the first step, and so on. Compare your 
results with those obtained by using the uniform-flow approx- 
imation (i.e., a one-step solution). 


Design and Essay Problems 


5-240 You are asked to design a heating system for a swim- 
ming pool that is 2 m deep, 25 m long, and 25 m wide. Your 
client desires that the heating system be large enough to raise 
the water temperature from 20°C to 30°C in 3 h. The rate of 
heat loss from the water to the air at the outdoor design con- 
ditions is determined to be 960 W/m?, and the heater must also 
be able to maintain the pool at 30°C at those conditions. Heat 
losses to the ground are expected to be small and can be disre- 
garded. The heater considered is a natural gas furnace whose 
efficiency is 80 percent. What heater size (in Btu/h input) 
would you recommend to your client? 


5-241 A 1982 U.S. Department of Energy article (FS #204) 
states that a leak of one drip of hot water per second can cost 
$1.00 per month. Making reasonable assumptions about the 
drop size and the unit cost of energy, determine if this claim is 
reasonable. 


5-242 Using a thermometer and a tape measure only, explain 
how you can determine the average velocity of air at the exit of 
your hair dryer at its highest power setting. 


5-243 Design a 1200-W electric hair dryer such that the air 
temperature and velocity in the dryer will not exceed 50°C and 
3 m/s, respectively. 


5-244 Design an electric hot-water heater for a family of 
four in your area. The maximum water temperature in the 
tank and the power consumption are not to exceed 60°C and 
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4 kW, respectively. There are two showers in the house, and the 
flow rate of water through each of the shower heads is about 
10 L/min. Each family member takes a 5-min shower every 
morning. Explain why a hot-water tank is necessary, and deter- 
mine the proper size of the tank for this family. 


5-245 A manufacturing facility requires saturated steam at 
120°C at a rate of 1.2 kg/min. Design an electric steam boiler 
for this purpose under these constraints: 


* The boiler will be in cylindrical shape with a height-to- 
diameter ratio of 1.5. The boiler can be horizontal or 
vertical. 


* Acommercially available plug-in type electrical heating 
element made of mechanically polished stainless steel will 
be used. The diameter of the heater can be between 0.5 cm 
and 3 cm. Also, the heat flux at the surface of the heater 
cannot exceed 150 kW/m?. 


e Half of the volume of the boiler should be occupied by 
steam, and the boiler should be large enough to hold 
enough water for a 2-h supply of steam. Also, the 
boiler will be well-insulated. 


You are to specify these: (1) The height and inner diameter of 
the tank; (2) the length, diameter, power rating, and surface 
temperature of the electric heating element; and (3) the maxi- 
mum rate of steam production during short periods (less than 
30 min) of overload conditions, and how it can be accomplished. 


—— 
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5-246 Design a scalding unit for slaughtered chickens to 
loosen their feathers before they are routed to feather-picking 
machines with a capacity of 1200 chickens per hour under 
these conditions: 

The unit will be of an immersion type filled with hot water at 
an average temperature of 53°C at all times. Chicken with an 
average mass of 2.2 kg and an average temperature of 36°C 
will be dipped into the tank, held in the water for 1.5 min, and 
taken out by a slow-moving conveyor. The chicken is expected 
to leave the tank 15 percent heavier as a result of the water that 
sticks to its surface. The center-to-center distance between 
chickens in any direction will be at least 30 cm. The tank can 
be as wide as 3 m and as high as 60 cm. The water is to be 
circulated through and heated by a natural gas furnace, but the 
temperature rise of water will not exceed 5°C as it passes 
through the furnace. The water loss is to be made up by the city 
water at an average temperature of 16°C. The walls and the 
floor of the tank are well-insulated. The unit operates 24 h a 
day and 6 days a week. Assuming reasonable values for the av- 
erage properties, recommend reasonable values for (a) the 
mass flow rate of the makeup water that must be supplied to 
the tank, (b) the rate of heat transfer from the water to the 
chicken, in kW, (c) the size of the heating system in kJ/h, and 
(d) the operating cost of the scalding unit per month for a unit 
cost of $0.56/therm of natural gas (1 therm = 105,500 kJ). 
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o this point, we have focused our attention on the first law of thermo- 

dynamics, which requires that energy be conserved during a process. In 

this chapter, we introduce the second law of thermodynamics, which as- 
serts that processes occur in a certain direction and that energy has quality as 
well as quantity. A process cannot take place unless it satisfies both the first 
and second laws of thermodynamics. In this chapter, the thermal energy reser- 
voirs, reversible and irreversible processes, heat engines, refrigerators, and 
heat pumps are introduced first. Various statements of the second law are fol- 
lowed by a discussion of perpetual-motion machines and the thermodynamic 
temperature scale. The Carnot cycle is introduced next, and the Carnot princi- 
ples, idealized Carnot heat engines, refrigerators, and heat pumps are exam- 
ined. Finally, energy conservation associated with the use of household 
refrigerators is discussed. 
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FIGURE 6-1 
A cup of hot coffee does not get hotter 
in a cooler room. 


FIGURE 6-2 
Transferring heat to a wire will not 
generate electricity. 
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FIGURE 6-3 
Transferring heat to a paddle wheel 
will not cause it to rotate. 


ONE WAY 





FIGURE 6-4 
Processes occur in a certain direction, 
and not in the reverse direction. 





PROCESS Istlaw 2nd law 
AA —^ 
FIGURE 6-5 


A process must satisfy both the first 
and second laws of thermodynamics to 
proceed. 
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6-1 = INTRODUCTION TO THE SECOND LAW 


In Chap. 5, we applied the first law of thermodynamics, or the conservation of 
energy principle, to processes involving closed and open systems. As pointed 
out repeatedly in Chap. 5, energy is a conserved property, and no process is 
known to have taken place in violation of the first law of thermodynamics. 
Therefore, it is reasonable to conclude that a process must satisfy the first law 
to occur. However, as explained here, satisfying the first law alone does not 
ensure that the process will actually take place. 

It is common experience that a cup of hot coffee left in a cooler room even- 
tually cools off (Fig. 6-1). This process satisfies the first law of thermo- 
dynamics since the amount of energy lost by the coffee is equal to the amount 
gained by the surrounding air. Now let us consider the reverse process—the 
hot coffee getting even hotter in a cooler room as a result of heat transfer from 
the room air. We all know that this process never takes place. Yet, doing so 
would not violate the first law as long as the amount of energy lost by the air 
is equal to the amount gained by the coffee. 

As another familiar example, consider the heating of a room by the passage 
of current through an electric resistor (Fig. 6—2). Again, the first law dictates 
that the amount of electric energy supplied to the resistance wires be equal to 
the amount of energy transferred to the room air as heat. Now let us attempt to 
reverse this process. It will come as no surprise that transferring some heat 
to the wires will not cause an equivalent amount of electric energy to be gen- 
erated in the wires. 

Finally, consider a paddle-wheel mechanism that is operated by the fall of a 
mass (Fig. 6-3). The paddle wheel rotates as the mass falls and stirs a fluid 
within an insulated container. As a result, the potential energy of the mass de- 
creases, and the internal energy of the fluid increases in accordance with the 
conservation of energy principle. However, the reverse process, raising the 
mass by transferring heat from the fluid to the paddle wheel, does not occur in 
nature, although doing so would not violate the first law of thermodynamics. 

It is clear from these arguments that processes proceed in a certain direction 
and not in the reverse direction (Fig. 6-4). The first law places no restriction 
on the direction of a process, but satisfying the first law does not ensure that 
the process will actually occur. This inadequacy of the first law to identify 
whether a process can take place is remedied by introducing another general 
principle, the second law of thermodynamics. We show later in this chapter 
that the reverse processes discussed above violate the second law of thermo- 
dynamics. This violation is easily detected with the help of a property, called 
entropy, defined in the next chapter. A process will not occur unless it satisfies 
both the first and the second laws of thermodynamics (Fig. 6-5). 

There are numerous valid statements of the second law of thermodynamics. 
Two such statements are presented and discussed later in this chapter in rela- 
tion to some engineering devices that operate on cycles. 

The use of the second law of thermodynamics is not limited to identifying 
the direction of processes, however. The second law also asserts that energy 
has quality as well as quantity. The first law is concerned with the quantity of 
energy and the transformations of energy from one form to another with no 
regard to its quality. Preserving the quality of energy is a major concern to 
engineers, and the second law provides the necessary means to determine the 
quality as well as the degree of degradation of energy during a process. As dis- 
cussed later in this chapter, more of high-temperature energy can be converted 
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to work, and thus it has a higher quality than the same amount of energy at a 
lower temperature. 

The second law of thermodynamics is also used in determining the theo- 
retical limits for the performance of commonly used engineering systems, 
such as heat engines and refrigerators, as well as predicting the degree of com- 
pletion of chemical reactions. 


6-2 = THERMAL ENERGY RESERVOIRS 


In the development of the second law of thermodynamics, it is very conve- 

nient to have a hypothetical body with a relatively large thermal energy ca- шоо 

pacity (mass X specific heat) that can supply or absorb finite amounts of heat 
without undergoing any change in temperature. Such a body is called a ther- 

mal energy reservoir, or just a reservoir. In practice, large bodies of water 


ATMOSPHERE 


such as oceans, lakes, and rivers as well as the atmospheric air can be modeled OCEAN 

accurately as thermal energy reservoirs because of their large thermal energy 

storage capabilities or thermal masses (Fig. 6-6). The atmosphere, for exam- FIGURE 6-6 
ple, does not warm up as a result of heat losses from residential buildings Bodies with relatively large thermal 
in winter. Likewise, megajoules of waste energy dumped in large rivers by masses can be modeled as thermal 
power plants do not cause any significant change in water temperature. energy reservoirs. 


A two-phase system can be modeled as a reservoir also since it can absorb 
and release large quantities of heat while remaining at constant temperature. 
Another familiar example of a thermal energy reservoir is the industrial fur- 
nace. The temperatures of most furnaces are carefully controlled, and they are 
capable of supplying large quantities of thermal energy as heat in an essen- 


tially isothermal manner. Therefore, they can be modeled as reservoirs. Thermal energy 
A body does not actually have to be very large to be considered a reservoir. SOURCE 
Any physical body whose thermal energy capacity is large relative to the f 
HEAT 


amount of energy it supplies or absorbs can be modeled as one. The air in a 
room, for example, can be treated as a reservoir in the analysis of the heat dis- 
sipation from a TV set in the room, since the amount of heat transfer from the HEAT 
TV set to the room air is not large enough to have a noticeable effect on the 


room air temperature. aa 

A reservoir that supplies energy in the form of heat is called a source, and 
one that absorbs energy in the form of heat is called a sink (Fig. 6-7). Thermal FIGURE 6-7 
energy reservoirs are often referred to as heat reservoirs since they supply or A source supplies energy in the form 
absorb energy in the form of heat. of heat, and a sink absorbs it. 


Heat transfer from industrial sources to the environment is of major concern 
to environmentalists as well as to engineers. Irresponsible management of 
waste energy can significantly increase the temperature of portions of the en- 
vironment, causing what is called thermal pollution. If it is not carefully con- 
trolled, thermal pollution can seriously disrupt marine life in lakes and rivers. 
However, by careful design and management, the waste energy dumped into 
large bodies of water can be used to improve the quality of marine life by 
keeping the local temperature increases within safe and desirable levels. 





6-3 - HEAT ENGINES 


FIGURE 6-8 
As pointed out earlier, work can easily be converted to other forms of energy, Work can always be converted to heat 
but converting other forms of energy to work is not that easy. The mechanical directly and completely, but 
work done by the shaft shown in Fig. 6—8, for example, is first converted to the reverse is not true. 
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High-temperature 
SOURCE 


Qin 





Qout 





mí t 
Low-temperature 
SINK 


FIGURE 6-9 

Part of the heat received by a heat 
engine is converted to work, while 
the rest is rejected to a sink. 


FIGURE 6-10 


Schematic of a steam power plant. 
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the internal energy of the water. This energy may then leave the water as heat. 
We know from experience that any attempt to reverse this process will fail. 
That is, transferring heat to the water will not cause the shaft to rotate. From 
this and other observations, we conclude that work can be converted to heat 
directly and completely, but converting heat to work requires the use of some 
special devices. These devices are called heat engines. 

Heat engines differ considerably from one another, but all can be character- 
ized by these statements (Fig. 6-9): 


1. They receive heat from a high-temperature source (solar energy, oil 
furnace, nuclear reactor, etc.). 

2. 'They convert part of this heat to work (usually in the form of a rotating 
shaft). 

3. They reject the remaining waste heat to a low-temperature sink (the 
atmosphere, rivers, etc.). 

4. They operate on a cycle. 


Heat engines and other cyclic devices usually involve a fluid to and from 
which heat is transferred while undergoing a cycle. This fluid is called the 
working fluid. 

The term heat engine is often used in a broader sense to include work- 
producing devices that do not operate in a thermodynamic cycle. Engines that 
involve internal combustion such as gas turbines and car engines fall into this 
category. These devices operate in a mechanical cycle but not in a thermody- 
namic cycle since the working fluid (the combustion gases) does not undergo 
a complete cycle. Instead of being cooled to the initial temperature, the ex- 
haust gases are purged and replaced by fresh air-and-fuel mixture at the end of 
the cycle. 

The work-producing device that best fits into the definition of a heat engine 
is the steam power plant, which is an external-combustion engine. That is, 
combustion takes place outside the engine, and the thermal energy released 
during this process is transferred to the steam as heat. The schematic of a basic 
steam power plant is shown in Fig. 6—10. This is a rather simplified diagram, 


Energy source 
(such as a furnace) 


P- Pd System boundary 


























Boiler 
Wout 
Condenser 
Energy sink 


(such as the atmosphere) 
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and the discussion of actual steam power plants is given in later chapters. The War Wiet out 
various quantities shown on this figure are as follows: BD И x 
Qin = amount of heat supplied to steam in boiler from a high-temperature source FOE ) S ^ 
(furnace) ГЭ 7 
Qout = amount of heat rejected from steam in condenser to a low-temperature sink Wa NNS 
(the atmosphere, a river, etc.) FIGURE 6-11 


Wu = amount of work delivered by steam as it expands in turbine A portion of the work output of a heat 


engine is consumed internally to 
maintain continuous operation. 


W;, — amount of work required to compress water to boiler pressure 


Notice that the directions of the heat and work interactions are indicated by 
the subscripts in and out. Therefore, all four of the described quantities are 


always positive. 
The net work output of this power plant is simply the difference between the SOURCE 
total work output of the plant and the total work input (Fig. 6-11): 
Heat input 
Wet; out — Wout по Win (kJ) (6-1) 100kJ 100kJ 


The net work can also be determined from the heat transfer data alone. The h N b ! 
four components of the steam power plant involve mass flow in and out, and ^ 2221 > 
Q Net 128) Q Net 


therefore they should be treated as open systems. These components, together 


with the connecting pipes, however, always contain the same fluid (not count- work work 
ing the steam that may leak out, of course). No mass enters or leaves this com- Pe 5 
bination system, which is indicated by the shaded area on Fig. 6—10; thus, it 
can be analyzed as a closed system. Recall that for a closed system under- / 
going a cycle, the change in internal energy AU is zero, and therefore the net Waste heat sty — Waste heat 
work output of the system is also equal to the net heat transfer to the system: 80kJ 70kJ 
Th, 1 = 20% Nth, 2 = 30% 
We. ош Qi, = Qo (kJ) (6-2) | E FIGURE 6-1 2 
- Some heat engines perform better than 
Thermal Efficiency . : others (convert more of the heat 
In Eq. 6-2, Qo represents the magnitude of the energy wasted in order they receive to work). 


to complete the cycle. But Q,,, is never zero; thus, the net work output of a 
heat engine is always less than the amount of heat input. That is, only part of 
the heat transferred to the heat engine is converted to work. The fraction of the REMEMBER, 


heat input that is converted to net work output is a measure of the performance PERFORMANCE 15 
DESIRED OUTPUT 
OVER REQUIRED 


of a heat engine and is called the thermal efficiency 7, (Fig. 6-12). 
Performance or efficiency, in general, can be expressed in terms of the de- 
sired output and the required input as (Fig. 6-13) 
Desired output 


Performance — Required input (6-3) 


For heat engines, the desired output is the net work output, and the required 
input is the amount of heat supplied to the working fluid. Then the thermal ef- 
ficiency of a heat engine can be expressed as 





2 Net work output 
Thermal efficiency = =—-___—__ 


Total heat input FIGURE 6-13 
The definition of performance is not 





limited to thermodynamics only. 
Їл (Reprinted with special permission of 
Nn = О, (6-4) King Features Syndicate.) 
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FIGURE 6-14 


Schematic of a heat engine. 
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FIGURE 6-15 

Even the most efficient heat engines 
reject almost one-half of the energy 
they receive as waste heat. 
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It can also be expressed as 


Qu 
Mn =1- 0, (6-5) 


since Wnet, out — Qi, E Оһ 

Cyclic devices of practical interest such as heat engines, refrigerators, and 
heat pumps operate between a high-temperature medium (or reservoir) at tem- 
perature Ty and a low-temperature medium (or reservoir) at temperature T}. 
To bring uniformity to the treatment of heat engines, refrigerators, and heat 
pumps, we define these two quantities: 


Qy = magnitude of heat transfer between the cyclic device and the 
high-temperature medium at temperature Ty 


О; = magnitude of heat transfer between the cyclic device and the 
low-temperature medium at temperature T, 


Notice that both Q; and Qj are defined as magnitudes and therefore are posi- 
tive quantities. The direction of Qy and Q; is easily determined by inspection. 
Then the net work output and thermal efficiency relations for any heat engine 
(shown in Fig. 6-14) can also be expressed as 


Wet, out — Qu = QL 





and 
2 Wret, out 
Nh On 
or 
Q 
т = 1 2 (6-6) 
Н 


The thermal efficiency of a heat engine is always less than unity since both Q; 
and Qj are defined as positive quantities. 

Thermal efficiency is a measure of how efficiently a heat engine converts 
the heat that it receives to work. Heat engines are built for the purpose of con- 
verting heat to work, and engineers are constantly trying to improve the effi- 
ciencies of these devices since increased efficiency means less fuel 
consumption and thus lower fuel bills and less pollution. 

The thermal efficiencies of work-producing devices are relatively low. Or- 
dinary spark-ignition automobile engines have a thermal efficiency of about 
25 percent. That is, an automobile engine converts about 25 percent of the 
chemical energy of the gasoline to mechanical work. This number is as high 
as 40 percent for diesel engines and large gas-turbine plants and as high as 
60 percent for large combined gas-steam power plants. Thus, even with the 
most efficient heat engines available today, almost one-half of the energy sup- 
plied ends up in the rivers, lakes, or the atmosphere as waste or useless energy 
(Fig. 6-15). 


Can We Save Qu? 


In a steam power plant, the condenser is the device where large quantities of 
waste heat is rejected to rivers, lakes, or the atmosphere. Then one may ask, 
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can we not just take the condenser out of the plant and save all that waste 
energy? The answer to this question is, unfortunately, a firm no for the simple 
reason that without a heat rejection process in a condenser, the cycle cannot be 
completed. (Cyclic devices such as steam power plants cannot run continu- 
ously unless the cycle is completed.) This is demonstrated next with the help 
of a simple heat engine. 

Consider the simple heat engine shown in Fig. 6-16 that is used to lift 
weights. It consists of a piston-cylinder device with two sets of stops. The 
working fluid is the gas contained within the cylinder. Initially, the gas tem- 
perature is 30°C. The piston, which is loaded with the weights, is resting on 
top of the lower stops. Now 100 kJ of heat is transferred to the gas in the 
cylinder from a source at 100°C, causing it to expand and to raise the loaded 
piston until the piston reaches the upper stops, as shown in the figure. At this 
point, the load is removed, and the gas temperature is observed to be 90°C. 

The work done on the load during this expansion process is equal to the in- 
crease in its potential energy, say 15 kJ. Even under ideal conditions (weight- 
less piston, no friction, no heat losses, and quasi-equilibrium expansion), the 
amount of heat supplied to the gas is greater than the work done since part of 
the heat supplied is used to raise the temperature of the gas. 

Now let us try to answer this question: Is it possible to transfer the 85 kJ of 
excess heat at 90°C back to the reservoir at 100°C for later use? If it is, then 
we will have a heat engine that can have a thermal efficiency of 100 percent 
under ideal conditions. The answer to this question is again no, for the very 
simple reason that heat always flows from a high-temperature medium to a 
low-temperature one, and never the other way around. Therefore, we cannot 
cool this gas from 90 to 30°C by transferring heat to a reservoir at 100°C. In- 
stead, we have to bring the system into contact with a low-temperature reser- 
voir, say at 20°C, so that the gas can return to its initial state by rejecting its 85 
kJ of excess energy as heat to this reservoir. This energy cannot be recycled, 
and it is properly called waste energy. 

We conclude from this discussion that every heat engine must waste some 
energy by transferring it to a low-temperature reservoir in order to complete 
the cycle, even under idealized conditions. The requirement that a heat engine 
exchange heat with at least two reservoirs for continuous operation forms the 
basis for the Kelvin—Planck expression of the second law of thermodynamics 
discussed later in this section. 


—- (15kJ) 















































FIGURE 6-16 
Heat in Heat out 


Reservoir at — (100kJ) (85kJ) ; A heat-engine cycle cannot be 
100°C ко completed without rejecting some 
НӨ heat to a low-temperature sink. 
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FIGURE 6-17 
Schematic for Example 6-1. 
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FIGURE 6-18 
Schematic for Example 6-2. 
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EXAMPLE 6-1 Net Power Production of a Heat Engine 


Heat is transferred to a heat engine from a furnace at a rate of 80 MW. If the 
rate of waste heat rejection to a nearby river is 50 MW, determine the net power 
output and the thermal efficiency for this heat engine. 


SOLUTION A schematic of the heat engine is given in Fig. 6-17. The furnace 
serves as the high-temperature reservoir for this heat engine and the river as the 
low-temperature reservoir. 

Assumptions Heat losses through the pipes and other components are 
negligible. 

Analysis The given quantities can be expressed in rate form as 


Оһ = 80 МҰ апа 0, = 50 MW 
The net power output of this heat engine is 
Waer ou = Ôn — Ô; = (80 — 50) MW = 30 MW 
Then the thermal efficiency is easily determined to be 


n _ Waero _ 30 MW 
"0, |80MW 








= 0.375 (or 37.5%) 


That is, the heat engine converts 37.5 percent of the heat it receives to work. 





EXAMPLE 6-2 Fuel Consumption Rate of a Car 


A car engine with a power output of 65 hp has a thermal efficiency of 24 per- 
cent. Determine the fuel consumption rate of this car if the fuel has a heating 
value of 19,000 Btu/lbm (that is, 19,000 Btu of energy is released for each 
Ibm of fuel burned). 


SOLUTION A schematic of the car engine is given in Fig. 6-18. The car engine 
is powered by converting 24 percent of the chemical energy released during the 
combustion process to work. 

Assumptions The power output of the car is constant. 

Analysis The amount of energy input required to produce a power output of 
65 hp is determined from the definition of thermal efficiency to be 


Waet, out 65 hp mt Btu/h 


vc 024| hp |= 69271 Btu/h 


To supply energy at this rate, the engine must burn fuel at a rate of 


. . 689271 Btu/h 


7" —39000Bnbm 2 505 Шш 


since 19,000 Btu of thermal energy is released for each Ibm of fuel burned. 
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The Second Law of Thermodynamics: 
Kelvin-Planck Statement 


We have demonstrated earlier with reference to the heat engine shown in Fig. 
6—16 that, even under ideal conditions, a heat engine must reject some heat to 
a low-temperature reservoir in order to complete the cycle. That is, no heat en- 
gine can convert all the heat it receives to useful work. This limitation on the 
thermal efficiency of heat engines forms the basis for the Kelvin—Planck state- 


Thermal energy reservoir 
12:41 








ment of the second law of thermodynamics, which is expressed as follows: | и 
L 
It is impossible for any device that operates on a cycle to receive heat from a Хус ЇГ 2100 КМ 
single reservoir and produce a net amount of work. LEAN 
HEAT 
That is, a heat engine must exchange heat with a low-temperature sink as well ENGINE — 
as a high-temperature source to keep operating. The Kelvin—Planck statement 
can also be expressed as no heat engine can have a thermal efficiency of 0, =0 
100 percent (Fig. 6-19), or as for a power plant to operate, the working fluid FIGURE 6-19 
must exchange heat with the environment as well as the furnace. A heat engine that violates the Kelvin- 
Note that the impossibility of having a 100 percent efficient heat engine Planck statement of the second law. 


is not due to friction or other dissipative effects. It is a limitation that applies 
to both the idealized and the actual heat engines. Later in this chapter, we 
develop a relation for the maximum thermal efficiency of a heat engine. We 
also demonstrate that this maximum value depends on the reservoir tempera- 
tures only. 


6-4 = ENERGY CONVERSION EFFICIENCIES 


Efficiency is one of the most frequently used terms in thermodynamics, and it 
indicates how well an energy conversion or transfer process is accomplished. 
The thermal efficiency of a heat engine, for example, is the fraction of the 
thermal energy a heat engine converts to work. Efficiency is also one of the 
most frequently misused terms in thermodynamics and a source of misunder- 
standings. This is because efficiency is often used without being properly de- 
fined first. Next we will clarify this further, and define some efficiencies 
commonly used in practice. 

If you are shopping for a water heater, a knowledgeable salesperson will tell 
you that the efficiency of a conventional electric water heater is about 90 per- 
cent (Fig. 6-20). You may find this confusing, since the heating elements of 
electric water heaters are resistance heaters, and the efficiency of all resistance 
heaters is 100 percent as they convert all the electrical energy they consume 
into heat. A knowledgeable salesperson will clarify this by explaining that the 




















heat losses from the hot-water tank to the surrounding air amount to 10 per- Type Efficiency 
cent of the electrical energy consumed, and the efficiency of a water heater G : 

: 1 : A as, conventional 55% 

is defined as the ratio of the energy delivered to the house by hot water to the Gas, high efficiency 62% 
energy supplied to the water heater. A clever salesperson may even talk you Electric, conventional 90% 

: : : : К : s Electric, high-efficiency 94% 
into buying a more expensive water heater with thicker insulation that has an 

efficiency of 94 percent. If you are a knowledgeable consumer and have FIGURE 6-20 
access to natural gas, you will probably purchase a gas water heater whose ef- Typical efficiencies of conventional 
ficiency is only 55 percent since a gas unit costs about the same as an electric and high-efficiency electric and 
unit to purchase and install, but the annual energy cost of a gas unit will be natural gas water heaters. 
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Combustion gases 
25°C t СО», Н,О, etc. 








HHV = 44,000 kJ/kg 


lkg 
Air Combustion Gasoline 
25°C chamber 25°C 


FIGURE 6-21 
The definition of the 
heating value of gasoline. 
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less than half of that of an electric unit at national average electricity and 
gas prices. 

Perhaps you are wondering how the efficiency for a gas water heater is 
defined, and why it is much lower than the efficiency of an electric heater. 
As a general rule, the efficiency of equipment that involves the combustion of 
a fuel is based on the heating value of the fuel, which is the amount of heat 
released when a specified amount of fuel (usually a unit mass) at room tem- 
perature is completely burned and the combustion products are cooled to the 
room temperature (Fig. 6-21). Then the performance of combustion equip- 
ment can be characterized by combustion efficiency, defined as 


Q . Amount of heat released during combustion 
Tlcombustion — HV то 





Heating value of the fuel burned pon 


A combustion efficiency of 100 percent indicates that the fuel is burned com- 
pletely and the stack gases leave the combustion chamber at room tempera- 
ture, and thus the amount of heat released during a combustion process is 
equal to the heating value of the fuel. 

Most fuels contain hydrogen, which forms water when burned, and the heat- 
ing value of a fuel will be different, depending on whether the water in com- 
bustion products is in the liquid or vapor form. The heating value is called the 
lower heating value, or LHV, when the water leaves as a vapor, and the higher 
heating value, or HHV, when the water in the combustion gases is completely 
condensed and thus the heat of vaporization is also recovered. The difference 
between these two heating values is equal to the product of the amount of 
water and the enthalpy of vaporization of water at room temperature. For ex- 
ample, the lower and higher heating values of gasoline are 44,000 kJ/kg and 
47,300 kJ/kg, respectively. An efficiency definition should make it clear 
whether it is based on the higher or lower heating value of the fuel. Efficien- 
cies of cars and jet engines are normally based on lower heating values since 
water normally leaves as a vapor in the exhaust gases, and it is not practical to 
try to recuperate the heat of vaporization. Efficiencies of furnaces, on the 
other hand, are based on higher heating values. 

The efficiency of space heating systems of residential and commercial 
buildings is usually expressed in terms of the annual fuel utilization effi- 
ciency, or AFUE, which accounts for the combustion efficiency as well as 
other losses such as heat losses to unheated areas and start-up and cool-down 
losses. The AFUE of most new heating systems is close to 85 percent, al- 
though the AFUE of some old heating systems is under 60 percent. The AFUE 
of some new high-efficiency furnaces exceeds 96 percent, but the high cost of 
such furnaces cannot be justified for locations with mild to moderate winters. 
Such high efficiencies are achieved by reclaiming most of the heat in the flue 
gases, condensing the water vapor, and discharging the flue gases at tempera- 
tures as low as 38°C (or 100°F) instead of about 200°C (or 400°F) for the con- 
ventional models. 

For car engines, the work output is understood to be the power delivered by 
the crankshaft. But for power plants, the work output can be the mechanical 
power at the turbine exit, or the electrical power output of the generator. 

A generator is a device that converts mechanical energy to electrical energy, 
and the effectiveness of a generator is characterized by the generator effi- 
ciency, which is the ratio of the electrical power output to the mechanical 
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power input. The thermal efficiency of a power plant, which is of primary in- 
terest in thermodynamics, is usually defined as the ratio of the shaft work out- 
put of the turbine to the heat input to the working fluid. The effects of other 
factors are incorporated by defining an overall efficiency for the power plant 
as the ratio of the net electrical power output to the rate of fuel energy input. 
That is, 

Wet, electric 


Tloverall — ]combustion T]thermal TN generator = HHV X m (6-8) 


net 


The overall efficiencies are about 26-30 percent for gasoline automotive 
engines, 34—40 percent for diesel engines, and 40—60 percent for large power 
plants. 
Electrical energy is commonly converted to rotating mechanical energy by 
electric motors to drive fans, compressors, robot arms, car starters, and so 
forth. The effectiveness of this conversion process is characterized by the 
motor efficiency Nmon Which is the ratio of the mechanical energy output of TABLE 6-1 
the motor to the electrical energy input. The full-load motor efficiencies range The efficacy of different lighting 











from about 35 percent for small motors to over 96 percent for large high- ѕуѕїетѕ 
efficiency motors. The difference between the electrical energy consumed and Efficacy 
the mechanical energy delivered is dissipated as waste heat. Type of lighting lumens/W 
We are all familiar with the conversion of electrical energy to light by in- 
ЗОН 1 . Combustion 

candescent lightbulbs, fluorescent tubes, and high-intensity discharge lamps. Candle 02 
The efficiency for the conversion of electricity to light can be defined as the - 
ratio of the energy converted to light to the electrical energy consumed. For ое 

: : Ordinary 6-20 
example, common incandescent lightbulbs convert about 10 percent of the Halogen 16-25 
electrical energy they consume to light; the rest of the energy consumed is 
dissipated as heat, which adds to the cooling load of the air conditioner in 40-60 
summer. However, it is more common to express the effectiveness of this con- y 

High output 70-90 


version process by lighting efficacy, which is defined as the amount of light Compact 50-80 
output in lumens per W of electricity consumed. 
The efficacy of different lighting systems is given in Table 6—1. Note that a 





High-intensity discharge 


: : : M 50-60 
compact fluorescent lightbulb produces about four times as much light as an от Sn 56-125 
incandescent lightbulb per W, and thus a 15-W fluorescent bulb can replace a High-pressure sodium 100-150 
60-W incandescent lightbulb (Fig. 6-22). Also, a compact fluorescent bulb Low-pressure sodium — up to 200 


lasts about 10,000 h, which is 10 times as long as an incandescent bulb, and it 
plugs directly into the socket of an incandescent lamp. Therefore, despite their 
higher initial cost, compact fluorescents reduce the lighting costs considerably 
through reduced electricity consumption. Sodium-filled high-intensity dis- 
charge lamps provide the most efficient lighting, but their use is limited to out- 
door use because of their yellowish light. 
We can also define efficiency for cooking appliances since they convert 
electrical or chemical energy to heat for cooking. The efficiency of a cooking 
appliance can be defined as the ratio of the useful energy transferred to the 
food to the energy consumed by the appliance (Fig. 6—23). Electric ranges are 
more efficient than gas ranges, but it is much cheaper to cook with natural gas 
than with electricity because of the lower unit cost of natural gas (Table 6—2). 15% 60 W 
The cooking efficiency depends on user habits as well as the individual ap- FIGURE 6-22 
pliances. Convection and microwave ovens are inherently more efficient than A 15-W compact fluorescent 
conventional ovens. On average, convection ovens save about one-third and lamp provides as much light 
microwave ovens save about two-thirds of the energy used by conventional as a 60-W incandescent lamp. 
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Energy utilized 


Effici = == a ee ee 
MT Energy supplied to appliance 


_3kWh 
5 kWh 
FIGURE 6-23 
The efficiency of a cooking appliance 
represents the fraction of the energy 
supplied to the appliance that is 
transferred to the food. 


= 0.60 





Gas Range Electric Range 
FIGURE 6-24 
Schematic of the 73 percent efficient 
electric heating unit and 38 percent 
efficient gas burner discussed 
in Example 6-3. 
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TABLE 6-2 


Energy costs of cooking a casserole with different appliances* 


[From A. Wilson and J. Morril, Consumer Guide to Home Energy Savings, Washington, DC: 
American Council for an Energy-Efficient Economy, 1996, p. 192.] 


Cooking Cooking Energy Cost of 





Cooking appliance temperature time used energy 
Electric oven 350°F (177°C) lh 2.0 kWh $0.16 
Convection oven (elect.) 325°F (163°C) 45 min 1.39 kWh $0.11 
Gas oven 350°F (177°C) lh 0.112 therm $0.07 
Frying pan 420°F (216°C) lh 0.9 kWh $0.07 
Toaster oven 425°F (218°C) 50min 0.95 kWh $0.08 
Crockpot 200°F (93°C) 7h 0.7 kWh $0.06 
Microwave oven “High” 15 min 0.36 kWh $0.03 


*Assumes a unit cost of $0.08/kWh for electricity and $0.60/therm for gas. 


ovens. The cooking efficiency can be increased by using the smallest oven for 
baking, using a pressure cooker, using a crockpot for stews and soups, using 
the smallest pan that will do the job, using the smaller heating element for 
small pans on electric ranges, using flat-bottomed pans on electric burners to 
assure good contact, keeping burner drip pans clean and shiny, defrosting 
frozen foods in the refrigerator before cooking, avoiding preheating unless it 
is necessary, keeping the pans covered during cooking, using timers and ther- 
mometers to avoid overcooking, using the self-cleaning feature of ovens right 
after cooking, and keeping inside surfaces of microwave ovens clean. 

Using energy-efficient appliances and practicing energy conservation mea- 
sures help our pocketbooks by reducing our utility bills. It will also help the 
environment by reducing the amount of pollutants emitted to the atmosphere 
during the combustion of fuel at home or at the power plants where electricity 
is generated. The combustion of each therm of natural gas produces 6.4 kg of 
carbon dioxide, which causes global climate change; 4.7 g of nitrogen oxides 
and 0.54 g of hydrocarbons, which cause smog; 2.0 g of carbon monoxide, 
which is toxic; and 0.030 g of sulfur dioxide, which causes acid rain. Each 
therm of natural gas saved eliminates the emission of these pollutants while 
saving $0.60 for the average consumer in the United States. Each kWh of 
electricity saved will save 0.4 kg of coal and 1.0 kg of CO, and 15 g of SO, 
from a coal power plant. 





I EXAMPLE 6-3 Cost of Cooking with Electric and Gas Ranges 


The efficiency of cooking appliances affects the internal heat gain from them 
since an inefficient appliance consumes a greater amount of energy for the 
same task, and the excess energy consumed shows up as heat in the living 
space. The efficiency of open burners is determined to be 73 percent for elec- 
tric units and 38 percent for gas units (Fig. 6-24). Consider a 2-kW electric 
burner at a location where the unit costs of electricity and natural gas are 
Е $0.09/kWh and $0.55/therm, respectively. Determine the rate of energy con- 
E sumption by the burner and the unit cost of utilized energy for both electric and 
gm gas burners. 

B 


| SOLUTION This example is to demonstrate the economics of electric and gas 


ranges. 
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Analysis The efficiency of the electric heater is given to be 73 percent. There- 
fore, a burner that consumes 2 kW of electrical energy will supply 


(ME (Energy input) X (Efficiency) — (2 kW)(0.73) = 1.46 kW 


of useful energy. The unit cost of utilized energy is inversely proportional to the 
efficiency, and is determined from 


Cost of energy input $0.09/kWh 
Efficiency 0.73 





Cost of utilized energy — = $0.123/kWh 


Noting that the efficiency of a gas burner is 38 percent, the energy input to 
a gas burner that supplies utilized energy at the same rate (1.46 kW) is 


5 m Ова юэ 1.46 КУУ a 2 
Qinput, as~ Efficiency oo 7 3.84 kW (= 13,100 Btu/h) 
since 1 kW = 3412 Btu/h. Therefore, a gas burner should have a rating of at 
least 13,100 Btu/h to perform as well as the electric unit. 
Noting that 1 therm = 29.3 kWh, the unit cost of utilized energy in the case 
of a gas burner is determined to be 


Cost of energy input $0.55/29.3 kWh 
Efficiency E 0.38 





Cost of utilized energy — = $0.049/kWh 


Discussion The cost of utilized gas is less than half of the unit cost of utilized 
electricity. Therefore, despite its higher efficiency, cooking with an electric 
burner will cost more than twice as much compared to a gas burner in this case. 
This explains why cost-conscious consumers always ask for gas appliances, and 
it is not wise to use electricity for heating purposes. 








6-5 = REFRIGERATORS AND HEAT PUMPS 


We all know from experience that heat flows in the direction of decreasing 
temperature, that is, from high-temperature mediums to low-temperature 
ones. This heat transfer process occurs in nature without requiring any de- 
vices. The reverse process, however, cannot occur by itself. The transfer of 
heat from a low-temperature medium to a high-temperature one requires spe- 
cial devices called refrigerators. 

Refrigerators, like heat engines, are cyclic devices. The working fluid used 
in the refrigeration cycle is called a refrigerant. The most frequently used re- 
frigeration cycle is the vapor-compression refrigeration cycle, which involves 
four main components: a compressor, a condenser, an expansion valve, and an 
evaporator, as shown in Fig. 6-25. 

The refrigerant enters the compressor as a vapor and is compressed to the 
condenser pressure. It leaves the compressor at a relatively high temperature 
and cools down and condenses as it flows through the coils of the condenser 
by rejecting heat to the surrounding medium. It then enters a capillary tube 
where its pressure and temperature drop drastically due to the throttling effect. 
The low-temperature refrigerant then enters the evaporator, where it evapo- 
rates by absorbing heat from the refrigerated space. The cycle is completed as 
the refrigerant leaves the evaporator and reenters the compressor. 
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FIGURE 6-25 

Basic components of a refrigeration 
system and typical operating 
conditions. 


Warm environment 
at Tg» T, 





L 
£N. Desired 
output 
QL 


| 
Cold refrigerated 
space at T; 


FIGURE 6-26 
The objective of a refrigerator is 
to remove Q; from the cooled space. 
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Surrounding medium 
such as the kitchen air 


Z^ 


CONDENSER 














800 kPa 
30°C 






net, in 


EXPANSION 
VALVE COMPRESSOR 


120 kPa 
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ЕУАРОКАТОК 


No. 


Refrigerated space 











In a household refrigerator, the freezer compartment where heat is picked 
up by the refrigerant serves as the evaporator, and the coils behind the refrig- 
erator where heat is dissipated to the kitchen air serve as the condenser. 

A refrigerator is shown schematically in Fig. 6-26. Here Q, is the magni- 
tude of the heat removed from the refrigerated space at temperature T,, Q,, is 
the magnitude of the heat rejected to the warm environment at temperature Ty, 
апа Wet, in is the net work input to the refrigerator. As discussed before, Q, 
and Q,, represent magnitudes and thus are positive quantities. 


Coefficient of Performance 

The efficiency of a refrigerator is expressed in terms of the coefficient of per- 
formance (COP), denoted by COP}. The objective of a refrigerator is to re- 
move heat (Q,) from the refrigerated space. To accomplish this objective, it 
requires a work input of Wet, in: Then the COP of a refrigerator can be ex- 
pressed as 


Desired output 
СОР, put 0, 





“рот M 


This relation can also be expressed in rate form by replacing Q; by О, апа 
Wie, in by Wet, in* 
The conservation of energy principle for a cyclic device requires that 


Waes, in — Оһ Е QL (kJ) (6-10) 
Then the COP relation can also be expressed as 


О, 1 


иас E Оһ = О}, Y Qu/Q, = 1 


(6-11) 


Notice that the value of COP can be greater than unity. That is, the amount 
of heat removed from the refrigerated space can be greater than the amount of 
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Warm heated space 
at Ty > Ty, 





work input. This is in contrast to the thermal efficiency, which can never be 
greater than 1. In fact, one reason for expressing the efficiency of a refrigera- 
tor by another term—the coefficient of performance—is the desire to avoid 


the oddity of having efficiencies greater than unity. Z > Desired 
| Он ошрш 


Heat Pumps Е 
Another device that transfers heat from a low-temperature medium to a high- i E) A 
Li pi 























temperature one is the heat pump, shown schematically in Fig. 6-27. Re- N 
frigerators and heat pumps operate on the same cycle but differ in their mU 
objectives. The objective of a refrigerator is to maintain the refrigerated space ^ input 

at a low temperature by removing heat from it. Discharging this heat to a |o, 


higher-temperature medium is merely a necessary part of the operation, not | 
the purpose. The objective of a heat pump, however, is to maintain a heated || 

: EA 1 : Cold environment 
space at a high temperature. This is accomplished by absorbing heat from a at Ty, 
low-temperature source, such as well water or cold outside air in winter, and 


supplying this heat to the high-temperature medium such as a house (Fig. mE FIGURE 6-27 
6-28). The objective of a heat pump is to 


An ordinary refrigerator that is placed in the window of a house with its — "PP ly heat Qy into the warmer space. 


door open to the cold outside air in winter will function as a heat pump since 


it will try to cool the outside by absorbing heat from it and rejecting this heat 
into the house through the coils behind it (Fig. 6-29). 











The measure of performance of a heat pump is also expressed in terms of 
the coefficient of performance COP, defined as Dd 
COP... = Desired output B Qy | at 20°C 
HP Required input — Wi i (6-12) wz 
which can also be expressed as Q,-7M 

















Он 1 | D Wiet in= 2 kJ 
COP == (6-13) = 
we” 02-0, ТЕ. $ i 
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A comparison of Eqs. 6—9 and 6-12 reveals that Pe 

COPyp = COP, + 1 (6-14) 0,-5Ю 
for fixed values of Q, and Qy. This relation implies that the coefficient of per- Cold outdoors 
formance of a heat pump is always greater than unity since COP, is a positive at - 2°C 


quantity. That is, a heat pump will function, at worst, as a resistance heater, 
supplying as much energy to the house as it consumes. In reality, however, 
part of Qy is lost to the outside air through piping and other devices, and 
COPp may drop below unity when the outside air temperature is too low. 
When this happens, the system usually switches to a resistance heating mode. 
Most heat pumps in operation today have a seasonally averaged COP of 2 to 3. 

Most existing heat pumps use the cold outside air as the heat source in 
winter, and they are referred to as air-source heat pumps. The COP of such 
heat pumps is about 3.0 at design conditions. Air-source heat pumps are not 
appropriate for cold climates since their efficiency drops considerably when 
temperatures are below the freezing point. In such cases, geothermal (also 
called ground-source) heat pumps that use the ground as the heat source can 


FIGURE 6-28 

The work supplied to a heat pump 
is used to extract energy from the 
cold outdoors and carry it into 

the warm indoors. 
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FIGURE 6-29 

When installed backward, an air 
conditioner will function as a heat 
pump. (Reprinted with special 
permission of King Features 
Syndicate.) 


Kitchen 














48) Wiet, in^ 2kW 
X x LIK 
































О, = 360 КЈ/тіп 





Food 
compartment 
4°C 











FIGURE 6-30 
Schematic for Example 6-4. 
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be used. Geothermal heat pumps require the burial of pipes in the ground 1 to 
2 m deep. Such heat pumps are more expensive to install, but they are also 
more efficient (up to 45 percent more efficient than air-source heat pumps). 
The COP of ground-source heat pumps is about 4.0. 

Air conditioners are basically refrigerators whose refrigerated space 
is a room or a building instead of the food compartment. A window air- 
conditioning unit cools a room by absorbing heat from the room air and dis- 
charging it to the outside. The same air-conditioning unit can be used as a heat 
pump in winter by installing it backwards. In this mode, the unit will pick up 
heat from the cold outside and deliver it to the room. Air-conditioning systems 
that are equipped with proper controls and a reversing valve operate as air 
conditioners in summer and as heat pumps in winter. 

The performance of refrigerators and air conditioners in the United States 
is often expressed in terms of the energy efficiency rating (EER), which is 
the amount of heat removed from the cooled space in Btu’s for 1 Wh (watt- 
hour) of electricity consumed. Considering that 1 kWh = 3412 Btu and thus 
1 Wh = 3.412 Btu, a unit that removes 1 kWh of heat from the cooled space 
for each kWh of electricity it consumes (COP = 1) will have an EER of 
3.412. Therefore, the relation between EER and COP is 


EER = 3.412 COP, 


Most air conditioners have an EER between 8 and 12 (a COP of 2.3 to 3.5). 
A high-efficiency heat pump recently manufactured by the Trane Com- 
pany using a reciprocating variable-speed compressor is reported to have a 
COP of 3.3 in the heating mode and an EER of 16.9 (COP of 5.0) in the air- 
conditioning mode. Variable-speed compressors and fans allow the unit to op- 
erate at maximum efficiency for varying heating/cooling needs and weather 
conditions as determined by a microprocessor. In the air-conditioning mode, 
for example, they operate at higher speeds on hot days and at lower speeds on 
cooler days, enhancing both efficiency and comfort. 

The EER or COP of a refrigerator decreases with decreasing refrigeration 
temperature. Therefore, it is not economical to refrigerate to a lower tempera- 
ture than needed. The COPs of refrigerators are in the range of 2.6—3.0 for cut- 
ting and preparation rooms; 2.3—2.6 for meat, deli, dairy, and produce; 1.2-1.5 
for frozen foods; and 1.0—1.2 for ice cream units. Note that the COP of freez- 
ers is about half of the COP of meat refrigerators, and thus it will cost twice as 
much to cool the meat products with refrigerated air that is cold enough to 
cool frozen foods. It is good energy conservation practice to use separate re- 
frigeration systems to meet different refrigeration needs. 





~ EXAMPLE 6-4 Heat Rejection by a Refrigerator 


E The food compartment of a refrigerator, shown in Fig. 6-30, is maintained at 
g 4C by removing heat from it at a rate of 360 kJ/min. If the required power in- 
gm put to the refrigerator is 2 kW, determine (a) the coefficient of performance of 
E the refrigerator and (b) the rate of heat rejection to the room that houses the 
E refrigerator. 

E 
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SOLUTION The power consumption of a refrigerator is given. The COP and the 
rate of heat rejection are to be determined. 

Assumptions Steady operating conditions exist. 

Analysis (a) The coefficient of performance of the refrigerator is 


0, E L kW |- 


т 2KW \60KJ/min 


net, in 


That is, 3 kJ of heat is removed from the refrigerated space for each kJ of work 
supplied. 


(b) The rate at which heat is rejected to the room that houses the refrigerator is 
determined from the conservation of energy relation for cyclic devices, 


DEW | — 480 kJ/min 


Òn = Ôr + Wae = 360 КЈ/тіп + (2 2 


Discussion Notice that both the energy removed from the refrigerated space as 
heat and the energy supplied to the refrigerator as electrical work eventually 
show up in the room air and become part of the internal energy of the air. This 
demonstrates that energy can change from one form to another, can move from 
one place to another, but is never destroyed during a process. 





EXAMPLE 6-5 Heating a House by a Heat Pump 


A heat pump is used to meet the heating requirements of a house and maintain 
it at 20°C. On a day when the outdoor air temperature drops to —2°C, the house 
is estimated to lose heat at a rate of 80,000 kJ/h. If the heat pump under these 
conditions has a COP of 2.5, determine (a) the power consumed by the heat 
pump and (5) the rate at which heat is absorbed from the cold outdoor air. 


SOLUTION The COP of a heat pump is given. The power consumption and the 
rate of heat absorption are to be determined. 

Assumptions Steady operating conditions exist. 

Analysis (a) The power consumed by this heat pump, shown in Fig. 6-31, is 
determined from the definition of the coefficient of performance to be 


Oy 80,000 kJ/h 
COPyp  — 25 





Wnet in = = 32,000 kJ/h (or 8.9 kW) 
(b) The house is losing heat at a rate of 80,000 kJ/h. If the house is to be main- 
tained at a constant temperature of 20°C, the heat pump must deliver heat to 


the house at the same rate, that is, at a rate of 80,000 kJ/h. Then the rate of 
heat transfer from the outdoor becomes 


ÔL = On — Waer, in = (80,000 — 32,000) kJ/h = 48,000 kJ/h 


Discussion Note that 48,000 of the 80,000 kJ/h heat delivered to the house 
is actually extracted from the cold outdoor air. Therefore, we are paying only for 
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Schematic for Example 6—5. 
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FIGURE 6-32 
A refrigerator that violates the 
Clausius statement of the second law. 
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the 32,000-kJ/h energy that is supplied as electrical work to the heat pump. If 
we were to use an electric resistance heater instead, we would have to supply 
the entire 80,000 kJ/h to the resistance heater as electric energy. This would 
mean a heating bill that is 2.5 times higher. This explains the popularity of heat 
pumps as heating systems and why they are preferred to simple electric resis- 
tance heaters despite their considerably higher initial cost. 





The Second Law of Thermodynamics: 
Clausius Statement 


There are two classical statements of the second law—the Kelvin-Planck 
statement, which is related to heat engines and discussed in the preceding sec- 
tion, and the Clausius statement, which is related to refrigerators or heat 
pumps. The Clausius statement is expressed as follows: 


It is impossible to construct a device that operates in a cycle and produces 
no effect other than the transfer of heat from a lower-temperature body to a 
higher-temperature body. 


It is common knowledge that heat does not, of its own volition, flow from 
a cold medium to a warmer one. The Clausius statement does not imply that a 
cyclic device that transfers heat from a cold medium to a warmer one is im- 
possible to construct. In fact, this is precisely what a common household re- 
frigerator does. It simply states that a refrigerator will not operate unless its 
compressor is driven by an external power source, such as an electric motor 
(Fig. 6-32). This way, the net effect on the surroundings involves the con- 
sumption of some energy in the form of work, in addition to the transfer of 
heat from a colder body to a warmer one. That is, it leaves a trace in the sur- 
roundings. Therefore, a household refrigerator is in complete compliance with 
the Clausius statement of the second law. 

Both the Kelvin—Planck and the Clausius statements of the second law are 
negative statements, and a negative statement cannot be proved. Like any 
other physical law, the second law of thermodynamics is based on experi- 
mental observations. To date, no experiment has been conducted that contra- 
dicts the second law, and this should be taken as sufficient evidence of its 
validity. 


Equivalence of the Two Statements 

The Kelvin—Planck and the Clausius statements are equivalent in their conse- 
quences, and either statement can be used as the expression of the second law 
of thermodynamics. Any device that violates the Kelvin—Planck statement 
also violates the Clausius statement, and vice versa. This can be demonstrated 
as follows. 

Consider the heat-engine-refrigerator combination shown in Fig. 6—33a, op- 
erating between the same two reservoirs. The heat engine is assumed to have, 
in violation of the Kelvin—Planck statement, a thermal efficiency of 100 per- 
cent, and therefore it converts all the heat Qy it receives to work W. This work 
is now supplied to a refrigerator that removes heat in the amount of Q, from 
the low-temperature reservoir and rejects heat in the amount of Q; + Qy to 
the high-temperature reservoir. During this process, the high-temperature 
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reservoir receives a net amount of heat Q, (the difference between Q; + Qy 
and Qy). Thus, the combination of these two devices can be viewed as a re- 
frigerator, as shown in Fig. 6-33b, that transfers heat in an amount of Q, from 
a cooler body to a warmer one without requiring any input from outside. This 
is clearly a violation of the Clausius statement. Therefore, a violation of the 
Kelvin-Planck statement results in the violation of the Clausius statement. 

It can also be shown in a similar manner that a violation of the Clausius 
statement leads to the violation of the Kelvin—Planck statement. Therefore, the 
Clausius and the Kelvin—Planck statements are two equivalent expressions of 
the second law of thermodynamics. 


6-6 = PERPETUAL-MOTION MACHINES 


We have repeatedly stated that a process cannot take place unless it satisfies 
both the first and second laws of thermodynamics. Any device that violates 
either law is called a perpetual-motion machine, and despite numerous 
attempts, no perpetual-motion machine is known to have worked. But this has 
not stopped inventors from trying to create new ones. 

A device that violates the first law of thermodynamics (by creating energy) 
is called a perpetual-motion machine of the first kind (PMM1), and a 
device that violates the second law of thermodynamics is called a perpetual- 
motion machine of the second kind (PMM2). 

Consider the steam power plant shown in Fig. 6—34. It is proposed to heat 
the steam by resistance heaters placed inside the boiler, instead of by the 
energy supplied from fossil or nuclear fuels. Part of the electricity generated 
by the plant is to be used to power the resistors as well as the pump. The rest 
of the electric energy is to be supplied to the electric network as the net work 
output. The inventor claims that once the system is started, this power plant 
will produce electricity indefinitely without requiring any energy input from 
the outside. 
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FIGURE 6-33 

Proof that the violation of the 
Kelvin—Planck statement leads to the 
violation of the Clausius statement. 
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FIGURE 6-34 

A perpetual-motion machine 
that violates the first law of 
thermodynamics (PMM1). 


FIGURE 6-35 

A perpetual-motion machine that 
violates the second law of 
thermodynamics (PMM2). 
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Well, here is an invention that could solve the world’s energy problem—if it 
works, of course. A careful examination of this invention reveals that the sys- 
tem enclosed by the shaded area is continuously supplying energy to the 
outside at a rate of Oo, + We. out Without receiving any energy. That is, this 
system is creating energy at a rate of Ò out + Waes, outs Which is clearly a viola- 
tion of the first law. Therefore, this wonderful device is nothing more than a 
PMM1 and does not warrant any further consideration. 

Now let us consider another novel idea by the same inventor. Convinced 
that energy cannot be created, the inventor suggests the following modifi- 
cation that will greatly improve the thermal efficiency of that power plant 
without violating the first law. Aware that more than one-half of the heat trans- 
ferred to the steam in the furnace is discarded in the condenser to the environ- 
ment, the inventor suggests getting rid of this wasteful component and 
sending the steam to the pump as soon as it leaves the turbine, as shown in 
Fig. 6-35. This way, all the heat transferred to the steam in the boiler will be 
converted to work, and thus the power plant will have a theoretical efficiency 
of 100 percent. The inventor realizes that some heat losses and friction 
between the moving components are unavoidable and that these effects will 
hurt the efficiency somewhat, but still expects the efficiency to be no less than 
80 percent (as opposed to 40 percent in most actual power plants) for a care- 
fully designed system. 
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Well, the possibility of doubling the efficiency would certainly be very 
tempting to plant managers and, if not properly trained, they would probably 
give this idea a chance, since intuitively they see nothing wrong with it. A stu- 
dent of thermodynamics, however, will immediately label this device as a 
PMM2, since it works on a cycle and does a net amount of work while ex- 
changing heat with a single reservoir (the furnace) only. It satisfies the first 
law but violates the second law, and therefore it will not work. 

Countless perpetual-motion machines have been proposed throughout his- 
tory, and many more are being proposed. Some proposers have even gone so 
far as to patent their inventions, only to find out that what they actually have 
in their hands is a worthless piece of paper. 

Some perpetual-motion machine inventors were very successful in fund- 
raising. For example, a Philadelphia carpenter named J. W. Kelly collected 
millions of dollars between 1874 and 1898 from investors in his hydro- 
pneumatic-pulsating-vacu-engine, which supposedly could push a railroad 
train 3000 miles on 1 L of water. Of course, it never did. After his death in 
1898, the investigators discovered that the demonstration machine was pow- 
ered by a hidden motor. Recently a group of investors was set to invest $2.5 
million into a mysterious energy augmentor, which multiplied whatever power 
it took in, but their lawyer wanted an expert opinion first. Confronted by the 
scientists, the "inventor" fled the scene without even attempting to run his 
demo machine. 

Tired of applications for perpetual-motion machines, the U.S. Patent Office 
decreed in 1918 that it would no longer consider any perpetual-motion ma- 
chine applications. However, several such patent applications were still filed, 
and some made it through the patent office undetected. Some applicants 
whose patent applications were denied sought legal action. For example, in 
1982 the U.S. Patent Office dismissed as just another perpetual-motion ma- 
chine a huge device that involves several hundred kilograms of rotating mag- 
nets and kilometers of copper wire that is supposed to be generating more 
electricity than it is consuming from a battery pack. However, the inventor 
challenged the decision, and in 1985 the National Bureau of Standards finally 
tested the machine just to certify that it is battery-operated. However, it did 
not convince the inventor that his machine will not work. 

The proposers of perpetual-motion machines generally have innovative 
minds, but they usually lack formal engineering training, which is very unfor- 
tunate. No one is immune from being deceived by an innovative perpetual- 
motion machine. As the saying goes, however, if something sounds too good 
to be true, it probably is. 


6-7 = REVERSIBLE AND IRREVERSIBLE PROCESSES 


The second law of thermodynamics states that no heat engine can have an ef- 
ficiency of 100 percent. Then one may ask, What is the highest efficiency that 
a heat engine can possibly have? Before we can answer this question, we need 
to define an idealized process first, which is called the reversible process. 
The processes that were discussed at the beginning of this chapter occurred 
in a certain direction. Once having taken place, these processes cannot reverse 
themselves spontaneously and restore the system to its initial state. For this 
reason, they are classified as irreversible processes. Once a cup of hot coffee 
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(a) Frictionless pendulum 


(b) Quasi-equilibrium expansion 
and compression of a gas 


FIGURE 6-36 


Two familiar reversible processes. 


FIGURE 6-37 
Reversible processes deliver the most 
and consume the least work. 
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cools, it will not heat up by retrieving the heat it lost from the surroundings. 
If it could, the surroundings, as well as the system (coffee), would be restored 
to their original condition, and this would be a reversible process. 

A reversible process is defined as a process that can be reversed without 
leaving any trace on the surroundings (Fig. 6—36). That is, both the system 
and the surroundings are returned to their initial states at the end of the reverse 
process. This is possible only if the net heat and net work exchange between 
the system and the surroundings is zero for the combined (original and re- 
verse) process. Processes that are not reversible are called irreversible 
processes. 

It should be pointed out that a system can be restored to its initial state fol- 
lowing a process, regardless of whether the process is reversible or irre- 
versible. But for reversible processes, this restoration is made without leaving 
any net change on the surroundings, whereas for irreversible processes, the 
surroundings usually do some work on the system and therefore will not 
return to their original state. 

Reversible processes actually do not occur in nature. They are merely 
idealizations of actual processes. Reversible processes can be approximated 
by actual devices, but they can never be achieved. That is, all the processes 
occurring in nature are irreversible. You may be wondering, then, why we are 
bothering with such fictitious processes. There are two reasons. First, they are 
easy to analyze, since a system passes through a series of equilibrium states 
during a reversible process; second, they serve as idealized models to which 
actual processes can be compared. 

In daily life, the concepts of Mr. Right and Ms. Right are also idealizations, 
just like the concept of a reversible (perfect) process. People who insist on 
finding Mr. or Ms. Right to settle down are bound to remain Mr. or Ms. Single 
for the rest of their lives. The possibility of finding the perfect prospective 
mate is no higher than the possibility of finding a perfect (reversible) process. 
Likewise, a person who insists on perfection in friends is bound to have no 
friends. 

Engineers are interested in reversible processes because work-producing 
devices such as car engines and gas or steam turbines deliver the most work, 
and work-consuming devices such as compressors, fans, and pumps consume 
the least work when reversible processes are used instead of irreversible ones 
(Fig. 6-37). 

Reversible processes can be viewed as theoretical limits for the corre- 
sponding irreversible ones. Some processes are more irreversible than others. 
We may never be able to have a reversible process, but we may certainly ap- 
proach it. The more closely we approximate a reversible process, the more 
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work delivered by a work-producing device or the less work required by a 
work-consuming device. 

The concept of reversible processes leads to the definition of the second- 
law efficiency for actual processes, which is the degree of approximation to 
the corresponding reversible processes. This enables us to compare the per- 
formance of different devices that are designed to do the same task on the 
basis of their efficiencies. The better the design, the lower the irreversibilities 
and the higher the second-law efficiency. 


Irreversibilities 

The factors that cause a process to be irreversible are called irreversibilities. 
They include friction, unrestrained expansion, mixing of two fluids, heat 
transfer across a finite temperature difference, electric resistance, inelastic 
deformation of solids, and chemical reactions. The presence of any of these 
effects renders a process irreversible. A reversible process involves none of 
these. Some of the frequently encountered irreversibilities are discussed 
briefly below. 

Friction is a familiar form of irreversibility associated with bodies in 
motion. When two bodies in contact are forced to move relative to each other 
(a piston in a cylinder, for example, as shown in Fig. 6-38), a friction force Friction 
that opposes the motion develops at the interface of these two bodies, and / 
some work is needed to overcome this friction force. The energy supplied as 
work is eventually converted to heat during the process and is transferred to 
the bodies in contact, as evidenced by a temperature rise at the interface. 
When the direction of the motion is reversed, the bodies will be restored to 
their original position, but the interface will not cool, and heat will not be con- 
verted back to work. Instead, more of the work will be converted to heat while FIGURE 6-38 
overcoming the friction forces that also oppose the reverse motion. Since the Friction renders a process irreversible. 
system (the moving bodies) and the surroundings cannot be returned to their 
original states, this process is irreversible. Therefore, any process that in- 
volves friction is irreversible. The larger the friction forces involved, the more 
irreversible the process is. 

Friction does not always involve two solid bodies in contact. It is also en- 
countered between a fluid and solid and even between the layers of a fluid 
moving at different velocities. A considerable fraction of the power produced (a) Fast compression 
by a car engine is used to overcome the friction (the drag force) between the 
air and the external surfaces of the car, and it eventually becomes part of the 
internal energy of the air. It is not possible to reverse this process and recover 
that lost power, even though doing so would not violate the conservation of 
energy principle. (b) Fast expansion 

Another example of irreversibility is the unrestrained expansion of a gas 
separated from a vacuum by a membrane, as shown in Fig. 6-39. When the 
membrane is ruptured, the gas fills the entire tank. The only way to restore the 
system to its original state is to compress it to its initial volume, while trans- 
ferring heat from the gas until it reaches its initial temperature. From the con- 
servation of energy considerations, it can easily be shown that the amount of 














heat transferred from the gas equals the amount of work done on the gas by (c) Unrestrained expansion 

the surroundings. The restoration of the surroundings involves conversion of FIGURE 6-39 
this heat completely to work, which would violate the second law. Therefore, Irreversible compression 
unrestrained expansion of a gas is an irreversible process. and expansion processes. 


-6- 





246 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 





(b) An impossible heat transfer process 


FIGURE 6-40 


(a) Heat transfer through a 
temperature difference is irreversible, 
and (b) the reverse process is 





impossible. 
No 
irreversibilities 
outside 
the system 
irreversibilities 
inside 
the system 

FIGURE 6-41 


A reversible process involves no 
internal and external irreversibilities. 
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A third form of irreversibility familiar to us all is heat transfer through a 
finite temperature difference. Consider a can of cold soda left in a warm room 
(Fig. 6-40). Heat will flow from the warmer room air to the cooler soda. The 
only way this process can be reversed and the soda restored to its original tem- 
perature is to provide refrigeration, which requires some work input. At the 
end of the reverse process, the soda will be restored to its initial state, but the 
surroundings will not be. The internal energy of the surroundings will increase 
by an amount equal in magnitude to the work supplied to the refrigerator. The 
restoration of the surroundings to the initial state can be done only by con- 
verting this excess internal energy completely to work, which is impossible to 
do without violating the second law. Since only the system, not both the sys- 
tem and the surroundings, can be restored to its initial condition, heat transfer 
through a finite temperature difference is an irreversible process. 

Heat transfer can occur only when there is a temperature difference between 
a system and its surroundings. Therefore, it is physically impossible to have a 
reversible heat transfer process. But a heat transfer process becomes less and 
less irreversible as the temperature difference between the two bodies ap- 
proaches zero. Then heat transfer through a differential temperature difference 
dT can be considered to be reversible. As dT approaches zero, the process can 
be reversed in direction (at least theoretically) without requiring any refriger- 
ation. Notice that reversible heat transfer is a conceptual process and cannot 
be duplicated in the real world. 

The smaller the temperature difference between two bodies, the smaller 
the heat transfer rate will be. Any significant heat transfer through a small 
temperature difference will require a very large surface area and a very long 
time. Therefore, even though approaching reversible heat transfer is desirable 
from a thermodynamic point of view, it is impractical and not economically 
feasible. 


Internally and Externally Reversible Processes 

A typical process involves interactions between a system and its surroundings, 
and a reversible process involves no irreversibilities associated with either 
of them. 

A process is called internally reversible if no irreversibilities occur within 
the boundaries of the system during the process. During an internally re- 
versible process, a system proceeds through a series of equilibrium states, and 
when the process is reversed, the system passes through exactly the same equi- 
librium states while returning to its initial state. That is, the paths of the for- 
ward and reverse processes coincide for an internally reversible process. The 
quasi-equilibrium process is an example of an internally reversible process. 

A process is called externally reversible if no irreversibilities occur outside 
the system boundaries during the process. Heat transfer between a reservoir 
and a system is an externally reversible process if the outer surface of the sys- 
tem is at the temperature of the reservoir. 

A process is called totally reversible, or simply reversible, if it involves no 
irreversibilities within the system or its surroundings (Fig. 6-41). A totally 
reversible process involves no heat transfer through a finite temperature dif- 
ference, no nonquasi-equilibrium changes, and no friction or other dissipative 
effects. 

As an example, consider the transfer of heat to two identical systems that 
are undergoing a constant-pressure (thus constant-temperature) phase-change 
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process, as shown in Fig. 6—42. Both processes are internally reversible, since 
both take place isothermally and both pass through exactly the same equilib- 
rium states. The first process shown is externally reversible also, since heat 
transfer for this process takes place through an infinitesimal temperature dif- 
ference dT. The second process, however, is externally irreversible, since it in- 
volves heat transfer through a finite temperature difference AT. 


6-8 = THE CARNOT CYCLE 


We mentioned earlier that heat engines are cyclic devices and that the work- 
ing fluid of a heat engine returns to its initial state at the end of each cycle. 
Work is done by the working fluid during one part of the cycle and on the 
working fluid during another part. The difference between these two is the net 
work delivered by the heat engine. The efficiency of a heat-engine cycle 
greatly depends on how the individual processes that make up the cycle are 
executed. The net work, thus the cycle efficiency, can be maximized by using 
processes that require the least amount of work and deliver the most, that is, 
by using reversible processes. Therefore, it is no surprise that the most effi- 
cient cycles are reversible cycles, that is, cycles that consist entirely of re- 
versible processes. 

Reversible cycles cannot be achieved in practice because the irreversibili- 
ties associated with each process cannot be eliminated. However, reversible 
cycles provide upper limits on the performance of real cycles. Heat engines 
and refrigerators that work on reversible cycles serve as models to which ac- 
tual heat engines and refrigerators can be compared. Reversible cycles also 
serve as starting points in the development of actual cycles and are modified 
as needed to meet certain requirements. 

Probably the best known reversible cycle is the Carnot cycle, first proposed 
in 1824 by French engineer Sadi Carnot. The theoretical heat engine that 
operates on the Carnot cycle is called the Carnot heat engine. The Carnot 
cycle is composed of four reversible processes—two isothermal and two 
adiabatic—and it can be executed either in a closed or a steady-flow system. 

Consider a closed system that consists of a gas contained in an adiabatic 
piston-cylinder device, as shown in Fig. 6—43. The insulation of the cylinder 
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FIGURE 6-42 
Totally and internally reversible 
heat transfer processes. 
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FIGURE 6-44 
P-V diagram of the Carnot cycle. 
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head is such that it may be removed to bring the cylinder into contact with 
reservoirs to provide heat transfer. The four reversible processes that make up 
the Carnot cycle are as follows: 


Reversible Isothermal Expansion (process 1-2, Ty = constant). 
Initially (state 1), the temperature of the gas is Ty and the cylinder head 
is in close contact with a source at temperature Ty. The gas is allowed 
to expand slowly, doing work on the surroundings. As the gas expands, 
the temperature of the gas tends to decrease. But as soon as the 
temperature drops by an infinitesimal amount dT, some heat flows 
from the reservoir into the gas, raising the gas temperature to Ty. Thus, 
the gas temperature is kept constant at Ty. Since the temperature 
difference between the gas and the reservoir never exceeds a 
differential amount dT, this is a reversible heat transfer process. 

It continues until the piston reaches position 2. The amount of total 
heat transferred to the gas during this process is Qy. 


Reversible Adiabatic Expansion (process 2-3, temperature drops from 
Ty to Tj). At state 2, the reservoir that was in contact with the cylinder 
head is removed and replaced by insulation so that the system becomes 
adiabatic. The gas continues to expand slowly, doing work on the 
surroundings until its temperature drops from T to T, (state 3). 

The piston is assumed to be frictionless and the process to be quasi- 
equilibrium, so the process is reversible as well as adiabatic. 


Reversible Isothermal Compression (process 3-4, 7; = constant). 
At state 3, the insulation at the cylinder head is removed, and the 
cylinder is brought into contact with a sink at temperature 7;. Now 
the piston is pushed inward by an external force, doing work on the 
gas. As the gas is compressed, its temperature tends to rise. But as 
soon as it rises by an infinitesimal amount dT, heat flows from the gas 
to the sink, causing the gas temperature to drop to 77. Thus, the gas 
temperature is maintained constant at T,. Since the temperature 
difference between the gas and the sink never exceeds a differential 
amount dT, this is a reversible heat transfer process. It continues until 
the piston reaches state 4. The amount of heat rejected from the gas 
during this process is Q,. 


Reversible Adiabatic Compression (process 4-1, temperature rises 
from T, to Tp). State 4 is such that when the low-temperature reservoir 
is removed, the insulation is put back on the cylinder head, and the gas 
is compressed in a reversible manner, the gas returns to its initial state 
(state 1). The temperature rises from T, to Ty during this reversible 
adiabatic compression process, which completes the cycle. 


The P-V diagram of this cycle is shown in Fig. 6-44. Remembering that on 
a P-V diagram the area under the process curve represents the boundary work 
for quasi-equilibrium (internally reversible) processes, we see that the area un- 
der curve 1-2-3 is the work done by the gas during the expansion part of the 
cycle, and the area under curve 3-4-1 is the work done on the gas during the 
compression part of the cycle. The area enclosed by the path of the cycle (area 
1-2-3-4-1) is the difference between these two and represents the net work 
done during the cycle. 
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Notice that if we acted stingily and compressed the gas at state 3 adiabati- 
cally instead of isothermally in an effort to save Q,, we would end up back at 
state 2, retracing the process path 3-2. By doing so we would save Q,, but we 
would not be able to obtain any net work output from this engine. This illus- 
trates once more the necessity of a heat engine exchanging heat with at least 
two reservoirs at different temperatures to operate in a cycle and produce a net 
amount of work. 

The Carnot cycle can also be executed in a steady-flow system. It is dis- 
cussed in later chapters in conjunction with other power cycles. 

Being a reversible cycle, the Carnot cycle is the most efficient cycle operat- 
ing between two specified temperature limits. Even though the Carnot cycle 
cannot be achieved in reality, the efficiency of actual cycles can be improved 
by attempting to approximate the Carnot cycle more closely. 


The Reversed Carnot Cycle 
The Carnot heat-engine cycle just described is a totally reversible cycle. 
Therefore, all the processes that comprise it can be reversed, in which case it 
becomes the Carnot refrigeration cycle. This time, the cycle remains exactly 
the same, except that the directions of any heat and work interactions are 
reversed: Heat in the amount of Q, is absorbed from the low-temperature 
reservoir, heat in the amount of Q,, is rejected to a high-temperature reservoir, 
and a work input of Wet, in is required to accomplish all this. 

The P-V diagram of the reversed Carnot cycle is the same as the one given 
for the Carnot cycle, except that the directions of the processes are reversed, 
as shown in Fig. 6-45. 


6-9 = THE CARNOT PRINCIPLES 


The second law of thermodynamics puts limits on the operation of cyclic de- 
vices as expressed by the Kelvin—Planck and Clausius statements. A heat en- 
gine cannot operate by exchanging heat with a single reservoir, and a 
refrigerator cannot operate without a net work input from an external source. 

We can draw valuable conclusions from these statements. Two conclusions 
pertain to the thermal efficiency of reversible and irreversible (i.e., actual) 
heat engines, and they are known as the Carnot principles (Fig. 6—46), ex- 
pressed as follows: 


1. The efficiency of an irreversible heat engine is always less than the 
efficiency of a reversible one operating between the same two 
reservoirs. 

2. The efficiencies of all reversible heat engines operating between 
the same two reservoirs are the same. 


These two statements can be proved by demonstrating that the violation of 
either statement results in the violation of the second law of thermodynamics. 

To prove the first statement, consider two heat engines operating between 
the same reservoirs, as shown in Fig. 6-47. One engine is reversible and the 
other is irreversible. Now each engine is supplied with the same amount of 
heat Qj. The amount of work produced by the reversible heat engine is Wev, 
and the amount produced by the irreversible one is W;rrev- 
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FIGURE 6-45 
P-V diagram of the 
reversed Carnot cycle. 
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FIGURE 6-47 reservoirs (the reversible heat engine is 
Proof of the first Carnot principle. then reversed to run as a refrigerator) 


In violation of the first Carnot principle, we assume that the irreversible heat 
engine is more efficient than the reversible one (that is, 1p, iney > Nth, rev) and 
thus delivers more work than the reversible one. Now let the reversible heat 
engine be reversed and operate as a refrigerator. This refrigerator will receive 
a work input of W,,, and reject heat to the high-temperature reservoir. Since 
the refrigerator is rejecting heat in the amount of Ор to the high-temperature 
reservoir and the irreversible heat engine is receiving the same amount of heat 
from this reservoir, the net heat exchange for this reservoir is zero. Thus, it 
could be eliminated by having the refrigerator discharge Qj; directly into the 
irreversible heat engine. 

Now considering the refrigerator and the irreversible engine together, we 
have an engine that produces a net work in the amount of Wi,., — W.., while 
exchanging heat with a single reservoir—a violation of the Kelvin-Planck 
statement of the second law. Therefore, our initial assumption that Ny, irrev > 
Nth, rev 18 incorrect. Then we conclude that no heat engine can be more efficient 
than a reversible heat engine operating between the same reservoirs. 

The second Carnot principle can also be proved in a similar manner. This 
time, let us replace the irreversible engine by another reversible engine that is 
more efficient and thus delivers more work than the first reversible engine. By 
following through the same reasoning, we will end up having an engine that 
produces a net amount of work while exchanging heat with a single reservoir, 
which is a violation of the second law. Therefore, we conclude that no re- 
versible heat engine can be more efficient than a reversible one operating be- 
tween the same two reservoirs, regardless of how the cycle is completed or the 
kind of working fluid used. 


6-10 = THE THERMODYNAMIC 
TEMPERATURE SCALE 


A temperature scale that is independent of the properties of the substances that 
are used to measure temperature is called a thermodynamic temperature 
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scale. Such a temperature scale offers great conveniences in thermodynamic 
calculations, and its derivation is given below using some reversible heat 
engines. 

The second Carnot principle discussed in Section 6—9 states that all re- 
versible heat engines have the same thermal efficiency when operating be- 
tween the same two reservoirs (Fig. 6—48). That is, the efficiency of a 
reversible engine is independent of the working fluid employed and its prop- 
erties, the way the cycle is executed, or the type of reversible engine used. 
Since energy reservoirs are characterized by their temperatures, the thermal 
efficiency of reversible heat engines is a function of the reservoir temperatures 
only. That is, 


Nh, rev = 8(Тн, T;) 
ОГ 


2 = Р(Т,, Т,) 


(6-15) 
since 7, = 1 — Q,/Qy. In these relations Ty and T, are the temperatures of the 
high- and low-temperature reservoirs, respectively. 

The functional form of f(T, T,) can be developed with the help of the three 
reversible heat engines shown in Fig. 6-49. Engines A and C are supplied with 
the same amount of heat Q; from the high-temperature reservoir at T}. Engine 
C rejects Q; to the low-temperature reservoir at T}. Engine B receives the heat 
Q; rejected by engine A at temperature T, and rejects heat in the amount of Q3 
to a reservoir at T3. 

The amounts of heat rejected by engines B and C must be the same since 
engines A and B can be combined into one reversible engine operating be- 
tween the same reservoirs as engine C and thus the combined engine will have 
the same efficiency as engine C. Since the heat input to engine C is the same 
as the heat input to the combined engines A and B, both systems must reject 
the same amount of heat. 

Applying Eq. 6-15 to all three engines separately, we obtain 


Q Q Q 
o Ti 9 =fT»T), and =f TT) 
Now consider the identity 
0, 0,0: 
0, 0.0, 


which corresponds to 


FO T3) = РСТу, Т) fO, T) 


A careful examination of this equation reveals that the left-hand side is a func- 
tion of T, and 73, and therefore the right-hand side must also be a function of 
T, and T; only, and not T». That is, the value of the product on the right-hand 
side of this equation is independent of the value of T). This condition will be 
satisfied only if the function f has the following form: 


HT) HT) 
Ф) 200 IOn T) = дт, 








f(T), Tr) = 
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FIGURE 6-48 

All reversible heat engines operating 
between the same two reservoirs 
have the same efficiency (the 
second Carnot principle). 
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The arrangement of heat 

engines used to develop the 
thermodynamic temperature scale. 
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For reversible cycles, the heat transfer 
ratio Q;,/Q, can be replaced by the 
absolute temperature ratio T;,/T;. 
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FIGURE 6-51 
A conceptual experimental setup to 
determine thermodynamic 
temperatures on the Kelvin scale by 
measuring heat transfers Qy and Q,. 
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so that $(T5) will cancel from the product of f(T;, 75) and f(T5, T4), yielding 


Ql ФТ) 
0, S0 T) = т) 





(6-16) 


This relation is much more specific than Eq. 6—15 for the functional form of 
Q,/Q; in terms of T, and 73. 

For a reversible heat engine operating between two reservoirs at tempera- 
tures T,, and T;, Eq. 6-16 can be written as 


Qu 4T) 
QL ФТ) 





(6-17) 


This is the only requirement that the second law places on the ratio of heat 
flows to and from the reversible heat engines. Several functions $(T ) will sat- 
isfy this equation, and the choice is completely arbitrary. Lord Kelvin first 
proposed taking $(T) = T to define a thermodynamic temperature scale as 
(Fig. 6-50) 


он T, 
а арг (6-18) 
|е rev T, 


This temperature scale is called the Kelvin scale, and the temperatures on this 
scale are called absolute temperatures. On the Kelvin scale, the temperature 
ratios depend on the ratios of heat transfer between a reversible heat engine 
and the reservoirs and are independent of the physical properties of any sub- 
stance. On this scale, temperatures vary between zero and infinity. 

The thermodynamic temperature scale is not completely defined by Eq. 
6-18 since it gives us only a ratio of absolute temperatures. We also need to 
know the magnitude of a kelvin. At the International Conference on Weights 
and Measures held in 1954, the triple point of water (the state at which all 
three phases of water exist in equilibrium) was assigned the value 273.16 K 
(Fig. 6—51). The magnitude of a kelvin is defined as 1/273.16 of the tempera- 
ture interval between absolute zero and the triple-point temperature of water. 
The magnitudes of temperature units on the Kelvin and Celsius scales are 
identical (1 K = 1°C). The temperatures on these two scales differ by a con- 
stant 273.15: 


TCC) = T(K) — 273.15 (6-19) 


Even though the thermodynamic temperature scale is defined with the help 
of the reversible heat engines, it is not possible, nor is it practical, to actually 
operate such an engine to determine numerical values on the absolute tem- 
perature scale. Absolute temperatures can be measured accurately by other 
means, such as the constant-volume ideal-gas thermometer together with ex- 
trapolation techniques. The validity of Eq. 6-18 can be demonstrated from 
physical considerations for a reversible cycle using an ideal gas as the work- 
ing fluid. 
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6-11 = THE CARNOT HEAT ENGINE 


The hypothetical heat engine that operates on the reversible Carnot cycle is 
called the Carnot heat engine. The thermal efficiency of any heat engine, re- 
versible or irreversible, is given by Eq. 6-6 as 











О, High-temperature reservoir 
mq n 
Nin On at N Q0 
where Qj is heat transferred to the heat engine from a high-temperature reser- Qu 
voir at Tp, and Q; is heat rejected to a low-temperature reservoir at T}. For re- 11 
versible heat engines, the heat transfer ratio in the above relation can be NZ 
replaced by the ratio of the absolute temperatures of the two reservoirs, as Wet, out 
given by Eq. 6-18. Then the efficiency of a Carnot engine, or any reversible У 
heat engine, becomes 
24-25 (6-20) 
Nih, rev Ty 
This relation is often referred to as the Carnot efficiency, since the Carnot bomen 
heat engine is the best known reversible engine. This is the highest efficiency at T, = 300 К 
a heat engine operating between the two thermal energy reservoirs at temper- 
atures T, and Ty can have (Fig. 6-52). All irreversible (i.e., actual) heat en- FIGURE 6-52 
gines operating between these temperature limits (T; and Tp) will have lower The Carnot heat engine is the most 
efficiencies. An actual heat engine cannot reach this maximum theoretical ef- efficient of all heat engines operating 
ficiency value because it is impossible to completely eliminate all the irre- between the same high- and low- 
versibilities associated with the actual cycle. temperature reservoirs. 
Note that T; and Tj; in Eq. 6-20 are absolute temperatures. Using °C or °F 
for temperatures in this relation will give results grossly in error. 
The thermal efficiencies of actual and reversible heat engines operating be- 
tween the same temperature limits compare as follows (Fig. 6—53): 
< "Tw, irreversible heat engine 
Th} = Nh rev reversible heat engine (6-21) 
2» Үрвдсү impossible heat engine 
High-temperature reservoir 
at T2 1000 K 
Rev. HE Impossible 
Nin = 70% 
FIGURE 6-53 
No heat engine can have a higher 
Low-temperature reservoir efficiency than a reversible heat 
at T; = 300 K engine operating between the same 


high- and low-temperature reservoirs. 
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FIGURE 6-54 
Schematic for Example 6—6. 
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Most work-producing devices (heat engines) in operation today have effi- 
ciencies under 40 percent, which appear low relative to 100 percent. However, 
when the performance of actual heat engines is assessed, the efficiencies 
should not be compared to 100 percent; instead, they should be compared to 
the efficiency of a reversible heat engine operating between the same temper- 
ature limits—because this is the true theoretical upper limit for the efficiency, 
not 100 percent. 

The maximum efficiency of a steam power plant operating between 
Ty — 750 K and T; — 300 K is 60 percent, as determined from Eq. 6-20. 
Compared with this value, an actual efficiency of 40 percent does not seem so 
bad, even though there is still plenty of room for improvement. 

It is obvious from Eq. 6—20 that the efficiency of a Carnot heat engine in- 
creases as Ty is increased, or as T, is decreased. This is to be expected since 
as T, decreases, so does the amount of heat rejected, and as T, approaches 
zero, the Carnot efficiency approaches unity. This is also true for actual heat 
engines. The thermal efficiency of actual heat engines can be maximized by 
supplying heat to the engine at the highest possible temperature (limited by 
material strength) and rejecting heat from the engine at the lowest possible 
temperature (limited by the temperature of the cooling medium such as rivers, 
lakes, or the atmosphere). 





i EXAMPLE 6-6 Analysis of a Carnot Heat Engine 


E A Carnot heat engine, shown in Fig. 6-54, receives 500 kJ of heat per cycle 
m from a high-temperature source at 652°C and rejects heat to a low-temperature 
m sink at 30°C. Determine (a) the thermal efficiency of this Carnot engine and 
E (b) the amount of heat rejected to the sink per cycle. 

E 


SOLUTION The heat supplied to a Carnot heat engine is given. The thermal 
efficiency and the heat rejected are to be determined. 


Analysis (a) The Carnot heat engine is a reversible heat engine, and so its ef- 
ficiency can be determined from Eq. 6-20 to be 


T (30 + 273) К 


Nih, C Mh, rev 1 n? 1 (652 m 273) K = 0.672 








That is, this Carnot heat engine converts 67.2 percent of the heat it receives 
to work. 


(b) The amount of heat rejected Q, by this reversible heat engine is easily de- 
termined from Eq. 6-18 to be 


D (30 + 273) K 


E (80 + 273) К 9 
Or. rev пр Он, rev (652 + 273) K (500 kJ) 164 kJ 


Discussion Note that this Carnot heat engine rejects to a low-temperature sink 
164 kJ of the 500 kJ of heat it receives during each cycle. 








The Quality of Energy 
The Carnot heat engine in Example 6-6 receives heat from a source at 925 K 
and converts 67.2 percent of it to work while rejecting the rest (32.8 percent) 
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to a sink at 303 K. Now let us examine how the thermal efficiency varies with 


5 : High-temperatur rvoi 
the source temperature when the sink temperature is held constant. S ASES ED 





The thermal efficiency of a Carnot heat engine that rejects heat to a sink at чаг 
303 K is evaluated at various source temperatures using Eq. 6—20 and is listed 
in Fig. 6-55. Clearly the thermal efficiency decreases as the source tempera- Ty K Nw% 
ture is lowered. When heat is supplied to the heat engine at 500 instead of 925 672 
925 K, for example, the thermal efficiency drops from 67.2 to 39.4 percent. oe 800 621 
That is, the fraction of heat that can be converted to work drops to 39.4 per- 5 a Ни 
cent when the temperature of the source drops to 500 K. When the source tem- 350 13.4 


perature is 350 K, this fraction becomes a mere 13.4 percent. 
These efficiency values show that energy has quality as well as quantity. It 
is clear from the thermal efficiency values in Fig. 6-55 that more of the high- 


Low-temperature reservoir 


temperature thermal energy can be converted to work. Therefore, the higher at T, 2 303 K 
the temperature, the higher the quality of the energy (Fig. 6—56). 

Large quantities of solar energy, for example, can be stored in large bodies FIGURE 6-55 
of water called solar ponds at about 350 K. This stored energy can then be The fraction of heat that can be 
supplied to a heat engine to produce work (electricity). However, the effi- converted to work as a function of 


ciency of solar pond power plants is very low (under 5 percent) because of the source temperature (for J, = 303 K). 
low quality of the energy stored in the source, and the construction and main- 
tenance costs are relatively high. Therefore, they are not competitive even T, K4 
though the energy supply of such plants is free. The temperature (and thus the 
quality) of the solar energy stored could be raised by utilizing concentrating 2000 1- Quality 
collectors, but the equipment cost in that case becomes very high. 
Work is a more valuable form of energy than heat since 100 percent of work 1500 - 
can be converted to heat, but only a fraction of heat can be converted to work. 
When heat is transferred from a high-temperature body to a lower-temperature 1000 - 
one, it is degraded since less of it now can be converted to work. For example, 
if 100 kJ of heat is transferred from a body at 1000 K to a body at 300 K, at 500 L- 
the end we will have 100 kJ of thermal energy stored at 300 K, which has no 
practical value. But if this conversion is made through a heat engine, up to 
1 — 300/1000 — 70 percent of it could be converted to work, which is a more 
valuable form of energy. Thus 70 kJ of work potential is wasted as a result of 
this heat transfer, and energy is degraded. 


Thermal 
energy 





FIGURE 6-56 
The higher the temperature of the 
thermal energy, the higher its quality. 


Quantity versus Quality in Daily Life 

At times of energy crisis, we are bombarded with speeches and articles on 
how to “conserve” energy. Yet we all know that the quantity of energy is al- 
ready conserved. What is not conserved is the quality of energy, or the work 
potential of energy. Wasting energy is synonymous to converting it to a less 
useful form. One unit of high-quality energy can be more valuable than three 
units of lower-quality energy. For example, a finite amount of heat energy at 
high temperature is more attractive to power plant engineers than a vast 
amount of heat energy at low temperature, such as the energy stored in the up- 
per layers of the oceans at tropical climates. 

As part of our culture, we seem to be fascinated by quantity, and little 
attention is given to quality. However, quantity alone cannot give the whole 
picture, and we need to consider quality as well. That is, we need to look at 
something from both the first- and second-law points of view when evaluat- 
ing something, even in nontechnical areas. Below we present some ordinary 
events and show their relevance to the second law of thermodynamics. 
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Consider two students Andy and Wendy. Andy has 10 friends who never 
miss his parties and are always around during fun times. However, they seem 
to be busy when Andy needs their help. Wendy, on the other hand, has five 
friends. They are never too busy for her, and she can count on them at times 
of need. Let us now try to answer the question, Who has more friends? From 
the first-law point of view, which considers quantity only, it is obvious that 
Andy has more friends. However, from the second-law point of view, which 
considers quality as well, there is no doubt that Wendy is the one with more 
friends. 

Another example with which most people will identify is the multibillion- 
dollar diet industry, which is primarily based on the first law of thermo- 
dynamics. However, considering that 90 percent of the people who lose 
weight gain it back quickly, with interest, suggests that the first law alone does 
not give the whole picture. This is also confirmed by studies that show that 
calories that come from fat are more likely to be stored as fat than the calories 
that come from carbohydrates and protein. A Stanford study found that body 
weight was related to fat calories consumed and not calories per se. A Harvard 
study found no correlation between calories eaten and degree of obesity. 
A major Cornell University survey involving 6500 people in nearly all prov- 
inces of China found that the Chinese eat more—gram for gram, calorie for 
calorie—than Americans do, but they weigh less, with less body fat. Studies 
indicate that the metabolism rates and hormone levels change noticeably in 
the mid 30s. Some researchers concluded that prolonged dieting teaches a 
body to survive on fewer calories, making it more fuel efficient. This probably 
explains why the dieters gain more weight than they lost once they go back to 
their normal eating levels. 

People who seem to be eating whatever they want, whenever they want, are 
living proof that the calorie-counting technique (the first law) leaves many 
questions on dieting unanswered. Obviously, more research focused on the 
second-law effects of dieting is needed before we can fully understand the 
weight-gain and weight-loss process. 

It is tempting to judge things on the basis of their quantity instead of their 
quality since assessing quality is much more difficult than assessing quantity. 
However, assessments made on the basis of quantity only (the first law) may 
be grossly inadequate and misleading. 


6-12 = THE CARNOT REFRIGERATOR 
AND HEAT PUMP 


A refrigerator or a heat pump that operates on the reversed Carnot cycle is 
called a Carnot refrigerator, or a Carnot heat pump. The coefficient of per- 
formance of any refrigerator or heat pump, reversible or irreversible, is given 
by Eqs. 6-11 and 6-13 as 


COP; = and СОРнь = 


1 1 
Qu/Q, — 1 1 -0,/Од 


where Q, is the amount of heat absorbed from the low-temperature medium 


and Q,, is the amount of heat rejected to the high-temperature medium. The 
COPs of all reversible refrigerators or heat pumps can be determined by 
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replacing the heat transfer ratios in the above relations by the ratios of the ab- 
solute temperatures of the high- and low-temperature reservoirs, as expressed 
by Eq. 6-18. Then the COP relations for reversible refrigerators and heat 
pumps become 


1 


СОР, rey = T,/T,—1 


(6-22) 


and 


1 


COP xp rey = 1-T/Tx 


(6-23) 


These are the highest coefficients of performance that a refrigerator or a heat 
pump operating between the temperature limits of Tj and Ty can have. AM 
actual refrigerators or heat pumps operating between these temperature limits 
(Т, апа Тр) will have lower coefficients of performance (Fig. 6—57). 

The coefficients of performance of actual and reversible refrigerators oper- 
ating between the same temperature limits can be compared as follows: 


« COPg irreversible refrigerator 
ub COPR, rev reversible refrigerator (6-24) 
> COPR, rev impossible refrigerator 


A similar relation can be obtained for heat pumps by replacing all COP,’s 
іп Ба. 6-24 Бу СОР. 

The COP of a reversible refrigerator or heat pump is the maximum theo- 
retical value for the specified temperature limits. Actual refrigerators or heat 
pumps may approach these values as their designs are improved, but they can 
never reach them. 

As a final note, the COPs of both the refrigerators and the heat pumps de- 
crease as Т, decreases. That is, it requires more work to absorb heat from 
lower-temperature media. As the temperature of the refrigerated space ap- 
proaches zero, the amount of work required to produce a finite amount of re- 
frigeration approaches infinity and COP, approaches zero. 


Warm environment 
at T= 300 K 






















Irreversible 
refrigerator 
С ud 


Cool refrigerated space 
а:Т,-275К 


Reversible 
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СОРр 27 
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FIGURE 6-57 

No refrigerator can have a higher COP 
than a reversible refrigerator operating 
between the same temperature limits. 
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FIGURE 6-58 
Schematic for Example 6-7. 
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FIGURE 6-59 
Schematic for Example 6-8. 
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EXAMPLE 6-7 A Questionable Claim for a Refrigerator 


An inventor claims to have developed a refrigerator that maintains the refriger- 
ated space at 35°F while operating in a room where the temperature is 75°F 
and that has a COP of 13.5. Is this claim reasonable? 


SOLUTION An extraordinary claim made for the performance of a refrigerator 
is to be evaluated. 

Assumptions Steady operating conditions exist. 

Analysis The performance of this refrigerator (shown in Fig. 6-58) can be 
evaluated by comparing it with a reversible refrigerator operating between the 
same temperature limits: 


1 
T 
И 1 

(75 + 460 В)/(35 + 460 В) – 1 


СОРь, тах ~ СОРь, rev — 





= 12.4 


This is the highest COP a refrigerator can have when removing heat from a cool 
medium at 35°F to a warmer medium at 75°F. Since the COP claimed by the in- 
ventor is above this maximum value, the claim is false. 








EXAMPLE 6-8 Heating a House by a Carnot Heat Pump 


A heat pump is to be used to heat a house during the winter, as shown in Fig. 
6-59. The house is to be maintained at 21°C at all times. The house is esti- 
mated to be losing heat at a rate of 135,000 kJ/h when the outside temperature 
drops to —5°C. Determine the minimum power required to drive this heat 
pump. 


SOLUTION A heat pump maintains a house at a fixed temperature. The re- 
quired minimum power input to the heat pump is to be determined. 
Assumptions Steady operating conditions exist. 

Analysis The heat pump must supply heat to the house at a rate of Qy = 
135,000 kJ/h = 37.5 kW. The power requirements will be minimum if a 
reversible heat pump is used to do the job. The COP of a reversible heat pump 
operating between the house and the outside air is 


1 E 1 E 
1— T,lTy 1—(—S5S + 273 K)/(12 + 273 К) 





COP = 113 


Then the required power input to this reversible heat pump becomes 


Qu | 3715kW 
COPyp 11.3 








Ween = = 3.32 kW 


Discussion This heat pump can meet the heating requirements of this house 
by consuming electric power at a rate of 3.32 kW only. If this house were to 
be heated by electric resistance heaters instead, the power consumption would 
jump up 11.3 times to 37.5 kW. This is because in resistance heaters the 
electric energy is converted to heat at a one-to-one ratio. With a heat pump, 
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however, energy is absorbed from the outside and carried to the inside using a 
refrigeration cycle that consumes only 3.32 kW. Notice that the heat pump does 
not create energy. It merely transports it from one medium (the cold outdoors) 


to another (the warm indoors). 





SUMMARY 


The second law of thermodynamics states that processes occur 
in a certain direction, not in any direction. A process will not 
occur unless it satisfies both the first and the second laws of 
thermodynamics. Bodies that can absorb or reject finite 
amounts of heat isothermally are called thermal energy reser- 
voirs or heat reservoirs. 

Work can be converted to heat directly, but heat can be con- 
verted to work only by some devices called heat engines. The 
thermal efficiency of a heat engine is defined as 





2 Wet. out 2 1 ES Q 
Mm Op Он 


where Wye, out iS the net work output of the heat engine, Qy is 
the amount of heat supplied to the engine, and Q, is the amount 
of heat rejected by the engine. 

Refrigerators and heat pumps are devices that absorb heat 
from low-temperature media and reject it to higher-temperature 
ones. The performance of a refrigerator or a heat pump is 
expressed in terms of the coefficient of performance, which is 
defined as 


| 0Q 1 
COPr Е We. in Е ОО, ян, 1 
COP yp = Qu 1 


Wy, in m 1- Qi/Qyu 


The Kelvin—Planck statement of the second law of thermo- 
dynamics states that no heat engine can produce a net amount 
of work while exchanging heat with a single reservoir only. 
The Clausius statement of the second law states that no device 
can transfer heat from a cooler body to a warmer one without 
leaving an effect on the surroundings. 

Any device that violates the first or the second law of 
thermodynamics is called a perpetual-motion machine. 

A process is said to be reversible if both the system and the 
surroundings can be restored to their original conditions. Any 
other process is irreversible. The effects such as friction, non- 
quasi-equilibrium expansion or compression, and heat transfer 
through a finite temperature difference render a process ir- 
reversible and are called irreversibilities. 


The Carnot cycle is a reversible cycle that is composed of 
four reversible processes, two isothermal and two adiabatic. 
The Carnot principles state that the thermal efficiencies of all 
reversible heat engines operating between the same two reser- 
voirs are the same, and that no heat engine is more efficient 
than a reversible one operating between the same two res- 
ervoirs. These statements form the basis for establishing a 
thermodynamic temperature scale related to the heat transfers 
between a reversible device and the high- and low-temperature 


reservoirs by 
z Ty 
О, геу Т, 


Therefore, the Q;,/Q, ratio can be replaced by Ty/T, for re- 
versible devices, where 77; and T; are the absolute temperatures 
of the high- and low-temperature reservoirs, respectively. 

A heat engine that operates on the reversible Carnot cycle is 
called a Carnot heat engine. The thermal efficiency of a Carnot 
heat engine, as well as all other reversible heat engines, is 
given by 


Tli, rev — Ty 


This is the maximum efficiency a heat engine operating 
between two reservoirs at temperatures Ty and T, can have. 

The COPs of reversible refrigerators and heat pumps are 
given in a similar manner as 


Ш 1 
COP, 8 Тр! nn шэн 1 
and 
COP, = си 
Hev I T,/Ta 


Again, these are the highest COPs a refrigerator or a heat 
pump operating between the temperature limits of Ty and T, 
can have. 
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PROBLEMS* 


Second Law of Thermodynamics 
and Thermal Energy Reservoirs 


6-1C  Amechanic claims to have developed a car engine that 
runs on water instead of gasoline. What is your response to this 
claim? 


6-2C Describe an imaginary process that satisfies the first 
law but violates the second law of thermodynamics. 


6-3C Describe an imaginary process that satisfies the second 
law but violates the first law of thermodynamics. 


6-4С Describe an imaginary process that violates both the 
first and the second laws of thermodynamics. 


6-5С An experimentalist claims to have raised the tempera- 
ture of a small amount of water to 150°C by transferring heat 
from high-pressure steam at 120°C. Is this a reasonable claim? 
Why? Assume no refrigerator or heat pump is used in the 
process. 


6-6C What is a thermal energy reservoir? Give some 
examples. 


6-7C Consider the process of baking potatoes in a conven- 
tional oven. Can the hot air in the oven be treated as a thermal 
energy reservoir? Explain. 


6-8С Consider the energy generated by a TV set. What is a 
suitable choice for a thermal energy reservoir? 
Heat Engines and Thermal Efficiency 


6-9C Is it possible for a heat engine to operate without re- 
jecting any waste heat to a low-temperature reservoir? Explain. 


6-10C What are the characteristics of all heat engines? 


6-11C Consider a pan of water being heated (a) by placing it 
on an electric range and (b) by placing a heating element in the 





*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon ® are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


water. Which method is a more efficient way of heating water? 
Explain. 


6-12C Baseboard heaters are basically electric resistance 
heaters and are frequently used in space heating. A home 
owner claims that her 5-year-old baseboard heaters have a con- 
version efficiency of 100 percent. Is this claim in violation of 
any thermodynamic laws? Explain. 


6-13C What is the Kelvin—Planck expression of the second 
law of thermodynamics? 


6-14C Does a heat engine that has a thermal efficiency of 
100 percent necessarily violate (a) the first law and (b) the sec- 
ond law of thermodynamics? Explain. 


6-15C In the absence of any friction and other irreversi- 
bilities, can a heat engine have an efficiency of 100 percent? 
Explain. 


6-16C Are the efficiencies of all the work-producing de- 
vices, including the hydroelectric power plants, limited by the 
Kelvin—Planck statement of the second law? Explain. 


6-17 A 600-MW steam power plant, which is cooled by a 
nearby river, has a thermal efficiency of 40 percent. Determine 
the rate of heat transfer to the river water. Will the actual heat 
transfer rate be higher or lower than this value? Why? 


6-18  Asteam power plant receives heat from a furnace at a 
rate of 280 GJ/h. Heat losses to the surrounding air from the 
steam as it passes through the pipes and other components are 
estimated to be about 8 GJ/h. If the waste heat is transferred to 
the cooling water at a rate of 145 GJ/h, determine (a) net power 
output and (b) the thermal efficiency of this power plant. 
Answers: (a) 35.3 MW, (b) 45.4 percent 


6-19E  Acarengine with a power output of 95 hp has a ther- 
mal efficiency of 28 percent. Determine the rate of fuel con- 
sumption if the heating value of the fuel is 19,000 Btu/Ibm. 


6—20  Asteam power plant with a power output of 150 MW 
consumes coal at a rate of 60 tons/h. If the heating value of the 
coal is 30,000 kJ/kg, determine the overall efficiency of this 
plant. Answer: 30.0 percent 

6-21  Anautomobile engine consumes fuel at a rate of 28 L/h 
and delivers 60 kW of power to the wheels. If the fuel has a 
heating value of 44,000 kJ/kg and a density of 0.8 g/cm?, de- 
termine the efficiency of this engine. Answer: 21.9 percent 
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6-22Ё Solar energy stored in large bodies of water, called 
solar ponds, is being used to generate electricity. If such a solar 
power plant has an efficiency of 4 percent and a net power out- 
put of 200 kW, determine the average value of the required 
solar energy collection rate, in Btu/h. 


6-23 In 2001, the United States produced 51% of its electric- 
ity in the amount of 1.878 X 10? kWh from coal-fired power 
plants. Taking the average thermal efficiency to be 34%, deter- 
mine the amount of thermal energy rejected by the coal-fired 
power plants in the United States that year. 


6-24 The Department of Energy projects that between the 
years 1995 and 2010, the United States will need to build new 
power plants to generate an additional 150,000 MW of elec- 
tricity to meet the increasing demand for electric power. One 
possibility is to build coal-fired power plants, which cost 
$1300 per kW to construct and have an efficiency of 34 per- 
cent. Another possibility is to use the clean-burning Integrated 
Gasification Combined Cycle (IGCC) plants where the coal is 
subjected to heat and pressure to gasify it while removing 
sulfur and particulate matter from it. The gaseous coal is then 
burned in a gas turbine, and part of the waste heat from the 
exhaust gases is recovered to generate steam for the steam tur- 
bine. Currently the construction of IGCC plants costs about 
$1500 per kW, but their efficiency is about 45 percent. The 
average heating value of the coal is about 28,000,000 kJ per 
ton (that is, 28,000,000 kJ of heat is released when 1 ton of 
coal is burned). If the IGCC plant is to recover its cost differ- 
ence from fuel savings in five years, determine what the price 
of coal should be in $ per ton. 


6-25 Reconsider Prob. 6—24. Using EES (or other) 

== software, investigate the price of coal for varying 
simple payback periods, plant construction costs, and operating 
efficiency. 


6—26 Repeat Prob. 6—24 for a simple payback period of three 
years instead of 5 years. 


6—27 Wind energy has been used since 4000 BC to power 
sailboats, grind grain, pump water for farms, and, more re- 
cently, generate electricity. In the United States alone, more 
than 6 million small windmills, most of them under 5 hp, have 
been used since the 1850s to pump water. Small windmills 
have been used to generate electricity since 1900, but the de- 
velopment of modern wind turbines occurred only recently in 
response to the energy crises in the early 1970s. The cost of 
wind power has dropped an order of magnitude from about 
$0.50/kWh in the early 1980s to about $0.05/kWh in the mid- 
1990s, which is about the price of electricity generated at coal- 
fired power plants. Areas with an average wind speed of 6 m/s 
(or 14 mph) are potential sites for economical wind power gen- 
eration. Commercial wind turbines generate from 100 kW to 
3.2 MW of electric power each at peak design conditions. The 
blade span (or rotor) diameter of the 3.2 MW wind turbine built 
by Boeing Engineering is 320 ft (97.5 m). The rotation speed 
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of rotors of wind turbines is usually under 40 rpm (under 
20 rpm for large turbines). Altamont Pass in California is the 
world's largest wind farm with 15,000 modern wind turbines. 
This farm and two others in California produced 2.8 billion 
kWh of electricity in 1991, which is enough power to meet the 
electricity needs of San Francisco. 

In 1999, over 3600 MW of new wind energy generating 
capacity were installed worldwide, bringing the world's total 
wind energy capacity to 13,400 MW. The United States, Ger- 
many, Denmark, and Spain account for over 70 percent of 
current wind energy generating capacity worldwide. Den- 
mark uses wind turbines to supply 10 percent of its national 
electricity. 

Many wind turbines currently in operation have just two 
blades. This is because at tip speeds of 100 to 200 mph, the 
efficiency of the two-bladed turbine approaches the theoretical 
maximum, and the increase in the efficiency by adding a third 
or fourth blade is so little that they do not justify the added cost 
and weight. 

Consider a wind turbine with an 80-m-diameter rotor that is 
rotating at 20 rpm under steady winds at an average velocity of 
30 km/h. Assuming the turbine has an efficiency of 35 percent 
(i.e., it converts 35 percent of the kinetic energy of the wind to 
electricity), determine (a) the power produced, in kW; (b) the 
tip speed of the blade, in km/h; and (c) the revenue generated 





FIGURE P6-27 
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by the wind turbine per year if the electric power produced is 
sold to the utility at $0.06/kWh. Take the density of air to be 
1.20 kg/m?. 


6—28 Repeat Prob. 6—27 for an average wind velocity of 25 
km/h. 


6-29E An Ocean Thermal Energy Conversion (OTEC) 
power plant built in Hawaii in 1987 was designed to operate 
between the temperature limits of 86°F at the ocean surface 
and 41°F at a depth of 2100 ft. About 13,300 gpm of cold sea- 
water was to be pumped from deep ocean through a 40-in- 
diameter pipe to serve as the cooling medium or heat sink. 
If the cooling water experiences a temperature rise of 6°F and 
the thermal efficiency is 2.5 percent, determine the amount of 
power generated. Take the density of seawater to be 64 lbm/ft?. 


Energy Conversion Efficiencies 


6-30 Consider a 3-kW hooded electric open burner in an 
area where the unit costs of electricity and natural gas are 
$0.07/kWh and $0.60/therm, respectively. The efficiency of 
open burners can be taken to be 73 percent for electric burners 
and 38 percent for gas burners. Determine the rate of energy 
consumption and the unit cost of utilized energy for both elec- 
tric and gas burners. 


6-31 A75-hp motor that has an efficiency of 91.0 percent is 
worn out and is replaced by a high-efficiency 75-hp motor that 
has an efficiency of 95.4 percent. Determine the reduction in 
the heat gain of the room due to higher efficiency under full- 
load conditions. 


6-32 A 75-hp electric car is powered by an electric motor 
mounted in the engine compartment. If the motor has an aver- 
age efficiency of 91 percent, determine the rate of heat supply 
by the motor to the engine compartment at full load. 


6-33 A 75-hp motor that has an efficiency of 91.0 percent 
is worn out and is to be replaced by a high-efficiency motor 
that has an efficiency of 95.4 percent. The motor operates 4368 
hours a year at a load factor of 0.75. Taking the cost of elec- 
tricity to be $0.08/kWh, determine the amount of energy and 
money saved as a result of installing the high-efficiency motor 
instead of the standard motor. Also, determine the simple pay- 
back period if the purchase prices of the standard and high- 
efficiency motors are $5449 and $5520, respectively. 


6-34E The steam requirements of a manufacturing facility 
are being met by a boiler whose rated heat input is 3.6 х 10$ 
Btu/h. The combustion efficiency of the boiler is measured to 
be 0.7 by a hand-held flue gas analyzer. After tuning up the 
boiler, the combustion efficiency rises to 0.8. The boiler oper- 
ates 1500 hours a year intermittently. Taking the unit cost of 
energy to be $4.35/106 Btu, determine the annual energy and 
cost savings as a result of tuning up the boiler. 


6-35Е «S Reconsider Prob. 6—34E. Using EES (or other) 

software, study the effects of the unit cost of 
energy and combustion efficiency on the annual energy used 
and the cost savings. Let the efficiency vary from 0.6 to 0.9, 


—— 


and the unit cost to vary from $4 to $6 per million Btu. Plot 
the annual energy used and the cost savings against the 
efficiency for unit costs of $4, $5, and $6 per million Btu, and 
discuss the results. 


6—36 The space heating of a facility is accomplished by nat- 
ural gas heaters that are 80 percent efficient. The compressed air 
needs of the facility are met by a large liquid-cooled compres- 
sor. The coolant of the compressor is cooled by air in a liquid- 
to-air heat exchanger whose airflow section is 1.0 m high and 
1.0 m wide. During typical operation, the air is heated from 
20°C to 52°C as it flows through the heat exchanger. The aver- 
age velocity of air on the inlet side is measured to be 3 m/s. The 
compressor operates 20 h a day and 5 days a week throughout 
the year. Taking the heating season to be 6 months (26 weeks) 
and the cost of the natural gas to be $0.50/therm (1 therm = 
105,500 kJ), determine how much money will be saved by di- 
verting the compressor waste heat into the facility during the 
heating season. 


Hot AL 


liquid Liquid-to-air 


heat exchanger 


20°C 52°C 


3 m/s 














Cool 4 
liquid 
FIGURE P6—36 


6-37 An exercise room has eight weight-lifting machines 
that have no motors and four treadmills each equipped with a 
2.5-hp motor. The motors operate at an average load factor of 
0.7, at which their efficiency is 0.77. During peak evening 
hours, all 12 pieces of exercising equipment are used continu- 
ously, and there are also two people doing light exercises while 
waiting in line for one piece of the equipment. Determine the 
rate of heat gain of the exercise room from people and the 
equipment at peak load conditions. 


6-38 Consider a classroom for 55 students and one instruc- 
tor, each generating heat at a rate of 100 W. Lighting is pro- 
vided by 18 fluorescent lightbulbs, 40 W each, and the ballasts 
consume an additional 10 percent. Determine the rate of inter- 
nal heat generation in this classroom when it is fully occupied. 


6-39 Aroomis cooled by circulating chilled water through a 
heat exchanger located in a room. The air is circulated through 
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the heat exchanger by a 0.25-hp fan. Typical efficiency of 
small electric motors driving 0.25-hp equipment is 54 percent. 
Determine the rate of heat supply by the fan-motor assembly 
to the room. 


Refrigerators and Heat Pumps 


6—40C What is the difference between a refrigerator and a 
heat pump? 


6-41C What is the difference between a refrigerator and an 
air conditioner? 


6-42С In a refrigerator, heat is transferred from a lower- 
temperature medium (the refrigerated space) to a higher- 
temperature one (the kitchen air). Is this a violation of the 
second law of thermodynamics? Explain. 


6-43C A heat pump is a device that absorbs energy from the 
cold outdoor air and transfers it to the warmer indoors. Is this a 
violation of the second law of thermodynamics? Explain. 


6-44C Define the coefficient of performance of a refrigera- 
tor in words. Can it be greater than unity? 


6-45C Define the coefficient of performance of a heat pump 
in words. Can it be greater than unity? 


6—46C A heat pump that is used to heat a house has a COP of 
2.5. That is, the heat pump delivers 2.5 kWh of energy to the 
house for each 1 kWh of electricity it consumes. Is this a vio- 
lation of the first law of thermodynamics? Explain. 


6-47С  Arefrigerator has a COP of 1.5. That is, the refriger- 
ator removes 1.5 kWh of energy from the refrigerated space for 
each 1 kWh of electricity it consumes. Is this a violation of the 
first law of thermodynamics? Explain. 


6-48С What is the Clausius expression of the second law of 
thermodynamics? 


6-49С Show that the Kelvin—Planck and the Clausius ex- 
pressions of the second law are equivalent. 


6-50 A household refrigerator with a COP of 1.5 removes 
heat from the refrigerated space at a rate of 60 kJ/min. Deter- 
mine (a) the electric power consumed by the refrigerator and 
(b) the rate of heat transfer to the kitchen air. 

Answers: (a) 0.67 kW, (b) 100 kJ/min 


6-51 An air conditioner removes heat steadily from a house 
at a rate of 750 kJ/min while drawing electric power at a rate of 
6 kW. Determine (a) the COP of this air conditioner and (5) the 
rate of heat transfer to the outside air. 

Answers: (a) 2.08, (b) 1110 kJ/min 


6-52 A household refrigerator runs one-fourth of the time 
and removes heat from the food compartment at an average 
rate of 800 kJ/h. If the COP of the refrigerator is 2.2, determine 
the power the refrigerator draws when running. 


6-53E Water enters an ice machine at 55?F and leaves as ice 
at 25°F, If the COP of the ice machine is 2.4 during this opera- 
tion, determine the required power input for an ice production 
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FIGURE P6-52 


rate of 20 Ibm/h. (169 Btu of energy needs to be removed from 
each Ibm of water at 55°F to turn it into ice at 25°F.) 


6-54 A household refrigerator that has a power input of 
450 W and a COP of 2.5 is to cool five large watermelons, 
10 kg each, to 8°C. If the watermelons are initially at 20°C, de- 
termine how long it will take for the refrigerator to cool them. 
The watermelons can be treated as water whose specific heat is 
4.2 kJ/kg - °C. Is your answer realistic or optimistic? Explain. 
Answer: 2240 s 


6-55 e When a man returns to his well-sealed house on a 

€s> summer day, he finds that the house is at 32°C. 
He turns on the air conditioner, which cools the entire house to 
20°C in 15 min. If the COP of the air-conditioning system is 
2.5, determine the power drawn by the air conditioner. Assume 
the entire mass within the house is equivalent to 800 kg of air 
for which C,, = 0.72 kJ/kg - °C and C, = 1.0 kJ/kg · °С. 


W, 


in 


«S Reconsider Prob. 6—55. Using EES (or other) 

software, determine the power input required by 
the air conditioner to cool the house as a function for air- 
conditioner SEER ratings in the range 9 to 16. Discuss your re- 
sults and include representative costs of air-conditioning units 
in the SEER rating range. 


FIGURE P6-55 


6-56 


6-57 Determine the COP of a refrigerator that removes heat 
from the food compartment at a rate of 6500 kJ/h for each kW 
of power it consumes. Also, determine the rate of heat rejection 
to the outside air. 


6-58 Determine the COP of a heat pump that supplies energy 
to a house at a rate of 8000 kJ/h for each kW of electric power 
it draws. Also, determine the rate of energy absorption from the 
outdoor air. Answers: 2.22, 4400 kJ/h 


6-59 A house that was heated by electric resistance heaters 
consumed 1200 kWh of electric energy in a winter month. If 
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this house were heated instead by a heat pump that has an 
average COP of 2.4, determine how much money the home 
owner would have saved that month. Assume a price of 
8.5¢/kWh for electricity. 


6-60E A heat pump with a COP of 2.5 supplies energy to a 
house at a rate of 60,000 Btu/h. Determine (a) the electric 
power drawn by the heat pump and (5) the rate of heat absorp- 
tion from the outside air. 

Answers: (a) 9.43 hp, (b) 36,000 Btu/h 


6-61  Aheat pump used to heat a house runs about one-third 
of the time. The house is losing heat at an average rate of 
22,000 kJ/h. If the COP of the heat pump is 3.5, determine the 
power the heat pump draws when running. 


6-62  Aheat pump is used to maintain a house at a constant 
temperature of 23°C. The house is losing heat to the outside air 
through the walls and the windows at a rate of 60,000 kJ/h 
while the energy generated within the house from people, 
lights, and appliances amounts to 4000 kJ/h. For a COP of 2.5, 
determine the required power input to the heat pump. 

Answer: 6.22 kW 

60,000 kJ/h 


23°C ! 
4000 КИВ |. e} 


FIGURE P6-62 


6—63 Consider an office room that is being cooled adequately 
by a 12,000 Btu/h window air conditioner. Now it is decided to 
convert this room into a computer room by installing several 
computers, terminals, and printers with a total rated power of 
3.5 kW. The facility has several 4000 Btu/h air conditioners in 
storage that can be installed to meet the additional cooling re- 
quirements. Assuming a usage factor of 0.4 (i.e., only 40 per- 
cent of the rated power will be consumed at any given time) 
and additional occupancy of four people, each generating heat 
at a rate of 100 W, determine how many of these air condition- 
ers need to be installed to the room. 


6-64 Consider a building whose annual air-conditioning load 
is estimated to be 120,000 kWh in an area where the unit cost 
of electricity is $0.10/kWh. Two air conditioners are consid- 
ered for the building. Air conditioner A has a seasonal average 
COP of 3.2 and costs $5500 to purchase and install. Air condi- 


120,000 kWh 





FIGURE P6-64 
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tioner B has a seasonal average COP of 5.0 and costs $7000 to 
purchase and install. All else being equal, determine which air 
conditioner is a better buy. 


Perpetual-Motion Machines 


6-65C An inventor claims to have developed a resistance 
heater that supplies 1.2 kWh of energy to a room for each kWh 
of electricity it consumes. Is this a reasonable claim, or has the 
inventor developed a perpetual-motion machine? Explain. 


6-66C It is common knowledge that the temperature of air 
rises as it is compressed. An inventor thought about using this 
high-temperature air to heat buildings. He used a compressor 
driven by an electric motor. The inventor claims that the com- 
pressed hot-air system is 25 percent more efficient than a resis- 
tance heating system that provides an equivalent amount of 
heating. Is this claim valid, or is this just another perpetual- 
motion machine? Explain. 


Reversible and Irreversible Processes 


6—67C A cold canned drink is left in a warmer room where 
its temperature rises as a result of heat transfer. Is this a re- 
versible process? Explain. 


6-68С Why are engineers interested in reversible processes 
even though they can never be achieved? 


6-69C Why does a nonquasi-equilibrium compression 
process require a larger work input than the corresponding 
quasi-equilibrium one? 


6-70C Why does a nonquasi-equilibrium expansion process 
deliver less work than the corresponding quasi-equilibrium 
one? 


6-71C How do you distinguish between internal and external 
irreversibilities? 


6-72C Isa reversible expansion or compression process nec- 
essarily quasi-equilibrium? Is a quasi-equilibrium expansion or 
compression process necessarily reversible? Explain. 


The Carnot Cycle and Carnot Principles 


6—73C What are the four processes that make up the Carnot 
cycle? 


6—74C What are the two statements known as the Carnot 
principles? 


6—75C Somebody claims to have developed a new reversible 
heat-engine cycle that has a higher theoretical efficiency than 
the Carnot cycle operating between the same temperature lim- 
its. How do you evaluate this claim? 


6—76C Somebody claims to have developed a new reversible 
heat-engine cycle that has the same theoretical efficiency as the 
Carnot cycle operating between the same temperature limits. Is 
this a reasonable claim? 


6-77С Is it possible to develop (a) an actual and (5) a re- 
versible heat-engine cycle that is more efficient than a Carnot 
cycle operating between the same temperature limits? Explain. 
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Carnot Heat Engines 


6—78C Is there any way to increase the efficiency of a Carnot 
heat engine other than by increasing 7 or decreasing T7? 


6—79C Consider two actual power plants operating with solar 
energy. Energy is supplied to one plant from a solar pond at 
80°C and to the other from concentrating collectors that raise 
the water temperature to 600°C. Which of these power plants 
will have a higher efficiency? Explain. 


6-80 A Carnot heat engine operates between a source at 
1000 K and a sink at 300 K. If the heat engine is supplied with 
heat at a rate of 800 kJ/min, determine (a) the thermal effi- 
ciency and (b) the power output of this heat engine. 

Answers: (a) 70 percent, (b) 9.33 kW 


6-81 A Carnot heat engine receives 650 kJ of heat from a 
source of unknown temperature and rejects 200 kJ of it to a 
sink at 17°C. Determine (a) the temperature of the source and 
(b) the thermal efficiency of the heat engine. 


6-82 AIP A heat engine operates between a source at 550°C 

«€» and a sink at 25?C. If heat is supplied to the heat 
engine at a steady rate of 1200 kJ/min, determine the maxi- 
mum power output of this heat engine. 


6-83 ESB Reconsider Prob. 6-82. Using EES (or other) 

software, study the effects of the temperatures of 
the heat source and the heat sink on the power produced and 
the cycle thermal efficiency. Let the source temperature vary 
from 300°C to 1000°C, and the sink temperature to vary from 
ОС to 50°C. Plot the power produced and the cycle efficiency 
against the source temperature for sink temperatures of 0°C, 
25°C, and 50°C, and discuss the results. 


6-84E A heat engine is operating on a Carnot cycle and 
has a thermal efficiency of 55 percent. The waste heat from 
this engine is rejected to a nearby lake at 60?F at a rate of 
800 Btu/min. Determine (a) the power output of the engine and 
(b) the temperature of the source. 

Answers: (a) 23.1 һр, (Б) 1156 В 


SOURCE 
Ty 


> W, 


800 Btu/min 
SINK 
60°F 
FIGURE P6-84E 


6-85 In tropical climates, the water near the surface of the 
ocean remains warm throughout the year as a result of solar 
energy absorption. In the deeper parts of the ocean, however, 
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the water remains at a relatively low temperature since the 
sun's rays cannot penetrate very far. It is proposed to take ad- 
vantage of this temperature difference and construct a power 
plant that will absorb heat from the warm water near the sur- 
face and reject the waste heat to the cold water a few hundred 
meters below. Determine the maximum thermal efficiency of 
such a plant if the water temperatures at the two respective 
locations are 24 and 3?C. 
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FIGURE P6-85 


6-86 An innovative way of power generation involves the 
utilization of geothermal energy—the energy of hot water that 
exists naturally underground—as the heat source. If a supply of 
hot water at 140°C is discovered at a location where the en- 
vironmental temperature is 20°C, determine the maximum 
thermal efficiency a geothermal power plant built at that loca- 
tion can have. Answer: 29.1 percent 


6-87 An inventor claims to have developed a heat engine 
that receives 750 kJ of heat from a source at 400 K and pro- 
duces 250 kJ of net work while rejecting the waste heat to a 
sink at 300 K. Is this a reasonable claim? Why? 


6-88E  Anexperimentalist claims that, based on his measure- 
ments, a heat engine receives 300 Btu of heat from a source of 
900 R, converts 160 Btu of it to work, and rejects the rest as 
waste heat to a sink at 540 R. Are these measurements reason- 
able? Why? 


Carnot Refrigerators and Heat Pumps 


6-89С How can we increase the COP of a Carnot re- 
frigerator? 


6-90C What is the highest COP that a refrigerator operating 
between temperature levels T, and Ty can have? 


6-91C Inan effort to conserve energy in a heat-engine cycle, 
somebody suggests incorporating a refrigerator that will absorb 
some of the waste energy Q, and transfer it to the energy 
source of the heat engine. Is this a smart idea? Explain. 


6-92C It is well established that the thermal efficiency of 
a heat engine increases as the temperature T, at which heat is 
rejected from the heat engine decreases. In an effort to increase 
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the efficiency of a power plant, somebody suggests refrigerat- 
ing the cooling water before it enters the condenser, where heat 
rejection takes place. Would you be in favor of this idea? Why? 


6-93C Itis well known that the thermal efficiency of heat 
engines increases as the temperature of the energy source 
increases. In an attempt to improve the efficiency of a power 
plant, somebody suggests transferring heat from the available 
energy source to a higher-temperature medium by a heat pump 
before energy is supplied to the power plant. What do you 
think of this suggestion? Explain. 


6-94 A Carnot refrigerator operates in a room in which the 
temperature is 22°C and consumes 2 kW of power when oper- 
ating. If the food compartment of the refrigerator is to be main- 
tained at 3°C, determine the rate of heat removal from the food 
compartment. 


6-95 A refrigerator is to remove heat from the cooled space 
at a rate of 300 kJ/min to maintain its temperature at —8°C. If 
the air surrounding the refrigerator is at 25°C, determine the 
minimum power input required for this refrigerator. 

Answer: 0.623 kW 


W, 


in, min 


| REFRIG. 300 
2 о 
-8°C kJ/min e 


FIGURE P6-95 


6—96 An air-conditioning system operating on the reversed 
Carnot cycle is required to transfer heat from a house at a rate 
of 750 kJ/min to maintain its temperature at 20°C. If the out- 
door air temperature is 35°C, determine the power required to 
operate this air-conditioning system. Answer: 0.64 kW 


6-97E An air-conditioning system is used to maintain a 
house at 72°F when the temperature outside is 90°F. If this air- 
conditioning system draws 5 hp of power when operating, de- 
termine the maximum rate of heat removal from the house that 
it can accomplish. 


6-98 A Carnot refrigerator operates in a room in which the 
temperature is 25°C. The refrigerator consumes 500 W of 
power when operating and has a COP of 4.5. Determine (a) the 
rate of heat removal from the refrigerated space and (b) the 
temperature of the refrigerated space. 

Answers: (a) 135 kJ/min, (b) —29.2?C 


6-99 An inventor claims to have developed a refrigeration 
system that removes heat from the closed region at —5?C and 
transfers it to the surrounding air at 25?C while maintaining a 
COP of 6.5. Is this claim reasonable? Why? 


6-100 During an experiment conducted in a room at 25°C, 
a laboratory assistant measures that a refrigerator that draws 


—— 


2 kW of power has removed 30,000 kJ of heat from the refrig- 
erated space, which is maintained at —30?C. The running time 
of the refrigerator during the experiment was 20 min. Deter- 
mine if these measurements are reasonable. 
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-30°C 


FIGURE P6-100 

6-101E An air-conditioning system is used to maintain a 
house at 75°F when the temperature outside is 95°F. The house 
is gaining heat through the walls and the windows at a rate of 
750 Btu/min, and the heat generation rate within the house 
from people, lights, and appliances amounts to 150 Btu/min. 
Determine the minimum power input required for this air- 
conditioning system. Answer: 0.79 hp 


6-102 A heat pump is used to heat a house and maintain it at 
24°C. On a winter day when the outdoor air temperature is 
— 5°C, the house is estimated to lose heat at a rate of 80,000 
kJ/h. Determine the minimum power required to operate this 
heat pump. 


6-103 A heat pump is used to maintain a house at 22°C by 
extracting heat from the outside air on a day when the outside 
air temperature is 2°C. The house is estimated to lose heat at 
a rate of 110,000 kJ/h, and the heat pump consumes 8 kW of 
electric power when running. Is this heat pump powerful 
enough to do the job? 


110,000 kJ/h 
| 
| 
HP je 8kW 
| 
| 
Outdoors 
Dale 


FIGURE P6-103 
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6—104 The structure of a house is such that it loses heat at a 
rate of 5400 kJ/h per °C difference between the indoors and 
outdoors. A heat pump that requires a power input of 6 kW is 
used to maintain this house at 21°C. Determine the lowest out- 
door temperature for which the heat pump can meet the heating 
requirements of this house. Answer: —13.3°C 


6-105 The performance of a heat pump degrades (i.e., its 
COP decreases) as the temperature of the heat source de- 
creases. This makes using heat pumps at locations with severe 
weather conditions unattractive. Consider a house that is 
heated and maintained at 20°C by a heat pump during the 
winter. What is the maximum COP for this heat pump if heat 
is extracted from the outdoor air at (a) 10°C, (b) —5°C, and 
(с) —30°C? 


6-106E A heat pump is to be used for heating a house in 
winter. The house is to be maintained at 78°F at all times. 
When the temperature outdoors drops to 25°F, the heat losses 
from the house are estimated to be 55,000 Btu/h. Determine the 
minimum power required to run this heat pump if heat is ex- 
tracted from (a) the outdoor air at 25°F and (b) the well water 
at 50°F. 


6-107 A Carnot heat pump is to be used to heat a house and 
maintain it at 20°C in winter. On a day when the average out- 
door temperature remains at about 2°C, the house is estimated 
to lose heat at a rate of 82,000 kJ/h. If the heat pump consumes 
8 kW of power while operating, determine (a) how long the 
heat pump ran on that day; (b) the total heating costs, assuming 
an average price of 8.5¢/kWh for electricity; and (c) the heat- 
ing cost for the same day if resistance heating is used instead of 
a heat pump. Answers: (a) 4.19 h, (b) $2.85, (c) $46.47 


82,000 kJ/h 


FIGURE P6-107 


6-108 A Carnot heat engine receives heat from a reservoir at 
900°C at a rate of 800 kJ/min and rejects the waste heat to 
the ambient air at 27°C. The entire work output of the heat en- 
gine is used to drive a refrigerator that removes heat from the 


—— 
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refrigerated space at —5°C and transfers it to the same ambient 
air at 27°C. Determine (a) the maximum rate of heat removal 
from the refrigerated space and (b) the total rate of heat rejec- 
tion to the ambient air. Answers: (a) 4982 kJ/min, (b) 5782 kJ 


6-109E A Carnot heat engine receives heat from a reservoir 
at 1700°F at a rate of 700 Btu/min and rejects the waste heat to 
the ambient air at 80°F. The entire work output of the heat en- 
gine is used to drive a refrigerator that removes heat from the 
refrigerated space at 20°F and transfers it to the same ambient 
air at 80°F. Determine (a) the maximum rate of heat removal 
from the refrigerated space and (b) the total rate of heat rejec- 
tion to the ambient air. 

Answers: (a) 4200 Btu/min, (b) 4900 Btu/min 


Review Problems 


6-110 Consider a Carnot heat-engine cycle executed in a 
steady-flow system using steam as the working fluid. The cy- 
cle has a thermal efficiency of 30 percent, and steam changes 
from saturated liquid to saturated vapor at 300°C during the 
heat addition process. If the mass flow rate of the steam is 
5 kg/s, determine the net power output of this engine, in kW. 


6-111 A heat pump with a COP of 2.4 is used to heat a house. 
When running, the heat pump consumes 8 kW of electric 
power. If the house is losing heat to the outside at an average 
rate of 40,000 kJ/h and the temperature of the house is 3°C 
when the heat pump is turned on, determine how long it will 
take for the temperature in the house to rise to 22°C. Assume 
the house is well sealed (i.e., no air leaks) and take the entire 
mass within the house (air, furniture, etc.) to be equivalent to 
2000 kg of air. 


6-112 An old gas turbine has an efficiency of 21 percent and 
develops a power output of 6000 kW. Determine the fuel con- 
sumption rate of this gas turbine, in L/min, if the fuel has a 
heating value of 46,000 kJ/kg and a density of 0.8 g/cm?. 


6-113 Show that COPyp = COP, + 1 when both the heat 
pump and the refrigerator have the same Q; and Qy values. 


6-114 An air-conditioning system is used to maintain a 
house at a constant temperature of 20°C. The house is gaining 
heat from outdoors at a rate of 20,000 kJ/h, and the heat gen- 
erated in the house from the people, lights, and appliances 
amounts to 8000 kJ/h. For a COP of 2.5, determine the required 
power input to this air-conditioning system. Answer: 3.11 kW 


6-115 Consider a Carnot heat-engine cycle executed in a 
closed system using 0.01 kg of refrigerant-134a as the working 
fluid. The cycle has a thermal efficiency of 15 percent, and the 
refrigerant-134a changes from saturated liquid to saturated 
vapor at 70°C during the heat addition process. Determine the 
net work output of this engine per cycle. 


6-116 A heat pump with a COP of 2.8 is used to heat an air- 
tight house. When running, the heat pump consumes 5 kW of 
power. If the temperature in the house is 7°C when the heat 
pump is turned on, how long will it take for the heat pump to 
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raise the temperature of the house to 22°C? Is this answer real- 
istic or optimistic? Explain. Assume the entire mass within the 
house (air, furniture, etc.) is equivalent to 1500 kg of air. 
Answer: 19.2 min 


6-117 A promising method of power generation involves 
collecting and storing solar energy in large artificial lakes a few 
meters deep, called solar ponds. Solar energy is absorbed by all 
parts of the pond, and the water temperature rises everywhere. 
The top part of the pond, however, loses to the atmosphere 
much of the heat it absorbs, and as a result, its temperature 
drops. This cool water serves as insulation for the bottom part 
of the pond and helps trap the energy there. Usually, salt is 
planted at the bottom of the pond to prevent the rise of this hot 
water to the top. A power plant that uses an organic fluid, such 
as alcohol, as the working fluid can be operated between the 
top and the bottom portions of the pond. If the water tempera- 
ture is 35?C near the surface and 80?C near the bottom of 
the pond, determine the maximum thermal efficiency that this 
power plant can have. Is it realistic to use 35 and 80?C for tem- 
peratures in the calculations? Explain. Answer: 12.7 percent 


SOLAR POND 





Condenser 


























FIGURE P6-117 


6-118 Consider a Carnot heat-engine cycle executed in a 
closed system using 0.0103 kg of steam as the working fluid. 
It is known that the maximum absolute temperature in the 
cycle is twice the minimum absolute temperature, and the net 
work output of the cycle is 25 kJ. If the steam changes from 
saturated vapor to saturated liquid during heat rejection, deter- 
mine the temperature of the steam during the heat rejection 
process. 


6-119 «S Reconsider Prob. 6-118. Using EES (or other) 
software, investigate the effect of the net work 
output on the required temperature of the steam during the heat 


rejection process. Let the work output vary from 15 kJ to 25 kJ. 


6-120 Consider a Carnot refrigeration cycle executed in a 
closed system in the saturated liquid—vapor mixture region 
using 0.96 kg of refrigerant-134a as the working fluid. It is 
known that the maximum absolute temperature in the cycle is 
1.2 times the minimum absolute temperature, and the net work 


—— 


input to the cycle is 22 kJ. If the refrigerant changes from satu- 
rated vapor to saturated liquid during the heat rejection pro- 
cess, determine the minimum pressure in the cycle. 


6-121 KES Reconsider Prob. 6—120. Using EES (or other) 

software, investigate the effect of the minimum 
pressure on the net work input. Let the work input vary from 
10 kJ to 30 kJ. Plot the minimum pressure in the refrigeration 
cycle as a function of net work input, and discuss the results. 


6-122 Consider two Carnot heat engines operating in series. 
The first engine receives heat from the reservoir at 2400 K and 
rejects the waste heat to another reservoir at temperature T. The 
second engine receives this energy rejected by the first one, 
converts some of it to work, and rejects the rest to a reservoir at 
300 K. If the thermal efficiencies of both engines are the same, 
determine the temperature T. Answer: 849 K 


6-123 The COP of a refrigerator decreases as the tempera- 
ture of the refrigerated space is decreased. That is, removing 
heat from a medium at a very low temperature will require a 
large work input. Determine the minimum work input required 
to remove 1 kJ of heat from liquid helium at 3 K when the out- 
side temperature is 300 K. Answer: 99 kJ 


6-124E A Carnot heat pump is used to heat and maintain a 
residential building at 75°F. An energy analysis of the house re- 
veals that it loses heat at a rate of 2500 Btu/h per °F tempera- 
ture difference between the indoors and the outdoors. For an 
outdoor temperature of 35°F, determine (a) the coefficient of 
performance and (b) the required power input to the heat 
pump. Answers: (a) 13.4, (b) 2.93 hp 


6-125 A Carnot heat engine receives heat at 750 K and 
rejects the waste heat to the environment at 300 K. The entire 
work output of the heat engine is used to drive a Carnot refrig- 
erator that removes heat from the cooled space at — 15°C ata 
rate of 400 kJ/min and rejects it to the same environment at 
300 K. Determine (a) the rate of heat supplied to the heat en- 
gine and (b) the total rate of heat rejection to the environment. 


6-126 KES Reconsider Prob. 6-125. Using EES (or other) 

software, investigate the effects of the heat en- 
gine source temperature, the environment temperature, and the 
cooled space temperature on the required heat supply to the 
heat engine and the total rate of heat rejection to the 
environment. Let the source temperature vary from 500 K 
to 1000 K, the environment temperature vary from 275 K to 
325 K, and the cooled space temperature vary from —20°C 
to 0°C. Plot the required heat supply against the source tem- 
perature for the cooled space temperature of —15°C and envi- 
ronment temperatures of 275, 300, and 325 K, and discuss the 
results. 


6-127 A heat engine operates between two reservoirs at 
800 and 20°C. One-half of the work output of the heat engine 
is used to drive a Carnot heat pump that removes heat from the 
cold surroundings at 2°C and transfers it to a house maintained 
at 22°C. If the house is losing heat at a rate of 62,000 kJ/h, 


-6- 


cen54261 ch06.qxd 


11/17/03 2:58 PM Page 269 


determine the minimum rate of heat supply to the heat engine 
required to keep the house at 22?C. 


6-128 Consider a Carnot refrigeration cycle executed in a 
closed system in the saturated liquid—vapor mixture region 
using 0.8 kg of refrigerant-134a as the working fluid. The 
maximum and the minimum temperatures in the cycle are 
20°C and — 10°C, respectively. It is known that the refrigerant 
is saturated liquid at the end of the heat rejection process, and 
the net work input to the cycle is 12 kJ. Determine the fraction 
of the mass of the refrigerant that vaporizes during the heat ad- 
dition process, and the pressure at the end of the heat rejection 
process. 


6-129 Consider a Carnot heat-pump cycle executed in a 
steady-flow system in the saturated liquid—vapor mixture re- 
gion using refrigerant-134a flowing at a rate of 0.264 kg/s 
as the working fluid. It is known that the maximum absolute 
temperature in the cycle is 1.15 times the minimum absolute 
temperature, and the net power input to the cycle is 5 kW. If the 
refrigerant changes from saturated vapor to saturated liquid 
during the heat rejection process, determine the ratio of the 
maximum to minimum pressures in the cycle. 


6-130 A Carnot heat engine is operating between a source at 
Ty and a sink at T}. If it is desired to double the thermal effi- 
ciency of this engine, what should the new source temperature 
be? Assume the sink temperature is held constant. 


6-131 When discussing Carnot engines, it is assumed that 
the engine is in thermal equilibrium with the source and the 
sink during the heat addition and heat rejection processes, re- 
spectively. That is, it is assumed that Т = Тр апа Т = T, so 
that there is no external irreversibility. In that case, the thermal 
efficiency of the Carnot engine is nc = | — T,/Ty. 

In reality, however, we must maintain a reasonable tempera- 
ture difference between the two heat transfer media in order to 
have an acceptable heat transfer rate through a finite heat ex- 
changer surface area. The heat transfer rates in that case can be 
expressed as 


On = (HA) (Ty — Ti) 


О; = (ҺА), (Тг – Т) 


where / and A are the heat transfer coefficient and heat transfer 
surface area, respectively. When the values of h, A, Ty, and T; 
are fixed, show that the power output will be a maximum when 


Also, show that the maximum net power output in this 
case is 
1272 
(луу, | (т, 
Ty 


Wens T TE GAA; 
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FIGURE P6-131 


6-132 Consider a home owner who is replacing his 25-year- 
old natural gas furnace that has an efficiency of 55 percent. The 
home owner is considering a conventional furnace that has an 
efficiency of 82 percent and costs $1600 and a high-efficiency 
furnace that has an efficiency of 95 percent and costs $2700. 
The home owner would like to buy the high-efficiency furnace 
if the savings from the natural gas pay for the additional cost in 
less than 8 years. If the home owner presently pays $1200 a 
year for heating, determine if he should buy the conventional 
or high-efficiency model. 


6-133 Replacing incandescent lights with energy-efficient 
fluorescent lights can reduce the lighting energy consumption 
to one-fourth of what it was before. The energy consumed by 
the lamps is eventually converted to heat, and thus switching to 
energy-efficient lighting also reduces the cooling load in sum- 
mer but increases the heating load in winter. Consider a build- 
ing that is heated by a natural gas furnace with an efficiency of 
80 percent and cooled by an air conditioner with a COP of 3.5. 
If electricity costs $0.08/kWh and natural gas costs 
$0.70/therm, determine if efficient lighting will increase or de- 
crease the total energy cost of the building (a) in summer and 
(b) in winter. 


6-134 The cargo space of a refrigerated truck whose inner 
dimensions are 12 m X 2.3 m X 3.5 m is to be precooled from 
25°C to an average temperature of 5°C. The construction of the 
truck is such that a transmission heat gain occurs at a rate of 
80 W/°C. If the ambient temperature is 25°C, determine how 


25°C 80 W/°C 
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long it will take for a system with a refrigeration capacity of 
8 kW to precool this truck. 


6-135 A refrigeration system is to cool bread loaves with 
an average mass of 450 g from 22°C to —10°C at a rate of 
500 loaves per hour by refrigerated air at —30°C. Taking the 
average specific and latent heats of bread to be 2.93 kJ/kg - °C 
and 109.3 kJ/kg, respectively, determine (a) the rate of heat re- 
moval from the breads, in kJ/h; (5) the required volume flow 
rate of air, in m?/h, if the temperature rise of air is not to exceed 
8?C; and (c) the size of the compressor of the refrigeration sys- 
tem, in kW, for a COP of 1.2 for the refrigeration system. 


6-136 The drinking water needs of a production facility with 
20 employees is to be met by a bobbler type water fountain. 
The refrigerated water fountain is to cool water from 22?C to 
8°C and supply cold water at a rate of 0.4 L per hour per per- 
son. Heat is transferred to the reservoir from the surroundings 
at 25°C at a rate of 45 W. If the COP of the refrigeration system 
is 2.9, determine the size of the compressor, in W, that will be 
suitable for the refrigeration system of this water cooler. 
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FIGURE P6-136 


6-137 The "Energy Guide" label on a washing machine indi- 
cates that the washer will use $85 worth of hot water per year 
if the water is heated by an electric water heater at an electric- 
ity rate of $0.082/kWh. If the water is heated from 12?C to 
55?C, determine how many liters of hot water an average fam- 
ily uses per week. Disregard the electricity consumed by the 
washer, and take the efficiency of the electric water heater to be 
9] percent. 


6-138E The "Energy Guide" label on a washing machine in- 
dicates that the washer will use $33 worth of hot water if the 
water is heated by a gas water heater at a natural gas rate of 
$0.605/therm. If the water is heated from 60°F to 130°F, deter- 
mine how many gallons of hot water an average family uses 
per week. Disregard the electricity consumed by the washer, 
and take the efficiency of the gas water heater to be 58 percent. 


6-139 A typical electric water heater has an efficiency 
& of 90 percent and costs $390 a year to operate at 
a unit cost of electricity of $0.08/kWh. A typical heat pump- 


—— 


powered water heater has a COP of 2.2 but costs about $800 
more to install. Determine how many years it will take for the 
heat pump water heater to pay for its cost differential from the 
energy it saves. 


Water 
heater 








FIGURE P6-139 


6-140 KES Reconsider Prob. 6—139. Using EES (or other) 
software, investigate the effect of the heat pump 
COP on the yearly operation costs and the number of years re- 
quired to break even. Let the COP vary from 2 to 5. Plot the 
payback period against the COP and discuss the results. 


6-141E The energy contents, unit costs, and typical con- 
version efficiencies of various energy sources for use in water 
heaters are given as follows: 1025 Btu/ft?, $0.0060/ft?, and 
55 percent for natural gas; 138,700 Btu/gal, $1.15 gal, and 
55 percent for heating oil; and 1 kWh/kWh $0.084/kWh, 
and 90 percent for electric heaters, respectively. Determine the 
lowest-cost energy source for water heaters. 


6-142 A home owner is considering these heating systems for 
heating his house. Electric resistance heating with $0.09/kWh 
and 1 kWh = 3600 kJ, gas heating with $0.62/therm and 1 
therm = 105,500 kJ, and oil heating with $1.25/gal and 1 gal of 
oil = 138,500 kJ. Assuming efficiencies of 100 percent for the 
electric furnace and 87 percent for the gas and oil furnaces, de- 
termine the heating system with the lowest energy cost. 


6-143 A home owner is trying to decide between a high- 
efficiency natural gas furnace with an efficiency of 97 percent 
and a ground-source heat pump with a COP of 3.5. The unit 
costs of electricity and natural gas are $0.092/kWh and 
$0.71/therm (1 therm = 105,500 kJ). Determine which system 
will have a lower energy cost. 


6-144 The maximum flow rate of a standard shower head is 
about 3.5 gpm (13.3 L/min) and can be reduced to 2.75 gpm 
(10.5 L/min) by switching to a low-flow shower head that is 
equipped with flow controllers. Consider a family of four, with 
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each person taking a 6-minute shower every morning. City 
water at 15?C is heated to 55?C in an oil water heater whose 
efficiency is 65 percent and then tempered to 42?C by cold 
water at the T-elbow of the shower before being routed to the 
shower head. The price of heating oil is $1.20/gal and its heat- 
ing value is 146,300 kJ/gal. Assuming a constant specific heat 
of 4.18 kJ/kg - °C for water, determine the amount of oil and 
money saved per year by replacing the standard shower heads 
by the low-flow ones. 


6-145 A typical household pays about $1200 a year on 
energy bills, and the U.S. Department of Energy estimates that 
46 percent of this energy is used for heating and cooling, 
15 percent for heating water, 15 percent for refrigerating and 
freezing, and the remaining 24 percent for lighting, cooking, 
and running other appliances. The heating and cooling costs of 
a poorly insulated house can be reduced by up to 30 percent by 
adding adequate insulation. If the cost of insulation is $200, 
determine how long it will take for the insulation to pay for it- 
self from the energy it saves. 


6-146 The kitchen, bath, and other ventilation fans in a 
house should be used sparingly since these fans can discharge 
a houseful of warmed or cooled air in just one hour. Consider 
a 200-m? house whose ceiling height is 2.8 m. The house is 
heated by a 96 percent efficient gas heater and is maintained at 
22°C and 92 kPa. If the unit cost of natural gas is $0.60/therm 
(1 therm — 105,500 KJ), determine the cost of energy “vented 
out" by the fans in 1 h. Assume the average outdoor tempera- 
ture during the heating season to be 5?C. 


6-147 Repeat Prob. 6-146 for the air-conditioning cost in a 
dry climate for an outdoor temperature of 28?C. Assume the 
COP of the air-conditioning system to be 3.2, and the unit cost 
of electricity to be $0.10/kWh. 


6-148 The U.S. Department of Energy estimates that up to 
10 percent of the energy use of a house can be saved by caulk- 
ing and weatherstripping doors and windows to reduce air 
leaks at a cost of about $50 for materials for an average home 
with 12 windows and 2 doors. Caulking and weatherstripping 
every gas-heated home properly would save enough energy to 
heat about 4 million homes. The savings can be increased by 
installing storm windows. Determine how long it will take for 
the caulking and weatherstripping to pay for itself from the en- 
ergy they save for a house whose annual energy use is $1100. 


6-149 The U.S. Department of Energy estimates that 
570,000 barrels of oil would be saved per day if every house- 
hold in the United States lowered the thermostat setting in 
winter by 6°F (3.3°C). Assuming the average heating season to 
be 180 days and the cost of oil to be $20/barrel, determine how 
much money would be saved per year. 


6-150 «S Using EES (or other) software, determine the 

maximum work that can be extracted from a 
pond containing 10° kg of water at 350 K when the temperature 
of the surroundings is 300 K. Notice that the temperature of 


water in the pond will be gradually decreasing as energy is ex- 
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tracted from it; therefore, the efficiency of the engine will be 
decreasing. Use temperature intervals of (a) 5 K, (5b) 2 К, апа 
(c) 1 K until the pond temperature drops to 300 K. Also solve 
this problem exactly by integration and compare the results. 


Design and Essay Problems 


6-151 Find out the prices of heating oil, natural gas, and 
electricity in your area, and determine the cost of each per kWh 
of energy supplied to the house as heat. Go through your utility 
bills and determine how much money you spent for heating last 
January. Also determine how much your January heating bill 
would be for each of the heating systems if you had the latest 
and most efficient system installed. 


6-152 Prepare a report on the heating systems available in 
your area for residential buildings. Discuss the advantages and 
disadvantages of each system and compare their initial and op- 
erating costs. What are the important factors in the selection 
of a heating system? Give some guidelines. Identify the con- 
ditions under which each heating system would be the best 
choice in your area. 


6-153 The performance of a cyclic device is defined as the 
ratio of the desired output to the required input, and this defini- 
tion can be extended to nontechnical fields. For example, your 
performance in this course can be viewed as the grade you earn 
relative to the effort you put in. If you have been investing a lot 
of time in this course and your grades do not reflect it, you are 
performing poorly. In that case, perhaps you should try to find 
out the underlying cause and how to correct the problem. Give 
three other definitions of performance from nontechnical fields 
and discuss them. 


6-154 Devise a Carnot heat engine using steady-flow com- 
ponents, and describe how the Carnot cycle is executed in that 
engine. What happens when the directions of heat and work in- 
teractions are reversed? 


6-155 When was the concept of the heat pump conceived 
and by whom? When was the first heat pump built, and when 
were the heat pumps first mass-produced? 


6-156 Your neighbor lives in a 2500-square-foot (about 
250 m?) older house heated by natural gas. The current gas 
heater was installed in the early 1970s and has an efficiency 
(called the Annual Fuel Utilization Efficiency rating, or AFUE) 
of 65 percent. It is time to replace the furnace, and the neighbor 
is trying to decide between a conventional furnace that has an 
efficiency of 80 percent and costs $1500 and a high-efficiency 
furnace that has an efficiency of 95 percent and costs $2500. 
Your neighbor offered to pay you $100 if you help him make 
the right decision. Considering the weather data, typical heat- 
ing loads, and the price of natural gas in your area, make a 
recommendation to your neighbor based on a convincing eco- 
nomic analysis. 


6-157 Using a thermometer, measure the temperature of the 
main food compartment of your refrigerator, and check if it 
is between | and 4°C. Also, measure the temperature of the 
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freezer compartment, and check if it is at the recommended 
value of —18°C. 


6-158 Using a timer (or watch) and a thermometer, conduct 
the following experiment to determine the rate of heat gain of 
your refrigerator. First make sure that the door of the refrig- 
erator is not opened for at least a few hours so that steady op- 
erating conditions are established. Start the timer when the 
refrigerator stops running and measure the time Ar, it stays off 
before it kicks in. Then measure the time Af, it stays on. Not- 
ing that the heat removed during At, is equal to the heat gain of 
the refrigerator during Ar, + At, and using the power con- 
sumed by the refrigerator when it is running, determine the 
average rate of heat gain for your refrigerator, in W. Take the 
COP (coefficient of performance) of your refrigerator to be 1.3 
if it is not available. 


6-159 Design a hydrocooling unit that can cool fruits and 
vegetables from 30°C to 5°C at a rate of 20,000 kg/h under the 
following conditions: 

The unit will be of flood type, which will cool the products 
as they are conveyed into the channel filled with water. The 
products will be dropped into the channel filled with water at 
one end and be picked up at the other end. The channel can be 


—— 


as wide as 3 m and as high as 90 cm. The water is to be circu- 
lated and cooled by the evaporator section of a refrigeration 
system. The refrigerant temperature inside the coils is to be 
—2°C, and the water temperature is not to drop below 1°C and 
not to exceed 6°C. 

Assuming reasonable values for the average product density, 
specific heat, and porosity (the fraction of air volume in a box), 
recommend reasonable values for (a) the water velocity 
through the channel and (5) the refrigeration capacity of the re- 
frigeration system. 


6—160 The roofs of many homes in the United States are cov- 
ered with photovoltaic (PV) solar cells that resemble roof tiles, 
generating electricity quietly from solar energy. An article 
stated that over its projected 30-year service life, a 4-kW roof 
PV system in California will reduce the production of CO, that 
causes global warming by 433,000 Ibm, sulfates that cause acid 
rain by 2900 Ibm, and nitrates that cause smog by 1660 Ibm. 
The article also claims that a PV-roof will save 253,000 Ibm of 
coal, 21,000 gallons of oil, and 27 million ft? of natural gas. 
Making reasonable assumptions for incident solar radiation, 
efficiency, and emissions, evaluate these claims and make cor- 
rections if necessary. 
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n Chap. 6, we introduced the second law of thermodynamics and applied 

it to cycles and cyclic devices. In this chapter, we apply the second law to 

processes. The first law of thermodynamics deals with the property energy 
and the conservation of it. The second law leads to the definition of a new 
property called entropy. Entropy is a somewhat abstract property, and it is dif- 
ficult to give a physical description of it without considering the microscopic 
state of the system. Entropy is best understood and appreciated by studying its 
uses in commonly encountered engineering processes, and this is what we in- 
tend to do. 

This chapter starts with a discussion of the Clausius inequality, which forms 
the basis for the definition of entropy, and continues with the increase of 
entropy principle. Unlike energy, entropy is a nonconserved property, 
and there is no such thing as a conservation of entropy principle. Next, the 
entropy changes that take place during processes for pure substances, in- 
compressible substances, and ideal gases are discussed, and a special class of 
idealized processes, called isentropic processes, is examined. Then, the re- 
versible steady-flow work and the isentropic efficiencies of various engineer- 
ing devices such as turbines and compressors are considered. Finally, entropy 
balance is introduced and applied to various systems. 
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1-1 « ЕМТКОРҮ 


The second law of thermodynamics often leads to expressions that involve in- 
equalities. An irreversible (i.e., actual) heat engine, for example, is less effi- 
cient than a reversible one operating between the same two thermal energy 
reservoirs. Likewise, an irreversible refrigerator or a heat pump has a lower 
coefficient of performance (COP) than a reversible one operating between the 
same temperature limits. Another important inequality that has major conse- 
quences in thermodynamics is the Clausius inequality. It was first stated by 
the German physicist R. J. E. Clausius (1822-1888), one of the founders of 
thermodynamics, and is expressed as 


т =0 


That is, the cyclic integral of 5Q/T is always less than or equal to zero. This 
inequality is valid for all cycles, reversible or irreversible. The symbol $ (in- 
tegral symbol with a circle in the middle) is used to indicate that the integra- 
tion is to be performed over the entire cycle. Any heat transfer to or from a 
system can be considered to consist of differential amounts of heat transfer. 
Then the cyclic integral of 6Q/T can be viewed as the sum of all these differ- 
ential amounts of heat transfer divided by the absolute temperature at the 
boundary. 

To demonstrate the validity of the Clausius inequality, consider a system 
connected to a thermal energy reservoir at a constant absolute temperature of 
Tr through a reversible cyclic device (Fig. 7-1). The cyclic device receives 
heat Qpr from the reservoir and supplies heat 6Q to the system whose ab- 
solute temperature at that part of the boundary is T (a variable) while pro- 
ducing work 6W,,,. The system produces work 6W,,, as a result of this heat 
transfer. Applying the energy balance to the combined system identified by 
dashed lines yields 


8W. — 8Q, — dEc 


where дү is the total work of the combined system (6W,,, + 6W,,,) and dE 
is the change in the total energy of the combined system. Considering that the 
cyclic device is a reversible one, we have 


80, _ 90 


n T 


where the sign of 6Q is determined with respect to the system (positive if to 
the system and negative if from the system) and the sign of 6Qp is determined 
with respect to the reversible cyclic device. Eliminating Qp from the two re- 
lations above yields 


8 
бүү, - a — dEc 


We now let the system undergo a cycle while the cyclic device undergoes an 
integral number of cycles. Then the preceding relation becomes 
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since the cyclic integral of energy (the net change in the energy, which is a 
property, during a cycle) is zero. Here We is the cyclic integral of 6We, and it 
represents the net work for the combined cycle. 

It appears that the combined system is exchanging heat with a single ther- 
mal energy reservoir while involving (producing or consuming) work We dur- 
ing a cycle. On the basis of the Kelvin—Planck statement of the second law, 
which states that no system can produce a net amount of work while operating 
in a cycle and exchanging heat with a single thermal energy reservoir, we rea- 
son that We cannot be a work output, and thus it cannot be a positive quantity. 
Considering that T, is an absolute temperature and thus a positive quantity, we 
must have 


£z, (7-1) 


which is the Clausius inequality. This inequality is valid for all thermo- 
dynamic cycles, reversible or irreversible, including the refrigeration cycles. 

If no irreversibilities occur within the system as well as the reversible cyclic 
device, then the cycle undergone by the combined system will be internally 
reversible. As such, it can be reversed. In the reversed cycle case, all the quan- 
tities will have the same magnitude but the opposite sign. Therefore, the work 
We, which could not be a positive quantity in the regular case, cannot be a 
negative quantity in the reversed case. Then it follows that We int rey = 0 since 
it cannot be a positive or negative quantity, and therefore 


d (22) =0 (7-2) 


int rev 


for internally reversible cycles. Thus, we conclude that the equality in the 
Clausius inequality holds for totally or just internally reversible cycles and 
the inequality for the irreversible ones. 

To develop a relation for the definition of entropy, let us examine Eq. 7-2 
more closely. Here we have a quantity whose cyclic integral is zero. Let us 
think for a moment what kind of quantities can have this characteristic. We 
know that the cyclic integral of work is not zero. (It is a good thing that it is 
not. Otherwise, heat engines that work on a cycle such as steam power plants 
would produce zero net work.) Neither is the cyclic integral of heat. 

Now consider the volume occupied by a gas in a piston-cylinder device 
undergoing a cycle, as shown in Fig. 7-2. When the piston returns to its initial 
position at the end of a cycle, the volume of the gas also returns to its initial 
value. Thus the net change in volume during a cycle is zero. This is also ex- 
pressed as 





3m 


1m? 





ycle = 0 


FIGURE 7-2 


That is, the cyclic integral of volume (or any other property) is zero. Con- The net change in volume (a property) 
versely, a quantity whose cyclic integral is zero depends on the state only during a cycle is always zero. 


аў = ЛУ. 
d dires (7-3) f c 
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The entropy change between two 
specified states is the same whether 
the process is reversible or 
irreversible. 
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and not the process path, and thus it is a property. Therefore, the quantity 
(8Q/T)int rey Must represent a property in the differential form. 

Clausius realized in 1865 that he had discovered a new thermodynamic 
property, and he chose to name this property entropy. It is designated S and is 
defined as 


8 
4$ = 2 (KJ/K) (7-4) 
int rev 


Entropy is an extensive property of a system and sometimes is referred to as 
total entropy. Entropy per unit mass, designated s, is an intensive property and 
has the unit kJ/kg - K. The term entropy is generally used to refer to both total 
entropy and entropy per unit mass since the context usually clarifies which 
one is meant. 

The entropy change of a system during a process can be determined by inte- 
grating Eq. 7—4 between the initial and the final states: 


A$-$-5-| : (22) (kJ/K) (7-5) 
1 int rev 

Notice that we have actually defined the change in entropy instead of entropy 
itself, just as we defined the change in energy instead of the energy itself when 
we developed the first-law relation. Absolute values of entropy are determined 
on the basis of the third law of thermodynamics, which is discussed later in 
this chapter. Engineers are usually concerned with the changes in entropy. 
Therefore, the entropy of a substance can be assigned a zero value at some ar- 
bitrarily selected reference state, and the entropy values at other states can be 
determined from Eq. 7-5 by choosing state 1 to be the reference state (S — 0) 
and state 2 to be the state at which entropy is to be determined. 

To perform the integration in Eq. 7—5, one needs to know the relation be- 
tween Q and T during a process. This relation is often not available, and the 
integral in Eq. 7—5 can be performed for a few cases only. For the majority of 
cases we have to rely on tabulated data for entropy. 

Note that entropy is a property, and like all other properties, it has fixed 
values at fixed states. Therefore, the entropy change AS between two specified 
states is the same no matter what path, reversible or irreversible, is followed 
during a process (Fig. 7-3). 

Also note that the integral of 6Q/T will give us the value of entropy change 
only if the integration is carried out along an internally reversible path 
between the two states. The integral of 6Q/T along an irreversible path is not 
a property, and in general, different values will be obtained when the inte- 
gration is carried out along different irreversible paths. Therefore, even for ir- 
reversible processes, the entropy change should be determined by carrying out 
this integration along some convenient imaginary internally reversible path 
between the specified states. 


A Special Case: Internally Reversible 
Isothermal Heat Transfer Processes 


Recall that isothermal heat transfer processes are internally reversible. There- 
fore, the entropy change of a system during an internally reversible isothermal 
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heat transfer process can be determined by performing the integration in 


Eq. 7—5: 
2 6Q 2 60 1 f? 
A = | | > | | | = Í ô int rev 
1 | Т int rev 1 To int rev To 1 | d 


which reduces to 





AS = = (kJ/K) (7-6) 


where T, is the constant absolute temperature of the system and Q is the heat 
transfer for the internally reversible process. Equation 7—6 is particularly use- 
ful for determining the entropy changes of thermal energy reservoirs that can 
absorb or supply heat indefinitely at a constant temperature. 

Notice that the entropy change of a system during an internally reversible 
isothermal process can be positive or negative, depending on the direction of 
heat transfer. Heat transfer to a system will increase the entropy of a system, 
whereas heat transfer from a system will decrease it. In fact, losing heat is the 
only way the entropy of a system can be decreased. 





Е EXAMPLE 7-1 Entropy Change during an Isothermal Process 


I A piston-cylinder device contains a liquid-vapor mixture of water at 300 K. Dur- 
g ing a constant-pressure process, 750 kJ of heat is transferred to the water. As a 
m result, part of the liquid in the cylinder vaporizes. Determine the entropy change 
m of the water during this process. 
и 
SOLUTION We take the entire water (liquid + vapor) in the cylinder as the sys- 
tem (Fig. 7-4). This is a closed system since no mass crosses the system 
boundary during the process. We note that the temperature of the system re- 
mains constant at 300 K during this process since the temperature of a pure 
substance remains constant at the saturation value during a phase-change 
process at constant pressure. 
Assumptions No irreversibilities occur within the system boundaries during the 
process. 
Analysis The system undergoes an internally reversible, isothermal process, 
and thus its entropy change can be determined directly from Eq. 7-6 to be 


О  750k] 
AS ys, isothermal — TE 300K — 2.5 kJ/K 





Discussion Note that the entropy change of the system is positive, as ex- 
pected, since heat transfer is to the system. 








1-2 = THE INCREASE OF ENTROPY PRINCIPLE 


Consider a cycle that is made up of two processes: process 1-2, which is 
arbitrary (reversible or irreversible), and process 2-1, which is internally 
reversible, as shown in Fig. 7-5. From the Clausius inequality, 


FE 
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FIGURE 7-4 


Schematic for Example 7-1. 


Process 1-2 2 
(reversible E NS aam 
irreversible) 2^ 





Process 2-1 
(internally 
reversible) 


FIGURE 7-5 
A cycle composed of a reversible 
and an irreversible process. 
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or 


26 1 
| ò (20 =0 
1 Т 2 Т int rev 


The second integral in the above relation is recognized as the entropy change 
S, — S,. Therefore, 
260 


Pp 79:75:50 


which can be rearranged as 


26О 
$-sz[ T (7-1) 


It can also be expressed in differential form as 


ô 
dS = 20 (7-8) 


where the equality holds for an internally reversible process and the inequal- 
ity for an irreversible process. We may conclude from these equations that 
the entropy change of a closed system during an irreversible process is 
greater than the integral of 6Q/T evaluated for that process. In the limiting 
case of a reversible process, these two quantities become equal. We again em- 
phasize that T in these relations is the absolute temperature at the boundary 
where the differential heat ÔQ is transferred between the system and the 
surroundings. 

The quantity AS = S, — S, represents the entropy change of the system. For 
a reversible process, it becomes equal to f?, 6Q/T, which represents the 
entropy transfer with heat. 

The inequality sign in the preceding relations is a constant reminder that the 
entropy change of a closed system during an irreversible process is always 
greater than the entropy transfer. That is, some entropy is generated or created 
during an irreversible process, and this generation is due entirely to the pres- 
ence of irreversibilities. The entropy generated during a process is called 
entropy generation and is denoted by S,.,,. Noting that the difference between 
the entropy change of a closed system and the entropy transfer is equal to 
entropy generation, Eq. 7—7 can be rewritten as an equality as 


28 
Ah. 5-45 Í 7 + Sgen (7-9) 
1 


Note that the entropy generation Sgen is always a positive quantity or zero. Its 
value depends on the process, and thus it is not a property of the system. Also, 
in the absence of any entropy transfer, the entropy change of a system is equal 
to the entropy generation. 

Equation 7-7 has far-reaching implications in thermodynamics. For an iso- 
lated system (or simply an adiabatic closed system), the heat transfer is zero, 
and Eq. 7-7 reduces to 


A Sisolated eu (7-10) 
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This equation can be expressed as the entropy of an isolated system during a 
process always increases or, in the limiting case of a reversible process, re- 
mains constant. In other words, it never decreases. This is known as the in- 
crease of entropy principle. Note that in the absence of any heat transfer, 
entropy change is due to irreversibilities only, and their effect is always to in- 
crease entropy. 

Entropy is an extensive property, and thus the total entropy of a system is 
equal to the sum of the entropies of the parts of the system. An isolated system 
may consist of any number of subsystems (Fig. 7—6). A system and its sur- 
roundings, for example, constitute an isolated system since both can be en- 
closed by a sufficiently large arbitrary boundary across which there is no heat, 
work, or mass transfer (Fig. 7—7). Therefore, a system and its surroundings 
can be viewed as the two subsystems of an isolated system, and the entropy 
change of this isolated system during a process is the sum of the entropy 
changes of the system and its surroundings, which is equal to the entropy gen- 
eration since an isolated system involves no entropy transfer. That is, 


Sc = AS gi = ASF AS gn =O (7-11) 


where the equality holds for reversible processes and the inequality for ir- 
reversible ones. Note that AS,,,,, refers to the change in the entropy of the sur- 
roundings as a result of the occurrence of the process under consideration. 

Since no actual process is truly reversible, we can conclude that some en- 
tropy is generated during a process, and therefore the entropy of the universe, 
which can be considered to be an isolated system, is continuously increasing. 
The more irreversible a process, the larger the entropy generated during that 
process. No entropy is generated during reversible processes (Sgen = 0). 

Entropy increase of the universe is a major concern not only to engineers 
but also to philosophers, theologians, economists, and environmentalists since 
entropy is viewed as a measure of the disorder (or “mixed-up-ness”) in the 
universe. 

The increase of entropy principle does not imply that the entropy of a sys- 
tem cannot decrease. The entropy change of a system can be negative during 
a process (Fig. 7-8), but entropy generation cannot. The increase of entropy 
principle can be summarized as follows: 


> 0 Irreversible process 
Seen) 0 Reversible process 
<0. Impossible process 


This relation serves as a criterion in determining whether a process is re- 
versible, irreversible, or impossible. 

Things in nature have a tendency to change until they attain a state of equi- 
librium. The increase of entropy principle dictates that the entropy of an iso- 
lated system will increase until the entropy of the system reaches a maximum 
value. At that point, the system is said to have reached an equilibrium state 
since the increase of entropy principle prohibits the system from undergoing 
any change of state that will result in a decrease in entropy. 


Some Remarks about Entropy 


In light of the preceding discussions, we can draw these conclusions: 
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The entropy change of an isolated 
system is the sum of the entropy 
changes of its components, and 

is never less than zero. 
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FIGURE 7-7 
A system and its surroundings 
form an isolated system. 
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The entropy change of a 
system can be negative, but 
the entropy generation cannot. 
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Schematic for Example 7-2. 
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1. Processes can occur in a certain direction only, not in any direction. 


A process must proceed in the direction that complies with the increase 
of entropy principle, that is, Sgen = 0. A process that violates this 
principle is impossible. This principle often forces chemical reactions 
to come to a halt before reaching completion. 


2. Entropy is a nonconserved property, and there is no such thing as 


the conservation of entropy principle. Entropy is conserved during the 
idealized reversible processes only and increases during all actual 
processes. Therefore, the entropy of the universe is continuously 
increasing. 


3. The performance of engineering systems is degraded by the presence of 


irreversibilities, and entropy generation is a measure of the magnitudes 
of the irreversibilities present during that process. The greater the extent 
of irreversibilities, the greater the entropy generation. Therefore, entropy 
generation can be used as a quantitative measure of irreversibilities 
associated with a process. It is also used to establish criteria for the 
performance of engineering devices. This point is illustrated further in 
Example 7-2. 





EXAMPLE 7-2 Entropy Generation during Heat Transfer Processes 


A heat source at 800 K loses 2000 kJ of heat to a sink at (a) 500 K and 
(b) 750 K. Determine which heat transfer process is more irreversible. 


SOLUTION A sketch of the reservoirs is shown in Fig. 7-9. Both cases involve 
heat transfer through a finite temperature difference, and therefore both are ir- 
reversible. The magnitude of the irreversibility associated with each process can 
be determined by calculating the total entropy change for each case. The total 
entropy change for a heat transfer process involving two reservoirs (a source and 
a sink) is the sum of the entropy changes of each reservoir since the two reser- 
voirs form an adiabatic system. 

Or do they? The problem statement gives the impression that the two reser- 
voirs are in direct contact during the heat transfer process. But this cannot be 
the case since the temperature at a point can have only one value, and thus it 
cannot be 800 K on one side of the point of contact and 500 K on the other 
side. In other words, the temperature function cannot have a jump discontinu- 
ity. Therefore, it is reasonable to assume that the two reservoirs are separated 
by a partition through which the temperature drops from 800 K on one side to 
500 K (or 750 K) on the other. Therefore, the entropy change of the partition 
should also be considered when evaluating the total entropy change for this 
process. However, considering that entropy is a property and the values of prop- 
erties depend on the state of a system, we can argue that the entropy change of 
the partition is zero since the partition appears to have undergone a steady 
process and thus experienced no change in its properties at any point. We base 
this argument on the fact that the temperature on both sides of the partition 
and thus throughout remained constant during this process. Therefore, we are 
justified to assume that A Spartition = O since the entropy (as well as the energy) 
content of the partition remained constant during this process. 

The entropy change for each reservoir can be determined from Eq. 7-6 since 
each reservoir undergoes an internally reversible, isothermal process. 

(a) For the heat transfer process to a sink at 500 K: 
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AS source zn TREE T 800 K T 2.5 КИК 
= Ок Бэй 2000 kJ = 
Аб = Т рК = C40 KK 


апа 


5 = А5 = А9 + А 7 (72.5 4.0) KJ/K = +1.5 kJ/K 


Therefore, 1.5 kJ/K of entropy is generated during this process. Noting that 
both reservoirs have undergone internally reversible processes, the entire en- 
tropy generation took place in the partition. 


(b) Repeating the calculations in part (a) for a sink temperature of 750 K, we 
obtain 


AS source 
AS ink 


-2.5 КИК 
+2.7 kJ/K 


and 


Sgen = AS roar = (—2.5 + 2.7) KI/K = +0.2 kJ/K 


The total entropy change for the process in part (b) is smaller, and therefore it 
is less irreversible. This is expected since the process in (b) involves a smaller 
temperature difference and thus a smaller irreversibility. 

Discussion The irreversibilities associated with both processes could be elimi- 
nated by operating a Carnot heat engine between the source and the sink. For 
this case it can be shown that A Sta = O. 








7-3 = ENTROPY CHANGE OF PURE SUBSTANCES 


Entropy is a property, and thus the value of entropy of a system is fixed once 
the state of the system is fixed. Specifying two intensive independent prop- 
erties fixes the state of a simple compressible system, and thus the value of 
entropy, as well as the values of other properties at that state. Starting with its 
defining relation, the entropy change of a substance can be expressed in terms 
of other properties (see Section 7—7). But in general, these relations are too 
complicated and are not practical to use for hand calculations. Therefore, us- 
ing a suitable reference state, the entropies of substances are evaluated from 
measurable property data following rather involved computations, and the re- 
sults are tabulated in the same manner as the other properties such as v, u, and 
h (Fig. 7-10). 

The entropy values in the property tables are given relative to an arbitrary 
reference state. In steam tables the entropy of saturated liquid s, at 0.01°C is 
assigned the value of zero. For refrigerant- 134a, the zero value is assigned to 
saturated liquid at —40°C. The entropy values become negative at tempera- 
tures below the reference value. 

The value of entropy at a specified state is determined just like any other 
property. In the compressed liquid and superheated vapor regions, it can be 
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FIGURE 7-10 

The entropy of a pure substance is 
determined from the tables 

(like other properties). 
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FIGURE 7-11 
Schematic of the 7-s diagram 
for water. 
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obtained directly from the tables at the specified state. In the saturated mixture 
region, it is determined from 


S = 53 + Хр (kJ/kg - K) 


where x is the quality and s, and s;, values are listed in the saturation tables. 
In the absence of compressed liquid data, the entropy of the compressed liq- 
uid can be approximated by the entropy of the saturated liquid at the given 
temperature: 


Ser, p^ Stem (kJ/kg - K) 


The entropy change of a specified mass m (such as a closed system) during a 
process is simply 


AS — mAs — m(s; — sj) (kJ/K) (7-12) 


which is the difference between the entropy values at the final and initial 
States. 

When studying the second-law aspects of processes, entropy is commonly 
used as a coordinate on diagrams such as the 7-5 апа л-5 diagrams. The 
general characteristics of the 7-s diagram of pure substances are shown in 
Fig. 7-11 using data for water. Notice from this diagram that the constant- 
volume lines are steeper than the constant-pressure lines and the constant- 
pressure lines are parallel to the constant-temperature lines in the saturated 
liquid—vapor mixture region. Also, the constant-pressure lines almost coincide 
with the saturated liquid line in the compressed liquid region. 


T, *C4 
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& EXAMPLE 7-3 Entropy Change of a Substance in a Tank 


Е A rigid tank contains 5 kg of refrigerant-134a initially at 20°C and 140 kPa. The 
g refrigerant is now cooled while being stirred until its pressure drops to 100 kPa. 
m= Determine the entropy change of the refrigerant during this process. 


SOLUTION We take the refrigerant in the tank as the system (Fig. 7-12). This 
is a closed system since no mass crosses the system boundary during the 
process. We note that the change in entropy of a substance during a process is 
simply the difference between the entropy values at the final and initial states. 
The initial state of the refrigerant is completely specified. 

Assumptions The volume of the tank is constant and thus v, = v. 

Analysis Recognizing that the specific volume remains constant during this 
process, the properties of the refrigerant at both states are 


State 1: Р|-140КРА| sı = 1.0532 kJ/kg - K 
1 = 20 U; 7 0.1652 m?/kg 

State 2: P,— ]100kPa|  v,— 0.0007258 m?/kg 
(0, = v) DV, = 0.1917 m?/kg 


The refrigerant is a saturated liquid-vapor mixture at the final state since 
Vs < Vo < Vz at 100 kPa pressure. Therefore, we need to determine the quality 
first: 


2 = Vf _ 0.1652 — 0.0007258 
ХОС pp 0.1916 — 0.0007258 — 


8 





0.861 


Thus, 
59 = 5; + х5 = 0.0678 + (0.861)(0.9395 — 0.0678) = 0.8183 kJ/kg - K 


Then the entropy change of the refrigerant during this process is 


AS — m(s; — s) — (5 kg)(0.8183 — 1.0532) kJ/kg - K 
= -1.175 kJ/K 


Discussion The negative sign indicates that the entropy of the system is de- 
creasing during this process. This is not a violation of the second law, however, 
since it is the entropy generation Sgen that cannot be negative. 




















Ру = 140 kPa 


AS=? о 


FIGURE 7-12 
Schematic and 7-s diagram 
for Example 7-3. 
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FIGURE 7-13 
Schematic and 7-s diagram 
for Example 7-4. 


cen54261 ch07.qxd 11/18/03 9:57 AM Page 284 F 





E EXAMPLE 7-4 Entropy Change during a Constant-Pressure Process 


BA piston-cylinder device initially contains 3 Ibm of liquid water at 20 psia and 
g /O*F. The water is now heated at constant pressure by the addition of 3450 Btu 
ш of heat. Determine the entropy change of the water during this process. 


E SOLUTION We take the water in the cylinder as the system (Fig. 7-13). This 

is a closed system since no mass crosses the system boundary during the 
process. We note that a piston-cylinder device typically involves a moving 
boundary and thus boundary work W,. Also, heat is transferred to the system. 
Assumptions 1 The tank is stationary and thus the kinetic and potential energy 
changes are zero, AKE = APE = O. 2 The process is quasi-equilibrium. 3 The 
pressure remains constant during the process and thus P, = P}. 
Analysis Water exists as a compressed liquid at the initial state since its pres- 
sure is greater than the saturation pressure of 0.3632 psia at 70°F. By approx- 
imating the compressed liquid as a saturated liquid at the given temperature, 
the properties at the initial state are 


State 1: P,=20psial s, & spo ggg — 0.07463 Btu/Ibm - К 
T, = 70°F hı = hre wr = 38.09 Btu/lbm 


At the final state, the pressure is still 20 psia, but we need one more property 
to fix the state. This property is determined from the energy balance, 


E; 7 Eu = AE iem 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
Qin Kd W, = AU 


Qin — AH — m(h; — hi) 
3450 Btu = (3 Ibm)(h, — 38.09 Btu/Ibm) 
hy = 1188.1 Btu/lbm 


since AU + W, = AH for a constant-pressure quasi-equilibrium process. Then, 


State 2: Р, = 20 рѕіа 5 = 1.7759 Btu/lbm - R 
hy = 1188.1 Btu/lbm| (Table A—6E, interpolation) 


Therefore, the entropy change of water during this process is 


AS = m(s) — s,) = (3 Ibm)(1.7759 — 0.07463) Btu/Ibm - R 
= 5.104 Btu/R 











сү 
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1—4 * ISENTROPIC PROCESSES 


We mentioned earlier that the entropy of a fixed mass can be changed by 
(1) heat transfer and (2) irreversibilities. Then it follows that the entropy of a 
fixed mass will not change during a process that is internally reversible and 
adiabatic (Fig. 7—14). A process during which the entropy remains constant is 
called an isentropic process. It is characterized by 


Isentropic process: As—-0 or ss (kJ/kg - K) (7-13) 
That is, a substance will have the same entropy value at the end of the process 
as it does at the beginning if the process is carried out in an isentropic manner. 

Many engineering systems or devices such as pumps, turbines, nozzles, and 
diffusers are essentially adiabatic in their operation, and they perform best 
when the irreversibilities, such as the friction associated with the process, are 
minimized. Therefore, an isentropic process can serve as an appropriate model 
for actual processes. Also, isentropic processes enable us to define efficiencies 
for processes to compare the actual performance of these devices to the per- 
formance under idealized conditions. 

It should be recognized that a reversible adiabatic process is necessarily 
isentropic (s) = sı), but an isentropic process is not necessarily a reversible 
adiabatic process. (The entropy increase of a substance during a process as a 
result of irreversibilities may be offset by a decrease in entropy as a result of 
heat losses, for example.) However, the term isentropic process is custom- 
arily used in thermodynamics to imply an internally reversible, adiabatic 
process. 





E EXAMPLE 7-5 Isentropic Expansion of Steam in a Turbine 


E Steam enters an adiabatic turbine at 5 MPa and 450°C and leaves at a pressure 
m 0f 1.4 MPa. Determine the work output of the turbine per unit mass of steam if 
g the process is reversible. 
a 
SOLUTION We take the turbine as the system (Fig. 7-15). This is a contro! vol- 
ume since mass crosses the system boundary during the process. We note that 
there is only one inlet and one exit, and thus m, — m» — m. 
Assumptions 1 This is a steady-flow process since there is no change with time 
at any point and thus Amy = O, AEpy = 0, and ASpy = O. 2 The process is re- 
versible. 3 Kinetic and potential energies are negligible. 4 The turbine is adia- 
batic and thus there is no heat transfer. 
Analysis The power output of the turbine is determined from the rate form of 
the energy balance, 


2 8 $ P 0 (steady) 
Ej Е Е ош m AE System -0 
— раирани) 
Rate of net energy transfer Rate of change in internal, kinetic, 


by heat, work, and mass potential, etc., energies 


Ein = E 
hy = Wu + ih 
Wout = (hi — hy) 


out 


(since O = 0, ke = pe = 0) 
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FIGURE 7-14 
During an internally reversible, 
adiabatic (isentropic) process, the 
entropy remains constant. 
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FIGURE 7-15 
Schematic and 7-s diagram 
for Example 7-5. 
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FIGURE 7-16 

On a T-S diagram, the area under 
the process curve represents the 
heat transfer for internally 
reversible processes. 


The inlet state is completely specified since two properties are given. But only 
one property (pressure) is given at the final state, and we need one more prop- 
erty to fix it. The second property comes from the observation that the process 
is reversible and adiabatic, and thus isentropic. Therefore, S> = s,, and 


State 1: P,—5MPa| №; = 3316.2 kJ/kg 
Т, = 450°С ] sı = 6.8186 kJ/kg : K 


State 2: P, = 1.4 MPa 
So = Sy 


| hy = 2966.6 kJ/kg 


Then the work output of the turbine per unit mass of the steam becomes 





Won = hy — h, = 3316.2 — 2966.6 = 349.6 kJ/kg 








7-5 = PROPERTY DIAGRAMS INVOLVING ENTROPY 


Property diagrams serve as great visual aids in the thermodynamic analysis of 
processes. We have used P-v and T-v diagrams extensively in previous chap- 
ters in conjunction with the first law of thermodynamics. In the second-law 
analysis, it is very helpful to plot the processes on diagrams for which one of 
the coordinates is entropy. The two diagrams commonly used in the second- 
law analysis are the temperature-entropy and the enthalpy-entropy diagrams. 

Consider the defining equation of entropy (Eq. 7—4). It can be rearranged as 


60,, rev — T dS (kJ) (7-14) 


As shown in Fig. 7-16, Qey int corresponds to a differential area on a T-S dia- 
gram. The total heat transfer during an internally reversible process is deter- 
mined by integration to be 


2 
Qin rev — | T dS (kJ) (7-1 5) 
1 


which corresponds to the area under the process curve on a T-S diagram. 
Therefore, we conclude that the area under the process curve on a T-S dia- 
gram represents heat transfer during an internally reversible process. This is 
somewhat analogous to reversible boundary work being represented by the 
area under the process curve on a P-V diagram. Note that the area under 
the process curve represents heat transfer for processes that are internally (or 
totally) reversible. The area has no meaning for irreversible processes. 
Equations 7—14 and 7-15 can also be expressed on a unit-mass basis as 


бан геу ~ Т 48 (kJ/kg) (7-16) 
and 


2 
dint rev = | Т ах (kJ/kg) (7-17) 
1 
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To perform the integrations in Eqs. 7-15 and 7-17, one needs to know the 
relationship between T and s during a process. One special case for which 
these integrations can be performed easily is the internally reversible iso- 
thermal process. It yields 


Од геу ~ Т, AS (kJ) (7-18) 


or 


Фын = Т Аз (kJ/kg) (7-19) 
where T is the constant temperature and AS is the entropy change of the sys- 
tem during the process. 

An isentropic process on a T-s diagram is easily recognized as a vertical- 
line segment. This is expected since an isentropic process involves no heat 
transfer, and therefore the area under the process path must be zero (Fig. 
7-17). The T-s diagrams serve as valuable tools for visualizing the second-law 
aspects of processes and cycles, and thus they are frequently used in thermo- 
dynamics. The 7-s diagram of water is given in the appendix in Fig. A—9. 

Another diagram commonly used in engineering is the enthalpy-entropy di- 
agram, which is quite valuable in the analysis of steady-flow devices such as 
turbines, compressors, and nozzles. The coordinates of an h-s diagram repre- 
sent two properties of major interest: enthalpy, which is a primary property in 
the first-law analysis of the steady-flow devices, and entropy, which is the 
property that accounts for irreversibilities during adiabatic processes. In ana- 
lyzing the steady flow of steam through an adiabatic turbine, for example, the 
vertical distance between the inlet and the exit states (Ah) is a measure of the 
work output of the turbine, and the horizontal distance (As) is a measure of 
the irreversibilities associated with the process (Fig. 7-18). 

The h-s diagram is also called a Mollier diagram after the German scien- 
tist R. Mollier (1863-1935). An h-s diagram is given in the appendix for 
steam in Fig. A-10. 





Е ЕХАМРІЕ 7-6 The T-S Diagram of the Carnot Cycle 


Show the Carnot cycle on a T-S diagram and indicate the areas that represent 

ш the heat supplied Qu, heat rejected Q,, and the net work output Wnet, out on this 

m diagram. 

E 
SOLUTION Recall that the Carnot cycle is made up of two reversible isother- 
mal (T = constant) processes and two isentropic (s = constant) processes. 
These four processes form a rectangle on a T-S diagram, as shown in Fig. 7-19. 

On a T-S diagram, the area under the process curve represents the heat trans- 

fer for that process. Thus the area A12B represents Q,, the area A43B repre- 
sents Q,, and the difference between these two (the area in color) represents 
the net work since 


Wie. out — On = QL 
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The isentropic process appears as a 
vertical line segment on a T-s diagram. 





FIGURE 7-18 


For adiabatic steady-flow 

devices, the vertical distance Ah on an 
h-s diagram is a measure of work, 

and the horizontal distance As is 

a measure of irreversibilities. 
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FIGURE 7-19 
The 7-S diagram of a Carnot cycle 
(Example 7-6). 





288 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


Entropy, 
kJ/kg- K 


FIGURE 7-20 

The level of molecular disorder 
(entropy) of a substance increases as it 
melts or evaporates. 
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Therefore, the area enclosed by the path of a cycle (area 1234) on a T-S dia- 
gram represents the net work. Recall that the area enclosed by the path of a cy- 
cle also represents the net work on a P-V diagram. 





7-6 = WHAT IS ENTROPY? 


It is clear from the previous discussion that entropy is a useful property and 
serves as a valuable tool in the second-law analysis of engineering devices. 
But this does not mean that we know and understand entropy well. Because 
we do not. In fact, we cannot even give an adequate answer to the question, 
What is entropy? Not being able to describe entropy fully, however, does not 
take anything away from its usefulness. We could not define energy either, but 
it did not interfere with our understanding of energy transformations and the 
conservation of energy principle. Granted, entropy is not a household word 
like energy. But with continued use, our understanding of entropy will deepen, 
and our appreciation of it will grow. The next discussion will shed some light 
on the physical meaning of entropy by considering the microscopic nature of 
matter. 

Entropy can be viewed as a measure of molecular disorder, or molecular 
randomness. As a system becomes more disordered, the positions of the mole- 
cules become less predictable and the entropy increases. Thus, it is not sur- 
prising that the entropy of a substance is lowest in the solid phase and highest 
in the gas phase (Fig. 7—20). In the solid phase, the molecules of a substance 
continually oscillate about their equilibrium positions, but they cannot move 
relative to each other, and their position at any instant can be predicted with 
good certainty. In the gas phase, however, the molecules move about at ran- 
dom, collide with each other, and change direction, making it extremely diffi- 
cult to predict accurately the microscopic state of a system at any instant. 
Associated with this molecular chaos is a high value of entropy. 

When viewed microscopically (from a statistical thermodynamics point of 
view), an isolated system that appears to be at a state of equilibrium may ex- 
hibit a high level of activity because of the continual motion of the molecules. 
To each state of macroscopic equilibrium there corresponds a large number of 
possible microscopic states or molecular configurations. The entropy of a 
system is related to the total number of possible microscopic states of that 
system, called thermodynamic probability p, by the Boltzmann relation, ex- 
pressed as 


S=klinp (7-20) 


where k = 1.3806 X 10~”3 J/K is the Boltzmann constant. Therefore, from a 
microscopic point of view, the entropy of a system increases whenever the 
molecular randomness or uncertainty (i.e., molecular probability) of a system 
increases. Thus, entropy is a measure of molecular disorder, and the molecu- 
lar disorder of an isolated system increases anytime it undergoes a process. 

Molecules in the gas phase possess a considerable amount of kinetic energy. 
However, we know that no matter how large their kinetic energies are, the gas 
molecules will not rotate a paddle wheel inserted into the container and 
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produce work. This is because the gas molecules, and the energy they possess, 
are disorganized. Probably the number of molecules trying to rotate the wheel 
in one direction at any instant is equal to the number of molecules that are try- 
ing to rotate it in the opposite direction, causing the wheel to remain motion- 
less. Therefore, we cannot extract any useful work directly from disorganized 
energy (Fig. 7-21). 

Now consider a rotating shaft shown in Fig. 7-22. This time the energy of 
the molecules is completely organized since the molecules of the shaft are 
rotating in the same direction together. This organized energy can readily be 
used to perform useful tasks such as raising a weight or generating electricity. 
Being an organized form of energy, work is free of disorder or randomness 
and thus free of entropy. There is no entropy transfer associated with energy 
transfer as work. Therefore, in the absence of any friction, the process of rais- 
ing a weight by a rotating shaft (or a flywheel) will not produce any entropy. 
Any process that does not produce a net entropy is reversible, and thus the 
process just described can be reversed by lowering the weight. Therefore, en- 
ergy is not degraded during this process, and no potential to do work is lost. 

Instead of raising a weight, let us operate the paddle wheel in a container 
filled with a gas, as shown in Fig. 7-23. The paddle-wheel work in this case 
will be converted to the internal energy of the gas, as evidenced by a rise in / 








FIGURE 7-21 

Disorganized energy does not create 
much useful effect, no matter 

how large it is. 








gas temperature, creating a higher level of molecular disorder in the container. FIGURE 7-22 
This process is quite different from raising a weight since the organized In the absence of friction, raising a 
paddle-wheel energy is now converted to a highly disorganized form of weight by a rotating shaft does not 
energy, which cannot be converted back to the paddle wheel as the rotational create any disorder (entropy), and 
kinetic energy. Only a portion of this energy can be converted to work by thus energy is not degraded 
partially reorganizing it through the use of a heat engine. Therefore, energy is during this process. 
degraded during this process, the ability to do work is reduced, molecular dis- 
order is produced, and associated with all this is an increase in entropy. GAS 

The quantity of energy is always preserved during an actual process (the x ә E 
first law), but the quality is bound to decrease (the second law). This decrease sh 


T 
in quality is always accompanied by an increase in entropy. As an example, == OA 











consider the transfer of 10 kJ of energy as heat from a hot medium to a cold 1) r а 

one. At the end of the process, we will still have the 10 kJ of energy, but at a 

lower temperature and thus at a lower quality. FIGURE 7-23 
Heat is, in essence, a form of disorganized energy, and some disorganization The paddle-wheel work 

(entropy) will flow with heat (Fig. 7—24). As a result, the entropy and the level done on a gas increases the level of 


disorder (entropy) of the gas, and thus 


of molecular disorder or randomness of the hot body will decrease with the : : à 
energy is degraded during this process. 


entropy and the level of molecular disorder of the cold body will increase. The 
second law requires that the increase in entropy of the cold body be greater 
than the decrease in entropy of the hot body, and thus the net entropy of the 









combined system (the cold body and the hot body) increases. That is, the com- HOT BODY \ Heat [COLD BODY 
bined system is at a state of greater disorder at the final state. Thus we can 80°С 
conclude that processes can occur only in the direction of increased overall 
entropy or molecular disorder. That is, the entire universe is getting more and TEMO Цаг 

. decreases) increases) 
more chaotic every day. 

From a statistical point of view, entropy is a measure of molecular random- FIGURE 7-24 
ness, that is, the uncertainty about the positions of molecules at any instant. ^ During a heat transfer process, the net 
Even in the solid phase, the molecules of a substance continually oscillate, entropy increases. (The increase in 
creating an uncertainty about their position. These oscillations, however, fade the entropy of the cold body more 
as the temperature is decreased, and the molecules supposedly become than offsets the decrease in the 
motionless at absolute zero. This represents a state of ultimate molecular order entropy of the hot body.) 
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FIGURE 7-25 

A pure substance at absolute zero 
temperature is in perfect order, and its 
entropy is zero (the third law of 
thermodynamics). 





DO YOU REALIZE YOU ARE 
INCREASING THE ENTROPY 
EVERY TIME YOU DO 
SOMETHING IN THIS 
HOUSE??? 





FIGURE 7-26 

The use of entropy (disorganization, 
uncertainty) is not limited to 
thermodynamics. (Reprinted 

with permission of King 

Features Syndicate.) 
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(and minimum energy). Therefore, the entropy of a pure crystalline substance 
at absolute zero temperature is zero since there is no uncertainty about the 
state of the molecules at that instant (Fig. 7—25). This statement is known as 
the third law of thermodynamics. The third law of thermodynamics pro- 
vides an absolute reference point for the determination of entropy. The en- 
tropy determined relative to this point is called absolute entropy, and it is 
extremely useful in the thermodynamic analysis of chemical reactions. Notice 
that the entropy of a substance that is not pure crystalline (such as a solid so- 
lution) is not zero at absolute zero temperature. This is because more than one 
molecular configuration exists for such substances, which introduces some 
uncertainty about the microscopic state of the substance. 

The concept of entropy as a measure of disorganized energy can also be ap- 
plied to other areas. Iron molecules, for example, create a magnetic field 
around themselves. In ordinary iron, molecules are randomly aligned, and 
they cancel each other's magnetic effect. When iron is treated and the mole- 
cules are realigned, however, that piece of iron turns into a piece of magnet, 
creating a powerful magnetic field around it. 


Entropy and Entropy Generation in Daily Life 

Entropy can be viewed as a measure of disorder or disorganization in a 
system. Likewise, entropy generation can be viewed as a measure of disorder 
or disorganization generated during a process. The concept of entropy is not 
used in daily life nearly as extensively as the concept of energy, even though 
entropy is readily applicable to various aspects of daily life. The extension of 
the entropy concept to nontechnical fields is not a novel idea. It has been the 
topic of several articles, and even some books. Next we present several ordi- 
nary events and show their relevance to the concept of entropy and entropy 
generation. 

Efficient people lead low-entropy (highly organized) lives. They have a 
place for everything (minimum uncertainty), and it takes minimum energy 
for them to locate something. Inefficient people, on the other hand, are dis- 
organized and lead high-entropy lives. It takes them minutes (if not hours) to 
find something they need, and they are likely to create a bigger disorder 
as they are searching since they will probably conduct the search in a dis- 
organized manner (Fig. 7-26). People leading high-entropy lifestyles are 
always on the run, and never seem to catch up. 

You probably noticed (with frustration) that some people seem to /earn fast 
and remember well what they learn. We can call this type of learning orga- 
nized or low-entropy learning. These people make a conscientious effort to 
file the new information properly by relating it to their existing knowledge 
base and creating a solid information network in their minds. On the other 
hand, people who throw the information into their minds as they study, with 
no effort to secure it, may think they are learning. They are bound to discover 
otherwise when they need to locate the information, for example, during a 
test. It is not easy to retrieve information from a database that is, in a sense, in 
the gas phase. Students who have blackouts during tests should reexamine 
their study habits. 
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A library with a good shelving and indexing system can be viewed as a low- 
entropy library because of the high level of organization. Likewise, a library 
with a poor shelving and indexing system can be viewed as a high-entropy 
library because of the high level of disorganization. A library with no index- 
ing system is like no library, since a book is of no value if it cannot be found. 

Consider two identical buildings, each containing one million books. In the 
first building, the books are piled on top of each other, whereas in the second 
building they are highly organized, shelved, and indexed for easy reference. 
There is no doubt about which building a student will prefer to go to for 
checking out a certain book. Yet, some may argue from the first-law point of 
view that these two buildings are equivalent since the mass and energy con- 
tent of the two buildings are identical, despite the high level of disorganization 
(entropy) in the first building. This example illustrates that any realistic com- 
parisons should involve the second-law point of view. 

Two textbooks that seem to be identical because both cover basically the 
same topics and present the same information may actually be very different 
depending on how they cover the topics. After all, two seemingly identical 
cars are not so identical if one goes only half as many miles as the other one 
on the same amount of fuel. Likewise, two seemingly identical books are not 
so identical if it takes twice as long to learn a topic from one of them as it does 
from the other. Thus, comparisons made on the basis of the first law only may 
be highly misleading. 

Having a disorganized (high-entropy) army is like having no army at all. It 
is no coincidence that the command centers of any armed forces are among 
the primary targets during a war. One army that consists of 10 divisions is 10 
times more powerful than 10 armies each consisting of a single division. Like- 
wise, one country that consists of 10 states is more powerful than 10 coun- 
tries, each consisting of a single state. The United States would not be such a 
powerful country if there were 50 independent countries in its place instead of 
a single country with 50 states. The European Union has the potential to be a 
new economic superpower. The old cliché "divide and conquer" can be 
rephrased as "increase the entropy and conquer." 

We know that mechanical friction is always accompanied by entropy gen- 
eration, and thus reduced performance. We can generalize this to daily life: 
friction in the workplace with fellow workers is bound to generate entropy, 
and thus adversely affect performance (Fig. 7—27). It will result in reduced 
productivity. Hopefully, someday we will be able to come up with some pro- 
cedures to quantify entropy generated during nontechnical activities, and 
maybe even pinpoint its primary sources and magnitude. 

We also know that unrestrained expansion (or explosion) and uncontrolled 
electron exchange (chemical reactions) generate entropy and are highly irre- 
versible. Likewise, unrestrained opening of the mouth to scatter angry words 
is highly irreversible since this generates entropy, and it can cause consider- 
able damage. A person who gets up in anger is bound to sit down at a loss. 





7-7 = THE T ds RELATIONS FIGURE 7-27 


As in mechanical systems, friction in 
Recall that the quantity (6Q/7)jx rev corresponds to a differential change the workplace is bound to generate 
in a property, called entropy. The entropy change for a process, then, was entropy and reduce performance. 
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T ds = du + P dv 
T ds = dh — v dP 











FIGURE 7-28 

The T ds relations are valid for both 
reversible and irreversible processes 
and for both closed and open systems. 
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evaluated by integrating 6Q/T along some imaginary internally reversible path 
between the actual end states. For isothermal internally reversible processes, 
this integration is straightforward. But when the temperature varies during the 
process, we have to have a relation between 6Q and T to perform this integra- 
tion. Finding such relations is what we intend to do in this section. 

The differential form of the conservation of energy equation for a closed 
stationary system (a fixed mass) containing a simple compressible substance 
can be expressed for an internally reversible process as 


60,, rev Win rev, out = dU (7-21) 
But 
Qu rev — T dS 
Wi rev, out — PdV 
Thus, 
TdS —-dU- PdV (kJ) (7-22) 
or 
Tds = du + Pdv (kJ/kg) (7-23) 


This equation is known as the first T ds, or Gibbs, equation. Notice that the 
only type of work interaction a simple compressible system may involve as it 
undergoes an internally reversible process is the boundary work. 

The second T ds equation is obtained by eliminating du from Eq. 7-23 by 
using the definition of enthalpy (h = u + Pv): 


h=ut+Pv — dh = du + P dv + vdP 

(Eq. 6-23) —> Tds=du+Pdv | аав (1724) 
Equations 7—23 and 7—24 are extremely valuable since they relate entropy 
changes of a system to the changes in other properties. Unlike Eq. 7-4, they 
are property relations and therefore are independent of the type of the 
processes. 

These T ds relations are developed with an internally reversible process in 
mind since the entropy change between two states must be evaluated along a 
reversible path. However, the results obtained are valid for both reversible and 
irreversible processes since entropy is a property and the change in a property 
between two states is independent of the type of process the system under- 
goes. Equations 7—23 and 7—24 are relations between the properties of a unit 
mass of a simple compressible system as it undergoes a change of state, and 
they are applicable whether the change occurs in a closed or an open system 
(Fig. 7-28). 

Explicit relations for differential changes in entropy are obtained by solving 
for ds in Eqs. 7-23 and 7-24: 


ds = T de (7-25) 
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and 


ds — T T (7-26) 


аһ љар 
Т 

The entropy change during a process can be determined by integrating either 
of these equations between the initial and the final states. To perform these 
integrations, however, we must know the relationship between du or dh and 
the temperature (such as du = C, dT and dh = C, dT for ideal gases) as well 
as the equation of state for the substance (such as the ideal-gas equation of 
state Pv = RT). For substances for which such relations exist, the integration 
of Eq. 7-25 or 7-26 is straightforward. For other substances, we have to rely 
on tabulated data. 

The T ds relations for nonsimple systems, that is, systems that involve more 
than one mode of quasi-equilibrium work, can be obtained in a similar man- 
ner by including all the relevant quasi-equilibrium work modes. 


7-8 = ENTROPY CHANGE OF LIQUIDS AND SOLIDS 


Recall that liquids and solids can be approximated as incompressible sub- 
stances since their specific volumes remain nearly constant during a process. 
Thus, dv = 0 for liquids and solids, and Eq. 7—25 for this case reduces to 


= _ Сат 


45 Т Т 


(7-27) 


since C, = C, = C and du = C dT for incompressible substances. Then the 
entropy change during a process is determined by integration to be 


2 Ta 
Liquids, solids: 59 — 8 = | C(T) e Eu lu T. (kJ/kg - K) (7-28) 
1 1 


where C,, is the average specific heat of the substance over the given temper- 
ature interval. Note that the entropy change of a truly incompressible sub- 
stance depends on temperature only and is independent of pressure. 

Equation 7—28 can be used to determine the entropy changes of solids and 
liquids with reasonable accuracy. However, for liquids that expand consider- 
ably with temperature, it may be necessary to consider the effects of volume 
change in calculations. This is especially the case when the temperature 
change is large. 

A relation for isentropic processes of liquids and solids is obtained by set- 
ting the entropy change relation above equal to zero. It gives 


T. 
Isentropic: S2 — Sı = Cw ln T =0 - 1.-1, (7-29) 
1 


That is, the temperature of a truly incompressible substance remains constant 
during an isentropic process. Therefore, the isentropic process of an incom- 
pressible substance is also isothermal. This behavior is closely approximated 
by liquids and solids. 
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FIGURE 7-29 
Schematic for Example 7-7. 


Page 
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EXAMPLE 7-7 Effect of Density of a Liquid on Entropy 


Liquid methane is commonly used in various cryogenic applications. The criti- 
cal temperature of methane is 191 K (or —82?C), and thus methane must be 
maintained below 191 K to keep it in liquid phase. The properties of liquid 
methane at various temperatures and pressures are given in Table 7-1. Deter- 
mine the entropy change of liquid methane as it undergoes a process from 110 
K and 1 MPa to 120 K and 5 MPa (a) using actual data for methane and (b) ap- 
proximating liquid methane as an incompressible substance. What is the error 
involved in the latter case? 


SOLUTION The entropy change of methane during a process is to be deter- 
mined using actual data and assuming it to be incompressible. 

Analysis (a) We consider a unit mass of liquid methane (Fig. 7-29). The en- 
tropies of the methane at the initial and final states are 


State 1: Р, -1 МРа sı = 4.875 kJ/kg - K 
T,= 110K C, = 3.471 KJ/kg - K 
State 2: P, = 5 MPa S2 = 5.145 KJ/kg - К 
T, = 120K C, — 3.486 k/kg - K 


Therefore, 


As = s, — sı = 5.145 — 4.875 — 0.270 kJ/kg - K 


(b) Approximating liquid methane as an incompressible substance, its entropy 
change is determined to be 





120K _ 


TOK = 0-303 ki/kg - K 


T. 
As = C„ ln 2 — (3.4785 kJ/kg - K) In 
il 


since 


_ Сы + Сю 3.471 + 3.486 











Cer 7 7 - 3.4785 КИКке-К 
TABLE 7-1 
Properties of liquid methane 
Specific 
Temp., Pressure, Density, | Enthalpy, Entropy, heat, 
TK P, MPa p, kg/m? h, kJ/kg S, kJ/kg - K C,, kJ/kg - K 
110 0.5 425.3 208.3 4.878 3.476 
1.0 425.8 209.0 4.875 3.471 
2.0 426.6 210.5 4.867 3.460 
5.0 429.1 215.0 4.844 3.432 
120 0.5 410.4 243.4 5.185 3.551 
1.0 411.0 244.1 5.180 3.543 
2.0 412.0 245.4 5.171 3.528 
5.0 415.2 249.6 5.145 3.486 
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Therefore, the error involved in approximating liquid methane as an incom- 
pressible substance is 


| 48 ай 27 Аза E [0.270 E 0.303| 
ÅSactual 0.270 





Error = = 0.122 (or 12.2%) 


Discussion This result is not surprising since the density of liquid methane 
changes during this process from 425.8 to 415.2 kg/m? (about 3 percent), 
which makes us question the validity of the incompressible substance assump- 
tion. Still, this assumption enables us to obtain reasonably accurate results 
with less effort, which proves to be very convenient in the absence of com- 
pressed liquid data. 











EXAMPLE 7-8 Economics of Replacing a Valve by a Turbine 


A cryogenic manufacturing facility handles liquid methane at 115 K and 5 MPa 
at a rate of 0.280 m?/s . A process requires dropping the pressure of liquid 
methane to 1 MPa, which is done by throttling the liquid methane by passing it 
through a flow resistance such as a valve. A recently hired engineer proposes to 
replace the throttling valve by a turbine in order to produce power while drop- 
ping the pressure to 1 MPa. Using data from Table 7-1, determine the maxi- 
mum amount of power that can be produced by such a turbine. Also, determine 
how much this turbine will save the facility from electricity usage costs per year 
if the turbine operates continuously (8760 h/yr) and the facility pays 
$0.075/kWh for electricity. 


SOLUTION We take the turbine as the system (Fig. 7-30). This is a control vol- 
ume since mass crosses the system boundary during the process. We note that 
there is only one inlet and one exit and thus M = mM = M. 

Assumptions 1 This is a steady-flow process since there is no change with time 
at any point and thus Amey = 0, AEpy = O, and ASpy = O. 2 The turbine is adi- 
abatic and thus there is no heat transfer. 3 The process is reversible. 4 Kinetic 
and potential energies are negligible. 

Analysis The assumptions above are reasonable since a turbine is normally 
well-insulated and it must involve no irreversibilities for best performance and 
thus maximum power production. Therefore, the process through the turbine 
must be reversible adiabatic or isentropic. Then, s; — s, and 


B hy = 232.2 kJ/kg 
State d: 7 Е Te s, — 4.9945 kJ/kg - K 
l pı = 422.15 kg/s 
State 2: : 2- : ша hy = 222.8 kI/kg 
2 — exl 


Also, the mass flow rate of liquid methane is 


i — p, V, = (422.15 kg/m?)(0.280 m/s) — 118.2 kg/s 


Then the power output of the turbine is determined from the rate form of the 
energy balance to be 
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FIGURE 7-30 


A 1.0-MW liquified natural gas 
(LNG) turbine with 95-cm turbine 
runner diameter being installed in a 
cryogenic test facility. (Courtesy of 
Ebara International Corporation, 
Cryodynamics Division, 

Sparks, Nevada.) 
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du=C,dT 
dh = C, dT 





— ----- 0 | 
FIGURE 7-31 
A broadcast from channel IG. 
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ё 2 2 227 0 (steady) 
En EE Е ош ДЕ system 
аны SSS 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


EU 
mh, = Woy + rth, (since O = 0, ke = pe = 0) 
Wout = №( = №) 

= (118.2 kg/s)(232.3 — 222.8) kJ/kg 
= 1123 kW 


out 


For continuous operation (365 x 24 — 8760 h), the amount of power produced 
per year will be 


Annual power production = W,,, X At = (1123 kW)(8760 h/yr) 
= 0.9837 X 10’ kWh/yr 


At $0.075/kWh, the amount of money this turbine will save the facility is 


Annual power savings = (Annual power production)(Unit cost of power) 
= (0.9837 X 107 kWh/yr)($0.075/kWh) 
= $737,800/yr 


That is, this turbine can save the facility $737,800 a year by simply taking ad- 
vantage of the potential that is currently being wasted by a throttling valve, and 
the engineer who made this observation should be rewarded. 

Discussion This example shows the importance of the property entropy since it 
enabled us to quantify the work potential that is being wasted. In practice, the 
turbine will not be isentropic, and thus the power produced will be less. The 
analysis above gave us the upper limit. An actual turbine-generator assembly 
can utilize about 80 percent of the potential and produce more than 900 kW of 
power while saving the facility more than $600,000 a year. 

It can also be shown that the temperature of methane will drop to 113.9 K 
(a drop of 1.1 K) during the isentropic expansion process in the turbine instead 
of remaining constant at 115 K as would be the case if methane were assumed 
to be an incompressible substance. The temperature of methane would rise to 
116.6 K (a rise of 1.6 K) during the throttling process. 








7-9 = THE ENTROPY CHANGE OF IDEAL GASES 


An expression for the entropy change of an ideal gas can be obtained from 
Eq. 7-25 or 7-26 by employing the property relations for ideal gases 
(Fig. 7-31). By substituting du = C, dT and P = RT/v into Eq. 7-25, the dif- 
ferential entropy change of an ideal gas becomes 


cI, pd 1 
ds = Cy + RD (7-30) 


The entropy change for a process is obtained by integrating this relation 
between the end states: 


2 v 
ыта | CIN F + Rin (7-31) 
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A second relation for the entropy change of an ideal gas is obtained in a 
similar manner by substituting dh = C, dT and v = RT/P into Eq. 7-26 and 
integrating. The result is 


2 dT P 
s — s= | CT) FG - Rin a (7-32) 


The specific heats of ideal gases, with the exception of monatomic gases, de- 
pend on temperature, and the integrals in Eqs. 7-31 and 7—32 cannot be per- 
formed unless the dependence of C, and C, on temperature is known. Even 
when the C,(7) and C,(7) functions are available, performing long integra- 
tions every time entropy change is calculated is not practical. Then two rea- 
sonable choices are left: either perform these integrations by simply assuming 
constant specific heats or evaluate those integrals once and tabulate the re- 
sults. Both approaches are presented next. 


Constant Specific Heats (Approximate Analysis) 
Assuming constant specific heats for ideal gases is a common approximation, 
and we used this assumption before on several occasions. It usually simplifies 
the analysis greatly, and the price we pay for this convenience is some loss in 
accuracy. The magnitude of the error introduced by this assumption depends 
on the situation at hand. For example, for monatomic ideal gases such as 
helium, the specific heats are independent of temperature, and therefore the 
constant-specific-heat assumption introduces no error. For ideal gases whose 
specific heats vary almost linearly in the temperature range of interest, the 
possible error is minimized by using specific heat values evaluated at the av- C, 
erage temperature (Fig. 7—32). The results obtained in this way usually are 
sufficiently accurate if the temperature range is not greater than a few hundred Average C, 
degrees. 

The entropy-change relations for ideal gases under the constant-specific- 
heat assumption are easily obtained by replacing C,(T) and C,(T) in Eqs. 7-31 
and 7-32 by C, ,, and C, ,,, respectively, and performing the integrations. We 


Actual C,, 





obtain 
sGohéskh dde 7-33 
52 Sy = Cy ay Т; n Ui ( 8: ) (7-33) Ti Ta T, T 
FIGURE 7-32 
and Under the constant-specific-heat 
Т P assumption, the specific heat is 
$,— 5, 7 C, aln 7 -z Ria Р, (kJ/kg - K) (7-34) assumed to be constant at some 


average value. 


Entropy changes can also be expressed on a unit-mole basis by multiplying 
these relations by molar mass: 


= Е = Т, V2 
53 — S1 = Co ay IN T + R, In D (kJ/kmol - K) (7-35) 
and 
2201 A T, Р, 
$5 — $, — C, ,, In TC R, ln P. (kJ/kmol - K) (7-36) 
1 1 
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TE s°(T), kJ/kg © K 


300 1.70203 


310 1.73498 


320 1.76690 


(Table A-17) 











FIGURE 7-33 

The entropy of an ideal gas depends 
on both T and P. The function s° 
represents only the temperature- 
dependent part of entropy. 
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Variable Specific Heats (Exact Analysis) 

When the temperature change during a process is large and the specific heats 
of the ideal gas vary nonlinearly within the temperature range, the assumption 
of constant specific heats may lead to considerable errors in entropy-change 
calculations. For those cases, the variation of specific heats with temperature 
should be properly accounted for by utilizing accurate relations for the spe- 
cific heats as a function of temperature. The entropy change during a process 
is then determined by substituting these C,(T) or C,(T) relations into Eq. 7-31 
ог 7-32 and performing the integrations. 

Instead of performing these laborious integrals each time we have a new 
process, it is convenient to perform these integrals once and tabulate the re- 
sults. For this purpose, we choose absolute zero as the reference temperature 
and define a function s? as 


T dT 
ME C m 7-37 
= |607 ша 


According to this definition, s? is a function of temperature alone, and its 
value is zero at absolute zero temperature. The values of s? are calculated 
at various temperatures, and the results are tabulated in the appendix as a 
function of temperature for air. Given this definition, the integral in Eq. 7-32 
becomes 


2 dT 
CT) = = 55 — 57 (7-38) 
| (Т) Т 52 1 


where 55 is the value of s? at T; and s is the value at 7,. Thus, 


P. 
$,—5,— 59 — 52 — RIn E (kJ/kg - K) (7-39) 
1 


It can also be expressed on a unit-mole basis as 


59—57 255 — 51 А, 0 (kJ/kmol - K) (7-40) 


Note that unlike internal energy and enthalpy, the entropy of an ideal gas 
varies with specific volume or pressure as well as the temperature. Therefore, 
entropy cannot be tabulated as a function of temperature alone. The s° values 
in the tables account for the temperature dependence of entropy (Fig. 7-33). 
The variation of entropy with pressure is accounted for by the last term in 
Eq. 7-39. Another relation for entropy change can be developed based on 
Eq. 7-31, but this would require the definition of another function and tabula- 
tion of its values, which is not practical. 





I EXAMPLE 7-9 Entropy Change of an Ideal Gas 


E Air is compressed from an initial state of 100 kPa and 17°C to a final state of 
ш 600 kPa and 57*C. Determine the entropy change of air during this compres- 
m sion process by using (a) property values from the air table and (b) average spe- 
= cific heats. 

a 
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Т 
Р, = 600 КРа 
Т,- 330 К 
AIR 
COMPRESSOR 

FIGURE 7-34 

P, = 100 kPa = Schematic and 7-s diagram 
T, -290K 5 


for Example 7-9. 


SOLUTION A sketch of the system and the T-s diagram for the process are 
given in Fig. 7-34. We note that both the initial and the final states of air are 
completely specified. 

Assumptions Air is an ideal gas since it is at a high temperature and low pres- 
sure relative to its critical-point values. Therefore, entropy change relations de- 
veloped under the ideal-gas assumption are applicable. 

Analysis (a) The properties of air are given in the air table (Table A-21). Read- 
ing s° values at given temperatures and substituting, we find 


Sp = Oy = a = OF = Tk In == 








- 2 jae ) 600 КРа 
= [(1.79783 — 1.66802) kJ/kg - K] — (0.287 kJ/kg - K) In 100 kPa 
= —0.3844 kJ/kg -K 
AIR 
(b) The entropy change of air during this process can also be determined ap- тас 
proximately from Eq. 7-34 by using a C, value at the average temperature of 2 Р, 
37°C (Table A-2b) and treating it as a constant: Na vais 
Е Б = — 0.3844 kI/kg.k 
ES ONE ai^ 
$5 Sra Rini KE T, - P, 
Е 330 К 600 КРа ЕСЕТ УР, 
= (1.006 kJ/kg - K) In 290 К (0.287 kJ/kg - K) In 100 kPa = — 0.3842 KJ/kg.k 
= —0.3842 kJ/kg - K 
FIGURE 7-35 


Discussion The two results above are almost identical since the change in tem- 
perature during this process is relatively small (Fig. 7-35). When the tempera- 
ture change is large, however, they may differ significantly. For those cases, Eq. 
7-39 should be used instead of Eq. 7-34 since it accounts for the variation of 
specific heats with temperature. 


For small temperature differences, the 
exact and approximate relations for 
entropy changes of ideal gases give 

almost identical results. 








Isentropic Processes of Ideal Gases 

Several relations for the isentropic processes of ideal gases can be obtained by 
setting the entropy-change relations developed above equal to zero. Again, 
this is done first for the case of constant specific heats and then for the case of 
variable specific heats. 
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a -(2) H 
T, s = const. P, Vy 


*ideal gas 
*isentropic process 
*constant specific heats 


VALID FOR 

















FIGURE 7-36 

The isentropic relations of ideal gases 
are valid for the isentropic processes 
of ideal gases only. 


—— 


Constant Specific Heats (Approximate Analysis) 

When the constant-specific-heat assumption is valid, the isentropic relations 
for ideal gases are obtained by setting Eqs. 7-33 and 7—34 equal to zero. From 
Eq. 7-33, 


22-24 
D Im — 
T C, v 
which can be rearranged as 
Т, U; RIC, 
In p D (7-41) 
1 
or 
15 vr 
T. = (а (ideal gas) (7-42) 
1/ s=const. 2 


since R = C, — C,,k = C,/C,, and thus R/C, = k — 1. 

Equation 7-42 is the first isentropic relation for ideal gases under the 
constant-specific-heat assumption. The second isentropic relation is obtained 
in a similar manner from Eq. 7—34 with the following result: 


Т A 
m = (2) (ideal gas) 
s=const. 


The third isentropic relation is obtained by substituting Eq. 7-43 into 
Eq. 7-42 and simplifying: 


P, Ui 5 
P. Tm (ideal gas) 
1/s=const. 2 


Equations 7-42 through 7—44 can also be expressed in a compact form as 


(7-43) 


(7-44) 


Tv* -! = constant (7-45) 
TP? =k = constant (ideal gas) (7-46) 
Ру“ = constant (7-47) 


The specific heat ratio k, in general, varies with temperature, and thus an 
average k value for the given temperature range should be used. 

Note that the ideal-gas isentropic relations above, as the name implies, are 
strictly valid for isentropic processes only when the constant-specific-heat 
assumption is appropriate (Fig. 7-36). 


Variable Specific Heats (Exact Analysis) 

When the constant-specific-heat assumption is not appropriate, the isentropic 
relations developed above will yield results that are not quite accurate. For 
such cases, we should use an isentropic relation obtained from Eq. 7—39 that 
accounts for the variation of specific heats with temperature. Setting this 
equation equal to zero gives 
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o o P, 
uo 
Or 
P, 
55 = 51 + К = (7-48) 
P, 


where 55 is the s? value at the end of the isentropic process. 


Relative Pressure and Relative Specific Volume 
Equation 7-48 provides an accurate way of evaluating property changes of 
ideal gases during isentropic processes since it accounts for the variation of 
specific heats with temperature. However, it involves tedious iterations when 
the volume ratio is given instead of the pressure ratio. This is quite an incon- 
venience in optimization studies, which usually require numerous repetitive 
calculations. To remedy this deficiency, we define two new dimensionless 
quantities associated with isentropic processes. 

The definition of the first is based on Eq. 7-48, which can be rearranged as 
Р, 53-51 
p ~ exp R 





or 


P, Е exp(s5/R) 


P, ехр(х/8) 


The quantity exp(s°/R) is defined as the relative pressure P,. With this defi- 
nition, the last relation becomes 


ы 





Р. Nc (7-49) 
P, s=const. Е Рд 


Note that the relative pressure P, is a dimensionless quantity that is a function 
of temperature only since s° depends on temperature alone. Therefore, values 
of P,.can be tabulated against temperature. This is done for air in Table A—21. 
The use of P, data is illustrated in Fig. 7-37. 

Sometimes specific volume ratios are given instead of pressure ratios. This 
is particularly the case when automotive engines are analyzed. In such cases, 
one needs to work with volume ratios. Therefore, we define another quantity 
related to specific volume ratios for isentropic processes. This is done by uti- 
lizing the ideal-gas relation and Eq. 7—49: 

Piv, Pw 05 1,Р, ТР. ТР, 


Т, Т, : d Lf, BPs Tie, 





The quantity 7/P, is a function of temperature only and is defined as relative 
specific volume v,. Thus, 


Vo 127 
= ——— (7-50) 
Vy /s— const. Од 
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Process: isentropic 
Given: P}, T}, and P; 
Find: T, 





i read Pa 











FIGURE 7-37 

The use of P, data for calculating the 
final temperature during an 
isentropic process. 
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Equations 7-49 and 7-50 are strictly valid for isentropic processes of ideal 
gases only. They account for the variation of specific heats with temperature 
and therefore give more accurate results than Eqs. 7-42 through 7-47. The 
values of P, and v, are listed for air in Table A—21. 





Е EXAMPLE 7-10 Isentropic Compression of Air in a Car Engine 


Е Air is compressed in a car engine from 22°C and 95 kPa in a reversible and adi- 

g abatic manner. If the compression ratio Vj/V5 of this piston-cylinder device is 8, 

m determine the final temperature of the air. 

E 
SOLUTION A sketch of the system and the T-s diagram for the process are 
given in Fig. 7-38. We note that the process is reversible and adiabatic. 
Assumptions At specified conditions, air can be treated as an ideal gas. There- 
fore, the isentropic relations developed earlier for ideal gases are applicable. 
Analysis This process is easily recognized as being isentropic since it is both 
reversible and adiabatic. The final temperature for this isentropic process can 
be determined from Eq. 7—50 with the help of relative specific volume data 
(Table A-21), as illustrated in Fig. 7-39. 

















ү, D2 
Process: isentropic For closed systems: У; = m 
оао At T, — 295 K: v, = 647.9 
Find: T, 
U 
122: копн/ 79 2 Е өлө] -8099 --» Т,-6627К 
5 il 
T. read Ес Da Therefore, the temperature of air will increase by 367.7°C during this process. 
ae | ALTERNATIVE SOLUTION The final temperature could also be determined 
T хо from Eq. 7-42 by assuming constant specific heats for air: 
Е 
FIGURE 7-39 1/s=const. 2, 





The use of v, data for calculating the 
final temperature during an isentropic 
process (Example 7-10). 
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Isentropic 
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FIGURE 7-38 

Schematic and 7-s diagram 
for Example 7-10. 
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The specific heat ratio k also varies with temperature, and we need to use the 
value of k corresponding to the average temperature. However, the final tem- 
perature is not given, and so we cannot determine the average temperature in 
advance. For such cases, calculations can be started with a k value at the ini- 
tial or the anticipated average temperature. This value could be refined later, if 
necessary, and the calculations can be repeated. We know that the temperature 
of the air will rise considerably during this adiabatic compression process, So we 
guess that the average temperature will be about 450 K. The k value at this an- 
ticipated average temperature is determined from Table A-2b to be 1.391. 
Then the final temperature of air becomes 


Т, = (295 K)(8)??! -1 — 6652K 


This will give an average temperature value of 480.1 K, which is sufficiently 
close to the assumed value of 450 K. Therefore, it is not necessary to repeat the 
calculations by using the Kk value at this average temperature. 

The result obtained by assuming constant specific heats for this case is in 
error by about 0.4 percent, which is rather small. This is not surprising since 
the temperature change of air is relatively small (only a few hundred degrees) 
and the specific heats of air vary almost linearly with temperature in this tem- 
perature range. 











EXAMPLE 7-11 Isentropic Compression of an Ideal Gas 


Helium gas is compressed in an adiabatic compressor from an initial state of 
14 psia and 50°F to a final temperature of 320°F in a reversible manner. De- 
termine the exit pressure of helium. 


SOLUTION A sketch of the system and the T-s diagram for the process are 
given in Fig. 7-40. We note that the process is reversible and adiabatic. 
Assumptions At specified conditions, helium can be treated as an ideal 
gas since it is at a high temperature relative to its critical-point value of 
—450°F. Therefore, the isentropic relations developed earlier for ideal gases are 
applicable. 


T, RA 
T, =780R 
P =? 


He } 


COMPRESSOR vom 


А ВЕЕ === 


P, = 14 psia 
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FIGURE 7-40 
Schematic and 7-s diagram 
for Example 7-11. 
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Analysis The specific heat ratio k of helium is 1.667 and is independent of 
temperature in the region where it behaves as an ideal gas. Thus the final pres- 
sure of helium can be determined from Eq. 7-43: 


Kk 1) 
2 . [780R 
Р, = zu = (14 psiay( 282 R 





1.667/0.667 
| = 40.5 psia 





7-10 = REVERSIBLE STEADY-FLOW WORK 


The work done during a process depends on the path followed as well as on 
the properties at the end states. Recall that reversible (quasi-equilibrium) 
moving boundary work associated with closed systems is expressed in terms 
of the fluid properties as 


2 
1 


We mentioned that the quasi-equilibrium work interactions lead to the maxi- 
mum work output for work-producing devices and the minimum work input 
for work-consuming devices. 

It would also be very insightful to express the work associated with steady- 
flow devices in terms of fluid properties. 

Taking the positive direction of work to be from the system (work output), 
the energy balance for a steady-flow device undergoing an internally re- 
versible process can be expressed in differential form as 


багс, 7 би, = аһ ан dke з аре 


But 


Orey = T ds (Eq. 6-16) 


Tds-dh— vdP (Eq. 2 Big ec map 


Substituting this into the relation above and canceling dh yield 
—6Wyey = vdP + аке + аре 
Integrating, we find 


Wey = — |  vdP-— Ake— Ape (kJ/kg) (7-51) 
1 


When the changes in kinetic and potential energies are negligible, this equa- 
tion reduces to 


2 
Wrey = — [ vdP (kJ/kg) (7-52) 
Ш 


Equations 7—51 and 7—52 are relations for the reversible work output associ- 
ated with an internally reversible process in a steady-flow device. They will 
give a negative result when work is done on the system. To avoid the negative 


-6- 


cen54261 ch07.qxd 11/18/03 9:57 AM Page 305 F | 


305 
CHAPTER 7 





sign, Eq. 7—51 can be written for work input to steady-flow devices such as 
compressors and pumps as 


2 
Ме, ід | vdP + Ake + Ape (7-53) 
1 


The resemblance between the v dP in these relations and P dv is striking. 
They should not be confused with each other, however, since P dv is associ- 
ated with reversible boundary work in closed systems (Fig. 7-41). 

Obviously, one needs to know v as a function of P for the given process to 
perform the integration. When the working fluid is an incompressible fluid, 
the specific volume v remains constant during the process and can be taken 
out of the integration. Then Eq. 7—51 simplifies to 





Wrey = —vV(P, — P,) — Ake — Ape (kJ/kg) (7-54) 


For the steady flow of a liquid through a device that involves no work inter- 
actions (such as a nozzle or a pipe section), the work term is zero, and the 








equation above can be expressed as (b) Closed system 
242 FIGURE 7-41 
v(P — P) +— 7 + 9(z = д) = 0 (7-55) Reversible work relations for 


steady-flow and closed systems. 


which is known as the Bernoulli equation in fluid mechanics. It is developed 
for an internally reversible process and thus is applicable to incompressible 
fluids that involve no irreversibilities such as friction or shock waves. This 
equation can be modified, however, to incorporate these effects. 

Equation 7-52 has far-reaching implications in engineering regarding de- 
vices that produce or consume work steadily such as turbines, compressors, 
and pumps. It is obvious from this equation that the reversible steady-flow 
work is closely associated with the specific volume of the fluid flowing 
through the device. The larger the specific volume, the larger the reversible 














work produced or consumed by the steady-flow device (Fig. 7-42). This con- 
clusion is equally valid for actual steady-flow devices. Therefore, every effort we ale dP 
should be made to keep the specific volume of a fluid as small as possible dur- x 
ing a compression process to minimize the work input and as large as possible W= Í U dP 
during an expansion process to maximize the work output. z 

In steam or gas power plants, the pressure rise in the pump or compressor is W= J V dP 
equal to the pressure drop in the turbine if we disregard the pressure losses in 
various other components. In steam power plants, the pump handles liquid, FIGURE 7-42 
which has a very small specific volume, and the turbine handles vapor, whose The larger the specific volume, 
specific volume is many times larger. Therefore, the work output of the the greater the work produced (or 
turbine is much larger than the work input to the pump. This is one of the rea- consumed) by a steady-flow device. 
sons for the overwhelming popularity of steam power plants in electric power 
generation. 


If we were to compress the steam exiting the turbine back to the turbine in- 
let pressure before cooling it first in the condenser in order to “save” the heat 
rejected, we would have to supply all the work produced by the turbine back 
to the compressor. In reality, the required work input would be even greater 
than the work output of the turbine because of the irreversibilities present in 
both processes. 
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In gas power plants, the working fluid (typically air) is compressed in the 
gas phase, and a considerable portion of the work output of the turbine is con- 
sumed by the compressor. As a result, a gas power plant delivers less net work 
per unit mass of the working fluid. 





Ё EXAMPLE 7-12 Compressing a Substance in the Liquid vs. Gas Phases 


E Determine the compressor work input required to compress steam isentropically 
g from 100 kPa to 1 MPa, assuming that the steam exists as (a) saturated liquid 
m and (b) saturated vapor at the inlet state. 
E 
SOLUTION We take the turbine and then the pump as the system. Both are 
control volumes since mass crosses the boundary. Sketches of the pump and 
the turbine together with the 7-s diagram are given in Fig. 7-43. 
Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential en- 
ergy changes are negligible. 3 The process is given to be isentropic. 
Analysis (a) In this case, steam is a saturated liquid initially, and its specific 
volume is 


Vi = We 1oorpa = 0.001043 m?/kg (Table A-5) 


which remains essentially constant during the process. Thus, 


2 
Wrey, in — | оар = v, (P5 e Р) 
4 


1 kJ 
1 kPa - m? 


— (0.001043 m?/kg)[(1000 — 100) kea 
= 0.94 kJ/kg 


(b) This time, steam is a saturated vapor initially and remains a vapor during the 
entire compression process. Since the specific volume of a gas changes con- 
siderably during a compression process, we need to know how v varies with P 
to perform the integration in Eq. 7-53. This relation, in general, is not readily 
available. But for an isentropic process, it is easily obtained from the second 
T ds relation by setting ds = O: 














ТА 
P, = 1 MPa 
| P, = 1 MPa 
Or COMPRESSOR F=}=3 
| f 100 kPa 

FIGURE 7-43 P, 2100 kPa Р, - 100 kPa 

Schematic and 7-s diagram (a) Compressing (b) Compressing 5 
for Example 7-12. a liquid a vapor 
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Tds=dh—vdP (Eq. 6-24) 


ds — 0 (isentropic process) | ши 


Thus, 


2 2 
wan | vaP =Í dh = h, — h, 
1 1 


This result could also be obtained from the energy balance relation for an isen- 
tropic steady-flow process. Next we determine the enthalpies: 


. Р = 100 КРа | №, = 2675.5 kJ/kg E 
ue (sat. vapor) | S, = 7.3594 kI/kg - K а 
Sae2; 0 : ME | h, = 3195.5 кв (Table A-6) 

аэ] 
Thus, 


Wrey, in = (3195.5 — 2675.5) kJ/kg = 520 kJ/kg 


Discussion Note that compressing steam in the vapor form would require over 
500 times more work than compressing it in the liquid form between the same 
pressure limits. 








Proof that Steady-Flow Devices Deliver the Most and 
Consume the Least Work when the Process Is Reversible 


We have shown in Chap. 6 that cyclic devices (heat engines, refrigerators, and 
heat pumps) deliver the most work and consume the least when reversible 
processes are used. Now we will demonstrate that this is also the case for in- 
dividual devices such as turbines and compressors in steady operation. 
Consider two steady-flow devices, one reversible and the other irreversible, 
operating between the same inlet and exit states. Again taking heat transfer to 
the system and work done by the system to be positive quantities, the energy 
balance for each of these devices can be expressed in the differential form as 


Actual: Odact — OWact = dh + dke + dpe 
Reversible: Odrey — OWrey = аһ + аке + аре 


The right-hand sides of these two equations are identical since both devices 
are operating between the same end states. Thus, 


Odact 23 ду = багс, = буг, 


ОГ 


OWrey g дуа = б4:с, = Odact 


However, 


багс, = T ds 
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P, T, 
( Wrev > Wact 
TURBINE ақ 
Py, Ty 
FIGURE 7-44 


A reversible turbine delivers more 
work than an irreversible one if both 
operate between the same end states. 
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Substituting this relation into the preceding equation and dividing each term 
by T, we obtain 








Wey бугд OFact 
Т = ds T =0 
since 
ô ас 
ds = 2 1 


Also, T is the absolute temperature, which is always positive. Thus, 


= dw 


буг 


rev act 


Wey Z W 


rey act 


Therefore, work-producing devices such as turbines (w is positive) deliver 
more work, and work-consuming devices such as pumps and compressors 
(w is negative) require less work when they operate reversibly (Fig. 7—44). 


7-11 = MINIMIZING THE COMPRESSOR WORK 


We have just shown that the work input to a compressor is minimized when 
the compression process is executed in an internally reversible manner. When 
the changes in kinetic and potential energies are negligible, the compressor 
work is given by (Eq. 7-53) 


2 
ана | оар (7-56) 
1 


Obviously one way of minimizing the compressor work is to approach an 
internally reversible process as much as possible by minimizing the irre- 
versibilities such as friction, turbulence, and nonquasi-equilibrium compres- 
sion. The extent to which this can be accomplished is limited by economic 
considerations. A second (and more practical) way of reducing the compres- 
sor work is to keep the specific volume of the gas as small as possible during 
the compression process. This is done by maintaining the temperature of the 
gas as low as possible during compression since the specific volume of a gas 
is proportional to temperature. Therefore, reducing the work input to a com- 
pressor requires that the gas be cooled as it is compressed. 

To have a better understanding of the effect of cooling during the compres- 
sion process, we compare the work input requirements for three kinds of 
processes: an isentropic process (involves no cooling), a polytropic process 
(involves some cooling), and an isothermal process (involves maximum cool- 
ing). Assuming all three processes are executed between the same pressure 
levels (P, and P;) in an internally reversible manner and the gas behaves as an 
ideal gas (Pv = RT) with constant specific heats, we see that the compression 
work is determined by performing the integration in Eq. 7—56 for each case, 
with the following results: 
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Isentropic (Pv^ — constant): 








КК(Т = Т) КТ, Р, е 
Weomp, in -pal =. б] Р, — 1 (7-57a) 
Polytropic (Pv" — constant): 
| nR(T; — T) nRT, [(P, in T 
Weomp, in — ETE T mes P, — | (7-575) 
Isothermal (Pv = constant): 
T. 
Weomp, in — RT In = (7-57 c) 
1 


The three processes are plotted on a P-v diagram in Fig. 7-45 for the same 
inlet state and exit pressure. On a P-v diagram, the area to the left of the 
process curve is the integral of v dP. Thus it is a measure of the steady-flow 
compression work. It is interesting to observe from this diagram that of p,}--ẹ¢----¢e------ 
the three internally reversible cases considered, the adiabatic compression 4—— Isentropic (n = k) 
(Pv* = constant) requires the maximum work and the isothermal compression Polytropic (1 <n <k) 
(T = constant or Pv = constant) requires the minimum. The work input Isothermal = 1) 
requirement for the polytropic case (Pv" — constant) is between these two and 
decreases as the polytropic exponent n is decreased, by increasing the heat 
rejection during the compression process. If sufficient heat is removed, the 
value of n approaches unity and the process becomes isothermal. One com- 
mon way of cooling the gas during compression is to use cooling jackets v 
around the casing of the compressors. FIGURE 7-45 
P-v diagrams of isentropic, polytropic, 
and isothermal compression processes 

between the same pressure limits. 






Р|----------- 


Multistage Compression with Intercooling 
It is clear from these arguments that cooling a gas as it is compressed is desir- 
able since this reduces the required work input to the compressor. However, 
often it is not possible to have adequate cooling through the casing of the 
compressor, and it becomes necessary to use other techniques to achieve ef- 
fective cooling. One such technique is multistage compression with inter- 
cooling, where the gas is compressed in stages and cooled between each stage 
by passing it through a heat exchanger called an intercooler. Ideally, the cool- 
ing process takes place at constant pressure, and the gas is cooled to the initial 
temperature T, at each intercooler. Multistage compression with intercooling 
is especially attractive when a gas is to be compressed to very high pressures. 
The effect of intercooling on compressor work is graphically illustrated on 
P-v and T-s diagrams in Fig. 7—46 for a two-stage compressor. The gas is 
compressed in the first stage from P, to an intermediate pressure P,, cooled at 
constant pressure to the initial temperature T}, and compressed in the second 
stage to the final pressure P,. The compression processes, in general, can 
be modeled as polytropic (Pv" — constant) where the value of n varies be- 
tween k and 1. The colored area on the P-v diagram represents the work 
saved as a result of two-stage compression with intercooling. The process 
paths for single-stage isothermal and polytropic processes are also shown for 
comparison. 
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—— 


FIGURE 7—46 
P-vand T-s diagrams for a two-stage 
steady-flow compression process. 











Pt Th Р, 
Work saved 
2 
Р,Ь- --ГРсү------т--- 
Polytropic Р, 
Bo = 3 Ti = 
Intercooling 
Isothermal Intercooling 
P Se ee ee —Á 
: І 











»- 
5 


ey 


The size of the colored area (the saved work input) varies with the value of 
the intermediate pressure P,, and it is of practical interest to determine the 
conditions under which this area is maximized. The total work input for a two- 
stage compressor is the sum of the work inputs for each stage of compression, 
as determined from Eq. 7—57b: 


= Weomp Lin * Weomp IL in (7-58) 


_ nRT, ЇЕ НИ 1 | nRT, IG | 
п = 11Р; а= Т\Р, 


The only variable in this equation is P,. The P, value that will minimize the 
total work is determined by differentiating this expression with respect to P, 
and setting the resulting expression equal to zero. It yields 


Weomp, in 





Р, Р, 
= 1/2 —=— 
Fy (Р,Рь) or P, P, 


(7-59) 
That is, to minimize compression work during two-stage compression, the 
pressure ratio across each stage of the compressor must be the same. When 
this condition is satisfied, the compression work at each stage becomes iden- 


tical, that is, Wsomp I, in = Wcomp 1, in 





EXAMPLE 7-13 Work Input for Various Compression Processes 


Air is compressed steadily by a reversible compressor from an inlet state of 
100 kPa and 300 K to an exit pressure of 900 kPa. Determine the compressor 
work per unit mass for (a) isentropic compression with k = 1.4, (b) polytropic 
compression with n = 1.3, (c) isothermal compression, and (d) ideal two-stage 
compression with intercooling with a polytropic exponent of 1.3. 


E 
E 
и 
и 
и 
и 
и 
m 
и 
E SOLUTION We take the compressor to be the system. This is a control volume 
since mass crosses the boundary. A sketch of the system and the T-s diagram 
for the process are given in Fig. 7-47. 

Assumptions 1 Steady operating conditions exist. 2 At specified conditions, air 

can be treated as an ideal gas since it is at a high temperature and low pressure 
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Р, КРа 4 


900 -«------«-«4------- 


4— — Isentropic (k = 1.4) 
Polytropic (n = 1.3) 








Р, = 900 kPa 






Two-stage 








AIR 
COMPRESSOR Isothermal 4 
100}}--------------> 
f comp 1 
FIGURE 7-47 
P, 2 100 kPa : Schematic and P-v diagram 
Te 300 v for Example 7-13. 


relative to its critical-point values. 3 Kinetic and potential energy changes are 
negligible. 

Analysis The steady-flow compression work for all these four cases is deter- 
mined by using the relations developed earlier in this section: 

(a) Isentropic compression with k = 1.4: 


P, (k—1)/k 
Р, -1 


(1.4)(0.287 kJ/kg - K)(300 К) es an E | 


kRT, 


Weomp, w k ER 1 








2-1 100 КРа 
= 263.2 kJ/kg 


(b) Polytropic compression with n = 1.3: 


Р, (п-1Уп 
E -1 


(1.3)(0.287 kJ/kg - K)(300 К) | ооо kPa ^ - 3 
= BE 100 kPa Е! 


= 246.4 kJ/kg 


nRT, 
Weomp, in 7 n— 1 








(c) Isothermal compression: 


900 kPa 
100 kPa 





Р 
2 = RT In 2 = (0.287 kJ/kg - K)(300 K) In 
1 


= 189.2 kJ/kg 


(d) Ideal two-stage compression with intercooling (n = 1.3): In this case, the 
pressure ratio across each stage is the same, and its value is 


Р, = (Р,Р,)!? = [(100 kPa)(900 kPa)]!2 = 300 kPa 


The compressor work across each stage is also the same. Thus the total com- 
pressor work is twice the compression work for a single stage: 
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P, T, P, T, 



















ACTUAL 
(irreversible) 


IDEAL 
(reversible) 


) | 
Р, Р, 
FIGURE 7-48 


The isentropic process involves no 
irreversibilities and serves as the ideal 
process for adiabatic devices. 
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nRT, 


= 2w =2 


comp I, in 





Weomp, in 





P, (n—1)/n 
E -1 


2(1.3)(0.287 kJ/kg - K)(300 K) D сн С | 





BENI 100 kPa 
= 215.3 kJ/kg 


Discussion Of all four cases considered, the isothermal compression requires 
the minimum work and the isentropic compression the maximum. The com- 
pressor work is decreased when two stages of polytropic compression are uti- 
lized instead of just one. As the number of compressor stages is increased, the 
compressor work approaches the value obtained for the isothermal case. 








7-12 = ISENTROPIC EFFICIENCIES 
OF STEADY-FLOW DEVICES 


We mentioned repeatedly that irreversibilities inherently accompany all actual 
processes and that their effect is always to downgrade the performance of 
devices. In engineering analysis, it would be very desirable to have some pa- 
rameters that would enable us to quantify the degree of degradation of energy 
in these devices. In the last chapter we did this for cyclic devices, such as heat 
engines and refrigerators, by comparing the actual cycles to the idealized 
ones, such as the Carnot cycle. A cycle that was composed entirely of re- 
versible processes served as the model cycle to which the actual cycles could 
be compared. This idealized model cycle enabled us to determine the theo- 
retical limits of performance for cyclic devices under specified conditions 
and to examine how the performance of actual devices suffered as a result of 
irreversibilities. 

Now we extend the analysis to discrete engineering devices working under 
steady-flow conditions, such as turbines, compressors, and nozzles, and we 
examine the degree of degradation of energy in these devices as a result of ir- 
reversibilities. However, first we need to define an ideal process that will 
serve as a model for the actual processes. 

Although some heat transfer between these devices and the surrounding 
medium is unavoidable, many steady-flow devices are intended to operate 
under adiabatic conditions. Therefore, the model process for these devices 
should be an adiabatic one. Furthermore, an ideal process should involve 
no irreversibilities since the effect of irreversibilities is always to downgrade 
the performance of engineering devices. Thus, the ideal process that can serve 
as a suitable model for adiabatic steady-flow devices is the isentropic process 
(Fig. 7-48). 

The more closely the actual process approximates the idealized isentropic 
process, the better the device will perform. Thus, it would be desirable to have 
a parameter that expresses quantitatively how efficiently an actual device 
approximates an idealized one. This parameter is the isentropic or adiabatic 
efficiency, which is a measure of the deviation of actual processes from the 
corresponding idealized ones. 


-6- 


cen54261 ch07.qxd 


11/18/03 29:57 AM Page 313 


—— 


Isentropic efficiencies are defined differently for different devices since 
each device is set up to perform different tasks. Next we define the isentropic 
efficiencies of turbines, compressors, and nozzles by comparing the actual 
performance of these devices to their performance under isentropic conditions 
for the same inlet state and exit pressure. 


Isentropic Efficiency of Turbines 

For a turbine under steady operation, the inlet state of the working fluid and 
the exhaust pressure are fixed. Therefore, the ideal process for an adiabatic 
turbine is an isentropic process between the inlet state and the exhaust pres- 
sure. The desired output of a turbine is the work produced, and the isentropic 
efficiency of a turbine is defined as the ratio of the actual work output of the 
turbine to the work output that would be achieved if the process between the 
inlet state and the exit pressure were isentropic: 


Actual turbine work Wa 
Isentropic turbine work Ws 





т (7-60) 


Usually the changes in kinetic and potential energies associated with a fluid 
stream flowing through a turbine are small relative to the change in enthalpy 
and can be neglected. Then the work output of an adiabatic turbine simply 
becomes the change in enthalpy, and Eq. 7-60 becomes 


hy наг hog 





nr = hy = hy, Ч 81) 


where h,, and h,, are the enthalpy values at the exit state for actual and isen- 
tropic processes, respectively (Fig. 7—49). 

The value of ny greatly depends on the design of the individual components 
that make up the turbine. Well-designed, large turbines have isentropic ef- 
ficiencies above 90 percent. For small turbines, however, it may drop even 
below 70 percent. The value of the isentropic efficiency of a turbine is deter- 
mined by measuring the actual work output of the turbine and by calculating 
the isentropic work output for the measured inlet conditions and the exit pres- 
sure. This value can then be used conveniently in the design of power plants. 





1 EXAMPLE 7-14 Isentropic Efficiency of a Steam Turbine 


E Steam enters an adiabatic turbine steadily at 3 MPa and 400°C and leaves at 
00 kPa and 100°C. If the power output of the turbine is 2 MW, determine (a) 
m the isentropic efficiency of the turbine and (b) the mass flow rate of the steam 
m flowing through the turbine. 


a 
SOLUTION A sketch of the system and the 7-s diagram of the process are given 
in Fig. 7-50. 

Assumptions 1 Steady operating conditions exist. 2 The changes in kinetic and 


potential energies are negligible. 3 The turbine is adiabatic. 





313 
CHAPTER 7 


h 


Pi 






A Inlet state 








1 w, Р, 
hsp ---=--> Ї 
| Isentropic 
process 
52; 5 51 3 
FIGURE 7-49 


The h-s diagram for the actual and 
isentropic processes of an 
adiabatic turbine. 
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FIGURE 7-50 
Schematic and 7-s diagram 
for Example 7-14. 
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Ру = 3 МРа Actual process 
T, = 400°C 





Isentropic process 






е 2MW 400 


STEAM 
TURBINE 









100 
3 | 
| 
P, = 50 kPa $5,751 А 
Ty = 100°C 
Analysis (a) The enthalpies at various states are 
State 1: P,—-3MPa| A, 3230.9 kJ/kg 
T, = ха s = 6.9212 ki/kg -K (TA) 
State 2a: Py, = 50 kPa НА 
T, = 100°C | hy, = 2682.5 kJ/kg (Table A-6) 


The exit enthalpy of the steam for the isentropic process fh», is determined from 
the requirement that the entropy of the steam remain constant (so, = S;): 


State 2s: P5, — 50 kPa sy = 1.0910 kJ/kg - K 


шин B (Table A—5) 
(S25 = 51) Se = 7.5939 kI/kg - K 


Obviously, at the end of the isentropic process steam will exist as a saturated 
mixture since s; «€ S2s < S,. Thus we need to find the quality at state 2s first: 


D Ed _ 6.9212 — 1.0910 


S So 


X25 = 


and 


ing = hy + xy, hg, = 340.49 + 0.897 (2305.4) = 2407.4 kJ/kg 


By substituting these enthalpy values into Eq. 7-61, the isentropic efficiency of 
this turbine is determined to be 


hp -ha _ 3230.9 — 2682.5 
TES he) 32309 = 407A 





= 0.666, ог 66.6% 


(b) The mass flow rate of steam through this turbine is determined from the 
energy balance for steady-flow systems: 


PATE 
mh, = Wa, out + hj, 
Wa, out — mh, ni hy) 
1000 kJ/s\ _ . ЗЕ 
bud = (3230.9 — 2682.5) kI/kg 


т = 3.65 kg/s 


in out 


2 mw ( 
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Isentropic Efficiencies of Compressors and Pumps 
The isentropic efficiency of a compressor is defined as the ratio of the work 
input required to raise the pressure of a gas to a specified value in an isen- 
tropic manner to the actual work input: 


Isentropic compressor work w 


"lc ^ Actual compressor work — W 


8 





(7-62) 


a 


Notice that the isentropic compressor efficiency is defined with the isentropic 
work input in the numerator instead of in the denominator. This is because w, 
is a smaller quantity than w,, and this definition prevents jc from becoming 
greater than 100 percent, which would falsely imply that the actual compres- 
sors performed better than the isentropic ones. Also notice that the inlet con- 
ditions and the exit pressure of the gas are the same for both the actual and the 
isentropic compressor. 

When the changes in kinetic and potential energies of the gas being com- 
pressed are negligible, the work input to an adiabatic compressor becomes 
equal to the change in enthalpy, and Eq. 7—62 for this case becomes 


_ = 





Ne (7-63) 


Е fa ~ Mi 


where h, and h, are the enthalpy values at the exit state for actual and 
isentropic compression processes, respectively, as illustrated in Fig. 7-51. 
Again, the value of jc greatly depends on the design of the compressor. Well- 
designed compressors have isentropic efficiencies that range from 75 to 
85 percent. 

When the changes in potential and kinetic energies of a liquid are negligi- 
ble, the isentropic efficiency of a pump is defined similarly as 


w, (P,—P) 


1р = үр = 


: Eom (7-64) 


= 


When no attempt is made to cool the gas as it is compressed, the actual 
compression process is nearly adiabatic and the reversible adiabatic (i.e., isen- 
tropic) process serves well as the ideal process. However, sometimes com- 
pressors are cooled intentionally by utilizing fins or a water jacket placed 
around the casing to reduce the work input requirements (Fig. 7-52). In this 
case, the isentropic process is not suitable as the model process since the 
device is no longer adiabatic and the isentropic compressor efficiency defined 
above is meaningless. A realistic model process for compressors that are in- 
tentionally cooled during the compression process is the reversible isothermal 
process. Then we can conveniently define an isothermal efficiency for such 
cases by comparing the actual process to a reversible isothermal one: 


Wr 


No = w (7-65) 


a 


where w, and w, are the required work inputs to the compressor for the 
reversible isothermal and actual cases, respectively. 
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FIGURE 7-51 


S2; — $1 


The h-s diagram of the actual and 
isentropic processes of an 
adiabatic compressor. 





Cooling 
water 


FIGURE 7-52 

Compressors are 

sometimes intentionally cooled to 
minimize the work input. 
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FIGURE 7-53 
Schematic and 7-s diagram 
for Example 7-15. 
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E EXAMPLE 7-15 Effect of Efficiency on Compressor Power Input 


Е Air is compressed by an adiabatic compressor from 100 kPa and 12°C to a 
m pressure of 800 kPa at a steady rate of 0.2 kg/s. If the isentropic efficiency of 
g the compressor is 80 percent, determine (a) the exit temperature of air and (b) 
m the required power input to the compressor. 
и 
SOLUTION A sketch of the system and the 7-s diagram of the process are given 
in Fig. 7-53. 
Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 The 
changes in kinetic and potential energies are negligible. 4 The compressor is 
adiabatic. 
Analysis (a) We know only one property (pressure) at the exit state, and we 
need to know one more to fix the state and thus determine the exit temperature. 
The property that can be determined with minimal effort in this case is ho, since 
the isentropic efficiency of the compressor is given. At the compressor inlet, 


T,=285K — > h,=285.14kJ/kg (Table A-21) 
(P,, = 1.1584) 


The enthalpy of the air at the end of the isentropic compression process is 
determined by using one of the isentropic relations of ideal gases, 


Р 
Po = Pn 2) = 1.1584 1 m = 92672 





апа 
Р, = 9.2672 --» h, = 517.05 kJ/kg (Table A-21) 


Substituting the known quantities into the isentropic efficiency relation, we 
have 


А. = ово _ 217:05 = 285.14) Кк 
ПОЕ ег ee (ha, — 285.14) KJ/kg 





Thus, 
ha = 575.03 kJ/kg —> T = 569.5 K (Table A-21) 


(b) The required power input to the compressor is determined from the energy 
balance for steady-flow devices, 


























ТКА 
P, = 800 kPa 
Ta} ----------5 
J ’ 
AIR Tap- ==59 L— Actual process 
COMPRESSOR 
т = 0.2 kg/s Isentropic process 
285Г----125 
P, = 100 kPa | 
T, = 285K 


сү 
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Е. = Е 
mh, + Wa, in — mh, 
W, in = (haa — hi) 
= (0.2 kg/s)[(575.03 — 285.14) kJ/kg] 
— 58.0 kW 


out 


Discussion Notice that in determining the power input to the compressor, we 
used hp, instead of ho, since ho, is the actual enthalpy of the air as it exits the 
compressor. The quantity h,, is a hypothetical enthalpy value that the air would 
have if the process were isentropic. 








Isentropic Efficiency of Nozzles 

Nozzles are essentially adiabatic devices and are used to accelerate a fluid. 
Therefore, the isentropic process serves as a suitable model for nozzles. The 
isentropic efficiency of a nozzle is defined as the ratio of the actual kinetic 
energy of the fluid at the nozzle exit to the kinetic energy value at the exit of an 
isentropic nozzle for the same inlet state and exit pressure. That is, 


Actual KE at nozzle exit Via 
Isentropic KE at nozzle exit V3, 





Ny (7-66) 


Note that the exit pressure is the same for both the actual and isentropic 
processes, but the exit state is different. 

Nozzles involve no work interactions, and the fluid experiences little or no 
change in its potential energy as it flows through the device. If, in addition, the p4 
























inlet velocity of the fluid is small relative to the exit velocity, the energy bal- Inlet Р, 
ance for this steady-flow device reduces to state 
y2 Actual process 
h eda err ho нээ, UA 
Isentropi 
127 43, \ Sentropic process 
Then the isentropic efficiency of the nozzle can be expressed in terms of Ї 4 j P, 
enthalpies as Тра|--3-- | Б 
hy,r----t-— 195 
oh = Ња зар b 
M = h h, aa) l 
l 
1 > 
where h, and hz, are the enthalpy values at the nozzle exit for the actual and S25 = 81 8 
isentropic processes, respectively (Fig. 7-54). Isentropic efficiencies of noz- FIGURE 7-54 
zles are typically above 90 percent, and nozzle efficiencies above 95 percent The h-s diagram of the actual and 
are not uncommon. isentropic processes of an 


adiabatic nozzle. 





E EXAMPLE 7-16 Effect of Efficiency on Nozzle Exit Velocity 


E Air at 200 kPa and 950 K enters an adiabatic nozzle at low velocity and is dis- 
m Charged at a pressure of 80 kPa. If the isentropic efficiency of the nozzle is 
g 92 percent, determine (a) the maximum possible exit velocity, (b) the exit tem- 
B perature, and (c) the actual velocity of the air. Assume constant specific heats 


B for air. 
B 
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FIGURE 7-55 
Schematic and 7-s diagram 
for Example 7-16. 
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T, K4 
g? 
== 
| 950- ------ Actual process 
P, 2 200 kPa | AIR 1 Isentropic process 
T, = 950 K ——> NOZZLE — P, = 80 kPa 
У << = 0.92 | 
1<< #2 | Пу d Tray | UL. 
І — —— 1------ 
| Ty | 
І 
І 
І 
1 


“ү 


SOLUTION A sketch of the system and the 7-s diagram of the process are given 
in Fig. 7-55. 

Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 The 
inlet kinetic energy is negligible. 4 The nozzle is adiabatic. 

Analysis The temperature of air will drop during this acceleration process be- 
cause some of its internal energy is converted to kinetic energy. This problem can 
be solved accurately by using property data from the air table. But we will as- 
sume constant specific heats (thus sacrifice some accuracy) to demonstrate their 
use. Let us guess that the average temperature of the air will be about 800 K. 
Then the average values of C, and k at this anticipated average temperature are 
determined from Table A-2b to be C, = 1.099 kJ/kg - K and k = 1.354. 


(a) The exit velocity of the air will be a maximum when the process in the noz- 
zle involves no irreversibilities. The exit velocity in this case is determined from 
the steady-flow energy equation. However, first we need to determine the exit 
temperature. For the isentropic process of an ideal gas we have: 


To; (2) (k—1)/k 


TR 


or 





TA 80 kP 
DN us - (950 к = = 748 K 


0.354/1.354 
Р, 200 Pa 
This will give an average temperature of 849 K, which is somewhat higher than 
the assumed average temperature (800 K). This result could be refined by 
reevaluating the k value at 749 K and repeating the calculations, but it is not 
warranted since the two average temperatures are sufficiently close (doing so 
would change the temperature by only 1.5 K, which is not significant). 
Now we can determine the isentropic exit velocity of the air from the energy 
balance for this isentropic steady-flow process: 





Cin = Cout 
vi^ V3 
h, un ui 
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У, = V2, — hi) — VER а Т,) 
(20.099 kJ/kg - K)[(950 — 748) ki 





1000 m?/s? 
1 kJ/kg 


= 666 m/s 


(b) The actual exit temperature of the air will be higher than the isentropic exit 
temperature evaluated above, and it is determined from 


23 hı ын hy, ЭЭ С a(Tı m Tq) 
UE hi — №, Cp, аСТ Г) 





950 — Tr, 


2 2280-0201 


--» Т.-1764К 


That is, the temperature will be 16 K higher at the exit of the actual nozzle as 
a result of irreversibilities such as friction. It represents a loss since this rise in 
temperature comes at the expense of kinetic energy (Fig. 7—56). 


(c) The actual exit velocity of air can be determined from the definition of isen- 
tropic efficiency of a nozzle, 

Via 

2 





> Va = V qnV3, = 639 m/s 








7-13 = ENTROPY BALANCE 


The property entropy is a measure of molecular disorder or randomness of a 
system, and the second law of thermodynamics states that entropy can be 
created but it cannot be destroyed. Therefore, the entropy change of a system 
during a process is greater than the entropy transfer by an amount equal to the 
entropy generated during the process within the system, and the increase of 
entropy principle for any system is expressed as (Fig. 7-57) 


Total Total Total Change in the 
entropy | — | entropy | + | entropy | =| total entropy 
entering leaving generated of the system 


or 


Sin T Sout + Swen = AS system (7-68) 
which is a verbal statement of Eq. 7—9. This relation is often referred to as 
the entropy balance and is applicable to any system undergoing any process. 
The entropy balance relation above can be stated as: the entropy change of a 
system during a process is equal to the net entropy transfer through the system 
boundary and the entropy generated within the system. Next we discuss the 


various terms in that relation. 


-6- 


319 
CHAPTER 7 


C" 


Ї 1 
Actual nozzle ——+ 764 K, 639 m/s 

950 КІ * 
AIR Isentropic nozzle ——- 748 К, 666 m/s 





\ 
M 
\ 
M 
\ 
\ 
\\ 
\ 
\ 


FIGURE 7-56 

A substance leaves actual nozzles at a 
higher temperature (thus a lower 
velocity) as a result of friction. 


system 
Rau AS system —À 
Sin Sout 


Soen Z 0 


gen 


AE system = Ein- Eout 
A Ssystem = Sin — Sout + Sgen 
FIGURE 7-57 
Energy and entropy 


balances for a system. 
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FIGURE 7-58 

Heat transfer is always accompanied 
by entropy transfer in the amount of 
Q/T, where T is the boundary 
temperature. 
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Entropy Change of a System, A System 

Despite the reputation of entropy as being vague and abstract and the intimi- 
dation associated with it, entropy balance is actually easier to deal with than 
energy balance since, unlike energy, entropy does not exist in various forms. 
Therefore, the determination of entropy change of a system during a process 
involves evaluating entropy of the system at the beginning and at the end of 
the process and taking their difference. That is, 


Entropy change = Entropy at final state— Entropy at initial state 


or 


Ааш = еа! = Sinitial = Sy = Sy (7-69) 


Note that entropy is a property, and the value of a property does not change 
unless the state of the system changes. Therefore, the entropy change of a 
system is zero if the state of the system does not change during the process. 
For example, the entropy change of steady-flow devices such as nozzles, 
compressors, turbines, pumps, and heat exchangers is zero during steady 
operation. 

When the properties of the system are not uniform, the entropy of the sys- 
tem can be determined by integration from 


Syystem = | sóm — | sp dV (7-70) 
V 
where V is the volume of the system and p is density. 


Mechanisms of Entropy Transfer, S;, and S,,, 

Entropy can be transferred to or from a system by two mechanisms: heat 
transfer and mass flow (in contrast, energy is transferred by work also). 
Entropy transfer is recognized at the system boundary as it crosses the bound- 
ary, and it represents the entropy gained or lost by a system during a process. 
The only form of entropy interaction associated with a fixed mass or closed 
system is heat transfer, and thus the entropy transfer for an adiabatic closed 
system is zero. 


1 Heat Transfer 

Heat is, in essence, a form of disorganized energy, and some disorganization 
(entropy) will flow with heat. Heat transfer to a system increases the entropy 
of that system and thus the level of molecular disorder or randomness, and 
heat transfer from a system decreases it. In fact, heat rejection is the only way 
the entropy of a fixed mass can be decreased. The ratio of the heat transfer Q 
at a location to the absolute temperature T at that location is called the entropy 
flow or entropy transfer and is expressed as (Fig. 7-58) 


Q 


Entropy transfer by heat transfer: Sheat = Т (T = constant) (7-71) 


The quantity Q/T represents the entropy transfer accompanied by heat trans- 
fer, and the direction of entropy transfer is the same as the direction of heat 
transfer since absolute temperature T is always a positive quantity. 
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When the temperature T is not constant, the entropy transfer during a 
process 1-2 can be determined by integration (or by summation if appropri- 
ate) as 


260 Qk 
Sheat = > = Tn 7-72 
heat i Т * T, ( ) 


where Q, is the heat transfer through the boundary at temperature 7; at 
location k. 

When two systems are in contact, the entropy transfer from the warmer sys- 
tem is equal to the entropy transfer into the cooler one at the point of contact. 
That is, no entropy can be created or destroyed at the boundary since the 
boundary has no thickness and occupies no volume. 

Note that work is entropy-free, and no entropy is transferred by work. 
Energy is transferred by both heat and work, whereas entropy is transferred 
only by heat. That is, 


Entropy transfer by work: Syork = 0 (7-73) 
The first law of thermodynamics makes no distinction between heat transfer 
and work; it considers them as equals. The distinction between heat trans- 
fer and work is brought out by the second law: an energy interaction that is 
accompanied by entropy transfer is heat transfer, and an energy interaction 
that is not accompanied by entropy transfer is work. That is, no entropy is ex- 
changed during a work interaction between a system and its surroundings. 
Thus, only energy is exchanged during work interaction whereas both energy 


and entropy are exchanged during heat transfer (Fig. 7-59). 


2 Mass Flow 

Mass contains entropy as well as energy, and the entropy and energy contents 
of a system are proportional to the mass. (When the mass of a system is dou- 
bled, so are the entropy and energy contents of the system.) Both entropy and 
energy are carried into or out of a system by streams of matter, and the rates 
of entropy and energy transport into or out of a system are proportional to the 
mass flow rate. Closed systems do not involve any mass flow and thus any en- 
tropy transfer by mass. When a mass in the amount of m enters or leaves a sys- 
tem, entropy in the amount of ms, where s is the specific entropy (entropy per 
unit mass entering or leaving), accompanies it (Fig. 7-60). That is, 


Entropy transfer by mass flow: Smass = Ms (7-74) 
Therefore, the entropy of a system increases by ms when mass in the amount 
of m enters and decreases by the same amount when the same amount of mass 
at the same state leaves the system. When the properties of the mass change 
during the process, the entropy transfer by mass flow can be determined by 
integration from 


Ne -| spV,dA, and Smas = | sóm -| бах dt (7-75) 
A. At 


where A, is the cross-sectional area of the flow and Y, is the local velocity 
normal to dA,. 
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with work 
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Entropy 
generation 
via friction 





FIGURE 7-59 

No entropy accompanies work as it 
crosses the system boundary. But 
entropy may be generated within 
the system as work is dissipated 
into a less useful form of energy. 


[E es RM 
——!| Control volume 
hm : 
S mh 
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FIGURE 7-60 

Mass contains entropy as well as 
energy, and thus mass flow into or out 
of system is always accompanied by 
energy and entropy transfer. 
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AS. 


FIGURE 7-61 
Mechanisms of entropy transfer 
for a general system. 





FIGURE 7-62 
Entropy generation outside system 
boundaries can be accounted for by 
writing an entropy balance on an 
extended system that includes the 
system and its immediate 
surroundings. 
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Entropy Generation, S,., 

Irreversibilities such as friction, mixing, chemical reactions, heat transfer 
through a finite temperature difference, unrestrained expansion, nonquasi- 
equilibrium compression, or expansion always cause the entropy of a system 
to increase, and entropy generation is a measure of the entropy created by 
such effects during a process. 

For a reversible process (a process that involves no irreversibilities), the 
entropy generation is zero and thus the entropy change of a system is equal to 
the entropy transfer. Therefore, the entropy balance relation in the reversible 
case becomes analogous to the energy balance relation, which states that 
energy change of a system during a process is equal to the energy transfer 
during that process. However, note that the energy change of a system equals 
the energy transfer for any process, but the entropy change of a system equals 
the entropy transfer only for a reversible process. 

The entropy transfer by heat Q/T is zero for adiabatic systems, and the 
entropy transfer by mass ms is zero for systems that involve no mass flow 
across their boundary (i.e., closed systems). 

Entropy balance for any system undergoing any process can be expressed 
more explicitly as 





Sin E Sout a Seen L5 AS tein (kJ/K) (7-76) 
Net entropy transfer Entropy Change 
by heat and mass generation in entropy 
or, in the rate form, as 
Sin ын буц Яс Seen = Абун (КУУ/К) (7-77) 
rM i 7 


Rate of net entropy transfer 
by heat and mass 


Rate of entropy 
generation 


Rate of change 
in entropy 


where the rates of entropy transfer by heat transferred at a rate of Q and mass 
flowing at a rate of m are Sheu = Q/T and S mass = ms. The entropy balance 
can also be expressed on a unit-mass basis as 


(Sin — Sou) + Sgen = ASsystem (kJ/kg - K) (7-78) 
where all the quantities are expressed per unit mass of the system. Note that 
for a reversible process, the entropy generation term Sen drops out from all of 
the relations above. 

The term S,.,, represents the entropy generation within the system boundary 
only (Fig. 7-61), and not the entropy generation that may occur outside the 
system boundary during the process as a result of external irreversibilities. 
Therefore, a process for which Sen = O is internally reversible, but not neces- 
sarily totally reversible. The total entropy generated during a process can be 
determined by applying the entropy balance to an extended system that in- 
cludes the system itself and its immediate surroundings where external irre- 
versibilities might be occurring (Fig. 7—62). Also, the entropy change in this 
case is equal to the sum of the entropy change of the system and the entropy 
change of the immediate surroundings. Note that under steady conditions, the 
state and thus the entropy of the immediate surroundings (let us call it the 
“buffer zone”) at any point will not change during the process, and the entropy 
change of the buffer zone will be zero. The entropy change of the buffer zone, 
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if any, is usually small relative to the entropy change of the system, and thus 
it is usually disregarded. 

When evaluating the entropy transfer between an extended system and the 
surroundings, the boundary temperature of the extended system is simply 
taken to be the environment temperature. 


Closed Systems 

A closed system involves no mass flow across its boundaries, and its entropy 
change is simply the difference between the initial and final entropies of the 
system. The entropy change of a closed system is due to the entropy transfer 
accompanying heat transfer and the entropy generation within the system 
boundaries. Taking the positive direction of heat transfer to be to the system, 
the general entropy balance relation (Eq. 7—76) can be expressed for a closed 
system as 


Closed system: > E аа АЗ уа алд (kJ/K) (7-79) 
k 


The entropy balance relation above can be stated as: the entropy change of a 
closed system during a process is equal to the sum of the net entropy trans- 
ferred through the system boundary by heat transfer and the entropy gener- 
ated within the system boundaries. 

For an adiabatic process (Q = 0), the entropy transfer term in the above 
relation drops out and the entropy change of the closed system becomes equal 
to the entropy generation within the system boundaries. That is, 


Adiabatic closed system: Seen T ASe (7-80) 


Noting that any closed system and its surroundings can be treated as an adia- 
batic system and the total entropy change of a system is equal to the sum of 
the entropy changes of its parts, the entropy balance for a closed system and 
its surroundings can be written as 


Surroundings 


System + Surroundings: Sa^ 2 ДЭ: BS авалт 2 шал (7-81) 


where AS,ystem — m(s; — s;) and the entropy change of the surroundings сап 
be determined from AS,,,, = Qgur/ Tou, if its temperature is constant. At initial 
stages of studying entropy and entropy transfer, it is more instructive to start 
with the general form of the entropy balance (Eq. 7—76) and to simplify it for 
the problem under consideration. The specific relations above are convenient 
to use after a certain degree of intuitive understanding of the material is 
achieved. AScy = 2 + MiSi— MeSe + Sgen 








Entropy Entropy 
transfer transfer 


Control Volumes byheat by mass 

The entropy balance relations for control volumes differ from those for closed 

systems in that they involve one more mechanism of entropy exchange: mass FIGURE 7-63 
flow across the boundaries. As mentioned earlier, mass possesses entropy as The entropy of a control 
well as energy, and the amounts of these two extensive properties are propor- volume changes as a result of 
tional to the amount of mass (Fig. 7—63). mass flow as well as heat transfer. 
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Se 2 Sj 


í 


5i 
FIGURE 7-64 

The entropy of a substance always 
increases (or remains constant in the 
case of a reversible process) as it 
flows through a single-stream, 
adiabatic, steady-flow device. 
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Taking the positive direction of heat transfer to be to the system, the general 
entropy balance relations (Eqs. 7-76 and 7-77) can be expressed for control 
volumes as 


О, 
У; т A ma- A mt Sa Ney Е) (7-82) 
or, in the rate form, as 
уу, = X se t Sen А8 kW/K 7-83 
Т, йл, mius, ven AS ( ) (7-83) 


This entropy balance relation can be stated as: the rate of entropy change 
within the control volume during a process is equal to the sum of the rate of 
entropy transfer through the control volume boundary by heat transfer, the net 
rate of entropy transfer into the control volume by mass flow, and the rate of 
entropy generation within the boundaries of the control volume as a result of 
irreversibilities. 

Most control volumes encountered in practice such as turbines, compres- 
sors, nozzles, diffusers, heat exchangers, pipes, and ducts operate steadily, 
and thus they experience no change in their entropy. Therefore, the entropy 
balance relation for a general steady-flow process can be obtained from 
Eq. 7-83 by setting AS cy = 0 and rearranging to give 


Steady-flow: 3. - У, D$, — A ms; — * = (7-84) 
k 


For single-stream (one inlet and one exit) steady-flow devices, the entropy 
balance relation simplifies to 
. 0, 


Steady-flow, single-stream: Js c HS. Дуул T. (7-85) 
k 


For the case of an adiabatic single-stream device, the entropy balance relation 
further simplifies to 


Steady-flow, single-stream, adiabatic: Bu — ms, — sj) (7-86) 


which indicates that the specific entropy of the fluid must increase as it flows 
through an adiabatic device since S gen = O (Fig. 7-64). If the flow through 
the device is reversible and adiabatic, then the entropy will remain constant, 
Se = S; regardless of the changes in other properties. 





EXAMPLE 7-17 Entropy Generation in a Wall 


Consider steady heat transfer through a 5-m Xx 7-m brick wall of a house of 
thickness 30 cm. On a day when the temperature of the outdoors is O?C, the 
house is maintained at 27?C. The temperatures of the inner and outer surfaces 
of the brick wall are measured to be 20°C and 5°C, respectively, and the rate of 
heat transfer through the wall is 1035 W. Determine the rate of entropy gener- 
ation in the wall, and the rate of total entropy generation associated with this 
heat transfer process. 
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SOLUTION We first take the wall as the system (Fig. 7-65). This is a closed 
system since no mass crosses the system boundary during the process. We note 
that the entropy change of the wall is zero during this process since the state 
and thus the entropy of the wall do not change anywhere in the wall. Heat and 
entropy are entering from one side of the wall, and leaving from the other side. 
Assumptions 1 The process is steady, and thus the rate of heat transfer through 
the wall is constant. 2 Heat transfer through the wall is one-dimensional. 
Analysis The rate form of the entropy balance for the wall simplifies to 


: : С Е 0 
5 in 5 out T 5 gen = AS 22 
E эн, си 
Rate of net entropy transfer Rate of entropy Rate of change 
by heat and mass generation of entropy 


Q Q TE 
9). E 9). 2 Seen zs 


1035 W 1035W | 
293K 278K 











t Seen = 0 


Therefore, the rate of entropy generation in the wall is 


Seen, wat = 0.191 W/K 


Note that entropy transfer by heat at any location is Q/T at that location, and 
the direction of entropy transfer is the same as the direction of heat transfer. 

To determine the rate of total entropy generation during this heat transfer 
process, we extend the system to include the regions on both sides of the wall 
that experience a temperature change. Then one side of the system boundary 
becomes room temperature while the other side becomes the temperature of the 
outdoors. The entropy balance for this extended system (system + immediate 
surroundings) will be the same as that given above, except the two boundary 
temperatures will be 300 and 273 K instead of 293 and 278 K, respectively. 
Then the rate of total entropy generation becomes 


1035 У 1035У « ; 
300K T 273K ku шон total — O = Sago, total — 0.341 W/K 








Discussion Note that the entropy change of this extended system is also zero 
since the state of air does not change at any point during the process. The dif- 
ferences between the two entropy generations is 0.150 W/K, and it represents 
the entropy generated in the air layers on both sides of the wall. The entropy 
generation in this case is entirely due to irreversible heat transfer through a 
finite temperature difference. 








EXAMPLE 7-18 Entropy Generation during a Throttling Process 


Steam at 7 MPa and 450°C is throttled in a valve to a pressure of 3 MPa dur- 
ing a steady-flow process. Determine the entropy generated during this process 
and check if the increase of entropy principle is satisfied. 


SOLUTION We take the throttling valve as the system (Fig. 7-66). This is a 


control volume since mass crosses the system boundary during the process. We 
note that there is only one inlet and one exit and thus m, — m? — m. Also, the 
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FIGURE 7-65 
Schematic for Example 7-17. 
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FIGURE 7-66 
Schematic and 7-s diagram 
for Example 7-18. 
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enthalpy of a fluid remains nearly constant during a throttling process and thus 
h = hy. 

Assumptions 1 This is a steady-flow process since there is no change with time 
at any point and thus Amey = O, AEey = O, and д5 = O. 2 Heat transfer to or 
from the valve is negligible. 3 The kinetic and potential energy changes are neg- 
ligible, Ake = Ape = O. 

Analysis Noting that hp = hy, the entropy of the steam at the inlet and the exit 
states is determined from the steam tables to be 


State 1: Р,-7МРа| h, = 3287.1 kJ/kg 
T; = 450°C} sı = 6.6327 kJ/kg : K 
State 2: P, Е 3 МРа 5) 7,0018 kI/kg -K 
Л, 


Then the entropy generation per unit mass of the steam is determined from the 
entropy balance applied to the throttling valve, 


T S 4 . 0 (steady) 
Sin E Sout F em = AS yy stem 
Rate of net entropy transfer Rate of entropy Rate of change 
by heat and mass generation of entropy 


MS, — MSy + Seen = 0 


Seen = ӯ (52 E 81) 


Dividing by mass flow rate and substituting gives 





Sgen = 52 — S; = 7.0018 — 6.6327 = 0.3691 kJ/kg - K 


This is the amount of entropy generated per unit mass of steam as it is throttled 
from the inlet state to the final pressure, and it is caused by unrestrained ex- 
pansion. The increase of entropy principle is obviously satisfied during this 
process since the entropy generation is positive. 








EXAMPLE 7-19 Entropy Generated when a Hot Block Is Dropped in a Lake 


A 50-kg block of iron casting at 500 K is thrown into a large lake that is at a 
temperature of 285 K. The iron block eventually reaches thermal equilibrium 
with the lake water. Assuming an average specific heat of 0.45 kJ/kg - K for the 
iron, determine (a) the entropy change of the iron block, (b) the entropy change 
of the lake water, and (c) the entropy generated during this process. 
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и 
SOLUTION We take the iron casting as the system (Fig. 7-67). This is a closed LAKE 
system since no mass crosses the system boundary during the process. 285K 
To determine the entropy change for the iron block and for the lake, first we IRON 
CASTING 


need to know the final equilibrium temperature. Given that the thermal energy 
capacity of the lake is very large relative to that of the iron block, the lake will 
absorb all the heat rejected by the iron block without experiencing any change 
in its temperature. Therefore, the iron block will cool to 285 K during this 
process while the lake temperature remains constant at 285 K. 


m=50kg 
T, 2 500K 





FIGURE 7-67 


Assumptions 1 Both the water and the iron block are incompressible sub- Schematic for Example 7-19. 


stances. 2 Constant specific heats can be used for the water and the iron. 3 The 
kinetic and potential energy changes of the iron are negligible, AKE = APE = O 
and thus AE = AU. 4 There are no work interactions. 


Analysis (a) Approximating the iron block as an incompressible substance, its 
entropy change can be determined from 


Т, 
45 ол E m(s» F 51) T тС,, In — 
T, 

s 285 K 

— (50 kg)(0.45 kJ/kg - K) In 500 К 


= —12.65 КЈ/К 


(b) The temperature of the lake water remains constant during this process at 
285 K. Also, the amount of heat transfer from the iron block to the lake is de- 
termined from an energy balance on the iron block to be 


Е » Eont x AE оташ 
0 Sa 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


BON = AU = mC,(T> Е T) 
or 
Ош = mC, (T, — Tr) = (50 kg)(0.45 kJ/kg - K)(500 — 285) K = 4838 kJ 
Then the entropy change of the lake becomes 


= Drake i= +4838 kJ = 
ASu.— p. = ags K = 16:97 КИК 





(c) The entropy generated during this process can be determined by applying an 
entropy balance on an extended system that includes the iron block and its im- 
mediate surroundings so that the boundary temperature of the extended system 
is at 285 K at all times: 


Sin E Sout a en zx А неш 














Net entropy transfer Entropy Change 
by heat and mass generation in entropy 
Qout 
нэ Т, ar t = AS system 
or 
Е EURO SZ ER 
gen ЛА system 285 K 2 5 
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FIGURE 7-68 
Schematic for Example 7—20. 
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Discussion The entropy generated can also be determined by taking the iron 
block and the entire lake as the system, which is an isolated system, and ap- 
plying an entropy balance. An isolated system involves no heat or entropy trans- 
fer, and thus the entropy generation in this case becomes equal to the total 
entropy change, 


Seon = AStorar = ASsystem + AShake = — 12.65 + 16.97 = 4.32 kJ/K 


which is the same result obtained above. 








EXAMPLE 7-20 Entropy Generation in a Mixing Chamber 


Water at 20 psia and 50°F enters a mixing chamber at a rate of 300 Ibm/min 
where it is mixed steadily with steam entering at 20 psia and 240°F. The mixture 
leaves the chamber at 20 psia and 130°F, and heat is lost to the surrounding air 
at 70°F at a rate of 180 Btu/min. Neglecting the changes in kinetic and poten- 
tial energies, determine the rate of entropy generation during this process. 


SOLUTION We take the mixing chamber as the system (Fig. 7-68). This is a 
control volume since mass crosses the system boundary during the process. We 
note that there are two inlets and one exit. 

Assumptions 1 This is a steady-flow process since there is no change with 
time at any point and thus Amey = 0, AEey = O, and AScy = O. 2 There are no 
work interactions involved. 3 The kinetic and potential energies are negligible, 
ke = pe = 0. 

Analysis Under the stated assumptions and observations, the mass and energy 
balances for this steady-flow system can be expressed in the rate form as 
follows: 


) Р _ 7 0 (steady) : ! > 
Mass balance: ита У eter =0 o m,tm,-m; 
2 2 T 0 (steady) 
Energy balance: | Ej, — Ey - AE 2 -0 
— —— mm 
Rate of net energy transfer Rate of change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 
E,, =E 


in out 


rah, + moh) = mh, + Oo (since W — 0, ke & pe & 0) 
Combining the mass and energy balances gives 
On = mh, + moh, — (mM, + moh, 


The desired properties at the specified states are determined from the steam 
tables to be 


то. Р, = 20 pia hy hye 50°F " 18.06 Btu/lbm 
Т, = 50°F S1 S¢@ 50°F — 0.03607 Btu/Ibm - R 
. P,=20psial hy = 1162.3 Btu/lbm 
Ecc E UE | 5, — 1.7405 Btu/Ibm - R 
State 3: Р, Е 20 psia зуе 130°F g 97.98 Btu/lbm 
Тз = 130°Е $3 Sp@ 130 — 0.18172 Btu/lbm - R 


Substituting, 
180 Btu/min = [300 X 18.06 + m, X 1162.3 — (300 + m,) X 97.98] Btu/min 
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which gives 


My = 22.7 kg/min 


The rate of entropy generation during this process can be determined by apply- 
ing the rate form of the entropy balance on an extended system that includes 
the mixing chamber and its immediate surroundings so that the boundary tem- 
perature of the extended system is 70°F = 530 R: 


5 8 5 : 2290 (steady) 
Sin 22 Sout s S sen ян ASS stem 
SSS SS 
Rate of net entropy transfer Rate of entropy Rate of change 
by heat and mass generation of entropy 
: : Р Ол : E 
M148; + M8. — M1383 — T, 12 за 2 0) 


Substituting, the rate of entropy generation is determined to be 

Qo 

T, 

= (322.7 X 0.18172 — 300 X 0.03607 — 22.7 X 1.7405) Btu/min - R 


180 Btu/min 
530R 


— 8.65 Btu/min - R 


5 





gen 71 5: 7-1ү5) 712521 


+ 


Discussion Note that entropy is generated during this process at a rate of 
8.65 Btu/min - R. This entropy generation is caused by the mixing of two fluid 
streams (an irreversible process) and the heat transfer between the mixing 
chamber and the surroundings through a finite temperature difference (another 
irreversible process). 








EXAMPLE 7-21 Entropy Generation Associated with Heat Transfer 


A frictionless piston-cylinder device contains a saturated liquid—vapor mixture 
of water at 100°C. During a constant-pressure process, 600 kJ of heat is trans- 
ferred to the surrounding air at 25°C. As a result, part of the water vapor con- 
tained in the cylinder condenses. Determine (a) the entropy change of the water 
and (b) the total entropy generation during this heat transfer process. 


SOLUTION We first take the water in the cylinder as the system (Fig. 7-69). 
This is a closed system since no mass crosses the system boundary during the 
process. We note that the pressure and thus the temperature of water in the 
cylinder remain constant during this process. Also, the entropy of the system 
decreases the process because of heat loss. 

Assumptions 1 There are no irreversibilities involved within the system bound- 
aries, and thus the process is internally reversible. 2 The water temperature 
remains constant at 100°C everywhere, including the boundaries. 

Analysis (a) Noting that water undergoes an internally reversible isothermal 
process, its entropy change can be determined from 


Q -600kJ 


ASssm — p. (100-4 273 K) 


— —1.61 kJ/K 
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Schematic for Example 7-21. 
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(b) To determine the total entropy generation during this process, we consider 
the extended system, which includes the water, the piston-cylinder device, and 
the region immediately outside the system that experiences a temperature 
change so that the entire boundary of the extended system is at the surround- 
ing temperature of 25°C. The entropy balance for this extended system (system 
+ immediate surroundings) yields 


Sin = Sout ar em = AS system 











Net entropy transfer Entropy Change 
by heat and mass generation in entropy 
Qout 
J T ар Seen = AS system 
or 
2 Ээ TET и 
єв T, pra SL USE 


The entropy generation in this case is entirely due to irreversible heat transfer 
through a finite temperature difference. 

Note that the entropy change of this extended system is equivalent to the en- 

tropy change of water since the piston-cylinder device and the immediate sur- 
roundings do not experience any change of state at any point, and thus any 
change in any property, including entropy. 
Discussion For the sake of argument, consider the reverse process (i.e., the 
transfer of 600 kJ of heat from the surrounding air at 25?C to saturated water 
at 100?C) and see if the increase of entropy principle can detect the impossi- 
bility of this process. This time, heat transfer will be to the water (heat gain in- 
stead of heat loss), and thus the entropy change of water will be +1.61 kJ/K. 
Also, the entropy transfer at the boundary of the extended system will have the 
same magnitude but opposite direction. This will result in an entropy generation 
of —0.4 kJ/K. The negative sign for the entropy generation indicates that the re- 
verse process is /mpossible. 

To complete the discussion, let us consider the case where the surrounding 
air temperature is a differential amount below 100°C (say 99.999 . . . 9°C) in- 
stead of being 25°C. This time, heat transfer from the saturated water to the 
surrounding air will take place through a differential temperature difference ren- 
dering this process reversible. It can be shown that Sgen = O for this process. 

Remember that reversible processes are idealized processes, and they can be 
approached but never reached in reality. 








Entropy Generation Associated with 


a Heat Transfer Process 
In Example 7-21 it is determined that 0.4 kJ/K of entropy is generated during 
the heat transfer process, but it is not clear where exactly the entropy genera- 
tion takes place, and how. To pinpoint the location of entropy generation, we 
need to be more precise about the description of the system, its surroundings, 
and the system boundary. 

In that example, we assumed both the system and the surrounding air to be 
isothermal at 100°C and 25°C, respectively. This assumption is reasonable if 
both fluids are well mixed. The inner surface of the wall must also be at 100°C 


-6- 


cen54261 ch07.qxd 11/18/03 9:57 AM Page 331 F 


331 
CHAPTER 7 


while the outer surface is at 25?C since two bodies in physical contact must 
have the same temperature at the point of contact. Considering that entropy 
transfer with heat transfer Q through a surface at constant temperature T is 
QIT, the entropy transfer from the water into the wall is Q/T,,, — 1.61 kJ/K. 
Likewise, entropy transfer from the outer surface of the wall into the sur- 
rounding air is Q/T,,,, = 2.01 kJ/K. Obviously, entropy in the amount of 
2.01 — 1.61 = 0.4 kJ/K is generated in the wall, as illustrated in Fig. 7—70b. 

Identifying the location of entropy generation enables us to determine 
whether a process is internally reversible. A process is internally reversible if 
no entropy is generated within the system boundaries. Therefore, the heat 
transfer process discussed in Example 7—21 is internally reversible if the in- 
ner surface of the wall is taken as the system boundary, and thus the system 
excludes the container wall. If the system boundary is taken to be the outer 
surface of the container wall, then the process is no longer internally re- 
versible since the wall, which is the site of entropy generation, is now part of 
the system. 

For thin walls, it is very tempting to ignore the mass of the wall and to re- 
gard the wall as the boundary between the system and the surroundings. This 
seemingly harmless choice hides the site of the entropy generation from view 
and is a source of confusion. The temperature in this case drops suddenly from 
Tsys tO Tour at the boundary surface, and confusion arises as to which temper- 
ature to use in the relation Q/T for entropy transfer at the boundary. 

Note that if the system and the surrounding air are not isothermal as a result 
of insufficient mixing, then part of the entropy generation will occur in both 
the system and the surrounding air in the vicinity of the wall, as shown in 
Fig. 7-70c. 


SURROUNDING 














Location of 
entropy 
generation 


transfer 


Entropy 
transfer 


(a) The wall is ignored (b) The wall is considered (c) The wall as well as 
the variations of temperature 
in the system and the 
surroundings are considered 


FIGURE 7-70 


Graphical representation of entropy generation during a heat transfer process through a finite temperature difference. 


-6- 


cen54261 ch07.qxd 11/18/03 9:57 AM Page 332 





—— 


332 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 
SUMMARY 


The second law of thermodynamics leads to the definition of a 
new property called entropy, which is a quantitative measure of 


1. Pure substances: 


microscopic disorder for a system. The definition of entropy is Any process: As = 8) — 81 (kJ/kg - K) 
based on the Clausius inequality, given by Isentropic process: 59 = 5) 
80 
$T—-0 (E 
2. Incompressible substances: 
where the equality holds for internally or totally reversible 
processes and the inequality for irreversible processes. Any Any process: s2 — sı = Cy In (kJ/kg - K) 
1 


quantity whose cyclic integral is zero is a property, and entropy 
is defined as 


dS = (22) (kJ/K) 


For the special case of an internally reversible, iso- 
thermal process, it gives 


int rev 


Isentropic process: Т = Т, 


3. Ideal gases: 


a. Constant specific heats (approximate treatment): 


Any process: 


Q T. v 
А5= т, (ЖК) зы-38 Сүүт E RInc (kJ/kg · К) 
| : —— : : : Т, Р, 
The inequality part of the Clausius inequality combined with s2 — s1 = C, w ln T- Rin P (kJ/kg - K) 
the definition of entropy yields an inequality known as the in- 1 ! 
crease of entropy principle, expressed as 
Or, on a unit-mole basis, 
Sgen Z 0 (kJ/K) 
- Т, Vo 
$,— $, — C, 1n z- t R,1n — kJ/kmol - K 
where Sgen is the entropy generated during the process. Entropy са qn шд УИ 
change is caused by heat transfer, mass flow, and irreversibili- n P, 
ties. Heat transfer to a system increases the entropy, and heat 8 — 5 = С. mii T R, In Р, (kJ/kmol · К) 
! 1 1 


transfer from a system decreases it. The effect of irreversibili- 
ties is always to increase the entropy. 

Entropy is a property, and it can be expressed in terms 
of more familiar properties through the T ds relations, ex- 
pressed as 


Tds = du + P dv 


and 


Tds = dh — v dP 


These two relations have many uses in thermodynamics and 
serve as the starting point in developing entropy-change rela- 
tions for processes. The successful use of T ds relations de- 
pends on the availability of property relations. Such relations 


Isentropic process: 


T, s=const. v 


2 ~ : A 
T, s=const. Р, 


Р, s=const. V2 


b. Variable specific heats (exact treatment): 


Any process: 


do not exist for a general pure substance but are available for Р, 
incompressible substances (solids, liquids) and ideal gases. 5) — 5) = $$ — $1 — Rn Р, (kJ/kg - K) 
The entropy-change and isentropic relations for a process : 
. с Р 
can be summarized as follows: = 89—57 — В, P (kJ/kmol - K) 
1 
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Isentropic process: 


52 = 59 + К пр (kJ/kg - K) 


Р) E 
P, s=const. P4 


Vo _ vp 
UV, /s=const. UA 


where P, is the relative pressure and v, is the 
relative specific volume. The function s? depends on 
temperature only. 





The steady-flow work for a reversible process can be ex- 
pressed in terms of the fluid properties as 


2 
Wrey = -f vdP — Ake — Ape (kJ/kg) 
1 


For incompressible substances (v — constant) it simplifies to 


Уу = —0(Р› — Pj) — Ake — Ape (kJ/kg) 

The work done during a steady-flow process is proportional to 
the specific volume. Therefore, v should be kept as small as 
possible during a compression process to minimize the work 
input and as large as possible during an expansion process to 
maximize the work output. 

The reversible work inputs to a compressor compressing an 
ideal gas from T,, P, to P, in an isentropic (Pv* — constant), 
polytropic (Pv" = constant), or isothermal (Pv = constant) 
manner, are determined by integration for each case with the 
following results: 








— KRIT, — T) 
sentropic: Weomp, in — ^ k—-1 
kRT, [[P, (k= Dik 
k= 1 (6 J | 
ИК(Т,-Т, 
Polytropic: Weomp, in = .. 
B nRT, P, (n— 1)/n 
“6-1 Р, Е 
Р, 
Isothermal: Weomp, in = RT In Р, (kJ/kg) 
1 


The work input to a compressor can be reduced by using 
multistage compression with intercooling. For maximum sav- 
ings from the work input, the pressure ratio across each stage 
of the compressor must be the same. 
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Most steady-flow devices operate under adiabatic condi- 
tions, and the ideal process for these devices is the isentropic 
process. The parameter that describes how efficiently a device 
approximates a corresponding isentropic device is called isen- 
tropic or adiabatic efficiency. It is expressed for turbines, com- 
pressors, and nozzles as follows: 




















.. Actual turbine work _ Wa I; — lh», 
nr Isentropic turbine work Ws hi — hy, 
Isentropic compressor work w, _ has — hı 
"lc ^ Actual compressor work НА hy, — hy 
v Actual KE at nozzle exit — 127 _ h — ha 


Isentropic KE at nozzle exit V3, hy — hz 


In these relations, A, and h,, are the enthalpy values at the exit 
state for actual and isentropic processes, respectively. 

The entropy balance for any system undergoing any process 
can be expressed in the general form as 





Sin 7 Sout ud Sgen = AS system (К/К) 
Net entropy transfer Entropy Change in 
by heat and mass generation entropy 
or, in the rate form, as 
Sin = Sout T Sen Е AS system (kW/K) 

— —— —— 
Rate of net entropy transfer Rate of entropy Rate of change 

by heat and mass generation of entropy 


For a general steady-flow process it simplifies to 


Soen = > M.Se — Mss; — > 9 
k 
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РКОВЇЕМ5” 


Entropy and the Increase of Entropy Principle 


7-1C Does the temperature in the Clausius inequality rela- 
tion have to be absolute temperature? Why? 


7-2C Does a cycle for which $ ôQ > 0 violate the Clausius 
inequality? Why? 

7-3C Is a quantity whose cyclic integral is zero necessarily a 
property? 

7-AC Does the cyclic integral of heat have to be zero (i.e., 
does a system have to reject as much heat as it receives to com- 
plete a cycle)? Explain. 

7-5C Does the cyclic integral of work have to be zero (i.e., 
does a system have to produce as much work as it consumes to 
complete a cycle)? Explain. 


7-6C A system undergoes a process between two fixed states 
first in a reversible manner and then in an irreversible manner. 
For which case is the entropy change greater? Why? 


7-7С Is the value of the integral f ? 8Q/T the same for all 
processes between states 1 and 2? Explain. 

7-8C Is the value of the integral f ? 5Q/T the same for all 
reversible processes between states 1 and 2? Why? 


7-9C To determine the entropy change for an irreversible 
process between states 1 and 2, should the integral f ? 6Q/T 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon && are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon B are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


be performed along the actual process path or an imaginary 
reversible path? Explain. 


7-10C Is an isothermal process necessarily internally re- 
versible? Explain your answer with an example. 


7-11C How do the values of the integral f? 5Q/T compare 
for a reversible and irreversible process between the same 
end states? 


7-12C The entropy of a hot baked potato decreases as it 
cools. Is this a violation of the increase of entropy principle? 
Explain. 

7-13С Is it possible to create entropy? Is it possible to 
destroy it? 

7-14C A piston-cylinder device contains helium gas. During 
a reversible, isothermal process, the entropy of the helium will 
(never, sometimes, always) increase. 


7-15C A piston-cylinder device contains nitrogen gas. Dur- 
ing a reversible, adiabatic process, the entropy of the nitrogen 
will (never, sometimes, always) increase. 

7-16C A piston-cylinder device contains superheated steam. 
During an actual adiabatic process, the entropy of the steam 
will (never, sometimes, always) increase. 

7-17C The entropy of steam will (increase, decrease, remain 
the same) as it flows through an actual adiabatic turbine. 
7-18C The entropy of the working fluid of the ideal Carnot 
cycle (increases, decreases, remains the same) during the 
isothermal heat addition process. 

7-19C The entropy of the working fluid of the ideal Carnot 
cycle (increases, decreases, remains the same) during the 
isothermal heat rejection process. 

7-20C During a heat transfer process, the entropy of a 
system (always, sometimes, never) increases. 

7-21С Is it possible for the entropy change of a closed 
system to be zero during an irreversible process? Explain. 
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7-22C What three different mechanisms can cause the en- 
tropy of a control volume to change? 


7-23C Steam is accelerated as it flows through an actual 
adiabatic nozzle. The entropy of the steam at the nozzle exit 
will be (greater than, equal to, less than) the entropy at the 
nozzle inlet. 


7-24  Arigid tank contains an ideal gas at 40?C that is being 
stirred by a paddle wheel. The paddle wheel does 200 kJ of 
work on the ideal gas. It is observed that the temperature of the 
ideal gas remains constant during this process as a result of 
heat transfer between the system and the surroundings at 30?C. 
Determine the entropy change of the ideal gas. 














Heat | IDEAL GAS 
40*C 
30°C == 
200 KJ 
FIGURE P7-24 


7-25 Air is compressed by a 12-kW compressor from P} to 
P,. The air temperature is maintained constant at 25°C during 
this process as a result of heat transfer to the surrounding 
medium at 10°C. Determine the rate of entropy change of the 
air. State the assumptions made in solving this problem. 
Answer: —0.0403 kW/K 


7-26 During the isothermal heat addition process of a Carnot 
cycle, 900 kJ of heat is added to the working fluid from a 
source at 400°C. Determine (a) the entropy change of the 
working fluid, (b) the entropy change of the source, and (c) the 
total entropy change for the process. 


7-27 E Reconsider Prob. 7-26. Using EES (or other) 

software, study the effects of the varying heat 
added to the working fluid and the source temperature on the 
entropy change of the working fluid, the entropy change of the 
source, and the total entropy change for the process. Let the 
source temperature vary from 100°C to 1000°C. Plot the en- 
tropy changes of the source and of the working fluid against 
the source temperature for heat transfer amounts of 500 KJ, 
900 kJ, and 1300 kJ, and discuss the results. 


7-28E During the isothermal heat rejection process of a 
Carnot cycle, the working fluid experiences an entropy change 
of —0.7 Btu/R. If the temperature of the heat sink is 95°F, 





Carnot heat engine 


FIGURE P7-28E 
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determine (a) the amount of heat transfer, (b) the entropy 
change of the sink, and (c) the total entropy change for this 
process. Answers: (a) 388.5 Btu, (5) 0.7 Btu/R, (c) O 


7-29  Refrigerant-134a enters the coils of the evaporator of a 
refrigeration system as a saturated liquid-vapor mixture at a 
pressure of 200 kPa. The refrigerant absorbs 120 kJ of heat 
from the cooled space, which is maintained at —5?C, and 
leaves as saturated vapor at the same pressure. Determine 
(a) the entropy change of the refrigerant, (b) the entropy 
change of the cooled space, and (c) the total entropy change for 
this process. 


Entropy Changes of Pure Substances 


7-30C Is a process that is internally reversible and adiabatic 
necessarily isentropic? Explain. 


7-31 The radiator of a steam heating system has a volume of 
20 L and is filled with superheated water vapor at 200 kPa and 
200°C. At this moment both the inlet and the exit valves to the 
radiator are closed. After a while the temperature of the steam 
drops to 80?C as a result of heat transfer to the room air. Deter- 
mine the entropy change of the steam during this process, in 
kJ/K. Answer: —0.0806 kJ/K 


7-32. AQ.5-n rigid tank contains refrigerant-134a initially at 
200 kPa and 40 percent quality. Heat is transferred now to the 
refrigerant from a source at 35?C until the pressure rises to 
400 kPa. Determine (a) the entropy change of the refrigerant, 
(b) the entropy change of the heat source, and (c) the total 
entropy change for this process. 

Answers: (а) 3.873 kJ/K, (b) —3.432 kJ/K, (c) 0.441 kJ/K 


7-33 «S Reconsider Prob. 7-32. Using EES (or other) 

software, investigate the effects of the source 
temperature and final pressure on the total entropy change for 
the process. Let the source temperature vary from 30°C to 
210°C, and the final pressure vary from 250 kPa to 500 kPa. 
Plot the total entropy change for the process as a function of 
the source temperature for final pressures of 250 kPa, 400 kPa, 
and 500 kPa, and discuss the results. 


7-34  Awell-insulated rigid tank contains 4 kg of a saturated 
liquid-vapor mixture of water at 100 kPa. Initially, three- 
quarters of the mass is in the liquid phase. An electric resis- 
tance heater placed in the tank is now turned on and kept on 





Н,О 
4kg 
100 kPa 











FIGURE P7-34 
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until all the liquid in the tank is vaporized. Determine the 
entropy change of the steam during this process. 
Answer: 16.19 kJ/K 


7-35 A rigid tank is divided into two equal parts by a 

fs partition. One part of the tank contains 1.5 kg of 
compressed liquid water at 300 kPa and 60°C while the other 
part is evacuated. The partition is now removed, and the water 
expands to fill the entire tank. Determine the entropy change of 
water during this process, if the final pressure in the tank is 
15 kPa. Answer: —0.1134 kJ/K 


1.5kg 
compressed 
liquid 


Vacuum 


300 kPa 
60°C 





FIGURE P7-35 

7-36 (SH Reconsider Prob. 7-35. Using EES (or other) 

software, evaluate and plot the entropy generated 

as a function of surroundings temperature, and determine the 

values of the surroundings temperatures that are valid for this 

problem. Let the surrounding temperature vary from 0°C to 
100°C. Discuss your results. 


7-37E A piston-cylinder device contains 3 Ibm of refriger- 
ant-134a at 120 psia and 120°F. The refrigerant is now cooled 
at constant pressure until it exists as a liquid at 90°F. Determine 
the entropy change of the refrigerant during this process. 


7-38  Aninsulated piston-cylinder device contains 5 L of sat- 
urated liquid water at a constant pressure of 150 kPa. An elec- 
tric resistance heater inside the cylinder is now turned on, and 
2200 kJ of energy is transferred to the steam. Determine the 
entropy change of the water during this process, in kJ/K. 
Answer: 5.72 kJ/K 


7-39 An insulated piston-cylinder device contains 0.05 m° of 
saturated refrigerant-134a vapor at 0.8-MPa pressure. The re- 
frigerant is now allowed to expand in a reversible manner until 





FIGURE P7-39 


—— 


the pressure drops to 0.4 MPa. Determine (a) the final temper- 
ature in the cylinder and (5) the work done by the refrigerant. 


7-40 KES Reconsider Prob. 7—39. Using EES (or other) 

software, evaluate and plot the work done by the 
refrigerant as a function of final pressure as it varies from 0.8 
MPa to 0.4 MPa. Compare the work done for this process to 
one for which the temperature is constant over the same pres- 
sure range. Discuss your results. 


7-41 Refrigerant-134a enters an adiabatic compressor as sat- 
urated vapor at 140 kPa at a rate of 2 m?/min and is compressed 
to a pressure of 700 kPa. Determine the minimum power that 
must be supplied to the compressor. 


7-42E Steam enters an adiabatic turbine at 800 psia and 
900°F and leaves at a pressure of 40 psia. Determine the max- 
imum amount of work that can be delivered by this turbine. 


7-A3E «S Reconsider Prob. 7—-42E. Using EES (or other) 

software, evaluate and plot the work done by 
the steam as a function of final pressure as it varies from 800 
psia to 40 psia. Also investigate the effect of varying the tur- 
bine inlet temperature from the saturation temperature at 800 
psia to 900°F on the turbine work. 


7-44 A heavily insulated piston-cylinder device contains 
0.05 m? of steam at 300 kPa and 150°C. Steam is now com- 
pressed in a reversible manner to a pressure of 1 MPa. Deter- 
mine the work done on the steam during this process. 


7—45 «S Reconsider Prob. 7-44. Using EES (or other) 

software, evaluate and plot the work done on the 
steam as a function of final pressure as the pressure varies from 
300 kPa to 1MPa. 


7-46 A piston-cylinder device contains 1.2 kg of saturated 
water vapor at 200?C. Heat is now transferred to steam, and 
steam expands reversibly and isothermally to a final pressure 
of 800 kPa. Determine the heat transferred and the work done 
during this process. 


7-47 KES Reconsider Prob. 7—46. Using EES (or other) 

software, evaluate and plot the heat transferred to 
the steam and the work done as a function of final pressure as 
the pressure varies from the initial value to the final value of 
800 kPa. 


Entropy Change of Incompressible Substances 


7-48C Consider two solid blocks, one hot and the other cold, 
brought into contact in an adiabatic container. After a while, 
thermal equilibrium is established in the container as a result of 
heat transfer. The first law requires that the amount of energy 
lost by the hot solid be equal to the amount of energy gained by 
the cold one. Does the second law require that the decrease in 
entropy of the hot solid be equal to the increase in entropy of 
the cold one? 


7-49 A 50-kg copper block initially at 80°C is dropped 
into an insulated tank that contains 120 L of water at 25°C. 
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Determine the final equilibrium temperature and the total 
entropy change for this process. 


7-50 A 12-kg iron block initially at 350°C is quenched in an 
insulated tank that contains 100 kg of water at 22°C. Assuming 
the water that vaporizes during the process condenses back in 
the tank, determine the total entropy change during this 
process. 


7-51 A 20-kg aluminum block initially at 200°C is brought 
into contact with a 20-kg block of iron at 100°C in an insulated 
enclosure. Determine the final equilibrium temperature and the 
total entropy change for this process. 

Answers: 168.4°C, 0.169 kJ/K 


7-52 «S Reconsider Prob. 7-51. Using EES (or other) 
software, study the effect of the mass of the iron 
block on the final equilibrium temperature and the total en- 
tropy change for the process. Let the mass of the iron vary 
from | to 10 kg. Plot the equilibrium temperature and the to- 
tal entropy change as a function of iron mass, and discuss 
the results. 
7-53  A50-kg iron block and a 20-kg copper block, both ini- 
tially at 80?C, are dropped into a large lake at 15?C. Thermal 
equilibrium is established after a while as a result of heat trans- 
fer between the blocks and the lake water. Determine the total 
entropy change for this process. 


IRON 
50 kg 








LAKE 15°C 


OPPER 
FIGURE P7—53 


Entropy Change of Ideal Gases 


7-54C Prove that the two relations for entropy change 
of ideal gases under the constant-specific-heat assumption 
(Eqs. 7—33 and 7—34) are equivalent. 
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7-55C Starting with the second T ds relation (Eq. 7—26), ob- 
tain Eq. 7-34 for the entropy change of ideal gases under the 
constant-specific-heat assumption. 


7-56C Some properties of ideal gases such as internal energy 
and enthalpy vary with temperature only [that is, u = u(T) and 
h = h(T)]. Is this also the case for entropy? 


7-57C Starting with Eq. 7—34, obtain Eq. 7-43. 


7-58C What are P, and v, called? Is their use limited to isen- 
tropic processes? Explain. 


7-59C Can the entropy of an ideal gas change during an 
isothermal process? 


7-60C An ideal gas undergoes a process between two speci- 
fied temperatures, first at constant pressure and then at constant 
volume. For which case will the ideal gas experience a larger 
entropy change? Explain. 


7-61 Oxygen gas is compressed in a piston-cylinder device 
from an initial state of 0.8 m?/kg and 25°C to a final state of 
0.1 m?/kg and 287°C. Determine the entropy change of the 
oxygen during this process. Assume constant specific heats. 


7-62 A 1.5-m? insulated rigid tank contains 2.7 kg of carbon 
dioxide at 100 kPa. Now paddle-wheel work is done on the 
system until the pressure in the tank rises to 120 kPa. Deter- 
mine the entropy change of carbon dioxide during this process 
in kJ/K. Assume constant specific heats. Answer: 0.323 kJ/K 





СО, 
1.5m? 
100 kPa 
2.7 kg 


— 











FIGURE P7—62 


7—63 An insulated piston-cylinder device initially contains 
300 L of air at 120 kPa and 17°C. Air is now heated for 15 min 
by a 200-W resistance heater placed inside the cylinder. The 
pressure of air is maintained constant during this process. De- 
termine the entropy change of air, assuming (a) constant spe- 
cific heats and (b) variable specific heats. 


7—64 Apiston-cylinder device contains 1.2 kg of nitrogen gas 
at 120 kPa and 27°C. The gas is now compressed slowly in a 
polytropic process during which PV!? — constant. The process 
ends when the volume is reduced by one-half. Determine the 
entropy change of nitrogen during this process. 

Answer: —0.0617 kJ/K 


7-65 KES Reconsider Prob. 7—64. Using EES (or other) 
software, investigate the effect of varying the 
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polytropic exponent from 1 to 1.4 on the entropy change of the 
nitrogen. Show the processes on a common P- v diagram. 


7-66E A mass of 15 Ibm of helium undergoes a process 
from an initial state of 50 ft?/Ibm and 80°F to a final state of 
10 ft?/Ibm and 200°F. Determine the entropy change of helium 
during this process, assuming (a) the process is reversible and 
(b) the process is irreversible. 


7-67 Air is compressed in a piston-cylinder device from 
90 kPa and 20°C to 400 kPa in a reversible isothermal process. 
Determine (a) the entropy change of air and (b) the work done. 


7-68 Air is compressed steadily by a 5-kW compressor 
from 100 kPa and 17°C to 600 kPa and 167°C at a rate of 
1.6 kg/min. During this process, some heat transfer takes place 
between the compressor and the surrounding medium at 17°C. 
Determine the rate of entropy change of air during this process. 
Answer: —0.0025 kW/K 


600 kPa 
17°C 167°C 


J 


AIR 
COMPRESSOR = 


! 5 kW 


100 kPa 
17°C 
FIGURE P7-68 


7-69 An insulated rigid tank is divided into two equal parts 
by a partition. Initially, one part contains 5 kmol of an ideal gas 
at 400 kPa and 50°C, and the other side is evacuated. The par- 
tition is now removed, and the gas fills the entire tank. Deter- 
mine the total entropy change during this process. 

Answer: 28.81 kJ/K 


7-70 Air is compressed in a piston-cylinder device from 
100 kPa and 17°C to 800 kPa in a reversible, adiabatic process. 
Determine the final temperature and the work done during this 
process, assuming (a) constant specific heats and (b) variable 
specific heats for air. 

Answers: (a) 525.3 K, 171.1 kJ/kg; (b) 522.4 K, 169.3 kJ/kg 


7-71 E Reconsider Prob. 7-70. Using EES (or other) 

software, evaluate and plot the work done and fi- 
nal temperature during the compression process as functions of 
the final pressure for the two cases as the final pressure varies 
from 100 kPa to 800 kPa. 


7-72 Helium gas is compressed from 90 kPa and 30°C to 
450 kPa in a reversible, adiabatic process. Determine the final 
temperature and the work done, assuming the process takes 
place (a) in a piston-cylinder device and (b) in a steady-flow 
compressor. 


—$— 


7-73 An insulated rigid tank contains 4 kg of argon gas at 
450 kPa and 30°C. A valve is now opened, and argon is al- 
lowed to escape until the pressure inside drops to 150 kPa. 
Assuming the argon remaining inside the tank has undergone a 
reversible, adiabatic process, determine the final mass in the 
tank. Answer: 2.07 kg 





FIGURE P7—73 

7—74 «e Reconsider Prob. 7—73. Using EES (or other) 

software, investigate the effect of the final pres- 

sure on the final mass in the tank as the pressure varies from 
450 kPa to 150 kPa, and plot the results. 


7-75E Air enters an adiabatic nozzle at 60 psia, 540?F, and 
200 ft/s and exits at 12 psia. Assuming air to be an ideal gas 
with variable specific heats and disregarding any irreversibili- 
ties, determine the exit velocity of the air. 


7-76 Air enters a nozzle steadily at 280 kPa and 77°C with a 
velocity of 50 m/s and exits at 85 kPa and 320 m/s. The heat 
losses from the nozzle to the surrounding medium at 20°C are 
estimated to be 3.2 kJ/kg. Determine (a) the exit temperature 
and (5) the total entropy change for this process. 


7-17 KES Reconsider Prob. 7-76. Using EES (or other) 

software, study the effect of varying the sur- 
rounding medium temperature from 10°C to 40°C on the exit 
temperature and the total entropy change for this process, and 
plot the results. 


Reversible Steady-Flow Work 


7-78C In large compressors, the gas is frequently cooled 
while being compressed to reduce the power consumed by the 
compressor. Explain how cooling the gas during a compression 
process reduces the power consumption. 


7—]9C The turbines in steam power plants operate essen- 
tially under adiabatic conditions. A plant engineer suggests to 
end this practice. She proposes to run cooling water through 
the outer surface of the casing to cool the steam as it flows 
through the turbine. This way, she reasons, the entropy of the 
steam will decrease, the performance of the turbine will im- 
prove, and as a result the work output of the turbine will in- 
crease. How would you evaluate this proposal? 


7-80C Itis well known that the power consumed by a com- 
pressor can be reduced by cooling the gas during compression. 
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Inspired by this, somebody proposes to cool the liquid as it 
flows through a pump, in order to reduce the power consump- 
tion of the pump. Would you support this proposal? Explain. 


7-81 Water enters the pump of a steam power plant as satu- 
rated liquid at 20 kPa at a rate of 45 kg/s and exits at 6 MPa. 
Neglecting the changes in kinetic and potential energies and 
assuming the process to be reversible, determine the power 
input to the pump. 

7-82 Liquid water enters a 10-kW pump at 100-kPa pressure 
at a rate of 5 kg/s. Determine the highest pressure the liquid 
water can have at the exit of the pump. Neglect the kinetic and 
potential energy changes of water, and take the specific volume 
of water to be 0.001 m?/kg. Answer: 2100 kPa 


Р, 
РОМР = 
10 kW 
100 kPa 
FIGURE P7-82 


7-83E Saturated refrigerant-134a vapor at 20 psia is com- 
pressed reversibly in an adiabatic compressor to 120 psia. De- 
termine the work input to the compressor. What would your 
answer be if the refrigerant were first condensed at constant 
pressure before it was compressed? 


7-84 Consider a steam power plant that operates between the 
pressure limits of 10 MPa and 20 kPa. Steam enters the pump 
as saturated liquid and leaves the turbine as saturated vapor. 
Determine the ratio of the work delivered by the turbine to the 
work consumed by the pump. Assume the entire cycle to be 
reversible and the heat losses from the pump and the turbine 
to be negligible. 


7-85 (SH Reconsider Prob. 7-84. Using EES (or other) 

software, investigate the effect of the quality of 
the steam at the turbine exit on the net work output. Vary the 
quality from 0.5 to 1.0, and plot the net work output as a func- 
tion of this quality. 


7-86 Liquid water at 120 kPa enters a 7-kW pump where its 
pressure is raised to 3 MPa. If the elevation difference between 
the exit and the inlet levels is 10 m, determine the highest mass 
flow rate of liquid water this pump can handle. Neglect the 
kinetic energy change of water, and take the specific volume of 
water to be 0.001 m?/kg. 


7-87E Helium gas is compressed from 14 psia and 70?F 
to 120 psia at a rate of 5 ft?/s. Determine the power input 
to the compressor, assuming the compression process to be 
(a) isentropic, (b) polytropic with n = 1.2, (c) isothermal, and 
(d) ideal two-stage polytropic with n = 1.2. 
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7-88E «S Reconsider Prob. 7-87E. Using EES (or other) 

software, evaluate and plot the work of com- 
pression and entropy change of the helium as functions of the 
polytropic exponent as it varies from 1 to 1.667. Discuss your 


results. 


7-89 Nitrogen gas is compressed from 80 kPa and 27?C to 
480 kPa by a 10-kW compressor. Determine the mass flow rate 
of nitrogen through the compressor, assuming the compres- 
sion process to be (a) isentropic, (b) polytropic with n = 1.3, 
(c) isothermal, and (d) ideal two-stage polytropic with n — 1.3. 
Answers: (a) 0.048 kg/s, (b) 0.051 kg/s, (c) 0.063 kg/s, 
(d) 0.056 kg/s 


7-90 The compression stages in the axial compressor of the 
industrial gas turbine are close coupled, making intercooling 
very impractical. To cool the air in such compressors and to 
reduce the compression power, it is proposed to spray water 
mist with drop size on the order of 5 microns into the air stream 
as it is compressed and to cool the air continuously as the water 
evaporates. Although the collision of water droplets with tur- 
bine blades is a concern, experience with steam turbines indi- 
cates that they can cope with water droplet concentrations of 
up to 14 percent. Assuming air is compressed isentropically at 
a rate of 2 kg/s from 300 K and 100 kPa to 1200 kPa and the 
water is injected at a temperature of 20°C at a rate of 0.2 kg/s, 
determine the reduction in the exit temperature of the com- 
pressed air and the compressor power saved. Assume the water 
vaporizes completely before leaving the compressor, and as- 
sume an average mass flow rate of 2.1 kg/s throughout the 
compressor. 


7-91 Reconsider Prob. 7-90. The water-injected compressor 
is used in a gas turbine power plant. It is claimed that the 
power output of a gas turbine will increase because of the in- 
crease in the mass flow rate of the gas (air + water vapor) 
through the turbine. Do you agree? 


Isentropic Efficiencies of Steady-Flow Devices 


7-92C Describe the ideal process for an (a) adiabatic turbine, 
(b) adiabatic compressor, and (c) adiabatic nozzle, and define 
the isentropic efficiency for each device. 


7-93С Is the isentropic process a suitable model for com- 
pressors that are cooled intentionally? Explain. 


7-94C OnaT-s diagram, does the actual exit state (state 2) of 
an adiabatic turbine have to be on the right-hand side of the 
isentropic exit state (state 2s)? Why? 


7-95 Steam enters an adiabatic turbine at 8 MPa and 500°C 
with a mass flow rate of 3 kg/s and leaves at 30 kPa. The isen- 
tropic efficiency of the turbine is 0.90. Neglecting the kinetic 
energy change of the steam, determine (a) the temperature at 
the turbine exit and (b) the power output of the turbine. 
Answers: (a) 69.1°C, (b) 3052 kW 


7-96 KES Reconsider Prob. 7—95. Using EES (or other) 
software, study the effect of varying the turbine 
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FIGURE P7-95 


isentropic efficiency from 0.75 to 1.0 on both the work done 
and the exit temperature of the steam, and plot your results. 


7—97 Steam enters an adiabatic turbine at 6 MPa, 600?C, and 
80 m/s and leaves at 50 kPa, 100°C, and 140 m/s. If the power 
output of the turbine is 8 MW, determine (a) the mass flow rate 
of the steam flowing through the turbine and (b) the isentropic 
efficiency of the turbine. 

Answers: (a) 8.25 kg/s, (b) 83.7 percent 


7-98 Argon gas enters an adiabatic turbine at 800°C and 
1.5 MPa at a rate of 80 kg/min and exhausts at 200 kPa. If the 
power output of the turbine is 370 kW, determine the isentropic 
efficiency of the turbine. 


7-99E Combustion gases enter an adiabatic gas turbine at 
1540°F and 120 psia and leave at 60 psia with a low velocity. 
Treating the combustion gases as air and assuming an isen- 
tropic efficiency of 86 percent, determine the work output of 
the turbine. Answer: 75.2 Btu/lbm 


7-100 > Refrigerant-134a enters an adiabatic compres- 
«S^ sor as saturated vapor at 120 kPa at a rate of 
0.3 m?/min and exits at 1-MPa pressure. If the isentropic effi- 
ciency of the compressor is 80 percent, determine (a) the tem- 
perature of the refrigerant at the exit of the compressor and 
(b) the power input, in kW. Also, show the process on а T-s 


diagram with respect to saturation lines. 






COMPRESSOR 


: 


120 КРа 
Sat. vapor 


FIGURE P7-100 





7-101 «S Reconsider Prob. 7-100. Using EES (or other) 


software, redo the problem by including the ef- 


—— 


fects of the kinetic energy of the flow by assuming an inlet- 
to-exit area ratio of 1.5 for the compressor when the compres- 
sor exit pipe inside diameter is 2 cm. 


7-102 Air enters an adiabatic compressor at 100 kPa and 
17°C at a rate of 2.4 m?/s, and it exits at 257°C. The com- 
pressor has an isentropic efficiency of 84 percent. Neglecting 
the changes in kinetic and potential energies, determine (a) the 
exit pressure of air and (b) the power required to drive the 
compressor. 


7-103 Air is compressed by an adiabatic compressor from 
95 kPa and 27°C to 600 kPa and 277°C. Assuming variable 
specific heats and neglecting the changes in kinetic and poten- 
tial energies, determine (a) the isentropic efficiency of the 
compressor and (b) the exit temperature of air if the process 
were reversible. Answers: (a) 81.9 percent, (b) 505.5 K 


7-104E Argon gas enters an adiabatic compressor at 20 psia 
and 90°F with a velocity of 60 ft/s, and it exits at 200 psia 
and 240 ft/s. If the isentropic efficiency of the compressor is 
80 percent, determine (a) the exit temperature of the argon and 
(b) the work input to the compressor. 


7-105 Carbon dioxide enters an adiabatic compressor at 
100 kPa and 300 K at a rate of 2.2 kg/s and exits at 600 kPa and 
450 K. Neglecting the kinetic energy changes, determine the 
isentropic efficiency of the compressor. 


7-106E Air enters an adiabatic nozzle at 60 psia and 1020°F 
with low velocity and exits at 800 ft/s. If the isentropic effi- 
ciency of the nozzle is 90 percent, determine the exit tempera- 
ture and pressure of the air. 


7-107E Reconsider Prob. 7—106E. Using EES (or 
Ez other) software, study the effect of varying the 

nozzle isentropic efficiency from 0.8 to 1.0 on both the exit 

temperature and pressure of the air, and plot the results. 


7-108 Hot combustion gases enter the nozzle of a turbojet 
engine at 260 kPa, 747?C, and 80 m/s, and they exit at a pres- 
sure of 85 kPa. Assuming an isentropic efficiency of 92 percent 
and treating the combustion gases as air, determine (a) the exit 
velocity and (b) the exit temperature. 

Answers: (a) 728.2 m/s, (b) 786.3 K 


С 


260 КРа 
TAC —- 
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NOZZLE 
Ny = 92% 
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FIGURE P7-108 
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85 kPa 


Entropy Balance 


7-109 Consider a family of four, with each person taking a 
5-min shower every morning. The average flow rate through 
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the shower head is 12 L/min. City water at 15°C is heated to 
55°C in an electric water heater and tempered to 42°C by cold 
water at the T-elbow of the shower before being routed to the 
shower head. Determine the amount of entropy generated by 
this family per year as a result of taking daily showers. 


7-110 Steam is to be condensed in the condenser of a steam 
power plant at a temperature of 50°C with cooling water from 
a nearby lake, which enters the tubes of the condenser at 18°C 
at a rate of 101 kg/s and leaves at 27°C. Assuming the con- 
denser to be perfectly insulated, determine (a) the rate of con- 
densation of the steam and (5) the rate of entropy generation in 
the condenser. Answers: (a) 1.595 kg/s, (b) 1.10 kW/K 


7-111 A well-insulated heat exchanger is to heat water 
(C, = 4.18 kJ/kg - °C) from 25°C to 60°C at a rate of 0.50 kg/s. 
The heating is to be accomplished by geothermal water 
(C, = 4.31 kJ/kg - °C) available at 140°C at a mass flow rate of 
0.75 kg/s. Determine (a) the rate of heat transfer and (b) the 
rate of entropy generation in the heat exchanger. 


Water 
25°C 


VÍ 
140°C |] 

| во°с 
FIGURE P7-111 


7-112 An adiabatic heat exchanger is to cool ethylene glycol 
(C, = 2.56 kJ/kg - °C) flowing at a rate of 2 kg/s from 80°C to 
40°C by water (C, = 4.18 kJ/kg - °C) that enters at 20°C and 
leaves at 55°C. Determine (a) the rate of heat transfer and 
(b) the rate of entropy generation in the heat exchanger. 


7-113 A well-insulated, thin-walled, double-pipe, counter- 
flow heat exchanger is to be used to cool oil (C = 2.20 kJ/kg 
: °C) from 150°C to 40°C at a rate of 2 kg/s by water (C, = 
4.18 kJ/kg - °C) that enters at 22°C at a rate of 1.5 kg/s. Deter- 
mine (a) the rate of heat transfer and (D) the rate of entropy 
generation in the heat exchanger. 


7-114 Cold water (C, = 4.18 kJ/kg - °C) leading to a shower 
enters a well-insulated, thin-walled, double-pipe, counter-flow 
heat exchanger at 15°C at a rate of 0.25 kg/s and is heated to 


0.25 kg/s | Cold 


15°C water 
Hot 











water тээ 
— į —- — $—* 
100°C = 
3kg/s |] 
| 45°С 
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45°C by hot water (C, = 4.19 kJ/kg - °C) that enters at 100°C 
at a rate of 3 kg/s. Determine (a) the rate of heat transfer and 
(b) the rate of entropy generation in the heat exchanger. 


7-115 Air (C, = 1.005 kJ/kg - °C) is to be preheated by hot 
exhaust gases in a cross-flow heat exchanger before it enters the 
furnace. Air enters the heat exchanger at 95 kPa and 20°C at a 
rate of 1.6 m?/s. The combustion gases (C, = 1.10 kJ/kg - °C) 
enter at 180°C at a rate of 2.2 kg/s and leave at 95°C. Determine 
the rate of heat transfer to the air, the outlet temperature of the 
air, and the rate of entropy generation. 


7-116 A well-insulated, shell-and-tube heat exchanger is 
used to heat water (C, = 4.18 kJ/kg - °C) in the tubes from 
20°C to 70°C at a rate of 4.5 kg/s. Heat is supplied by hot oil 
(C, = 2.30 kJ/kg - °C) that enters the shell side at 170°C at 
a rate of 10 kg/s. Disregarding any heat loss from the heat 
exchanger, determine (a) the exit temperature of the oil and 
(b) the rate of entropy generation in the heat exchanger. 


Oil 
170°C 








4.5 kg/s 
FIGURE P7-116 


7-]17E Steam is to be condensed on the shell side of a 
heat exchanger at 90°F. Cooling water enters the tubes at 60°F 
at a rate of 115.3 Ibm/s and leaves at 73°F. Assuming the heat 
exchanger to be well-insulated, determine (a) the rate of heat 
transfer in the heat exchanger and (b) the rate of entropy gen- 
eration in the heat exchanger. 


7-118 Chickens with an average mass of 2.2 kg and average 
specific heat of 3.54 kJ/kg - °C are to be cooled by chilled 
water that enters a continuous-flow-type immersion chiller at 
0.5°C and leaves at 2.5°C. Chickens are dropped into the 
chiller at a uniform temperature of 15°C at a rate of 250 chick- 
ens per hour and are cooled to an average temperature of 3°C 
before they are taken out. The chiller gains heat from the sur- 
roundings at 25°C at a rate of 150 kJ/h. Determine (a) the rate 
of heat removal from the chickens, in kW, and (b) the rate of 
entropy generation during this chilling process. 


7-119 In a dairy plant, milk at 4°C is pasteurized con- 
tinuously at 72°C at a rate of 12 L/s for 24 hours a day and 
365 days a year. The milk is heated to the pasteurizing temper- 
ature by hot water heated in a natural-gas-fired boiler that has 
an efficiency of 82 percent. The pasteurized milk is then cooled 
by cold water at 18°C before it is finally refrigerated back to 
4°C. To save energy and money, the plant installs a regenerator 
that has an effectiveness of 82 percent. If the cost of natural gas 
is $0.52/therm (1 therm = 105,500 kJ), determine how much 
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energy and money the regenerator will save this company per 
year and the annual reduction in entropy generation. 





Heat с 
(Pasteurizing 


section) 





Regenerator 





Cold 
milk 
FIGURE P7-119 


7-120  Stainless-steel ball bearings [p — 8085 kg/m? and 
C, = 0.480 kJ/(kg - °C)] having a diameter of 1.2 cm are to be 
quenched in water at a rate of 1400 per minute. The balls leave 
the oven at a uniform temperature of 900°C and are exposed to 
air at 30°C for a while before they are dropped into the water. 
If the temperature of the balls drops to 850°C prior to quench- 
ing, determine (a) the rate of heat transfer from the balls to the 
air and (5) the rate of entropy generation due to heat loss from 
the balls to the air. 


7-121 Carbon-steel balls [p — 7833 kg/m? and C, — 
0.465 kJ/(kg - °C)] 8 mm in diameter are annealed by heating 
them first to 900°C in a furnace and then allowing them to cool 
slowly to 100°C in ambient air at 35°C. If 2500 balls are to be 
annealed per hour, determine (a) the rate of heat transfer from 
the balls to the air and (b) the rate of entropy generation due to 
heat loss from the balls to the air. 

Answers: (a) 542 W, (b) 0.986 W/K 






Air, 35°C 


Steel ball 
100°C 


FIGURE P7-121 


7-122 An ordinary egg can be approximated as a 5.5-cm- 
diameter sphere. The egg is initially at a uniform temperature 
of 8?C and is dropped into boiling water at 97?C. Taking 
the properties of the egg to be p — 1020 kg/m? and C, — 
3.32 kJ/(kg - °C), determine how much heat is transferred to 
the egg by the time the average temperature of the egg rises 


Boiling а С = 
^ water —— T 
BS E 
E 

See one c 


B DCN SU ооо — 


FIGURE P7-122 


to 70°C and the amount of entropy generation associated with 
this heat transfer process. 


7-123E In a production facility, 1.2-in.-thick, 2-ft X 2-ft 
square brass plates [p — 532.5 Ibm/f? and C, — 0.091 Btu/ 
(Ibm - ?F)] that are initially at a uniform temperature of 75°F 
are heated by passing them through an oven at 1300°F at a rate 
of 450 per minute. If the plates remain in the oven until their 
average temperature rises to 1000°F, determine the rate of heat 
transfer to the plates in the furnace and the rate of entropy gen- 
eration associated with this heat transfer process. 


7-124 Long cylindrical steel rods [p — 7833 kg/m? and 
C, = 0.465 kJ/(kg - *C)] of 10-cm diameter are heat treated by 
drawing them at a velocity of 3 m/min through a 7-m-long 
oven maintained at 900°C. If the rods enter the oven at 30°C 
and leave at 700?C, determine (a) the rate of heat transfer to 
the rods in the oven and (b) the rate of entropy generation as- 
sociated with this heat transfer process. 


Oven 
900°C 


Stainless 
steel, 30°C 


FIGURE P7-124 


7-125 The inner and outer surfaces of a 5-m X 7-m brick 
wall of thickness 30 cm are maintained at temperatures of 20°C 
and 5°C, respectively. If the rate of heat transfer through the 
wall is 1035 W, determine the rate of entropy generation within 
the wall. 


7-126 For heat transfer purposes, a standing man can be 
modeled as a 30-cm-diameter, 170-cm-long vertical cylinder 
with both the top and bottom surfaces insulated and with the 
side surface at an average temperature of 34°C. If the rate of 
heat loss from this man to the environment at 20°C is 336 W, 
determine the rate of entropy transfer from the body of this per- 
son accompanying heat transfer, in W/K. 


7-127 A 1000-W iron is left on the ironing board with its 
base exposed to the air at 20°C. If the surface temperature is 
400°C, determine the rate of entropy generation during this 
process in steady operation. How much of this entropy genera- 
tion occurs within the iron? 


7-128E  Africtionless piston-cylinder device contains satu- 
rated liquid water at 20-psia pressure. Now 600 Btu of heat 
is transferred to water from a source at 900°F, and part of 
the liquid vaporizes at constant pressure. Determine the total 
entropy generated during this process, in Btu/R. 
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7-129E Steam enters a diffuser at 20 psia and 240°F with a 
velocity of 900 ft/s and exits as saturated vapor at 240°F and 
100 ft/s. The exit area of the diffuser is 1 ft? . Determine (a) the 
mass flow rate of the steam and (b) the rate of entropy gen- 
eration during this process. Assume an ambient temperature 
of 77°F. 


7-130 Steam expands in a turbine steadily at a rate of 25,000 
kg/h, entering at 8 MPa and 450°C and leaving at 50 kPa as 
saturated vapor. If the power generated by the turbine is 4 MW, 
determine the rate of entropy generation for this process. As- 
sume the surrounding medium is at 25°C. — Answer: 8.38 kW/K 


8 MPa 
450°C 
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TURBINE 2 
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sat. vapor 


FIGURE P7-130 


7-131 A hot-water stream at 70°C enters an adiabatic mixing 
chamber with a mass flow rate of 3.6 kg/s, where it is mixed 
with a stream of cold water at 20°C. If the mixture leaves the 
chamber at 42°C, determine (a) the mass flow rate of the cold 
water and (b) the rate of entropy generation during this adia- 
batic mixing process. Assume all the streams are at a pressure 
of 200 kPa. 


7-132 Liquid water at 200 kPa and 20°C is heated in a cham- 
ber by mixing it with superheated steam at 200 kPa and 300°C. 
Liquid water enters the mixing chamber at a rate of 2.5 kg/s, 
and the chamber is estimated to lose heat to the surrounding air 
at 25°C at a rate of 600 kJ/min. If the mixture leaves the mix- 
ing chamber at 200 kPa and 60°C, determine (a) the mass flow 
rate of the superheated steam and (5) the rate of entropy gener- 
ation during this mixing process. 

Answers: (a) 0.152 kg/s, (b) 0.297 kW/K 
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7-133  A0.4-n rigid tank is filled with saturated liquid water 
at 200°C. A valve at the bottom of the tank is now opened, and 
one-half of the total mass is withdrawn from the tank in the 
liquid form. Heat is transferred to water from a source at 250°C 
so that the temperature in the tank remains constant. Determine 
(a) the amount of heat transfer and (b) the total entropy gener- 
ation for this process. 


7-]34E  Aniron block of unknown mass at 185?F is dropped 
into an insulated tank that contains 0.8 ft? of water at 70°F. 
At the same time, a paddle wheel driven by a 200-W motor is 
activated to stir the water. Thermal equilibrium is established 
after 10 min with a final temperature of 75°F. Determine the 
mass of the iron block and the entropy generated during this 
process. 


7-135E Air enters a compressor at ambient conditions of 
15 psia and 60°F with a low velocity and exits at 150 psia, 
620°F, and 350 ft/s. The compressor is cooled by the ambient 
air at 60°F at a rate of 1500 Btu/min. The power input to the 
compressor is 400 hp. Determine (a) the mass flow rate of air 
and (5) the rate of entropy generation. 


7-136 Steam enters an adiabatic nozzle at 3 MPa and 400?C 
with a velocity of 70 m/s and exits at 2 MPa and 320 m/s. If the 
nozzle has an inlet area of 7 cm?, determine (a) the exit tem- 
perature and (b) the rate of entropy generation for this process. 
Answers: (a) 370.4°C, (b) 0.0517 kW/K 


Review Problems 


7-137 Show that the difference between the reversible 
steady-flow work and reversible moving boundary work is 
equal to the flow energy. 


7-138E А 1.2-f? well-insulated rigid can initially contains 
refrigerant-134a at 120 psia and 80°F. Now a crack develops in 
the can, and the refrigerant starts to leak out slowly. Assuming 
the refrigerant remaining in the can has undergone a reversible, 
adiabatic process, determine the final mass in the can when the 
pressure drops to 30 psia. 


R-134a 
120 psia 
80°F 








FIGURE P7-138E 


7-139 An insulated tank containing 0.4 m? of saturated water 
vapor at 500 kPa is connected to an initially evacuated, insu- 
lated piston-cylinder device. The mass of the piston is such that 
a pressure of 150 kPa is required to raise it. Now the valve is 
opened slightly, and part of the steam flows to the cylinder, 
raising the piston. This process continues until the pressure in 
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the tank drops to 150 kPa. Assuming the steam that remains in 
the tank to have undergone a reversible adiabatic process, de- 
termine the final temperature (a) in the rigid tank and (5) in the 
cylinder. 











0.4 m? 
sat. vapor 
500 kPa 


150 kPa 


| 











FIGURE P7-139 


7-140 One ton of liquid water at 80?C is brought into a well- 
insulated and well-sealed 4-m X 5-m X 7-m room initially at 
22°C and 100 kPa. Assuming constant specific heats for both 
air and water at room temperature, determine (a) the final equi- 
librium temperature in the room and (5) the total entropy 
change during this process, in kJ/K. 





4mx5mx7m 
ROOM 
22°C 
100 kPa 




















FIGURE P7-140 


7-141E A piston-cylinder device initially contains 15 ft? of 
helium gas at 25 psia and 70°F. Helium is now compressed in 
a polytropic process (PV" — constant) to 70 psia and 300°F. 
Determine (a) the entropy change of helium, (5) the entropy 
change of the surroundings, and (c) whether this process is re- 
versible, irreversible, or impossible. Assume the surroundings 
are at 70?F. 

Answers: (a) —0.016 Btu/R, (5) 0.019 Btu/R, (c) irreversible 


7-142 Air is compressed steadily by a compressor from 
100 kPa and 17°C to 700 kPa at a rate of 5 kg/min. Determine 
the minimum power input required if the process is (a) adia- 
batic and (b) isothermal. Assume air to be an ideal gas with 
variable specific heats, and neglect the changes in kinetic and 
potential energies. Answers: (a) 18.0 kW, (b) 13.5 kW. 


7-143 Air enters a two-stage compressor at 100 kPa and 
27°C and is compressed to 900 kPa. The pressure ratio across 
each stage is the same, and the air is cooled to the initial tem- 
perature between the two stages. Assuming the compression 


—— 


process to be isentropic, determine the power input to the com- 
pressor for a mass flow rate of 0.02 kg/s. What would your 
answer be if only one stage of compression were used? 
Answers: 4.44 kW, 5.26 kW 


Heat 







AIR 
COMPRESSOR 
(Ist stage) 


í 


100 kPa 
27°C 
FIGURE P7-143 





7-144 Consider a three-stage isentropic compressor with two 
intercoolers that cool the gas to the initial temperature between 
the stages. Determine the two intermediate pressures (P, and 
P,) in terms of inlet and exit pressures (P; and P;) that will 
minimize the work input to the compressor. 

Answers: P, = (P3P5)15, P, — (P, P2)! 


7-145 Steam at 7 MPa and 500°C enters a two-stage adia- 
batic turbine at a rate of 15 kg/s. Ten percent of the steam is ex- 
tracted at the end of the first stage at a pressure of 1 MPa for 
other use. The remainder of the steam is further expanded in 
the second stage and leaves the turbine at 50 kPa. Determine 
the power output of the turbine, assuming (a) the process is 
reversible and (b) the turbine has an isentropic efficiency of 
88 percent. Answers: (a) 14,930 kW, (0) 13,140 КУ/ 
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FIGURE P7-145 


7-146 Steam enters a two-stage adiabatic turbine at 8 MPa 
and 500?C. It expands in the first stage to a pressure of 2 MPa. 
Then steam is reheated at constant pressure to 500?C before it 
is expanded in a second stage to a pressure of 100 kPa. The 
power output of the turbine is 80 MW. Assuming an isentropic 
efficiency of 84 percent for each stage of the turbine, determine 
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the required mass flow rate of steam. Also, show the process on 
a T-s diagram with respect to saturation lines. 
Answer: 82.0 kg/s 


7-147  Refrigerant-134a at 140 kPa and —10?C is com- 
pressed by an adiabatic 0.5-kW compressor to an exit state of 
700 kPa and 60°C. Neglecting the changes in kinetic and po- 
tential energies, determine (a) the isentropic efficiency of the 
compressor, (b) the volume flow rate of the refrigerant at the 
compressor inlet, in L/min, and (c) the maximum volume flow 
rate at the inlet conditions that this adiabatic 0.5-kW compres- 
sor can handle without violating the second law. 


7-148E Helium gas enters a nozzle whose isentropic effi- 
ciency is 94 percent with a low velocity, and it exits at 14 psia, 
180°F, and 1000 ft/s. Determine the pressure and temperature 
at the nozzle inlet. 


7-149 ^] An adiabatic air compressor is to be powered by 
«65 a direct-coupled adiabatic steam turbine that is 
also driving a generator. Steam enters the turbine at 12.5 MPa 
and 500°C at a rate of 25 kg/s and exits at 10 kPa and a quality 
of 0.92. Air enters the compressor at 98 kPa and 295 K at a rate 
of 10 kg/s and exits at 1 MPa and 620 K. Determine the net 
power delivered to the generator by the turbine and the rate of 
entropy generation within the turbine and the compressor dur- 
ing this process. 


1 MPa 
620 K 


12.5 MPa 
500°C 






turbine 


98 kPa 
295 K 


FIGURE P7-149 


10 kPa 


7-150 ME% Reconsider Prob. 7-149. Using EES (or other) 

software, determine the isentropic efficiencies 
for the compressor and turbine. Then use EES to study how 
varying the compressor efficiency over the range 0.6 to 0.8 
and the turbine efficiency over the range 0.7 to 0.95 affect the 
net work for the cycle and the entropy generated for the 
process. Plot the net work as a function of the compressor 
efficiency for turbine efficiencies of 0.7, 0.8, and 0.9, and dis- 
cuss your results. 


7-151 Consider two bodies of identical mass m and specific 
heat C used as thermal reservoirs (source and sink) for a heat 
engine. The first body is initially at an absolute temperature T, 
while the second one is at a lower absolute temperature T}. 
Heat is transferred from the first body to the heat engine, which 
rejects the waste heat to the second body. The process contin- 
ues until the final temperatures of the two bodies T, become 


—— 
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equal. Show that T, = V T,T; when the heat engine produces 
the maximum possible work. 


m,C 
Tı 

















FIGURE Р7-151 


7-152 The explosion of a hot-water tank in a school in 
Spencer, Oklahoma, in 1982 killed 7 people while injuring 
33 others. Although the number of such explosions has de- 
creased dramatically since the development of the ASME Pres- 
sure Vessel Code, which requires the tanks to be designed to 
withstand four times the normal operating pressures, they still 
occur as a result of the failure of the pressure relief valves and 
thermostats. When a tank filled with a high-pressure and high- 
temperature liquid ruptures, the sudden drop of the pressure of 
the liquid to the atmospheric level causes part of the liquid to 
flash into vapor, and thus to experience a huge rise in its vol- 
ume. The resulting pressure wave that propagates rapidly can 
cause considerable damage. 

Considering that the pressurized liquid in the tank even- 
tually reaches equilibrium with its surroundings shortly after 
the explosion, the work that a pressurized liquid would do if al- 
lowed to expand reversibly and adiabatically to the pressure of 
the surroundings can be viewed as the explosive energy of the 
pressurized liquid. Because of the very short time period of the 
explosion and the apparent calm afterward, the explosion 
process can be considered to be adiabatic with no changes in 
kinetic and potential energies and no mixing with the air. 


Hot water 
tank 


100 1, 
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FIGURE P7-152 
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Consider a 100-L hot-water tank that has a working pres- 
sure of 0.5 MPa. As a result of some malfunction, the pressure 
in the tank rises to 2 MPa, at which point the tank explodes. 
Taking the atmospheric pressure to be 100 kPa and assuming 
the liquid in the tank to be saturated at the time of explosion, 
determine the total explosion energy of the tank in terms of 
the TNT equivalence. (The explosion energy of TNT is about 
3250 kJ/kg, and 5 kg of TNT can cause total destruction of 
unreinforced structures within about a 7-m radius.) 

Answer: 2.467 kg TNT 


7-153 Using the arguments in Prob. 7-152, determine the to- 
tal explosion energy of a 0.2-L canned drink that explodes at a 
pressure of 1 MPa. To how many kg of TNT is this explosion 
energy equivalent? 


7-154 Demonstrate the validity of the Clausius inequality 
using a reversible and an irreversible heat engine operating 
between the same two thermal energy reservoirs at constant 
temperatures of T, and Ty. 


High-temperature reservoir at Ty 
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FIGURE P7-154 


7-155 The inner and outer surfaces of a 2-m X 2-m window 
glass in winter are 10°C and 3°C, respectively. If the rate of 
heat loss through the window is 3.2 kJ/s, determine the amount 
of heat loss, in kilojoules, through the glass over a period of 
5 h. Also, determine the rate of entropy generation during this 
process within the glass. 


7-156 Two rigid tanks are connected by a valve. Tank A is in- 
sulated and contains 0.2 m° of steam at 400 kPa and 80 percent 
quality. Tank B is uninsulated and contains 3 kg of steam at 
200 kPa and 250°C. The valve is now opened, and steam flows 
from tank A to tank B until the pressure in tank A drops to 
300 kPa. During this process 600 kJ of heat is transferred from 
tank B to the surroundings at 0°C. Assuming the steam remain- 
ing inside tank A to have undergone a reversible adiabatic 


—— 


process, determine (a) the final temperature in each tank and 
(р) the entropy generated during this process. 
Answers: (a) 133.55°C, 113.0°C; (5) 0.912 kJ/K 
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FIGURE P7-156 


7-157 Heat is transferred steadily to boiling water in the pan 
through its flat bottom at a rate of 800 W. If the temperatures of 
the inner and outer surfaces of the bottom of the tank are 104°C 
and 105°C, respectively, determine the rate of entropy genera- 
tion within bottom of the pan, in W/K. 
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800 W 
FIGURE P7-157 


7-158 An 800-W electric resistance heating element whose 
diameter is 0.5 cm is immersed in 40 kg of water initially at 
20°C. Assuming the water container is well-insulated, deter- 
mine how long it will take for this heater to raise the water tem- 
perature to 80°C. Also, determine the entropy generated during 
this process, in kJ/K. 


7-159 A hot-water pipe at 80°C is losing heat to the sur- 
rounding air at 5°C at a rate of 2200 W. Determine the rate of 
entropy generation in the surrounding air, in W/K. 


7-160 In large steam power plants, the feedwater is fre- 
quently heated in closed feedwater heaters, which are basically 
heat exchangers, by steam extracted from the turbine at some 
stage. Steam enters the feedwater heater at 1 MPa and 200°C 
and leaves as saturated liquid at the same pressure. Feedwater 
enters the heater at 2.5 MPa and 50°C and leaves 10°C below 
the exit temperature of the steam. Neglecting any heat losses 
from the outer surfaces of the heater, determine (a) the ratio of 
the mass flow rates of the extracted steam and the feedwater 
heater and (5) the total entropy change for this process per unit 
mass of the feedwater. 


7-161 KES Reconsider Prob. 7-160. Using EES (or other) 
software, investigate the effect of the state of the 
steam at the inlet to the feedwater heater. Assume the entropy 


-6- 


cen54261 ch07.qxd 


11/18/03 9:58 AM Page 347 


of the extraction steam is constant at the value for 1 MPa, 
200°C, and decrease the extraction steam pressure from 1 MPa 
to 100 kPa. Plot both the ratio of the mass flow rates of the ex- 
tracted steam and the feedwater heater and the total entropy 
change for this process per unit mass of the feedwater as func- 
tions of the extraction pressure. 


7-162E A 3-ft? rigid tank initially contains refrigerant-134a 
at 120 psia and 100 percent quality. The tank is connected by a 
valve to a supply line that carries refrigerant-134a at 160 psia 
and 80°F. The valve is now opened, allowing the refrigerant to 
enter the tank, and is closed when it is observed that the tank 
contains only saturated liquid at 140 psia. Determine (a) the 
mass of the refrigerant that entered the tank, (b) the amount of 
heat transfer with the surroundings at 120°F, and (c) the en- 
tropy generated during this process. 


7-163 During a heat transfer process, the entropy change 
of incompressible substances, such as liquid water, can be 
determined from AS =mC,, In(T,/T,). Show that for thermal 
energy reservoirs, such as large lakes, this relation reduces to 
AS = QIT. 


7-164 The inner and outer glasses of a 2-m X 2-m double- 
pane window are at 18°C and 6°C, respectively. If the glasses 
are very nearly isothermal and the rate of heat transfer through 
the window is 110 W, determine the rates of entropy transfer 
through both sides of the window and the rate of entropy gen- 
eration within the window, in W/K. 

















FIGURE P7-164 


7-165 A well-insulated 4-m X 4-m X 5-m room initially at 
10°C is heated by the radiator of a steam heating system. The 
radiator has a volume of 15 L and is filled with superheated va- 
por at 200 kPa and 200°C. At this moment both the inlet and 
the exit valves to the radiator are closed. A 120-W fan is used 
to distribute the air in the room. The pressure of the steam is 
observed to drop to 100 kPa after 30 min as a result of heat 
transfer to the room. Assuming constant specific heats for air at 
room temperature, determine (a) the average temperature of air 
in 30 min, (b) the entropy change of the steam, (c) the entropy 
change of the air in the room, and (d) the entropy generated 
during this process, in kJ/K. Assume the air pressure in the 
room remains constant at 100 kPa at all times. 


—— 
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7-166 A passive solar house that is losing heat to the out- 
doors at 3°C at an average rate of 50,000 kJ/h is maintained at 
22°C at all times during a winter night for 10 h. The house is to 
be heated by 50 glass containers, each containing 20 L of water 
that is heated to 80°C during the day by absorbing solar energy. 
A thermostat controlled 15 kW backup electric resistance 
heater turns on whenever necessary to keep the house at 22°C. 
Determine how long the electric heating system was on that 
night and the amount of entropy generated during the night. 


7-167E A 15-ft? steel container that has a mass of 75 Ibm 
when empty is filled with liquid water. Initially, both the steel 
tank and the water are at 120°F. Now heat is transferred, and 
the entire system cools to the surrounding air temperature 
of 70°F. Determine the total entropy generated during this 
process. 


7-168 Air enters the evaporator section of a window air 
conditioner at 100 kPa and 27°C with a volume flow rate of 
6 m?/min. The refrigerant-134a at 120 kPa with a quality of 0.3 
enters the evaporator at a rate of 2 kg/min and leaves as satu- 
rated vapor at the same pressure. Determine the exit tempera- 
ture of the air and the rate of entropy generation for this 
process, assuming (a) the outer surfaces of the air conditioner 
are insulated and (b) heat is transferred to the evaporator of the 
air conditioner from the surrounding medium at 32°C at a rate 
of 30 kJ/min. 

Answers: (a) —15.5°C, 0.00188 kW/K, (b) —11.2°C, 0.00222 kW/K 


AIR 
100 kPa 
27°C 
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120 kPa 
x=0.3 
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FIGURE P7-168 


7-169  A4-m X 5-m X 7-m well-sealed room is to be heated 
by 1500 kg of liquid water contained in a tank that is placed in 
the room. The room is losing heat to the outside air at 5°C at an 
average rate of 10,000 kJ/h. The room is initially at 20°C and 
100 kPa and is maintained at a temperature of 20°C at all 
times. If the hot water is to meet the heating requirements of 
this room for a 24-h period, determine (a) the minimum tem- 
perature of the water when it is first brought into the room and 
(b) the entropy generated during a 24-h period. Assume con- 
stant specific heats for both air and water at room temperature. 


7-170 Consider a well-insulated horizontal rigid cylinder 
that is divided into two compartments by a piston that is free 
to move but does not allow either gas to leak into the other 
side. Initially, one side of the piston contains 1 m? of N; gas at 
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500 kPa and 80°C while the other side contains 1 m? of He gas 
at 500 kPa and 25°C. Now thermal equilibrium is established 
in the cylinder as a result of heat transfer through the piston. 
Using constant specific heats at room temperature, determine 
(a) the final equilibrium temperature in the cylinder and (5) the 
entropy generation during this process. What would your an- 
swer be if the piston were not free to move? 


7-171 E Reconsider Prob. 7-170. Using EES (or other) 

software, compare the results for constant spe- 
cific heats to those obtained using built-in variable specific 
heats built into EES functions. 


7-172 Repeat Prob. 7-170 by assuming the piston is made of 
5 kg of copper initially at the average temperature of the two 
gases on both sides. 


7-173 An insulated 5-m? rigid tank contains air at 500 kPa 
and 57?C. A valve connected to the tank is now opened, and air 
is allowed to escape until the pressure inside drops to 200 kPa. 
The air temperature during this process is maintained constant 
by an electric resistance heater placed in the tank. Determine 
(a) the electrical energy supplied during this process and 
(b) the total entropy change. 

Answers: (a) - 1501 kJ, (5) 4.40 kJ/K 


7-174 In order to cool 1-ton of water at 20?C in an insulated 
tank, a person pours 80 kg of ice at —5?C into the water. De- 
termine (a) the final equilibrium temperature in the tank and 
(b) the entropy generation during this process. The melting 
temperature and the heat of fusion of ice at atmospheric pres- 
sure are 0?C and 333.7 kJ/kg. 


7-175 An insulated piston-cylinder device initially contains 
0.02 m3 of saturated liquid—vapor mixture of water with a qual- 
ity of 0.2 at 100°C. Now some ice at —5°C is dropped into the 
cylinder. If the cylinder contains saturated liquid at 100°C 
when thermal equilibrium is established, determine (a) the 
amount of ice added and (b) the entropy generation during this 
process. The melting temperature and the heat of fusion of ice 
at atmospheric pressure are 0°C and 333.7 kJ/kg. 





FIGURE P7-175 


7-176 Consider a 5-L evacuated rigid bottle that is sur- 
rounded by the atmosphere at 100 kPa and 17°C. A valve at the 


—$— 


neck of the bottle is now opened and the atmospheric air is 
allowed to flow into the bottle. The air trapped in the bottle 
eventually reaches thermal equilibrium with the atmosphere as 
a result of heat transfer through the wall of the bottle. The 
valve remains open during the process so that the trapped air 
also reaches mechanical equilibrium with the atmosphere. 
Determine the net heat transfer through the wall of the bottle 
and the entropy generation during this filling process. 

Answers: 0.5 kJ, 0.0017 kJ/K 


7-177 (a) Water flows through a shower head steadily at a 
rate of 10 L/min. An electric resistance heater placed in the 
water pipe heats the water from 16°C to 43°C. Taking the den- 
sity of water to be 1 kg/L, determine the electric power input to 
the heater, in kW, and the rate of entropy generation during this 
process, in kW/K. 

(b) In an effort to conserve energy, it is proposed to pass 
the drained warm water at a temperature of 39°C through a 
heat exchanger to preheat the incoming cold water. If the heat 
exchanger has an effectiveness of 0.50 (that is, it recovers only 
half of the energy that can possibly be transferred from the 
drained water to incoming cold water), determine the electric 
power input required in this case and the reduction in the rate 
of entropy generation in the resistance heating section. 





Resistance 
heater 





FIGURE P7-177 


7-178 «S Using EES (or other) software, determine the 

work input to a multistage compressor for a 
given set of inlet and exit pressures for any number of stages. 
Assume that the pressure ratio across each stage is identical 
and the compression process is polytropic. List and plot 
the compressor work against the number of stages for 
P, = 100 kPa, T, = 17°C, P, = 800 kPa, and n = 1.35 for air. 
Based on this chart, can you justify using compressors with 
more than 3 stages? 
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7-179 It is well known that the temperature of a gas rises 
while it is compressed as a result of the energy input in the 
form of compression work. At high compression ratios, the air 
temperature may rise above the autoignition temperature of 
some hydrocarbons, including some lubricating oil. Therefore, 
the presence of some lubricating oil vapor in high-pressure air 
raises the possibility of an explosion, creating a fire hazard. 
The concentration of the oil within the compressor is usually 
too low to create a real danger. However, the oil that collects on 
the inner walls of exhaust piping of the compressor may cause 
an explosion. Such explosions have largely been eliminated by 
using the proper lubricating oils, carefully designing the equip- 
ment, intercooling between compressor stages, and keeping the 
system clean. 

A compressor is to be designed for an industrial applica- 
tion in Los Angeles. If the compressor exit temperature is not 
to exceed 250°C for safety consideration, determine the maxi- 
mum allowable compression ratio that is safe for all possible 
weather conditions for that area. 


—— 
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7-180 Identify the major sources of entropy generation in 
your house and propose ways of reducing them. 


7-181 Obtain this information about a power plant that is 
closest to your town: the net power output; the type and 
amount of fuel; the power consumed by the pumps, fans, and 
other auxiliary equipment; stack gas losses; temperatures at 
several locations; and the rate of heat rejection at the con- 
denser. Using these and other relevant data, determine the rate 
of entropy generation in that power plant. 


7-182 Compressors powered by natural gas engines are in- 
creasing in popularity. Several major manufacturing facilities 
have already replaced the electric motors that drive their com- 
pressors by gas driven engines in order to reduce their energy 
bills since the cost of natural gas is much lower than the cost of 
electricity. Consider a facility that has a 130-KW compressor 
that runs 4400 h/yr at an average load factor of 0.6. Making 
reasonable assumptions and using unit costs for natural gas and 
electricity at your location, determine the potential cost savings 
per year by switching to gas driven engines. 
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wo important areas of application for thermodynamics are power gener- 

ation and refrigeration. Both power generation and refrigeration are usu- 

ally accomplished by systems that operate on a thermodynamic cycle. 
Thermodynamic cycles can be divided into two general categories: power cy- 
cles and refrigeration cycles. 

The devices or systems used to produce a net power output are often called 
engines, and the thermodynamic cycles they operate on are called power cy- 
cles. The devices or systems used to produce refrigeration are called refriger- 
ators, air conditioners, or heat pumps, and the cycles they operate on are 
called refrigeration cycles. 

Thermodynamic cycles can also be categorized as gas cycles or vapor 
cycles, depending on the phase of the working fluid—the substance that cir- 
culates through the cyclic device. In gas cycles, the working fluid remains in 
the gaseous phase throughout the entire cycle, whereas in vapor cycles the 
working fluid exists in the vapor phase during one part of the cycle and in the 
liquid phase during another part. 

Thermodynamic cycles can be categorized yet another way: closed and 
open cycles. In closed cycles, the working fluid is returned to the initial state 
at the end of the cycle and is recirculated. In open cycles, the working fluid is 
renewed at the end of each cycle instead of being recirculated. In automobile 
engines, for example, the combustion gases are exhausted and replaced by 
fresh air-fuel mixture at the end of each cycle. The engine operates on a me- 
chanical cycle, but the working fluid in this type of device does not go through 
a complete thermodynamic cycle. 

Heat engines are categorized as internal combustion or external combustion 
engines, depending on how the heat is supplied to the working fluid. In exter- 
nal combustion engines (such as steam power plants), energy is supplied to 
the working fluid from an external source such as a furnace, a geothermal 
well, a nuclear reactor, or even the sun. In internal combustion engines (such 
as automobile engines), this is done by burning the fuel within the system 
boundary. In this chapter, various gas power cycles are analyzed under some 
simplifying assumptions. 

Steam is the most common working fluid used in vapor power cycles 
because of its many desirable characteristics, such as low cost, availability, 
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and high enthalpy of vaporization. Other working fluids used include sodium, 
potassium, and mercury for high-temperature applications and some organic 
fluids such as benzene and the freons for low-temperature applications. 
Steam power plants are commonly referred to as coal plants, nuclear plants, 
or natural gas plants, depending on the type of fuel used to supply heat to the 
steam. But the steam goes through the same basic cycle in all of them. There- 
fore, all can be analyzed in the same manner. 
WATER нийг The most frequently used refrigeration cycle is the vapor-compression re- 


frigeration cycle in which the refrigerant is vaporized and condensed alter- 





FIGURE 8-1 nately and is compressed in the vapor phase. 


Modeling is a powerful engineering 
tool that provides great insight and 
simplicity at the expense of some loss 


in accuracy. 8-1 = BASIC CONSIDERATIONS IN 
PY THE ANALYSIS OF POWER CYCLES 


Most power-producing devices operate on cycles, and the study of power cy- 
cles is an exciting and important part of thermodynamics. The cycles encoun- 
tered in actual devices are difficult to analyze because of the presence of 
complicating effects, such as friction, and the absence of sufficient time for es- 
tablishment of the equilibrium conditions during the cycle. To make an analyt- 
ical study of a cycle feasible, we have to keep the complexities at a manageable 
level and utilize some idealizations (Fig. 8-1). When the actual cycle is 
stripped off all the internal irreversibilities and complexities, we end up with a 
cycle that resembles the actual cycle closely but is made up totally of internally 
reversible processes. Such a cycle is called an ideal cycle (Fig. 8—2). 

A simple idealized model enables engineers to study the effects of the ma- 
jor parameters that dominate the cycle without getting bogged down in the de- 
tails. The cycles discussed in this chapter are somewhat idealized, but they 
still retain the general characteristics of the actual cycles they represent. The 
conclusions reached from the analysis of ideal cycles are also applicable to ac- 
tual cycles. The thermal efficiency of the Otto cycle, the ideal cycle for spark- 
HMMM/ IF YOU CUT ignition automobile engines, for example, increases with the compression 

OFF THE LEGS ratio. This is also the case for actual automobile engines. The numerical val- 

OF A FLEA... IT ues obtained from the analysis of an ideal cycle, however, are not necessarily 

BECOMES DEAR” representative of the actual cycles, and care should be exercised in their inter- 
pretation (Fig. 8—3). The simplified analysis presented in this chapter for var- 
ious power cycles of practical interest may also serve as the starting point for 
a more in-depth study. 

Heat engines are designed for the purpose of converting other forms of en- 
ergy (usually in the form of heat) to work, and their performance is expressed 
in terms of the thermal efficiency na, which is the ratio of the net work pro- 
duced by the engine to the total heat input: 








FIGURE 8-2 

The analysis of many complex 
processes can be reduced to a 
manageable level by utilizing some 
idealizations. 





FIGURE 8-3 wu i aa ша 
Care should be exercised in the inter- Qin Чи 

pretation of the results from ideal 

cycles. (Reprinted with permission Recall that heat engines that operate on a totally reversible cycle, such as the 
of King Features Syndicate.) Carnot cycle, have the highest thermal efficiency of all heat engines operating 
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FIGURE 8-4 

An automotive engine with the 
combustion chamber exposed 
(courtesy of General Motors). 





between the same temperature levels. That is, nobody can develop a cycle 
more efficient than the Carnot cycle. Then this question arises naturally: If 
the Carnot cycle is the best possible cycle, why do we not use it as the model 
cycle for all the heat engines instead of bothering with several so-called ideal 
cycles? The answer to this question is hardware-related. Most cycles encoun- 
tered in practice differ significantly from the Carnot cycle, which makes it un- 
suitable as a realistic model. Each ideal cycle discussed in this chapter is 
related to a specific work-producing device and is an idealized version of the 
actual cycle. 

The ideal cycles are internally reversible, but, unlike the Carnot cycle, 
they are not necessarily externally reversible. That is, they may involve ir- 
reversibilities external to the system such as heat transfer through a finite tem- 
perature difference. Therefore, the thermal efficiency of an ideal cycle, 
in general, is less than that of a totally reversible cycle operating between 
the same temperature limits. However, it is still considerably higher than the 
thermal efficiency of an actual cycle because of the idealizations utilized 
(Fig. 8-4). 

The idealizations and simplifications commonly employed in the analysis of 
power cycles can be summarized as follows: 


1. The cycle does not involve any friction. Therefore, the working fluid 
does not experience any pressure drop as it flows in pipes or devices 
such as heat exchangers. 

2. All expansion and compression processes take place in a quasi- 
equilibrium manner. 

3. The pipes connecting the various components of a system are well 
insulated, and heat transfer through them is negligible. 


Neglecting the changes in kinetic and potential energies of the working 
fluid is another commonly utilized simplification in the analysis of power 
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On both P-v and T-s diagrams, the 
area enclosed by the process curve - 
v 8 


represents the net work of the cycle. 


cycles. This is a reasonable assumption since in devices that involve shaft 
work, such as turbines, compressors, and pumps, the kinetic and potential en- 
ergy terms are usually very small relative to the other terms in the energy 
equation. Fluid velocities encountered in devices such as condensers, boilers, 
and mixing chambers are typically low, and the fluid streams experience little 
change in their velocities, again making kinetic energy changes negligible. 
The only devices where the changes in kinetic energy are significant are the 
nozzles and diffusers, which are specifically designed to create large changes 
in velocity. 

In the preceding chapters, property diagrams such as the P-v and T-s dia- 
grams have served as valuable aids in the analysis of thermodynamic 
processes. On both the P-v and T-s diagrams, the area enclosed by the process 
curves of a cycle represents the net work produced during the cycle (Fig. 8-5), 
which is also equivalent to the net heat transfer for that cycle. The 7-s diagram 
is particularly useful as a visual aid in the analysis of ideal power cycles. An 
ideal power cycle does not involve any internal irreversibilities, and so the 
only effect that can change the entropy of the working fluid during a process 
is heat transfer. 

On a T-s diagram, a heat-addition process proceeds in the direction of in- 
creasing entropy, a heat-rejection process proceeds in the direction of de- 
creasing entropy, and an isentropic (internally reversible, adiabatic) process 
proceeds at constant entropy. The area under the process curve on a T-s dia- 
gram represents the heat transfer for that process. The area under the heat ad- 
dition process on a 7-s diagram is a geometric measure of the total heat 
supplied during the cycle qin, and the area under the heat rejection process is a 
measure of the total heat rejected g,,. The difference between these two (the 
area enclosed by the cyclic curve) is the net heat transfer, which is also the net 
work produced during the cycle. Therefore, on a T-s diagram, the ratio of the 
area enclosed by the cyclic curve to the area under the heat-addition process 
curve represents the thermal efficiency of the cycle. Any modification that will 
increase the ratio of these two areas will also improve the thermal efficiency 
of the cycle. 

Although the working fluid in an ideal power cycle operates on a closed 
loop, the type of individual processes that comprises the cycle depends on the 
individual devices used to execute the cycle. In the Rankine cycle, which is 
the ideal cycle for steam power plants, the working fluid flows through a se- 
ries of steady-flow devices such as the turbine and condenser, whereas in the 
Otto cycle, which is the ideal cycle for the spark-ignition automobile engine, 
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the working fluid is alternately expanded and compressed in a piston-cylinder 
device. Therefore, equations pertaining to steady-flow systems should be used 
in the analysis of the Rankine cycle, and equations pertaining to closed sys- 
tems should be used in the analysis of the Otto cycle. 


8-2 = THE CARNOT CYCLE AND 
ITS VALUE IN ENGINEERING 


The Carnot cycle is composed of four totally reversible processes: isothermal 
heat addition, isentropic expansion, isothermal heat rejection, and isentropic 
compression. The P-v and T-s diagrams of a Carnot cycle are replotted in Fig. 
8-6. The Carnot cycle can be executed in a closed system (a piston-cylinder 
device) or a steady-flow system (utilizing two turbines and two compressors, 
as shown in Fig. 8—7), and either a gas or a vapor can be utilized as the work- 
ing fluid. The Carnot cycle is the most efficient cycle that can be executed be- 
tween a heat source at temperature 7;, and a sink at temperature T,, and its 
thermal efficiency is expressed as 


Т, 
Thi cama | — T, (8-2) 


Reversible isothermal heat transfer is very difficult to achieve in reality be- 
cause it would require very large heat exchangers and it would take a very 
long time (a power cycle in a typical engine is completed in a fraction of a 
second). Therefore, it is not practical to build an engine that would operate on 
a cycle that closely approximates the Carnot cycle. 

The real value of the Carnot cycle comes from its being a standard against 
which the actual or the ideal cycles can be compared. The thermal efficiency 
of the Carnot cycle is a function of the sink and source temperatures only, and 
the thermal efficiency relation for the Carnot cycle (Eq. 8—2) conveys an im- 
portant message that is equally applicable to both ideal and actual cycles: 
Thermal efficiency increases with an increase in the average temperature at 
which heat is supplied to the system or with a decrease in the average tem- 
perature at which heat is rejected from the system. 

The source and sink temperatures that can be used in practice are not with- 
out limits, however. The highest temperature in the cycle is limited by the 
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FIGURE 8-6 
P-v and T-s diagrams of a 
Carnot cycle. 


FIGURE 8-7 
A steady-flow Carnot engine. 
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T-s diagram for Example 8-1. 
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maximum temperature that the components of the heat engine, such as the pis- 
ton or the turbine blades, can withstand. The lowest temperature is limited by 
the temperature of the cooling medium utilized in the cycle such as a lake, a 
river, or the atmospheric air. 





1 EXAMPLE 8-1 Derivation of the Efficiency of the Carnot Cycle 


1 Show that the thermal efficiency of a Carnot cycle operating between the tem- 
g perature limits of 7, and T, is solely a function of these two temperatures and 
gm is given by Eq. 8-2. 
B 
SOLUTION The 7-s diagram of a Carnot cycle is redrawn in Fig. 8-8. All four 
processes that comprise the Carnot cycle are reversible, and thus the area un- 
der each process curve represents the heat transfer for that process. Heat is 
transferred to the system during process 1-2 and rejected during process 3-4. 
Therefore, the amount of heat input and heat output for the cycle can be ex- 
pressed as 
din = Ty(S2 — 51) and doy = Ty(83 — $4) = Tr(S2 — 81) 
since processes 2-3 and 4-1 are isentropic, and thus s? = S3 and S4 = Sı. Sub- 
stituting these into Eq. 8-1, we see that the thermal efficiency of a Carnot cy- 
cle is 
Wnet out Т,(5 = 51) oar Т, 
w=% g T ин. 
m m MSD) 1 H 
Discussion Notice that the thermal efficiency of a Carnot cycle is independent 
of the type of the working fluid used (an ideal gas, steam, etc.) or whether the 
cycle is executed in a closed or steady-flow system. 














8-3 * AIR-STANDARD ASSUMPTIONS 


In gas power cycles, the working fluid remains a gas throughout the entire cy- 
cle. Spark-ignition engines, diesel engines, and conventional gas turbines are 
familiar examples of devices that operate on gas cycles. In all these engines, 
energy is provided by burning a fuel within the system boundaries. That is, 
they are internal combustion engines. Because of this combustion process, the 
composition of the working fluid changes from air and fuel to combustion 
products during the course of the cycle. However, considering that air is pre- 
dominantly nitrogen that undergoes hardly any chemical reactions in the com- 
bustion chamber, the working fluid closely resembles air at all times. 

Even though internal combustion engines operate on a mechanical cycle 
(the piston returns to its starting position at the end of each revolution), the 
working fluid does not undergo a complete thermodynamic cycle. It is thrown 
out of the engine at some point in the cycle (as exhaust gases) instead of be- 
ing returned to the initial state. Working on an open cycle is the characteristic 
of all internal combustion engines. 

The actual gas power cycles are rather complex. To reduce the analysis to a 
manageable level, we utilize the following approximations, commonly known 
as the air-standard assumptions: 
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1. The working fluid is air, which continuously circulates in a closed loop AIR 
and always behaves as an ideal gas. “| Combustion | COMBUSTION 
2. All the processes that make up the cycle are internally reversible. -— chamber PRODUCTS 
3. 'The combustion process is replaced by a heat-addition process from an FUEL 
external source (Fig. 8—9). (a) Actual 
4. The exhaust process is replaced by a heat-rejection process that restores HEAT 
the working fluid to its initial state. ф 
Another assumption that is often utilized to simplify the analysi = Heating = 
ption that is often utilized to simplify the analysis even 5 : ----- 
more is that air has constant specific heats whose values are determined at panes 
room temperature (25°C or 77°F). When this assumption is utilized, the air- 
standard assumptions are called the cold-air-standard assumptions. A cycle (b) Ideal 
for which the air-standard assumptions are applicable is frequently referred to FIGURE 8-9 


as an air-standard cycle. 

The air-standard assumptions stated above provide considerable simplifica- 
tion in the analysis without significantly deviating from the actual cycles. This 
simplified model enables us to study qualitatively the influence of major pa- 
rameters on the performance of the actual engines. 


The combustion process is replaced by 
a heat-addition process in ideal cycles. 


Intake Exhaust 
valve 


valve 


8-4 = AN OVERVIEW OF RECIPROCATING ENGINES 


Despite its simplicity, the reciprocating engine (basically a piston-cylinder de- 
vice) is one of the rare inventions that has proved to be very versatile and to 
have a wide range of applications. It is the powerhouse of the vast majority of 
automobiles, trucks, light aircraft, ships, and electric power generators, as well 
as many other devices. 

The basic components of a reciprocating engine are shown in Fig. 8-10. 
The piston reciprocates in the cylinder between two fixed positions called 
the top dead center (TDC)—the position of the piston when it forms the 
smallest volume in the cylinder—and the bottom dead center (BDC)—the 
position of the piston when it forms the largest volume in the cylinder. The 
distance between the TDC and the BDC is the largest distance that the piston 
can travel in one direction, and it is called the stroke of the engine. The di- 
ameter of the piston is called the bore. The air or air—fuel mixture is drawn 
into the cylinder through the intake valve, and the combustion products are 
expelled from the cylinder through the exhaust valve. 

The minimum volume formed in the cylinder when the piston is at TDC is 
called the clearance volume (Fig. 8—11). The volume displaced by the piston 
as it moves between TDC and BDC is called the displacement volume. The 
ratio of the maximum volume formed in the cylinder to the minimum (clear- 
ance) volume is called the compression ratio r of the engine: 


Stroke 





FIGURE 8-10 


Nomenclature for reciprocating engines. 


TDC 


Vo = Уврс 
Vin Vrpc 








r= (8-3) 





(a) Displacement 
volume 


(b) Clearance 
volume 


FIGURE 8-11 


Notice that the compression ratio is a volume ratio and should not be confused 
with the pressure ratio. 


Another term frequently used in conjunction with reciprocating engines is 
the mean effective pressure (MEP). It is a fictitious pressure that, if it acted 
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Displacement and clearance volumes 
of a reciprocating engine. 
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Ph on the piston during the entire power stroke, would produce the same amount 
of net work as that produced during the actual cycle (Fig. 8-12). That is, 
Wet = MEP(V, 


шах | Vmin) 


Waet = MEP X Piston area X Stroke = MEP X Displacement volume 


or 


Woi Wnet 
MEP = =~~ —-—————— (kPa) (8-4) 


ES : y, Xm 
Vox Vis max min 


МЕР зн | . 
The mean effective pressure can be used as a parameter to compare the perfor- 


| 
| mances of reciprocating engines of equal size. The engine with a larger value 
of MFP will deliver more net work per cycle and thus will perform better. 
Reciprocating engines are classified as spark-ignition (SI) engines or 
compression-ignition (CI) engines, depending on how the combustion pro- 
| cess in the cylinder is initiated. In SI engines, the combustion of the air—fuel 
| mixture is initiated by a spark plug. In CI engines, the air—fuel mixture is self- 
| ignited as a result of compressing the mixture above its self-ignition tempera- 
ture. In the next two sections, we discuss the Otto and Diesel cycles, which are 
the ideal cycles for the SI and CI reciprocating engines, respectively. 








го 
51 





FIGURE 8-12 
The net work output of a cycle is 
equivalent to the product of the mean 


- 8-5 - OTTO CYCLE: THE IDEAL CYCLE 
| FOR SPARK-IGNITION ENGINES 


The Otto cycle is the ideal cycle for spark-ignition reciprocating engines. It is 
named after Nikolaus A. Otto, who built a successful four-stroke engine in 
1876 in Germany using the cycle proposed by Frenchman Beau de Rochas in 
1862. In most spark-ignition engines, the piston executes four complete 
strokes (two mechanical cycles) within the cylinder, and the crankshaft com- 
pletes two revolutions for each thermodynamic cycle. These engines are 
called four-stroke internal combustion engines. A schematic of each stroke as 
well as a P-v diagram for an actual four-stroke spark-ignition engine is given 
in Fig. 8-13a. 

Initially, both the intake and the exhaust valves are closed, and the piston is 
at its lowest position (BDC). During the compression stroke, the piston moves 
upward, compressing the air-fuel mixture. Shortly before the piston reaches 
its highest position (TDC), the spark plug fires and the mixture ignites, in- 
creasing the pressure and temperature of the system. The high-pressure gases 
force the piston down, which in turn forces the crankshaft to rotate, producing 
a useful work output during the expansion or power stroke. At the end of this 
stroke, the piston is at its lowest position (the completion of the first mechan- 
ical cycle), and the cylinder is filled with combustion products. Now the pis- 
ton moves upward one more time, purging the exhaust gases through the 
exhaust valve (the exhaust stroke), and down a second time, drawing in fresh 
air-fuel mixture through the intake valve (the intake stroke). Notice that the 
pressure in the cylinder is slightly above the atmospheric value during the ex- 
haust stroke and slightly below during the intake stroke. 

In two-stroke engines, all four functions just described are executed in 
just two strokes: the power stroke and the compression stroke. In these en- 
gines, the crankcase is sealed, and the outward motion of the piston is used 
to slightly pressurize the air-fuel mixture in the crankcase, as shown in 
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(a) Actual four-stroke spark-ignition engine 
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FIGURE 8-13 


Actual and ideal cycles in spark-ignition engines and their P-v diagrams. 


Fig. 8-14. Also, the intake and exhaust valves are replaced by openings in the 
lower portion of the cylinder wall. During the latter part of the power stroke, 
the piston uncovers first the exhaust port, allowing the exhaust gases to be 
partially expelled, and then the intake port, allowing the fresh air-fuel mixture 
to rush in and drive most of the remaining exhaust gases out of the cylinder. 
This mixture is then compressed as the piston moves upward during the com- 
pression stroke and is subsequently ignited by a spark plug. 

The two-stroke engines are generally less efficient than their four-stroke 
counterparts because of the incomplete expulsion of the exhaust gases and the 
partial expulsion of the fresh air-fuel mixture with the exhaust gases. 
However, they are relatively simple and inexpensive, and they have high 
power-to-weight and power-to-volume ratios, which make them suitable for 
applications requiring small size and weight such as for motorcycles, chain 
saws, and lawn mowers. 

Advances in several technologies—such as direct fuel injection, stratified 
charge combustion, and electronic controls—brought about a renewed interest 
in two-stroke engines that can offer high performance and fuel economy while 
satisfying the stringent emission requirements. For a given weight and dis- 
placement, a well-designed two-stroke engine can provide significantly more 
power than its four-stroke counterpart because two-stroke engines produce 
power on every engine revolution instead of every other one. In the new two- 
stroke engines under development, the highly atomized fuel spray that is 
injected into the combustion chamber toward the end of the compression stroke 
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FIGURE 8-14 
Schematic of a two-stroke 
reciprocating engine. 
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FIGURE 8-15 
T-s diagram of the ideal Otto cycle. 
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burns much more completely. The fuel is sprayed after the exhaust valve is 
closed, which prevents unburned fuel from being ejected into the atmosphere. 
With stratified combustion, the flame that is initiated by igniting a small 
amount of the rich fuel-air mixture near the spark plug propagates through the 
combustion chamber filled with a much leaner mixture, and this results in 
much cleaner combustion. Also, the advances in electronics have made it pos- 
sible to ensure the optimum operation under varying engine load and speed 
conditions. Major car companies have research programs underway on two- 
stroke engines, which are expected to make a comeback in the future. 

The thermodynamic analysis of the actual four-stroke or two-stroke cycles 
just described is not a simple task. However, the analysis can be simplified 
significantly if the air-standard assumptions are utilized. The resulting cycle, 
which closely resembles the actual operating conditions, is the ideal Otto 
cycle. It consists of four internally reversible processes: 


1-2 Isentropic compression 

2-3 Constant-volume heat addition 
3-4 ]sentropic expansion 

4-1 Constant-volume heat rejection 


The execution of the Otto cycle in a piston-cylinder device together with a 
P-v diagram is illustrated in Fig. 8-13b. The T-s diagram of the Otto cycle is 
given in Fig. 8-15. 

The Otto cycle is executed in a closed system, and disregarding the changes 
in kinetic and potential energies, the energy balance for any of the processes 
is expressed, on a unit-mass basis, as 


(din Jou) T (Win E Wout) = Au (kJ/kg) (8-5) 


No work is involved during the two heat transfer processes since both take 
place at constant volume. Therefore, heat transfer to and from the working 
fluid can be expressed as 
in = Uz — Uy = C,(T3 — Tr) 
Jou = U4 — Uy = CKT, — T) 


(8-6a) 


and (8-60) 


Then the thermal efficiency of the ideal Otto cycle under the cold-air-standard 
assumptions becomes 


Wnet out Т, по Ti 2 Ti (Ty Т, =] ) 
Th, Otto : Ї E 1 = n = 
din din LR TXTJT, — 1) 


Processes 1-2 and 3-4 are isentropic, and v; — v, and v4 = v. Thus, 


T, 0,6-1 036-1 T, 
Tn Ww Ww mL 


Substituting these equations into the thermal efficiency relation and simplify- 
ing give 











(8-7) 





Nh, oto = 1 — мэн (8-8) 
where 
V, Wo ov 
r= max V1 _ 1 (8-9) 
Vmin V Vy 


is the compression ratio and k is the specific heat ratio C,/C,,. 
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Equation 8-8 shows that under the cold-air-standard assumptions, the ther- 
mal efficiency of an ideal Otto cycle depends on the compression ratio of the 
engine and the specific heat ratio of the working fluid (if different from air). 
The thermal efficiency of the ideal Otto cycle increases with both the com- 
pression ratio and the specific heat ratio. This is also true for actual spark- 
ignition internal combustion engines. A plot of thermal efficiency versus the 
compression ratio is given in Fig. 8-16 for k = 1.4, which is the specific heat 
ratio value of air at room temperature. For a given compression ratio, the ther- 
mal efficiency of an actual spark-ignition engine will be less than that of an 
ideal Otto cycle because of the irreversibilities, such as friction, and other fac- 
tors such as incomplete combustion. 

We can observe from Fig. 8-16 that the thermal efficiency curve is rather 
steep at low compression ratios but flattens out starting with a compression ra- 
tio value of about 8. Therefore, the increase in thermal efficiency with the 
compression ratio is not that as pronounced at high compression ratios. Also, 
when high compression ratios are used, the temperature of the air—fuel mixture 
rises above the autoignition temperature of the fuel (the temperature at which 
the fuel ignites without the help of a spark) during the combustion process, 
causing an early and rapid burn of the fuel at some point or points ahead of the 
flame front, followed by almost instantaneous inflammation of the end gas 
(Fig. 8-17). This premature ignition of the fuel, called autoignition, produces 
an audible noise, which is called engine knock. Autoignition in spark-ignition 
engines cannot be tolerated because it hurts performance and can cause engine 
damage. The requirement that autoignition not be allowed places an upper limit 
on the compression ratios that can be used in spark-ignition internal combus- 
tion engines. 

Improvement of the thermal efficiency of gasoline engines by utilizing 
higher compression ratios (up to about 12) without facing the autoignition 
problem has been made possible by using gasoline blends that have good an- 
tiknock characteristics, such as gasoline mixed with tetraethyl lead. Tetraethyl 
lead has been added to gasoline since the 1920s because it is an inexpensive 
method of raising the octane rating, which is a measure of the engine knock 
resistance of a fuel. Leaded gasoline, however, has a very undesirable side ef- 
fect: it forms compounds during the combustion process that are hazardous to 
health and pollute the environment. In an effort to combat air pollution, the 
government adopted a policy in the mid-1970s that resulted in the eventual 
phaseout of leaded gasoline. Unable to use lead, the refiners developed other 
techniques to improve the antiknock characteristics of gasoline. Most cars 
made since 1975 have been designed to use unleaded gasoline, and the com- 
pression ratios had to be lowered to avoid engine knock. The thermal effi- 
ciency of car engines has decreased somewhat as a result of decreased 
compression ratios. However, owing to the improvements in other areas (re- 
duction in overall automobile weight, improved aerodynamic design, etc.), to- 
day’s cars have better fuel economy and consequently get more miles per 
gallon of fuel. This is an example of how engineering decisions involve com- 
promises, and efficiency is only one of the considerations in final design. 

The second parameter affecting the thermal efficiency of an ideal Otto cycle 
is the specific heat ratio k. For a given compression ratio, an ideal Otto cycle 
using a monatomic gas (such as argon or helium, k = 1.667) as the working 
fluid will have the highest thermal efficiency. The specific heat ratio k, and thus 
the thermal efficiency of the ideal Otto cycle, decreases as the molecules of the 
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FIGURE 8-16 


Thermal efficiency of the ideal Otto 
cycle as a function of compression 
ratio (k = 1.4). 
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FIGURE 8-17 

At high compression ratios, the 
air—fuel mixture temperature rises 
above the self-ignition temperature of 
the fuel during the compression 
process. 
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working fluid get larger (Fig. 8-18). At room temperature it is 1.4 for air, 1.3 
for carbon dioxide, and 1.2 for ethane. The working fluid in actual engines con- 











а tains larger molecules such as carbon dioxide, and the specific heat ratio de- 
06 creases with temperature, which is one of the reasons that the actual cycles 
2 have lower thermal efficiencies than the ideal Otto cycle. The thermal efficien- 
Ё 0.4 cies of actual spark-ignition engines range from about 25 to 30 percent. 
0.2 = EXAMPLE 8-2 The Ideal Otto Cycle 
a ee ee Е An ideal Otto cycle has a compression ratio of 8. At the beginning of the com- 
2 4 6 8 10 12 g Pression process, air is at 100 kPa and 17°C, and 800 kJ/kg of heat is trans- 
Compression ratio, r m ferred to air during the constant-volume heat-addition process. Accounting for 
FIGURE 8-18 m the variation of specific heats of air with temperature, determine (a) the maxi- 
The thermal efficiency of the Otto B mum temperature and pressure that occur during the cycle, (b) the net work out- 
cycle increases with the specific heat Е put, (c) the thermal efficiency, and (d) the mean effective pressure for the cycle. 
ratio k of the working fluid. и 
SOLUTION The P-v diagram of the ideal Otto cycle described is shown in 
P, kPa Fig. 8-19. We note that the air contained in the cylinder forms a closed system. 
Assumptions 1 The air-standard assumptions are applicable. 2 Kinetic and po- 
3 tential energy changes are negligible. 3 The variation of specific heats with tem- 







perature is to be accounted for. 

Analysis (a) The maximum temperature and pressure in an Otto cycle occur at 
the end of the constant-volume heat-addition process (state 3). But first we 
need to determine the temperature and pressure of air at the end of the isen- 
tropic compression process (state 2), using data from Table A-21: 


T, — 290 K  u, — 206.91 kJ/kg 


Isentropic 








1 
I 
| : 
и v, = 676.1 
1 
1 























100 
l 
i 2 Process 1-2 (isentropic compression of an ideal gas): 
1 v 
Vo = V3 = 50 20у = 2 V, v 0, 
Л С о 2791 84.51 > T = 652.4K 
FIGURE 8-19 n ! М 
f u, = 475.11 kJ/kg 
P-v diagram for the Otto cycle Paes Бү TMv 
discussed in Example 8—2 ae шог 
' T m аг: 
= 652.4 К v 
= (100 wa 290 К | (8) = 1799.7 kPa 


Process 2-3 (constant-volume heat addition): 


din Z U3 — И 
800 kJ/kg = uz — 475.11 kJ/kg 
uz = 1275.11 kJ/kg > T; = 1575.1 K 


1 15:108 
Роз Р, T3\| V2 
Е Вт 


= (1.7997 МРа) 








1575.1К 


(5) The net work output for the cycle is determined either by finding the bound- 
ary (P dV) work involved in each process by integration and adding them or by 
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finding the net heat transfer that is equivalent to the net work done during the 
cycle. We take the latter approach. However, first we need to find the internal 
energy of the air at state 4: 

Process 3-4 (isentropic expansion of an ideal gas): 


U4 V 
t =r Va = rva = (8)(6.108) = 48.864 > T, = 795.6 K 


V3 V 
NS u, = 588.74 kJ/kg 





Process 4-1 (constant-volume heat rejection): 


7 Qou — Mq 77 U4 нь out = U4 Ц 
dou = 588.74 — 206.91 = 381.83 kJ/kg 


Thus, 





Wnet = Фп = Фа — Jour = 800 — 381.83 = 418.17 kJ/kg 


(c) The thermal efficiency of the cycle is determined from its definition, Eq. 8-1: 


Waet _ 418.17 kJ/kg 


Nn = Gn = -800 kJ/kg = 0.523 or 52.3% 


Under the cold-air-standard assumptions (constant specific heat values at room 
temperature), the thermal efficiency would be (Eq. 8-8) 





Nn, oto = 1 шгэтэгэ —(8)11:5—:101/565/0150:596 
which is considerably different from the value obtained above. Therefore, care 
should be exercised in utilizing the cold-air-standard assumptions. 

(d) The mean effective pressure is determined from its definition, Eq. 8-4: 











MEP — Wnet Wnet Wnet 
0—10 V—v/r v (l-l1/r) 
where 
RT, (0.287 kPa - m?/kg - K)(290 K 
ээ син ans eS зоо 
1 
Thus, 
418.17 kJ/k 2g 
МЕР - = D m) -s744 kPa 
(0.832 m/kg)(1 —,)\ 18 


Therefore, a constant pressure of 574.4 kPa during the power stroke would pro- 
duce the same net work output as the entire cycle. 








8-6 = DIESEL CYCLE: THE IDEAL CYCLE 
FOR COMPRESSION-IGNITION ENGINES 


The Diesel cycle is the ideal cycle for CI reciprocating engines. The CI 
engine, first proposed by Rudolph Diesel in the 1890s, is very similar to the SI 
engine discussed in the last section, differing mainly in the method of initiat- 
ing combustion. In spark-ignition engines (also known as gasoline engines), 
the air-fuel mixture is compressed to a temperature that is below the au- 
toignition temperature of the fuel, and the combustion process is initiated by 
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Spark Fuel firing a spark plug. In CI engines (also known as diesel engines), the air is 
| plug injector — compressed to a temperature that is above the autoignition temperature of the 
fuel, and combustion starts on contact as the fuel is injected into this hot air. 
Therefore, the spark plug and carburetor are replaced by a fuel injector in 
diesel engines (Fig. 8-20). 

In gasoline engines, a mixture of air and fuel is compressed during the com- 
pression stroke, and the compression ratios are limited by the onset of au- 
toignition or engine knock. In diesel engines, only air is compressed during 
the compression stroke, eliminating the possibility of autoignition. Therefore, 
diesel engines can be designed to operate at much higher compression ratios, 
typically between 12 and 24. Not having to deal with the problem of au- 
toignition has another benefit: many of the stringent requirements placed on 
the gasoline can now be removed, and fuels that are less refined (thus less ex- 
pensive) can be used in diesel engines. 

The fuel injection process in diesel engines starts when the piston approaches 
TDC and continues during the first part of the power stroke. Therefore, the 
combustion process in these engines takes place over a longer interval. Be- 
cause of this longer duration, the combustion process in the ideal Diesel cycle 
is approximated as a constant-pressure heat-addition process. In fact, this is the 
only process where the Otto and the Diesel cycles differ. The remaining three 
processes are the same for both ideal cycles. That is, process 1-2 is isentropic 
compression, 3-4 is isentropic expansion, and 4-1 is constant-volume heat re- 
P jection. The similarity between the two cycles is also apparent from the P-v 
and T-s diagrams of the Diesel cycle, shown in Fig. 821. 

Noting that the Diesel cycle is executed in a piston-cylinder device, which 
forms a closed system, the amount of heat transferred to the working fluid at 
constant pressure and rejected from it at constant volume can be expressed as 





Gasoline engine Diesel engine 


FIGURE 8-20 

In diesel engines, the spark plug is 
replaced by a fuel injector, and only 
air is compressed during the 
compression process. 


din — Wp, our = U3 — Uz > Gin = Po(V3 — Vg) + (U3 — Uy) 
= h; — h = C = Т) (8-10a) 


and 








(a) P-U diagram —out = Шш ~ U4 > Jour = U4 — шщ = СХТ; = Т) (8-105) 


Then the thermal efficiency of the ideal Diesel cycle under the cold-air- 
standard assumptions becomes 

















T 
. Wnet 1 dout Т, = T, TEE T((TJT, Ш 1) 
Tha. Diesel “Gin din KT; — T) KT(TJT, — 1) 
We now define a new quantity, the cutoff ratio r,, as the ratio of the cylinder 
volumes after and before the combustion process: 
= V3 = v3 
= у i (8-11) 
3 Utilizing this definition and the isentropic ideal-gas relations for processes 1-2 
(b) T-s diagram and 3-4, we see that the thermal efficiency relation reduces to 
FIGURE 8-21 
T-s and P-v diagrams for the ideal = 1 | Et | (8-12) 
Diesel cycle. Mth, Diesel r'- Mr, — 1) 
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where r is the compression ratio defined by Eq. 8-9. Looking at Eq. 8-12 
carefully, one would notice that under the cold-air-standard assumptions, the 
efficiency of a Diesel cycle differs from the efficiency of an Otto cycle by the 
quantity in the brackets. This quantity is always greater than 1. Therefore, 


Nth, Otto > Mth, Diesel (8-13) 


when both cycles operate on the same compression ratio. Also, as the cutoff ra- 
tio decreases, the efficiency of the Diesel cycle increases (Fig. 8-22). For the 
limiting case of r, — 1, the quantity in the brackets becomes unity (can you 
prove it?), and the efficiencies of the Otto and Diesel cycles become identical. 
Remember, though, that diesel engines operate at much higher compression ra- 
tios and thus are usually more efficient than the spark-ignition (gasoline) en- 
gines. The diesel engines also burn the fuel more completely since they usually 
operate at lower revolutions per minute than spark-ignition engines. Thermal 
efficiencies of large diesel engines range from about 35 to 40 percent. 

The higher efficiency and lower fuel costs of diesel engines make them the 
clear choice in applications requiring relatively large amounts of power, such 
as in locomotive engines, emergency power generation units, large ships, and 
heavy trucks. As an example of how large a diesel engine can be, a 12-cylinder 
diesel engine built in 1964 by the Fiat Corporation of Italy had a normal power 
output of 25,200 hp (18.8 MW) at 122 rpm, a cylinder bore of 90 cm, and a 
stroke of 91 cm. 

Approximating the combustion process in internal combustion engines as a 
constant-volume or a constant-pressure heat-addition process is overly sim- 
plistic and not quite realistic. Probably a better (but slightly more complex) 
approach would be to model the combustion process in both gasoline and 
diesel engines as a combination of two heat transfer processes, one at constant 
volume and the other at constant pressure. The ideal cycle based on this con- 
cept is called the dual cycle, and a P-v diagram for it is given in Fig. 8-23. 
The relative amounts of heat transferred during each process can be adjusted 
to approximate the actual cycle more closely. Note that both the Otto and the 
Diesel cycles can be obtained as special cases of the dual cycle. 





EXAMPLE 8-3 The Ideal Diesel Cycle 


An ideal Diesel cycle with air as the working fluid has a compression ratio of 18 
and a cutoff ratio of 2. At the beginning of the compression process, the work- 
ing fluid is at 14.7 psia, 80°F, and 117 in’. Utilizing the cold-air-standard as- 
sumptions, determine (a) the temperature and pressure of the air at the end of 
each process, (b) the net work output and the thermal efficiency, and (c) the 
mean effective pressure. 


Fig. 8-24. We note that the air contained in the cylinder forms a closed system. 
Assumptions 1 The cold-air-standard assumptions are applicable and thus air 
can be assumed to have constant specific heats at room temperature. 2 Kinetic 
and potential energy changes are negligible. 

Analysis Тһе gas constant of air is R = 0.3704 psia - 
other properties at room temperature are C, = 0.240 Btu/lbm - 


ft?/Ibm - R and its 
К, С, = 





a 
= 
a 
a 
и 
и 
и 
и 
a 
и 
SOLUTION The P-V diagram of the ideal Diesel cycle described is shown in 


0.171 Btu/Ibm - R, and k = 1.4 (Table A-2Ea). 
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FIGURE 8-22 
Thermal efficiency of the ideal Diesel 
cycle as a function of compression and 
cutoff ratios (k — 1.4). 








FIGURE 8-23 


P-v diagram of an ideal dual cycle. 
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FIGURE 8-24 
P-v diagram for the ideal Diesel cycle 


discussed in Example 8-3. 
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(a) The temperature and pressure values at the end of each process can be de- 
termined by utilizing the ideal-gas isentropic relations for processes 1-2 and 3- 
4. But first we determine the volumes at the end of each process from the 
definitions of the compression ratio and the cutoff ratio: 
V in? 
юэ а ur UTE 
V; = r.V> = (2)(6.5 іп?) = 13 іп? 
V, = V, = 117 in? 


= 6.5 іп? 





Process 1-2 (isentropic compression of an ideal gas, constant specific heats): 


Т, = и} = (540 К)(18)!* -! = 1716 К 
2 1 V, 


V, k 
Р,- (s — (14.7 psia)(18)!^ — 841 psia 


Process 2-3 (constant-pressure heat addition to an ideal gas): 
P4 — P, — 841 psia 
РУ, РҮ; 
T, T, 








V 
Т, = T, и = (1716 В)(2) = 3432 К 
2) 


Process 3-4 (isentropic expansion of an ideal gas, constant specific heats): 


13 in? 
117 in? 


V; k-1 
Т, = Т, V, — (3432 R) 





14-1 
= 1425 К 


13 in? 
117 in? 


V; 


k 
P, = 22 = (841 psia 





1.4 
= 38.8 psia 


(b) The net work for a cycle is equivalent to the net heat transfer. But first we 
find the mass of air: 





РУ, (14.7 psia)(117 in?) 1 fe n 
— RT, (0.3704 psia - fü/Ibm - R(540 R) 1728 in? ^ a 


Process 2-3 is a constant-pressure heat-addition process, for which the 
boundary work and Au terms can be combined into Ah. Thus, 
О = т( — №) = mC,(T3 = Т) 
= (0.00498 Ibm)(0.240 Btu/Ibm - R)[(3432 — 1716) R] 
— 2.051 Btu 


Process 4-1 is a constant-volume heat-rejection process (it involves no work in- 
teractions), and the amount of heat rejected is 


Qou — m(u, — uj) = mC(T, — T)) 
= (0.00498 Ibm)(0.171 Btu/Ibm - R)[(1425 — 540) R] 
— 0.754 Btu 


Thus, 





Wiet = Qin — Qom = 2.051 — 0.754 = 1.297 Btu 
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Then the thermal efficiency becomes 


Wae _ 1.293 Btu 


Nin = Q. = 2.051 Btu = 0.632 or 63.2% 


The thermal efficiency of this Diesel cycle under the cold-air-standard assump- 
tions could also be determined from Eq. 8-12. 


(c) The mean effective pressure is determined from its definition, Eq. 8-4: 


MEP = Wie A Wie 2 1.297 Вш 
1225 KS m Vi а V, (117 ах 6.5)in? 


— 109.6 psia 





718.17 lbf - ft| 12 in. 
1 Btu 1 ft 


Therefore, a constant pressure of 109.6 psia during the power stroke would pro- 
duce the same net work output as the entire Diesel cycle. 








8-7 = BRAYTON CYCLE: THE IDEAL CYCLE 


FOR GAS-TURBINE ENGINES 


The Brayton cycle was first proposed by George Brayton for use in the recip- 
rocating oil-burning engine that he developed around 1870. Today, it is used 
for gas turbines only where both the compression and expansion processes 
take place in rotating machinery. Gas turbines usually operate on an open cy- 
cle, as shown in Fig. 8—25. Fresh air at ambient conditions is drawn into the 
compressor, where its temperature and pressure are raised. The high-pressure 
air proceeds into the combustion chamber, where the fuel is burned at constant 
pressure. The resulting high-temperature gases then enter the turbine, where 
they expand to the atmospheric pressure, thus producing power. The exhaust 
gases leaving the turbine are thrown out (not recirculated), causing the cycle 
to be classified as an open cycle. 

The open gas-turbine cycle just described can be modeled as a closed cycle, 
as shown in Fig. 8-26, by utilizing the air-standard assumptions. Here the 







Fuel —+ : 
98 Combustion 


chamber 






Exhaust 
gases 


FIGURE 8-25 
An open-cycle gas-turbine engine. 
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FIGURE 8-26 


A closed-cycle gas-turbine engine. 
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(a) T-s diagram 


p^ 
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ev 


(b) P-v diagram 
FIGURE 8-27 


T-s and P-v diagrams for the ideal 
Brayton cycle. 


Nih, Brayton 


Typical pressure 
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turbine engines 
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Pressure ratio, r, 


FIGURE 8-28 

Thermal efficiency of the ideal 
Brayton cycle as a function of the 
pressure ratio. 
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compression and expansion processes remain the same, but the combustion 
process is replaced by a constant-pressure heat-addition process from an ex- 
ternal source, and the exhaust process is replaced by a constant-pressure heat- 
rejection process to the ambient air. The ideal cycle that the working fluid 
undergoes in this closed loop is the Brayton cycle, which is made up of four 
internally reversible processes: 


1-2 Isentropic compression (in a compressor) 
2-3 Constant-pressure heat addition 

3-4 Isentropic expansion (in a turbine) 

4-1 Constant-pressure heat rejection 


The 7-s and P-v diagrams of an ideal Brayton cycle are shown in Fig. 8-27. 
Notice that all four processes of the Brayton cycle are executed in steady-flow 
devices; thus, they should be analyzed as steady-flow processes. When the 
changes in kinetic and potential energies are neglected, the energy balance for 
a steady-flow process can be expressed, on a unit-mass basis, as 


(din E Jou) T (Win S Wout) = Nexit Е Ре (8-14) 
Therefore, heat transfers to and from the working fluid are 
in = hg — hy = C,(T3 — Tr) (8-154) 
and 
out = hy — hy = CT, — T)) (8-155) 


Then the thermal efficiency of the ideal Brayton cycle under the cold-air- 
standard assumptions becomes 

CT, — Ti) _ 
C,(73 — Tr) 


_ TT, — 1) 
TXTJT, — 1) 


Wnet 1 out 
Nth, Brayton Gin din 








Processes 1-2 and 3-4 are isentropic, and P, = P, and P, = P,. Thus, 


T, P, \&- Dk P;\k- Dk Т, 
n (А mu T, 


Substituting these equations into the thermal efficiency relation and simplify- 
ing gives 
1 


Tih, Brayton — p= p DK (8-16) 
р 


where 
= 8-17 
Үр Р, ( ) 
is the pressure ratio and k is the specific heat ratio. Equation 8-16 shows that 
under the cold-air-standard assumptions, the thermal efficiency of an ideal 
Brayton cycle depends on the pressure ratio of the gas turbine and the specific 
heat ratio of the working fluid. The thermal efficiency increases with both of 
these parameters, which is also the case for actual gas turbines. A plot of ther- 
mal efficiency versus the pressure ratio is given in Fig. 8-28 for k — 1.4, which 
is the specific heat ratio value of air at room temperature. 
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The highest temperature in the cycle occurs at the end of the combustion T 
process (state 3), and it is limited by the maximum temperature that the turbine 
blades can withstand. This also limits the pressure ratios that can be used in the Tmax 
cycle. For a fixed turbine inlet temperature 73, the net work output per cycle in- шин 
creases with the pressure ratio, reaches a maximum, and then starts to decrease, 
as shown in Fig. 8—29. Therefore, there should be a compromise between the 
pressure ratio (thus the thermal efficiency) and the net work output. With less 
work output per cycle, a larger mass flow rate (thus a larger system) is needed 
to maintain the same power output which may not be economical. In most 
common designs, the pressure ratio of gas turbines ranges from about 11 to 16. 

The air in gas turbines performs two important functions: It supplies the 300 K 
necessary oxidant for the combustion of the fuel, and it serves as a coolant to 5 
keep the temperature of various components within safe limits. The second FIGURE 8-29 
function is accomplished by drawing in more air than is needed for the com- 
plete combustion of the fuel. In gas turbines, an air—fuel mass ratio of 50 or 
above is not uncommon. Therefore, in a cycle analysis, treating the combus- first increases with the pressure 
tion gases as air will not cause any appreciable error. Also, the mass flow rate ratio, then reaches a maximum at 
through the turbine will be greater than that through the compressor, the dif- r, = (T Та) 2% 0 
ference being equal to the mass flow rate of the fuel. Thus, assuming a con- and finally decreases. 
stant mass flow rate throughout the cycle will yield conservative results for 
open-loop gas-turbine engines. 

The two major application areas of gas-turbine engines are aircraft propul- 
sion and electric power generation. When it is used for aircraft propulsion, the 
gas turbine produces just enough power to drive the compressor and a small 
generator to power the auxiliary equipment. The high-velocity exhaust gases 
are responsible for producing the necessary thrust to propel the aircraft. Gas tur- 
bines are also used as stationary power plants to generate electricity as stand- 
alone units or in conjunction with steam power plants on the high-temperature 
side. In these plants, the exhaust gases of the gas turbine serve as the heat 
source for the steam. The gas-turbine cycle can also be executed as a closed cy- 
cle for use in nuclear power plants. This time the working fluid is not limited to 
air, and a gas with more desirable characteristics (such as helium) can be used. 

The majority of the Western world’s naval fleets already use gas-turbine 
engines for propulsion and electric power generation. The General Electric 
LM2500 gas turbines used to power ships have a simple-cycle thermal 
efficiency of 37 percent. The General Electric WR-21 gas turbines equipped 
with intercooling and regeneration have a thermal efficiency of 43 percent and 
produce 21.6 MW (29,040 hp). The regeneration also reduces the exhaust tem- 
perature from 600°C (1100°F) to 350°C (650°F). Air is compressed to 3 atm be- 40 
fore it enters the intercooler. Compared to steam-turbine and diesel-propulsion 
systems, the gas turbine offers greater power for a given size and weight, high 
reliability, long life, and more convenient operation. The engine start-up time 
has been reduced from 4 h required for a typical steam-propulsion system to 
less than 2 min for a gas turbine. Many modern marine propulsion systems use 
gas turbines together with diesel engines because of the high fuel consumption 





For fixed values of 7.,,, and T, 


min max? 


the net work of the Brayton cycle 


net 





Wturbine 











Back work 


of simple-cycle gas-turbine engines. In combined diesel and gas-turbine sys- compressor 

tems, diesel is used to provide for efficient low-power and cruise operation, FIGURE 8-30 

and gas turbine is used when high speeds are needed. The fraction of the turbine work used 
In gas-turbine power plants, the ratio of the compressor work to the turbine to drive the compressor is called the 

work, called the back work ratio, is very high (Fig. 8—30). Usually more than back work ratio. 
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one-half of the turbine work output is used to drive the compressor. The situ- 
ation is even worse when the isentropic efficiencies of the compressor and the 
turbine are low. This is quite in contrast to steam power plants, where the back 
work ratio is only a few percent. This is not surprising, however, since a liq- 
uid is compressed in steam power plants instead of a gas, and the reversible 
steady-flow work is proportional to the specific volume of the working fluid. 

A power plant with a high back work ratio requires a larger turbine to pro- 
vide the additional power requirements of the compressor. Therefore, the tur- 
bines used in gas-turbine power plants are larger than those used in steam 
power plants of the same net power output. 


Development of Gas Turbines 

The gas turbine has experienced phenomenal progress and growth since its 
first successful development in the 1930s. The early gas turbines built in the 
1940s and even 1950s had simple-cycle efficiencies of about 17 percent be- 
cause of the low compressor and turbine efficiencies and low turbine inlet 
temperatures due to metallurgical limitations of those times. Therefore, gas 
turbines found only limited use despite their versatility and their ability to 
burn a variety of fuels. The efforts to improve the cycle efficiency was con- 
centrated in three areas: 


1. Increasing the turbine inlet (or firing) temperatures This has been 
the primary approach taken to improve gas-turbine efficiency. The turbine inlet 
temperatures have increased steadily from about 540°C (1000°F) in the 1940s 
to 1425°C (2600°F) today. These increases were made possible by the devel- 
opment of new materials and the innovative cooling techniques for the critical 
components such as coating the turbine blades with ceramic layers and cooling 
the blades with the discharge air from the compressor. Maintaining high tur- 
bine inlet temperatures with air-cooling technique requires the combustion 
temperature to be higher to compensate for the cooling effect of the cooling air. 
However, higher combustion temperatures increase the amount of nitrogen 
oxides (NO,), which are responsible for the formation of ozone at ground level 
and smog. Using steam as the coolant allowed an increase in the turbine inlet 
temperatures by 200°F without an increase in the combustion temperature. 
Steam is also a much more effective heat transfer medium than air. 


2. Increasing the efficiencies of turbomachinery components The 
performance of early turbines suffered greatly from the inefficiencies of tur- 
bines and compressors. However, the advent of computers and advanced tech- 
niques for computer-aided design made it possible to design these components 
aerodynamically with minimal losses. The increased efficiencies of the tur- 
bines and compressors resulted in a significant increase in the cycle efficiency. 


3. Adding modifications to the basic cycle The simple-cycle efficien- 
cies of early gas turbines were practically doubled by incorporating intercool- 
ing, regeneration (or recuperation), and reheating, discussed in Sections 8-8 
and 8-9. These improvements, of course, come at the expense of increased ini- 
tial and operation costs, and they cannot be justified unless the decrease in fuel 
costs offsets the increase in other costs. The relatively low fuel prices, the gen- 
eral desire in the industry to minimize installation costs, and the tremendous 
increase in the simple-cycle efficiency to about 40 percent left little desire for 
opting for these modifications. 
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The first gas turbine for an electric utility was installed in 1949 in Okla- 
homa as part of a combined-cycle power plant. It was built by General Elec- 
tric and produced 3.5 MW of power. Gas turbines installed until the 
mid-1970s suffered from low efficiency and poor reliability. In the past, the 
base-load electric power generation was dominated by large coal and nuclear 
power plants. However, there has been a historic shift toward natural gas— 
fired gas turbines because of their higher efficiencies, lower capital costs, 
shorter installation times, and better emission characteristics, and the abun- 
dance of natural gas supplies, and more and more electric utilities are using 
gas turbines for base-load power production as well as for peaking. The con- 
struction costs for gas-turbine power plants are roughly half that of compara- 
ble conventional fossil-fuel steam power plants, which were the primary 
base-load power plants until the early 1980s. More than half of all power 
plants to be installed in the foreseeable future are forecast to be gas-turbine or 
combined gas-steam turbine types. 

A gas turbine manufactured by General Electric in the early 1990s had a 
pressure ratio of 13.5 and generated 135.7 MW of net power at a thermal effi- 
ciency of 33 percent in simple-cycle operation. A more recent gas turbine 
manufactured by General Electric uses a turbine inlet temperature of 1425°C 
(2600°F) and produces up to 282 MW while achieving a thermal efficiency of 
39.5 percent in the simple-cycle mode. A 1.3-ton small-scale gas turbine la- 
beled OP-16, built by the Dutch firm Opra Optimal Radial Turbine, can run on 
gas or liquid fuel and can replace a 16-ton diesel engine. It has a pressure ra- 
tio of 6.5 and produces up to 2 MW of power. Its efficiency is 26 percent in 
the simple-cycle operation, which rises to 37 percent when equipped with a 
regenerator. 





Е EXAMPLE 8-4 The Simple Ideal Brayton Cycle 


BA stationary power plant operating on an ideal Brayton cycle has a pressure ra- 
tio of 8. The gas temperature is 300 K at the compressor inlet and 1300 K at 
m the turbine inlet. Utilizing the air-standard assumptions, determine (a) the gas 
B temperature at the exits of the compressor and the turbine, (b) the back work 
B ratio, and (c) the thermal efficiency. 


Fig. 8-31. We note that the components involved in the Brayton cycle are 1300 
steady-flow devices. 

Assumptions 1 Steady operating conditions exist. 2 The air-standard assump- 
tions are applicable. 3 Kinetic and potential energy changes are negligible. 
4 The variation of specific heats with temperature is to be considered. 
Analysis (а) Тһе air temperatures at the compressor and turbine exits are de- 
termined from isentropic relations. 


Process 1-2 (isentropic compression of an ideal gas): 
300 





Т, = 300 K > h, = 300.19 kJ/kg 
P,, = 1.386 " 


5 








Р, 
Pp = Р, P, = (8)(1.386) = 11.09 > T, = 540K (at compressor exit) FIGURE 8-31 
hy = 544.35 kI/kg T-s diagram for the Brayton cycle 


a 

a 

SOLUTION The T-s diagram of the ideal Brayton cycle described is shown in T, Kt 
discussed in Example 8-4. 
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Process 3-4 (isentropic expansion of an ideal gas): 


T; = 1300 K > hy = 1395.97 kI/kg 
P, = 330.9 


Р 1 
Pa =pPa = ij (330.9) 2 4136 T, — 770K (at turbine exit) 
3 
hy = 789.11 kJ/kg 


(b) To find the back work ratio, we need to find the work input to the compres- 
sor and the work output of the turbine: 





Weomp, in = M2 — hy = 544.35 — 300.19 = 244.16 kJ/kg 
Wrurb, out = 23 — hg = 1395.97 — 789.11 = 606.86 kJ/kg 
Thus, 
Weomp,in 244.16 kJ/kg 


Back work ratio ry,, = gom = 606.86 kJ/kg — 0.402 


That is, 40.2 percent of the turbine work output is used just to drive the 
compressor. 


(c) The thermal efficiency of the cycle is the ratio of the net power output to the 
total heat input: 


din = hy — h, = 1395.97 — 544.35 — 851.62 kJ/kg 
Waet = Wout — Win = 606.86 — 244.16 = 362.7 kI/kg 





Thus, 
— Ware _ 362.7 kJ/kg 


Mh = an = 851.62 КЈ/КЕ = 0.426 or 42.6% 


The thermal efficiency could also be determined from 


= dout 
Tm 7 1 din 





where 





dou = hy — hy = 789.11 — 300.19 = 488.92 kJ/kg 


Discussion Under the cold-air-standard assumptions (constant specific heat 
values at room temperature), the thermal efficiency would be, from Eq. 8-16, 


1 


Nh, Brayton 1 r (к — yk Ба 
р 








1 = 0.448 


m gu4 -DI4 


which is sufficiently close to the value obtained by accounting for the variation 
of specific heats with temperature. 








Deviation of Actual Gas-Turbine Cycles from 
Idealized Ones 


The actual gas-turbine cycle differs from the ideal Brayton cycle on several ac- 
counts. For one thing, some pressure drop during the heat-addition and heat- 
rejection processes is inevitable. More importantly, the actual work input to the 
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compressor will be more, and the actual work output from the turbine will be 
less because of irreversibilities. The deviation of actual compressor and turbine 
behavior from the idealized isentropic behavior can be accurately accounted for 
by utilizing the isentropic efficiencies of the turbine and compressor as 








Me (8-18) 
"e Wa ha — hi 
and 
Wa (| h; UV ha, 
"Ww cle (9519) 


where states 2a and 4a are the actual exit states of the compressor and the tur- 
bine, respectively, and 2s and 4s are the corresponding states for the isentropic 
case, as illustrated in Fig. 8—32. The effect of the turbine and compressor 
efficiencies on the thermal efficiency of the gas-turbine engines is illustrated 
below with an example. 





Е ЕХАМРІЕ 8-5 An Actual Gas-Turbine Cycle 


а Assuming a compressor efficiency of 80 percent and a turbine efficiency of 
ш 85 percent, determine (a) the back work ratio, (b) the thermal efficiency, and 
m (c) the turbine exit temperature of the gas-turbine cycle discussed in Exam- 
m ple 8-4. 
и 
SOLUTION (a) The T-s diagram of the cycle is shown in Fig. 8-33. The actual 
compressor work and turbine work are determined by using the definitions of 
compressor and turbine efficiencies, Eqs. 8-18 and 8-19: 


и, _ 244.16 kJ/kg 


Compressor: Weomp,in — mc 7 0.80 — 305.20 kJ/kg 
Turbine: Wiurb, out = NW; = (0.85)(606.86 kJ/kg) = 515.83 kJ/kg 
Thus, 


= Weomp, in e 305.20 kJ/kg 2 0 592 
Pow = Wturb, out e 515.83 kJ/kg Eas 





That is, the compressor is now consuming 59.2 percent of the work produced 
by the turbine (up from 40.2 percent). This increase is due to the irreversibili- 
ties that occur within the compressor and the turbine. 


(b) In this case, air will leave the compressor at a higher temperature and en- 
thalpy, which are determined to be 
at Ui ee load a Voom tin 

= 300.19 + 305.20 

= 605.39 kJ/kg (and T,, = 598 K) 


Weomp, in 


Thus, 
din = hx — hy = 1395.97 — 605.39 = 790.58 kJ/kg 
Wnet = Wout ~ Win = 515.83 — 305.20 = 210.63 kJ/kg 





and 


Weer — 210.63 kJ/kg 


Nh = ae = 790.58 kJ/kg = 0.266 or 26.6% 
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FIGURE 8-32 

The deviation of an actual gas-turbine 
cycle from the ideal Brayton cycle as a 
result of irreversibilities. 


300 








5 


FIGURE 8-33 


T-s diagram of the gas-turbine cycle 
discussed in Example 8-5. 
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FIGURE 8-34 


A gas-turbine engine with regenerator. 
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FIGURE 8-35 
T-s diagram of a Brayton cycle with 
regeneration. 


ee ae Ф 







Regenerator 


Compressor 


That is, the irreversibilities occurring within the turbine and compressor caused 
the thermal efficiency of the gas-turbine cycle to drop from 42.6 to 26.6 per- 
cent. This example shows how sensitive the performance of a gas-turbine power 
plant is to the efficiencies of the compressor and the turbine. In fact, gas- 
turbine efficiencies did not reach competitive values until significant improve- 
ments were made in the design of gas turbines and compressors. 


(c) The air temperature at the turbine exit is determined from an energy balance 
on the turbine: 


Wiurb, out — ha ps Лаа 80: Лаа = ha p Wiurb, out 
= 1395.97 — 515.83 
— 880.14 kJ/kg 


Then, from Table A-21, 
T,, = 853 К 


This value is considerably higher than the air temperature at the compressor 
exit (724 — 598 K), which suggests the use of regeneration to reduce fuel cost. 








8-8 = THE BRAYTON CYCLE WITH REGENERATION 


In gas-turbine engines, the temperature of the exhaust gas leaving the turbine 
is often considerably higher than the temperature of the air leaving the com- 
pressor. Therefore, the high-pressure air leaving the compressor can be heated 
by transferring heat to it from the hot exhaust gases in a counter-flow heat ex- 
changer, which is also known as a regenerator or a recuperator. A sketch of 
the gas-turbine engine utilizing a regenerator and the 7-s diagram of the new 
cycle are shown in Figs. 8-34 and 8-35, respectively. 

The thermal efficiency of the Brayton cycle increases as a result of regener- 
ation since the portion of energy of the exhaust gases that is normally rejected 
to the surroundings is now used to preheat the air entering the combustion 
chamber. This, in turn, decreases the heat input (thus fuel) requirements for 
the same net work output. Note, however, that the use of a regenerator is rec- 
ommended only when the turbine exhaust temperature is higher than the com- 
pressor exit temperature. Otherwise, heat will flow in the reverse direction (to 
the exhaust gases), decreasing the efficiency. This situation is encountered in 
gas-turbine engines operating at very high pressure ratios. 
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The highest temperature occurring within the regenerator is T,, the temper- 
ature of the exhaust gases leaving the turbine and entering the regenerator. 
Under no conditions can the air be preheated in the regenerator to a tempera- 
ture above this value. Air normally leaves the regenerator at a lower tempera- 
ture, T;. In the limiting (ideal) case, the air will exit the regenerator at the inlet 
temperature of the exhaust gases T,. Assuming the regenerator to be well in- 
sulated and any changes in kinetic and potential energies to be negligible, the 
actual and maximum heat transfers from the exhaust gases to the air can be 
expressed as 


hs — hy (8-20) 


(regen , act = 
and 


= hy — h, = h, — h, (8-21) 


regen, max 


The extent to which a regenerator approaches an ideal regenerator is called the 
effectiveness e and is defined as 


regen, act hs = hy 








a regen, max si hy — hy (8-22) 
When the cold-air-standard assumptions are utilized, it reduces to 
T-T, 
e= T-T, (8-23) 


A regenerator with a higher effectiveness will obviously save a greater 
amount of fuel since it will preheat the air to a higher temperature prior to 
combustion. However, achieving a higher effectiveness requires the use of a 
larger regenerator, which carries a higher price tag and causes a larger pres- 
sure drop. Therefore, the use of a regenerator with a very high effectiveness 
cannot be justified economically unless the savings from the fuel costs exceed 
the additional expenses involved. The effectiveness of most regenerators used 
in practice is below 0.85. 

Under the cold-air-standard assumptions, the thermal efficiency of an ideal 
Brayton cycle with regeneration is 


imaa le Тун ne (8-24) 
3 

Therefore, the thermal efficiency of an ideal Brayton cycle with regeneration 
depends on the ratio of the minimum to maximum temperatures as well as the 
pressure ratio. The thermal efficiency is plotted in Fig. 8—36 for various pres- 
sure ratios and minimum-to-maximum temperature ratios. This figure shows 
that regeneration is most effective at lower pressure ratios and low minimum- 
to-maximum temperature ratios. 





EXAMPLE 8-6 Actual Gas-Turbine Cycle with Regeneration 


Determine the thermal efficiency of the gas-turbine power plant described in 
Example 8-5 if a regenerator having an effectiveness of 80 percent is installed. 


SOLUTION The T-s diagram of the cycle is shown in Fig. 8-37. We first deter- 
mine the enthalpy of the air at the exit of the regenerator, using the definition 
of effectiveness: 
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With regeneration 
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FIGURE 8-36 
Thermal efficiency of the ideal 
Brayton cycle with and without 
regeneration. 
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FIGURE 8-37 

T-s diagram of the regenerative 
Brayton cycle described in 
Example 8-6. 
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ыг hs — hy, 
иж ha, a hj, 
(hs — 605.39) kJ/kg 
0.80 — > h; = 825.19 kJ/kg 





(880.14 — 605.39) kJ/kg 


Thus, 
din = 3 — hs = (1395.97 — 825.19) kJ/kg = 570.78 kJ/kg 


This represents a savings of 219.8 kJ/kg from the heat input requirements. The 
addition of a regenerator (assumed to be frictionless) does not affect the net 
work output. Thus, 


| Wy _ 210.63 kJ/kg | 7 
icc IR I eters eee 
Discussion Note that the thermal efficiency of the power plant has gone up 
from 26.6 to 36.9 percent as a result of installing a regenerator that helps to 
recuperate some of the thermal energy of the exhaust gases. 








8-9 = THE CARNOT VAPOR CYCLE 


We have mentioned repeatedly that the Carnot cycle is the most efficient cycle 
operating between two specified temperature limits. Thus it is natural to look 
at the Carnot cycle first as a prospective ideal cycle for vapor power plants. If 
we could, we would certainly adopt it as the ideal cycle. As explained here, 
however, the Carnot cycle is not a suitable model for power cycles. Through- 
out the discussions, we assume steam to be the working fluid since it is the 
working fluid predominantly used in vapor power cycles. 

Consider a steady-flow Carnot cycle executed within the saturation dome of 
a pure substance, as shown in Fig. 8—38a. The fluid is heated reversibly and 
isothermally in a boiler (process 1-2), expanded isentropically in a turbine 
(process 2-3), condensed reversibly and isothermally in a condenser (process 
3-4), and compressed isentropically by a compressor to the initial state 
(process 4-1). 


ТА ТА 














FIGURE 8-38 - z 
T-s diagrams of two Carnot 8 8 
vapor cycles. (a) (5) 
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Several impracticalities are associated with this cycle: 


1. Isothermal heat transfer to or from a two-phase system is not difficult 
to achieve in practice since maintaining a constant pressure in the device will 
automatically fix the temperature at the saturation value. Therefore, processes 
1-2 and 3-4 can be approached closely in actual boilers and condensers. Lim- 
iting the heat transfer processes to two-phase systems, however, severely lim- 
its the maximum temperature that can be used in the cycle (it has to remain 
under the critical-point value, which is 374°C for water). Limiting the maxi- 
mum temperature in the cycle also limits the thermal efficiency. Any attempt 
to raise the maximum temperature in the cycle will involve heat transfer to the 
working fluid in a single phase, which is not easy to accomplish isothermally. 


2. The isentropic expansion process (process 2-3) can be approximated 
closely by a well-designed turbine. However, the quality of the steam de- 
creases during this process, as shown on the 7-s diagram in Fig. 8—38a. Thus 
the turbine will have to handle steam with low quality, that is, steam with a 
high moisture content. The impingement of liquid droplets on the turbine 
blades causes erosion and is a major source of wear. Thus steam with qualities 
less than about 90 percent cannot be tolerated in the operation of power plants. 
This problem could be eliminated by using a working fluid with a very steep 
saturated vapor line. 


3. The isentropic compression process (process 4-1) involves the com- 
pression of a liquid—vapor mixture to a saturated liquid. There are two difficul- 
ties associated with this process. First, it is not easy to control the condensation 
process so precisely as to end up with the desired quality at state 4. Second, it 
is not practical to design a compressor that will handle two phases. 


Some of these problems could be eliminated by executing the Carnot cycle 
in a different way, as shown in Fig. 8—38b. This cycle, however, presents other 
problems such as isentropic compression to extremely high pressures and 
isothermal heat transfer at variable pressures. Thus we conclude that the 
Carnot cycle cannot be approximated in actual devices and is not a realistic 
model for vapor power cycles. 


8-10 * RANKINE CYCLE: THE IDEAL CYCLE 
FOR VAPOR POWER CYCLES 


Many of the impracticalities associated with the Carnot cycle can be elimi- 
nated by superheating the steam in the boiler and condensing it completely in 
the condenser, as shown schematically on a T-s diagram in Fig. 8-39. The cy- 
cle that results is the Rankine cycle, which is the ideal cycle for vapor power 
plants. The ideal Rankine cycle does not involve any internal irreversibilities 
and consists of the following four processes: 

1-2 Isentropic compression in a pump 

2-3 Constant pressure heat addition in a boiler 

3-4 Іѕепігоріс expansion in a turbine 


4-1 Constant pressure heat rejection in a condenser 


-6- 





378 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


din 





Boiler 











Wpump,in 


Condenser 


FIGURE 8-39 
The simple ideal Rankine cycle. 
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Water enters the pump at state 1 as saturated liquid and is compressed isen- 
tropically to the operating pressure of the boiler. The water temperature in- 
creases somewhat during this isentropic compression process due to a slight 
decrease in the specific volume of the water. The vertical distance between 
states 1 and 2 on the 7-5 diagram is greatly exaggerated for clarity. (If water 
were truly incompressible, would there be a temperature change at all during 
this process?) 

Water enters the boiler as a compressed liquid at state 2 and leaves as a su- 
perheated vapor at state 3. The boiler is basically a large heat exchanger where 
the heat originating from combustion gases, nuclear reactors, or other sources 
is transferred to the water essentially at constant pressure. The boiler, together 
with the section where the steam is superheated (the superheater), is often 
called the steam generator. 

The superheated vapor at state 3 enters the turbine, where it expands isen- 
tropically and produces work by rotating the shaft connected to an electric 
generator. The pressure and the temperature of the steam drop during this 
process to the values at state 4, where steam enters the condenser. At this state, 
steam is usually a saturated liquid-vapor mixture with a high quality. Steam is 
condensed at constant pressure in the condenser, which is basically a large 
heat exchanger, by rejecting heat to a cooling medium such as a lake, a river, 
or the atmosphere. Steam leaves the condenser as saturated liquid and enters 
the pump, completing the cycle. In areas where water is precious, the power 
plants are cooled by air instead of water. This method of cooling, which is also 
used in car engines, is called dry cooling. Several power plants in the world, 
including some in the United States, use dry cooling to conserve water. 

Remembering that the area under the process curve on a 7-s diagram repre- 
sents the heat transfer for internally reversible processes, we see that the area 
under process curve 2-3 represents the heat transferred to the water in the 
boiler and the area under the process curve 4-1 represents the heat rejected in 
the condenser. The difference between these two (the area enclosed by the 
cycle curve) is the net work produced during the cycle. 
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Energy Analysis of the Ideal Rankine Cycle 

All four components associated with the Rankine cycle (the pump, boiler, tur- 
bine, and condenser) are steady-flow devices, and thus all four processes that 
make up the Rankine cycle can be analyzed as steady-flow processes. The ki- 
netic and potential energy changes of the steam are usually small relative to 
the work and heat transfer terms and are therefore usually neglected. Then the 
steady-flow energy equation per unit mass of steam reduces to 


(Gin 2 Jou) + (Win T Wout) = h, T h; (kJ/kg) (8-25) 
The boiler and the condenser do not involve any work, and the pump and 


the turbine are assumed to be isentropic. Then the conservation of energy 
relation for each device can be expressed as follows: 


Pump (q = 0): Wpump, in = %2 — hi (8-26) 
or, 
Wopump, in — (Р, = Р) (8-27) 
where 
hi = hep, and v= v = Yep, (8-28) 
Boiler (w = 0): din = hz — m (8-29) 
Turbine (q = 0): Wiurb, out = 3 — Ng (8-30) 
Condenser (w = 0): Фон = hg — hy (8-31) 


The thermal efficiency of the Rankine cycle is determined from 


— Wet у дош 
Nih din din 








(8-32) 
where 
Wnet © Jin ~ Yout = Wturb, out — Wpump, in 


The conversion efficiency of power plants in the United States is often ex- 
pressed in terms of heat rate, which is the amount of heat supplied, in Btu’s, 
to generate 1 kWh of electricity. The smaller the heat rate, the greater the 
efficiency. Considering that 1 kWh = 3412 Btu and disregarding the losses 
associated with the conversion of shaft power to electric power, the relation 
between the heat rate and the thermal efficiency can be expressed as 


3412 (Btu/KWh) 


7 ^ Heat rate (Btu/KWh) diced 


For example, a heat rate of 11,363 Btu/kWh is equivalent to 30 percent 
efficiency. 

The thermal efficiency can also be interpreted as the ratio of the area en- 
closed by the cycle on a 7-s diagram to the area under the heat-addition 
process. The use of these relations is illustrated in the following example. 





E EXAMPLE 8-7 The Simple Ideal Rankine Cycle 


E Consider a steam power plant operating on the simple ideal Rankine cycle. The 
g Steam enters the turbine at 3 MPa and 350°C and is condensed in the con- 
m denser at a pressure of 75 kPa. Determine the thermal efficiency of this cycle. 
Ш 
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FIGURE 8-40 
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Schematic and T-s diagram for Example 8-7. 


SOLUTION The schematic of the power plant and the T-s diagram of the cycle 
are shown in Fig. 8-40. We note that the power plant operates on the ideal 
Rankine cycle. Therefore, the pump and the turbine are isentropic, there are no 
pressure drops in the boiler and condenser, and steam leaves the condenser and 
enters the pump as saturated liquid at the condenser pressure. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential en- 
ergy changes are negligible. 

Analysis First we determine the enthalpies at various points in the cycle, using 
data from steam tables (Tables A-4, A-5, and A-6): 


State 1: Р, - 75 Ч hy = hye 75 Кра — 384.39 kJ/kg 


Sat. liquid Vi = Ure ;syp, — 0.001037 m?/kg 
State 2: P, = 3 MPa 
$5 — $1 
" Е 2 3 22 1КЈ 
Wpump, in = V{(P2 — P,) = (0.001037 m*/kg)[(3000 — 75) kPa] е. 
= 3.03 kJ/kg 
hy = hy + Woump, in = (384.39 + 3.03) kJ/kg = 387.42 kJ/kg 
State 3: P, = 3 MPa | А; = 3115.3 kJ/kg 
T; = 350°C J 5; = 6.7428 kJ/kg - K 
State 4: P, = 75 kPa (sat. mixture) 
$4 — $3 
5,58; 6.7428 — 1.213 | 0332 
го. 


Ра = + хаһ, = 384.39 + 0.8857(2278.6) = 2402.6 kJ/kg 
Thus, 


Gin = h; — h, = (3115.3 — 387.42) kJ/kg = 2727.9 kJ/kg 
dout = h4 — h, = (2402.6 — 384.39) kJ/kg = 2018.2 kJ/kg 
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and 


E 2018.2 kJ/kg 


п 1 g 1 тото = 0260 97 260% 





The thermal efficiency could also be determined from 


Wut, ou = Аз — h4 = (3115.3 — 2402.6) kJ/kg = 712.7 kI/kg 
Wnet = Weurd, out — Woump,in = (712.7 — 3.03) kJ/kg = 709.7 kJ/kg 


Waet = qin — qow = (2727.9 — 2018.2) kJ/kg = 709.7 kJ/kg 


and 


Wa 709.7 KJ/kg 


Nh = Gin = 2727.9 КИКЕ = 0.260 or 26.0% 


That is, this power plant converts 26 percent of the heat it receives in the boiler 
to net work. An actual power plant operating between the same temperature and 
pressure limits will have a lower efficiency because of the irreversibilities such 
as friction. 
Discussion Notice that the back work ratio (rp, — Win/Wout) of this power plant 
is 0.004, and thus only 0.4 percent of the turbine work output is required to 
operate the pump. Having such low back work ratios is characteristic of vapor 
power cycles. This is in contrast to the gas power cycles, which typically have 
very high back work ratios (about 40 to 80 percent). 

It is also interesting to note the thermal efficiency of a Carnot cycle operating 
between the same temperature limits 


: [m (91.78 + 273) K 
Nh, Carnot — qe i (350 + 273) K 





= 0.414 


The difference between the two efficiencies is due to the large temperature dif- 
ference between the steam and the combustion gases during the heat-addition 
process. 








8-11 = DEVIATION OF ACTUAL VAPOR 
POWER CYCLES FROM IDEALIZED ONES 


The actual vapor power cycle differs from the ideal Rankine cycle, as il- 
lustrated in Fig. 8—41a, as a result of irreversibilities in various components. 
Fluid friction and heat loss to the surroundings are the two common sources 
of irreversibilities. 

Fluid friction causes pressure drops in the boiler, the condenser, and the pip- 
ing between various components. As a result, steam leaves the boiler at a 
somewhat lower pressure. Also, the pressure at the turbine inlet is somewhat 
lower than that at the boiler exit due to the pressure drop in the connecting 
pipes. The pressure drop in the condenser is usually very small. To compen- 
sate for these pressure drops, the water must be pumped to a sufficiently 
higher pressure than the ideal cycle calls for. This requires a larger pump and 
larger work input to the pump. 
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FIGURE 8-41 
(a) Deviation of actual vapor power 
cycle from the ideal Rankine cycle. 


1 
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Pressure drop 
in the condenser 














(b) The effect of pump and " - 
turbine irreversibilities on the ideal 5 s 
Rankine cycle. (a) (b) 


The other major source of irreversibility is the heat loss from the steam to 
the surroundings as the steam flows through various components. To maintain 
the same level of net work output, more heat needs to be transferred to the 
steam in the boiler to compensate for these undesired heat losses. As a result, 
cycle efficiency decreases. 

Of particular importance are the irreversibilities occurring within the pump 
and the turbine. A pump requires a greater work input, and a turbine produces 
a smaller work output as a result of irreversibilities. Under ideal conditions, 
the flow through these devices is isentropic. The deviation of actual pumps 
and turbines from the isentropic ones can be accurately accounted for, how- 
ever, by utilizing isentropic efficiencies, defined as 


_ Ws _ hy, — h, Ba 
Пр Wa hy, X hi 
and 
Wa h; Bi ha, 


Tw, ha — ha; Эя 


where states 2a and 4a are the actual exit states of the pump and the turbine, 
respectively, and 2s and 4s are the corresponding states for the isentropic case 
(Fig. 8-415). 

Other factors also need to be considered in the analysis of actual vapor 
power cycles. In actual condensers, for example, the liquid is usually sub- 
cooled to prevent the onset of cavitation, the rapid vaporization and conden- 
sation of the fluid at the low-pressure side of the pump impeller, which may 
damage it. Additional losses occur at the bearings between the moving parts 
as a result of friction. Steam that leaks out during the cycle and air that leaks 
into the condenser represent two other sources of loss. Finally, the power con- 
sumed by the auxiliary equipment such as fans that supply air to the furnace 
should also be considered in evaluating the performance of actual power 
plants. 

The effect of irreversibilities on the thermal efficiency of a steam power 
cycle is illustrated next with an example. 
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FIGURE 8-42 


Schematic and 7-s diagram for 
EXAMPLE 8-8 An Actual Steam Power Cycle Example 8-8. 





E A steam power plant operates on the cycle shown in Fig. 8—42. If the isentropic 
g efficiency of the turbine is 87 percent and the isentropic efficiency of the pump 
m is 85 percent, determine (a) the thermal efficiency of the cycle and (b) the net 
B power output of the plant for a mass flow rate of 15 kg/s. 
и 
SOLUTION The schematic of the power plant and the T-s diagram of the cycle 
are shown in Fig. 8-42. The temperatures and pressures of steam at various 
points are also indicated on the figure. We note that the power plant involves 
steady-flow components and operates on the Rankine cycle, but the imperfec- 
tions at various components are accounted for. 
Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential en- 
ergy changes are negligible. 
Analysis (a) The thermal efficiency of a cycle is the ratio of the net work out- 
put to the heat input, and it is determined as follows: 


2 Ws, pump, in v, (P; 82 Р) 
Pump work input: Wie ~~ = ~~~ 





Np Np 

(0.001009 m/kg)[(16,000 — 9) EN 10 | 

Е 0.85 1 kPa - m? 
= 19.0 KJ/kg 


Turbine work output: Wy, ou = NTWs, turb, out 
— qu (hs — hg) — 0.87(3582.3 — 2114.9) kJ/kg 
— 1276.6 kJ/kg 

Boiler heat input: qi, = h4 — h, = (3647.3 — 160.1) kJ/kg = 3487.2 kJ/kg 


Thus, 


Wnet = Weurd, out — Wpump,in = (1276.6 — 19.0) kI/kg — 1257.6 kJ/kg 
Woe 1257.6 KJ/kg 


тһ = v = 3487.2 kJ/kg = 0.361 or 36.1% 
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FIGURE 8-43 
The effect of lowering the condenser 
pressure on the ideal Rankine cycle. 


Page 384 F 


Without the irreversibilities, the thermal efficiency of this cycle would be 43.0 
percent (see Example 8-9c). 


(b) The power produced by this power plant is 


Woe: = M(Wye) = (15 kg/s)(1257.6 kJ/kg) = 18,864 kW 





8-12 = HOW CAN WE INCREASE THE EFFICIENCY 
OF THE RANKINE CYCLE? 


Steam power plants are responsible for the production of most electric power 
in the world, and even small increases in thermal efficiency can mean large 
savings from the fuel requirements. Therefore, every effort is made to im- 
prove the efficiency of the cycle on which steam power plants operate. 

The basic idea behind all the modifications to increase the thermal effi- 
ciency of a power cycle is the same: Increase the average temperature at 
which heat is transferred to the working fluid in the boiler, or decrease the av- 
erage temperature at which heat is rejected from the working fluid in the con- 
denser. That is, the average fluid temperature should be as high as possible 
during heat addition and as low as possible during heat rejection. Next we dis- 
cuss three ways of accomplishing this for the simple ideal Rankine cycle. 


Lowering the Condenser Pressure (Lowers Tiow, av) 
Steam exists as a saturated mixture in the condenser at the saturation temper- 
ature corresponding to the pressure inside the condenser. Therefore, lowering 
the operating pressure of the condenser automatically lowers the temperature 
of the steam, and thus the temperature at which heat is rejected. 

The effect of lowering the condenser pressure on the Rankine cycle effi- 
ciency is illustrated on a T-s diagram in Fig. 8-43. For comparison purposes, 
the turbine inlet state is maintained the same. The colored area on this diagram 
represents the increase in net work output as a result of lowering the con- 
denser pressure from P, to P4. The heat input requirements also increase (rep- 
resented by the area under curve 2'-2), but this increase is very small. Thus the 
overall effect of lowering the condenser pressure is an increase in the thermal 
efficiency of the cycle. 

To take advantage of the increased efficiencies at low pressures, the con- 
densers of steam power plants usually operate well below the atmospheric 
pressure. This does not present a major problem since the vapor power cycles 
operate in a closed loop. However, there is a lower limit on the condenser 
pressure that can be used. It cannot be lower than the saturation pressure cor- 
responding to the temperature of the cooling medium. Consider, for example, 
a condenser that is to be cooled by a nearby river at 15°C. Allowing a temper- 
ature difference of 10'C for effective heat transfer, the steam temperature in 
the condenser must be above 25°C; thus the condenser pressure must be above 
3.2 kPa, which is the saturation pressure at 25'C. 

Lowering the condenser pressure is not without any side effects, however. 
For one thing, it creates the possibility of air leakage into the condenser. More 
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importantly, it increases the moisture content of the steam at the final stages 
of the turbine, as can be seen from Fig. 8-43. The presence of large quantities 
of moisture is highly undesirable in turbines because it decreases the turbine 
efficiency and erodes the turbine blades. Fortunately, this problem can be cor- 
rected, as discussed below. 


Superheating the Steam to High Temperatures 
(Increases Thigh, av) 


The average temperature at which heat is added to the steam can be increased 
without increasing the boiler pressure by superheating the steam to high tem- 
peratures. The effect of superheating on the performance of vapor power cy- 
cles is illustrated on a T-s diagram in Fig. 8-44. The colored area on this 
diagram represents the increase in the net work. The total area under the 
process curve 3-3’ represents the increase in the heat input. Thus both the net 
work and heat input increase as a result of superheating the steam to a higher 
temperature. The overall effect is an increase in thermal efficiency, however, 
since the average temperature at which heat is added increases. 

Superheating the steam to higher temperatures has another very desirable 
effect: It decreases the moisture content of the steam at the turbine exit, as 
can be seen from the T-s diagram (the quality at state 4’ is higher than that at 











state 4). 
The temperature to which steam can be superheated is limited, however, by 

metallurgical considerations. Presently the highest steam temperature allowed - 

at the turbine inlet is about 620°C (1150°F). Any increase in this value de- : 

pends on improving the present materials or finding new ones that can with- FIGURE 8-44 

stand higher temperatures. Ceramics are very promising in this regard. The effect of superheating the steam to 
higher temperatures on the ideal 

Increasing the Boiler Pressure (Increases Thigh, av) аа 


Another way of increasing the average temperature during the heat-addition 
process is to increase the operating pressure of the boiler, which automatically 
raises the temperature at which boiling takes place. This, in turn, raises the av- 
erage temperature at which heat is added to the steam and thus raises the ther- 
mal efficiency of the cycle. 

The effect of increasing the boiler pressure on the performance of vapor 
power cycles is illustrated on a 7-s diagram in Fig. 8-45. Notice that for a ИИ 

: : : А псгеаѕе 3" 3 

fixed turbine inlet temperature, the cycle shifts to the left and the moisture iN Wet 
content of steam at the turbine exit increases. This undesirable side effect can 
be corrected, however, by reheating the steam, as discussed in Section 8-13. 

Operating pressures of boilers have gradually increased over the years from 
about 2.7 MPa (400 psia) in 1922 to over 30 MPa (4500 psia) today, generat- 
ing enough steam to produce a net power output of 1000 MW or more in a 
large power plant. Today many modern steam power plants operate at super- 
critical pressures (P > 22.09 MPa) and have thermal efficiencies of about 40 
percent for fossil-fuel plants and 34 percent for nuclear plants. There are about 
170 supercritical-pressure steam power plants in operation in the United 











States. The lower efficiencies of nuclear power plants are due to the lower 5 

maximum temperatures used in those plants for safety reasons. The United FIGURE 8-45 
States has 112 nuclear power plants, which generate about 21 percent of the The effect of increasing the boiler 
nation’s electricity. (In contrast, 75 percent of the electricity in France comes pressure on the ideal Rankine cycle. 
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T from nuclear plants.) The 7-s diagram of a supercritical Rankine cycle is 
shown in Fig. 8-46. 

The effects of lowering the condenser pressure, superheating to a higher 
temperature, and increasing the boiler pressure on the thermal efficiency of 
the Rankine cycle are illustrated below with an example. 





Е EXAMPLE 8-9 Effect of Boiler Pressure and Temperature on Efficiency 


E Consider a steam power plant operating on the ideal Rankine cycle. The steam 
enters the turbine at 3 MPa and 350°C and is condensed in the condenser at 
m a pressure of 10 kPa. Determine (a) the thermal efficiency of this power plant, 
E (b) the thermal efficiency if steam is superheated to 600°C instead of 350°C, 
B and (c) the thermal efficiency if the boiler pressure is raised to 15 MPa while 
1 the turbine inlet temperature is maintained at 600°C. 





a 
SOLUTION The T-s diagrams of the cycle for all three cases are given in 


FIGURE 8-46 Fig. 8-47. 

A supercritical Rankine cycle. Analysis (a) This is the steam power plant discussed in Example 8-7, except 
that the condenser pressure is lowered to 10 kPa. The thermal efficiency is de- 
termined in a similar manner: 


State 1: P, — 10 kPa hı = hje 10xpa = 191.83 kJ/kg 
Sat. liquid Vi = Оре покра — 0.00101 m?/kg 
State 2: P, = 3 MPa 





ay 


52 = 5] 
1kJ 
Wpump, in = Ui(P2 — P}) = (0.00101 m?/kg)[(3000 — 125 
= 3.02 kJ/kg 
hy = hy, + UE (191.83 + 3.02) kJ/kg = 194.85 kJ/kg 


State 3: Р; = 3 МРа h; — 3115.3 KJ/kg 
T, = 350°C $4 — 6.7428 kJ/kg -K 





T; = 600°C 
3 


3 








T; = 600°C 





39 7, = 350°C 

















(a) (5) (c) 
FIGURE 8-47 
T-s diagrams of the three cycles discussed in Example 8-9. 
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State 4: Р, = 10 kPa (sat. mixture) 
$4 — 83 
S4 — Sf 6.7428 — 0.6493 
Мен ла 
Thus, 


h4 = + хд, = 191.83 + 0.8124(2392.8) = 2135.7 kJ/kg 
qin = h, = № = (3115.3 – 194.85) kJ/kg = 2920.5 kJ/kg 
dom = fy — hy = (2135.7 — 191.83) kJ/kg = 1943.9 kJ/kg 


and 
gn 1943.9 kJ/kg 
n 2920.5 kJ/kg 
Therefore, the thermal efficiency increases from 26.0 to 33.5 percent as a re- 
sult of lowering the condenser pressure from 75 to 10 kPa. At the same time, 


however, the quality of the steam decreases from 88.6 to 81.2 percent (in other 
words, the moisture content increases from 11.4 to 18.8 percent). 











= 0.335 or 33.5% 


(b) States 1 and 2 remain the same in this case, and the enthalpies at state 3 
(3 MPa and 600°C) and state 4 (10 kPa and s4 = s3) are determined to be 


h, — 3682.3 kJ/kg 
h, = 2379.9 kJ/kg (x, = 0.914) 











Thus, 
din = hy — fy = 3682.3 — 194.84 = 3487.5 kJ/kg 
Gon = fa — hy = 2379.9 — 191.83 = 2188.1 kI/kg 
and 
fe ee ee атхогатаЯ 
It es eat eo SARS mw ee ene 


Therefore, the thermal efficiency increases from 33.5 to 37.3 percent as a re- 
sult of superheating the steam from 350 to 600°C. At the same time, the qual- 
ity of the steam increases from 81.2 to 91.4 percent (in other words, the 
moisture content decreases from 18.8 to 8.6 percent). 


(c) State 1 remains the same in this case, but the other states change. The en- 
thalpies at state 2 (15 MPa and s; — s), state 3 (15 MPa and 600'C), and 
state 4 (10 kPa and s, — s3) are determined in a similar manner to be 

hy — 206.97 kJ/kg 

h, = 3582.3 kJ/kg 

hy = 2114.9 kJ/kg (x4 = 0.804) 











Thus, 
din = h3 — hy = 3582.3 — 206.97 = 3375.3 kJ/kg 
dou = ћу = 2114.9 — 191.83 — 1923.1 kJ/kg 
and 
Gun 1923.1 kJ/kg 
Nn = 1 nrim 1 33753 ЮКЕ — 0.430 ог 43.0% 
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Discussion The thermal efficiency increases from 37.3 to 43.0 percent as a 
result of raising the boiler pressure from 3 to 15 MPa while maintaining the 
turbine inlet temperature at 600°C. At the same time, however, the quality of 
the steam decreases from 91.4 to 80.4 percent (in other words, the moisture 
content increases from 8.6 to 19.6 percent). 





8-13 = THE IDEAL REHEAT RANKINE CYCLE 


We noted in Section 8-12 that increasing the boiler pressure increases the 
thermal efficiency of the Rankine cycle, but it also increases the moisture con- 
tent of the steam to unacceptable levels. Then it is natural to ask this question: 


How can we take advantage of the increased efficiencies at higher boiler 
pressures without facing the problem of excessive moisture at the final 
stages of the turbine? 


Two possibilities come to mind: 


1. Superheat the steam to very high temperatures before it enters the tur- 
bine. This would be the desirable solution since the average temperature at 
which heat is added would also increase, thus increasing the cycle efficiency. 
This is not a viable solution, however, since it will require raising the steam 
temperature to metallurgically unsafe levels. 


2. Expand the steam in the turbine in two stages, and reheat it in between. 
In other words, modify the simple ideal Rankine cycle with a reheat process. 
Reheating is a practical solution to the excessive moisture problem in tur- 
bines, and it is commonly used in modern steam power plants. 


The 7-s diagram of the ideal reheat Rankine cycle and the schematic of the 
power plant operating on this cycle are shown in Fig. 8—48. The ideal reheat 


Rankine cycle differs from the simple ideal Rankine cycle in that the expansion 
FIGURE 8-48 


The ideal reheat Rankine cycle. 


3 
. High-P Low-P 
Boiler turbine ы- turbine 
Reheater 4 


Ta 


. Reheating 
High-pressure 
turbine 






Low-pressure 
turbine 


P4=P5= Preheat 





Condenser 





cen54261 ch08.qxd 11/24/03 10:27 AM Page 389 F | 


389 
CHAPTER 8 





process takes place in two stages. In the first stage (the high-pressure turbine), 
steam is expanded isentropically to an intermediate pressure and sent back to 
the boiler where it is reheated at constant pressure, usually to the inlet temper- 
ature of the first turbine stage. Steam then expands isentropically in the second 
stage (low-pressure turbine) to the condenser pressure. Thus the total heat in- 
put and the total turbine work output for a reheat cycle become 


din Z d primary F Qreheat — (hz = hy) F (hs = h4) (8-36) 


and 


Wrurb, out = Wrarb,t F Wami ~ O №4) + (А5 — Ав) (8-37) 


The incorporation of the single reheat in a modern power plant improves the 
cycle efficiency by 4 to 5 percent by increasing the average temperature at 
which heat is added to the steam. 

The average temperature during the reheat process can be increased by in- 
creasing the number of expansion and reheat stages. As the number of stages 
is increased, the expansion and reheat processes approach an isothermal 
process at the maximum temperature, as shown in Fig. 8-49. The use of more T4 
than two reheat stages, however, is not practical. The theoretical improvement 
in efficiency from the second reheat is about half of that which results from a _ Try а 
single reheat. If the turbine inlet pressure is not high enough, double reheat 
would result in superheated exhaust. This is undesirable as it would cause the 
average temperature for heat rejection to increase and thus the cycle efficiency 
to decrease. Therefore, double reheat is used only on supercritical-pressure 
(P > 22.09 MPa) power plants. A third reheat stage would increase the cycle 
efficiency by about half of the improvement attained by the second reheat. 
This gain is too small to justify the added cost and complexity. 

The reheat cycle was introduced in the mid-1920s, but it was abandoned in 
the 1930s because of the operational difficulties. The steady increase in boiler 
pressures over the years made it necessary to reintroduce single reheat in the = 
late 1940s and double reheat in the early 1950s. FIGURE 8-49 

The reheat temperatures are very close or equal to the turbine inlet temper- 
ature. The optimum reheat pressure is about one-fourth of the maximum cycle 
pressure. For example, the optimum reheat pressure for a cycle with a boiler 
pressure of 12 MPa is about 3 MPa. 

Remember that the sole purpose of the reheat cycle is to reduce the moisture 
content of the steam at the final stages of the expansion process. If we had ma- 
terials that could withstand sufficiently high temperatures, there would be no 
need for the reheat cycle. 











The average temperature at which heat 
is transferred during reheating 
increases as the number of 

reheat stages is increased. 





E EXAMPLE 8-10 The Ideal Reheat Rankine Cycle 


E Consider a steam power plant operating on the ideal reheat Rankine cycle. 
m Steam enters the high-pressure turbine at 15 MPa and 600°C and is condensed 
gm in the condenser at a pressure of 10 kPa. If the moisture content of the steam 
B at the exit of the low-pressure turbine is not to exceed 10.4 percent, determine 
E (a) the pressure at which the steam should be reheated and (b) the thermal ef- 
E ficiency of the cycle. Assume the steam is reheated to the inlet temperature of 
1 the high-pressure turbine. 
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Schematic and 7-s diagram for Example 8-10. 


SOLUTION The schematic of the power plant and the T-s diagram of the cycle 
are shown in Fig. 8-50. We note that the power plant operates on the ideal 
reheat Rankine cycle. Therefore, the pump and the turbines are isentropic, 
there are no pressure drops in the boiler and condenser, and steam leaves the 
condenser and enters the pump as saturated liquid at the condenser pressure. 
Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential en- 
ergy changes are negligible. 

Analysis (a) The reheat pressure is determined from the requirement that the 
entropies at states 5 and 6 be the same: 


State 6: Pg — 10 kPa 

Xg — 0.896 (sat. mixture) 

56 = 53 + хоб, = 0.6493 + 0.896(7.5009) = 7.370 КЈ/КЕ · К 
Also, 

he = hy + Xohp, = 191.83 + 0.896(2392.8) = 2335.8 kJ/kg 

Thus, 
State 5: T; = 600°C P; = 4.0 MPa 

55 = 56 h; = 3674.4 kJ/kg 


Therefore, steam should be reheated at a pressure of 4 MPa or lower to prevent 
a moisture content above 10.4 percent. 


(b) To determine the thermal efficiency, we need to know the enthalpies at all 
other states: 


State 1: — P, — IOKkPa| hy = hee ioxpa= 191.83 kJ/kg 
Sat. liquid Uj — Ye 10KPa = 0.00101 m/kg 
State 2: Р, = 15 MPa 
$2 — Sy 
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1kJ 
] kPa : n? 


Woump,in 7. Ui (P5 — P) — (0.00101 m*/kg)[(15,000 — 22 
15.14 kJ/kg 
hy = hy + Woump,in = (191.83 + 15.14) kJ/kg = 206.97 kJ/kg 
State 3: Р, = 15 MPa| h, = 3582.3 kJ/kg 
Т, = 600°С [ s, = 6.6776 kJ/kg : K 


State4: Р,-4 e № = 3154.3 kJ/kg 





54 = 53 (T, = 375.5°C) 
Thus 
in = (hy — hy) + (hs — hy) 
= (3582.3 — 206.97) kJ/kg + (3674.4 — 3154.3) kI/kg 
= 3895.4 kJ/kg 
dou = he — hy = (2335.8 — 191.83) kJ/kg 
= 2144.0 kJ/kg 
and 
fo eee easier dee 
2,770 5с11 0 a 


Discussion This problem was solved in Example 8-9c for the same pressure 
and temperature limits but without the reheat process. A comparison of the two 
results reveals that reheating reduces the moisture content from 19.6 to 10.4 
percent while increasing the thermal efficiency from 43.0 to 45.0 percent. 








8-14 = REFRIGERATORS AND HEAT PUMPS 


We all know from experience that heat flows in the direction of decreasing 
temperature, that is, from high-temperature regions to low-temperature ones. 
This heat transfer process occurs in nature without requiring any devices. The 
reverse process, however, cannot occur by itself. The transfer of heat from a 
low-temperature region to a high-temperature one requires special devices 
called refrigerators. 

Refrigerators are cyclic devices, and the working fluids used in the refriger- 
ation cycles are called refrigerants. A refrigerator is shown schematically in 
Fig. 8—51a. Here Q; is the magnitude of the heat removed from the refriger- 
ated space at temperature 77, Q;; is the magnitude of the heat rejected to the 
warm space at temperature Ty, and Wet, in iS the net work input to the refrig- 
erator. As discussed before, Q; and Qj represent magnitudes and thus are 
positive quantities. 

Another device that transfers heat from a low-temperature medium to a 
high-temperature one is the heat pump. Refrigerators and heat pumps are es- 
sentially the same devices; they differ in their objectives only. The objective 
of a refrigerator is to maintain the refrigerated space at a low temperature by 
removing heat from it. Discharging this heat to a higher-temperature medium 
is merely a necessary part of the operation, not the purpose. The objective of 
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FIGURE 8-51 

The objective of a refrigerator is to 
remove heat (Q,) from the cold 
medium; the objective of a heat pump 
is to supply heat (Qj) to a warm 
medium. 
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a heat pump, however, is to maintain a heated space at a high temperature. 
This is accomplished by absorbing heat from a low-temperature source, such 
as well water or cold outside air in winter, and supplying this heat to a warmer 
medium such as a house (Fig. 8-51). 

The performance of refrigerators and heat pumps is expressed in terms of 
the coefficient of performance (COP), which was defined as 


Desired output _ Cooling effect 0, 
Wie, in 
Heating effect Qu 


COP, = 





(8-38) 


Required input Work input 


Desired output 





СОРңь = (8-39) 


Required input Work input — Wiii 
These relations can also be expressed in the rate form by replacing the quan- 
tities Qz, Qy, and Wet, in PY Qz, Q p, and Waet in respectively. Notice that both 
СОР, and COPyp can be greater than 1. A comparison of Eqs. 8-38 and 8-39 
reveals that 


COPyp = COP, + 1 (8-40) 


for fixed values of Q, and Qy. This relation implies that COPyp > 1 since 
СОР, is a positive quantity. That is, a heat pump will function, at worst, as a 
resistance heater, supplying as much energy to the house as it consumes. In 
reality, however, part of Q;, is lost to the outside air through piping and other 
devices, and COPyp may drop below unity when the outside air temperature is 
too low. When this happens, the system normally switches to the fuel (natural 
gas, propane, oil, etc.) or resistance-heating mode. 

The cooling capacity of a refrigeration system—that is, the rate of heat 
removal from the refrigerated space—is often expressed in terms of tons of 
refrigeration. The capacity of a refrigeration system that can freeze 1 ton 
(2000 Ibm) of liquid water at 0°C (32°F) into ice at 0°C in 24 h is said to be 
1 ton. One ton of refrigeration is equivalent to 211 kJ/min or 200 Btu/min. The 
cooling load of a typical 200-m? residence is in the 3-ton (10-kW) range. 
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8-15 = THE REVERSED CARNOT CYCLE 


You will recall from the preceding chapters that the Carnot cycle is a totally re- 
versible cycle that consists of two reversible isothermal and two isentropic 
processes. It has the maximum thermal efficiency for given temperature limits, 
and it serves as a standard against which actual power cycles can be compared. 

Since it is a reversible cycle, all four processes that comprise the Carnot 
cycle can be reversed. Reversing the cycle will also reverse the directions of 
any heat and work interactions. The result is a cycle that operates in the 
counterclockwise direction on a T-s diagram, which is called the reversed 
Carnot cycle. A refrigerator or heat pump that operates on the reversed 
Carnot cycle is called a Carnot refrigerator or a Carnot heat pump. 

Consider a reversed Carnot cycle executed within the saturation dome of a 
refrigerant, as shown in Fig. 8-52. The refrigerant absorbs heat isothermally 
from a low-temperature source at 7; in the amount of Q, (process 1-2), is 
compressed isentropically to state 3 (temperature rises to Ty), rejects heat 
isothermally to a high-temperature sink at 7;; in the amount of Qj (process 
3-4), and expands isentropically to state 1 (temperature drops to 77). The 
refrigerant changes from a saturated vapor state to a saturated liquid state in 
the condenser during process 3-4. 

The coefficients of performance of Carnot refrigerators and heat pumps are 
expressed in terms of temperatures as 


I 


COPs сао = T,/T, —1 


(8-41) 


and 


1 


ITT, (8-42) 


COPup Carnot — 
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FIGURE 8-52 


Schematic of a Carnot refrigerator and T-s diagram of the reversed Carnot cycle. 
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Notice that both COPs increase as the difference between the two tempera- 
tures decreases, that is, as T; rises or T falls. 

The reversed Carnot cycle is the most efficient refrigeration cycle operating 
between two specific temperature levels. Therefore, it is natural to look at it 
first as a prospective ideal cycle for refrigerators and heat pumps. If we could, 
we certainly would adapt it as the ideal cycle. As explained soon, however, the 
reversed Carnot cycle is not a suitable model for refrigeration cycles. 

The two isothermal heat transfer processes are not difficult to achieve in prac- 
tice since maintaining a constant pressure automatically fixes the temperature 
of a two-phase mixture at the saturation value. Therefore, processes 1-2 and 3- 
4 can be approached closely in actual evaporators and condensers. However, 
processes 2-3 and 4-1 cannot be approximated closely in practice. This is be- 
cause process 2-3 involves the compression of a liquid-vapor mixture, which 
requires a compressor that will handle two phases, and process 4-1 involves the 
expansion of high-moisture-content refrigerant. 

It seems as if these problems could be eliminated by executing the reversed 
Carnot cycle outside the saturation region. But in this case, we will have dif- 
ficulty in maintaining isothermal conditions during the heat-absorption and 
heat-rejection processes. Therefore, we conclude that the reversed Carnot cy- 
cle cannot be approximated in actual devices and is not a realistic model for 
refrigeration cycles. However, the reversed Carnot cycle can serve as a stan- 
dard against which actual refrigeration cycles are compared. 


8-16 = THE IDEAL VAPOR-COMPRESSION 
REFRIGERATION CYCLE 


Many of the impracticalities associated with the reversed Carnot cycle can be 
eliminated by vaporizing the refrigerant completely before it is compressed 
and by replacing the turbine with a throttling device, such as an expansion 
valve or capillary tube. The cycle that results is called the ideal vapor- 
compression refrigeration cycle, and it is shown schematically and on a T-s 
diagram in Fig. 8—53. The vapor-compression refrigeration cycle is the most 
widely used cycle for refrigerators, air-conditioning systems, and heat pumps. 
It consists of four processes: 


1-2 Isentropic compression in a compressor 

2-3 Constant-pressure heat rejection in a condenser 
3-4 Throttling in an expansion device 

4-1 Constant-pressure heat absorption in an evaporator 


In an ideal vapor-compression refrigeration cycle, the refrigerant enters the 
compressor at state 1 as saturated vapor and is compressed isentropically to 
the condenser pressure. The temperature of the refrigerant increases during 
this isentropic compression process to well above the temperature of the sur- 
rounding medium. The refrigerant then enters the condenser as superheated 
vapor at state 2 and leaves as saturated liquid at state 3 as a result of heat re- 
jection to the surroundings. The temperature of the refrigerant at this state 18 
still above the temperature of the surroundings. 

The saturated liquid refrigerant at state 3 is throttled to the evaporator pres- 
sure by passing it through an expansion valve or capillary tube. The temperature 
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FIGURE 8-53 


Schematic and T-s diagram for the ideal vapor-compression refrigeration cycle. 


of the refrigerant drops below the temperature of the refrigerated space during 
this process. The refrigerant enters the evaporator at state 4 as a low-quality sat- 
urated mixture, and it completely evaporates by absorbing heat from the refrig- 
erated space. The refrigerant leaves the evaporator as saturated vapor and 
reenters the compressor, completing the cycle. 

In a household refrigerator, the tubes in the freezer compartment where heat 
is absorbed by the refrigerant serves as the evaporator. The coils behind the re- 
frigerator, where heat is dissipated to the kitchen air, serve as the condenser 
(Fig. 8—54). Evaporator 

Remember that the area under the process curve on a 7-s diagram represents 





the heat transfer for internally reversible processes. The area under the process л 
curve 4-1 represents the heat absorbed by the refrigerant in the evaporator, and 

the area under the process curve 2-3 represents the heat rejected in the uc 
condenser. A rule of thumb is that the COP improves by 2 to 4 percent for each 

C the evaporating temperature is raised or the condensing temperature is Qu 
lowered. 

Another diagram frequently used in the analysis of vapor-compression re- Condenser 
frigeration cycles is the P-/; diagram, as shown in Fig. 8—55. On this diagram, coils 
three of the four processes appear as straight lines, and the heat transfer in the 
condenser and the evaporator is proportional to the lengths of the correspond- Compressor 
ing process curves. 

Notice that unlike the ideal cycles discussed before, the ideal vapor- FIGURE 8-54 
compression refrigeration cycle is not an internally reversible cycle since it An ordinary household refrigerator. 


involves an irreversible (throttling) process. This process is maintained in the 
cycle to make it a more realistic model for the actual vapor-compression 
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FIGURE 8-55 
The P-h diagram of an ideal vapor- 
compression refrigeration cycle. 
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refrigeration cycle. If the throttling device were replaced by an isentropic tur- 
bine, the refrigerant would enter the evaporator at state 4' instead of state 4. 
As a result, the refrigeration capacity would increase (by the area under 
process curve 4'-4 in Fig. 8—53) and the net work input would decrease (by 
the amount of work output of the turbine). Replacing the expansion valve by 
a turbine is not practical, however, since the added benefits cannot justify the 
added cost and complexity. 

All four components associated with the vapor-compression refrigeration 
cycle are steady-flow devices, and thus all four processes that make up the cy- 
cle can be analyzed as steady-flow processes. The kinetic and potential energy 
changes of the refrigerant are usually small relative to the work and heat trans- 
fer terms, and therefore they can be neglected. Then the steady-flow energy 
equation on a unit-mass basis reduces to 


(di то Jou) + (Win Е Wout) = Л, m h; (8-43) 


The condenser and the evaporator do not involve any work, and the compres- 
sor can be approximated as adiabatic. Then the COPs of refrigerators and heat 
pumps operating on the vapor-compression refrigeration cycle can be ex- 
pressed as 





EL 2 hı — h4 
COPR = Wnet, in hy = hy pom 
and 
du h, — h; 
COPup = Wnet, in z hy T hı аа 


where h, = h, @ p, and h; = hy@ p, for the ideal case. 

Vapor-compression refrigeration dates back to 1834 when the Englishman 
Jacob Perkins received a patent for a closed-cycle ice machine using ether or 
other volatile fluids as refrigerants. A working model of this machine was 
built, but it was never produced commercially. In 1850, Alexander Twining 
began to design and build vapor-compression ice machines using ethyl ether, 
which is the commercially used refrigerant in vapor-compression systems. 
Initially, vapor-compression refrigeration systems were large and were mainly 
used for ice making, brewing, and cold storage. They lacked automatic 
controls and were steam-engine driven. In the 1890s, electric-motor driven 
smaller machines equipped with automatic controls started to replace the older 
units, and refrigeration systems began to appear in butcher shops and house- 
holds. By 1930, the continued improvements made it possible to have vapor- 
compression refrigeration systems that were relatively efficient, reliable, 
small, and inexpensive. 





E EXAMPLE 8-11 The Ideal Vapor-Compression Refrigeration Cycle 


i A refrigerator uses refrigerant-134a as the working fluid and operates on an 
g ideal vapor-compression refrigeration cycle between 0.14 and 0.8 MPa. If the 
m mass flow rate of the refrigerant is 0.05 kg/s, determine (a) the rate of 
a 
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heat removal from the refrigerated space and the power input to the compres- 
sor, (b) the rate of heat rejection to the environment, and (c) the COP of the 
refrigerator. 


SOLUTION The T-s diagram of the refrigeration cycle is shown in Fig. 8-56. 
We note that this is an ideal vapor-compression refrigeration cycle, and thus the 
compressor is isentropic and the refrigerant leaves the condenser as a saturated 
liquid and enters the compressor as saturated vapor. 

Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential en- 
ergy changes are negligible. 

Analysis From the refrigerant-134a tables, the enthalpies of the refrigerant at 
all four states are determined as follows: 


P,=0.14MPa —> hy = hy @ompa = 236.04 kJ/kg 
S1 = $, @ 0.14 МРа — 0.9322 kJ/kg -K 


P,=0.8 мн, hy = 272.05 kI/kg 


S2 = S1 
P, = 0.8 MPa —> h= hje o.8mpa = 93.42 kJ/kg 
h, = h, (throttling) —— h, = 93.42 kJ/kg 


(a) The rate of heat removal from the refrigerated space and the power input to 
the compressor are determined from their definitions: 


Ò, = m(h, — hy) = (0.05 kg/s)[(236.04 — 93.42) kI/kg] = 7.13 kW 


and 


Win = m(hy — hy) = (0.05 kg/s)[(272.05 — 236.04) kJ/kg] = 1.80 kW 
(b) The rate of heat rejection from the refrigerant to the environment is 
Oy = m(h, — h;) = (0.05 kg/s)[(272.05 — 93.42) kJ/kg] = 8.93 kW 
It could also be determined from 
On =O, + W,, = 7.13 + 1.80 = 8.93 kW 


(c) The coefficient of performance of the refrigerator is 


207 EN 
со ТҮ 


in 





= 3.96 


That is, this refrigerator removes about 4 units of thermal energy from the re- 
frigerated space for each unit of electric energy it consumes. 

Discussion |t would be interesting to see what happens if the throttling valve 
were replaced by an isentropic turbine. The enthalpy at state 4s (the turbine 
exit with Py, = 0.14 MPa, and sy, = S3 = 0.3459 kJ/kg - K) is 86.92 kJ/kg, and 
the turbine would produce 0.34 kW of power. This would decrease the power in- 
put to the refrigerator from 1.80 to 1.46 kW and increase the rate of heat re- 
moval from the refrigerated space from 7.13 to 7.46 kW. As a result, the COP 
of the refrigerator would increase from 3.96 to 5.11, an increase of 29 percent. 
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FIGURE 8-56 

T-s diagram of the ideal vapor- 
compression refrigeration cycle 
described in Example 8-11. 
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Schematic and T-s diagram for the actual vapor-compression refrigeration cycle. 


8-17 = ACTUAL VAPOR-COMPRESSION 
REFRIGERATION CYCLE 


An actual vapor-compression refrigeration cycle differs from the ideal one in 
several ways, owing mostly to the irreversibilities that occur in various com- 
ponents. Two common sources of irreversibilities are fluid friction (causes 
pressure drops) and heat transfer to or from the surroundings. The 7-s diagram 
of an actual vapor-compression refrigeration cycle is shown in Fig. 8—57. 

In the ideal cycle, the refrigerant leaves the evaporator and enters the com- 
pressor as saturated vapor. In practice, however, it may not be possible to con- 
trol the state of the refrigerant so precisely. Instead, it is easier to design the 
system so that the refrigerant is slightly superheated at the compressor inlet. 
This slight overdesign ensures that the refrigerant is completely vaporized 
when it enters the compressor. Also, the line connecting the evaporator to the 
compressor is usually very long; thus the pressure drop caused by fluid fric- 
tion and heat transfer from the surroundings to the refrigerant can be very sig- 
nificant. The result of superheating, heat gain in the connecting line, and 
pressure drops in the evaporator and the connecting line is an increase in the 
specific volume, thus an increase in the power input requirements to the com- 
pressor since steady-flow work is proportional to the specific volume. 

The compression process in the ideal cycle is internally reversible and adi- 
abatic, and thus isentropic. The actual compression process, however, will 
involve frictional effects, which increase the entropy, and heat transfer, 
which may increase or decrease the entropy, depending on the direction. 
Therefore, the entropy of the refrigerant may increase (process 1-2) or de- 
crease (process 1-2’) during an actual compression process, depending on 
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which effects dominate. The compression process 1-2' may be even more de- 
sirable than the isentropic compression process since the specific volume of 
the refrigerant and thus the work input requirement are smaller in this case. 
Therefore, the refrigerant should be cooled during the compression process 
whenever it is practical and economical to do so. 

In the ideal case, the refrigerant is assumed to leave the condenser as satu- 
rated liquid at the compressor exit pressure. In actual situations, however, it is 
unavoidable to have some pressure drop in the condenser as well as in the 
lines connecting the condenser to the compressor and to the throttling valve. 
Also, it is not easy to execute the condensation process with such precision 
that the refrigerant is a saturated liquid at the end, and it is undesirable to route 
the refrigerant to the throttling valve before the refrigerant is completely con- 
densed. Therefore, the refrigerant is subcooled somewhat before it enters the 
throttling valve. We do not mind this at all, however, since the refrigerant in 
this case enters the evaporator with a lower enthalpy and thus can absorb more 
heat from the refrigerated space. The throttling valve and the evaporator are 
usually located very close to each other, so the pressure drop in the connect- 
ing line is small. 





1 EXAMPLE 8-12 The Actual Vapor-Compression Refrigeration Cycle 


I Refrigerant-134a enters the compressor of a refrigerator as superheated vapor 
g at 0.14 MPa and —10*C at a rate of 0.05 kg/s and leaves at 0.8 MPa and 50°C. 
m [he refrigerant is cooled in the condenser to 26°C and 0.72 MPa and is throt- 
m tled to 0.15 MPa. Disregarding any heat transfer and pressure drops in the con- 
E necting lines between the components, determine (a) the rate of heat removal 
E from the refrigerated space and the power input to the compressor, (b) the isen- 
E tropic efficiency of the compressor, and (c) the coefficient of performance of 
m the refrigerator. 
и 
SOLUTION The 7-s diagram of the refrigeration cycle is shown in Fig. 8-58. 
We note that the refrigerant leaves the condenser as a compressed liquid and 
enters the compressor as superheated vapor. 





ТА 








FIGURE 8-58 
8 T-s diagram for Example 8-12. 
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Assumptions 1 Steady operating conditions exist. 2 Kinetic and potential en- 
ergy changes are negligible. 

Analysis The enthalpies of the refrigerant at various states are determined 
from the refrigerant tables to be 


Р = 0.14 MPa B 

Ti = —10°C | h, = 243.40 kJ/kg 

P, = 0.8 MPa = 

Т, = 50°С | hy = 284.39 kJ/kg 

Р; = 0.72 МР. 

Т, = 26°С | hs = hye rec = 85.75 kJ/kg 


h, = h, (throttling) —> h, = 85.75 kJ/kg 


(a) The rate of heat removal from the refrigerated space and the power input to 
the compressor are determined from their definitions: 


О, = (h, — h4) = (0.05 kg/s)[(243.40 — 85.75) kJ/kg] = 7.88 kW 


and 


Win = m (h, — hi) = (0.05 kg/s)[(284.39 — 243.40) kJ/kg] = 2.05 kW 
(b) The isentropic efficiency of the compressor is determined from 
ЖЭ hy, — hy 
i h — h, 


where the enthalpy at state 2s (Pə = 0.8 MPa and s, = 5, 
= 0.9606 kJ/kg - K) is 281.05 kJ/kg. Thus, 





_ 281.05 — 243.40 
1с — 384.39 — 243.40 


(c) The coefficient of performance of the refrigerator is 


= 0.919 or 91.9% 


О: 788kW 

COPR = 5 = 2.05 kW 

Discussion This problem is identical to the one worked out in Example 8-11, 
except that the refrigerant is slightly superheated at the compressor inlet and 
subcooled at the condenser exit. Also, the compressor is not isentropic. As a re- 
sult, the heat removal rate from the refrigerated space increases (by 10.5 per- 
cent), but the power input to the compressor increases even more (by 13.9 
percent). Consequently, the COP of the refrigerator decreases from 3.96 to 3.84. 





= 3.84 








8-18 = HEAT PUMP SYSTEMS 


Heat pumps are generally more expensive to purchase and install than other 
heating systems, but they save money in the long run in some areas because 
they lower the heating bills. Despite their relatively higher initial costs, the 
popularity of heat pumps is increasing. About one-third of all single-family 
homes built in the United States in the last decade are heated by heat pumps. 

The most common energy source for heat pumps is atmospheric air (air-to- 
air systems), although water and soil are also used. The major problem with 
air-source systems is frosting, which occurs in humid climates when the tem- 
perature falls below 2 to 5°C. The frost accumulation on the evaporator coils is 
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highly undesirable since it seriously disrupts heat transfer. The coils can be de- 
frosted, however, by reversing the heat pump cycle (running it as an air condi- 
tioner). This results in a reduction in the efficiency of the system. Water-source 
systems usually use well water from depths of up to 80 m in the temperature 
range of 5 to 18?C, and they do not have a frosting problem. They typically 
have higher COPs but are more complex and require easy access to a large 
body of water such as underground water. Ground-source systems are also 
rather involved since they require long tubing placed deep in the ground where 
the soil temperature is relatively constant. The COP of heat pumps usually 
ranges between 1.5 and 4, depending on the particular system used and the 
temperature of the source. A new class of recently developed heat pumps that 
use variable-speed electric motor drives are at least twice as energy efficient as 
their predecessors. 

Both the capacity and the efficiency of a heat pump fall significantly at low 
temperatures. Therefore, most air-source heat pumps require a supplementary 
heating system such as electric resistance heaters or an oil or gas furnace. Since 
water and soil temperatures do not fluctuate much, supplementary heating may 
not be required for water-source or ground-source systems. However, the heat 
pump system must be large enough to meet the maximum heating load. 

Heat pumps and air conditioners have the same mechanical components. 
Therefore, it is not economical to have two separate systems to meet the 
heating and cooling requirements of a building. One system can be used as a 
heat pump in winter and an air conditioner in summer. This is accomplished 
by adding a reversing valve to the cycle, as shown in Fig. 8-59. As a result of 
this modification, the condenser of the heat pump (located indoors) functions 
as the evaporator of the air conditioner in summer. Also, the evaporator of the 


HEAT PUMP OPERATION - HEATING MODE 


Outdoor coil Reversing valve 





Indoor coil 


valve 


— High-pressure liquid 
Low-pressure liquid—vapor 
Low-pressure vapor 

= High-pressure vapor 


HEAT PUMP OPERATION — COOLING MODE 


Outdoor coil Reversing valve 
D = - 
nn I Indoor coil 
І l м! c- 
1| 17 Fan = гр! 
HT Ї п il 
1! 
NM Бап 92! n 
І 
In FIGURE 8-59 
Compressor = A heat pump can be used to 
го heat a house in winter and to 
valve 


cool it in summer. 
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heat pump (located outdoors) serves as the condenser of the air conditioner. 
This feature increases the competitiveness of the heat pump. Such dual- 
purpose window units are commonly used in motels. 

Heat pumps are most competitive in areas that have a large cooling load 
during the cooling season and a relatively small heating load during the heat- 
ing season, such as in the southern parts of the United States. In these areas, 
the heat pump can meet the entire cooling and heating needs of residential or 
commercial buildings. The heat pump is least competitive in areas where the 
heating load is very large and the cooling load is small, such as in the north- 
ern parts of the United States. 


SUMMARY 


The most efficient cycle operating between a heat source at 
temperature Ty and a sink at temperature T, is the Carnot cy- 
cle, and its thermal efficiency is given by 


The actual gas cycles are rather complex. The approximations 
used to simplify the analysis are known as the air-standard as- 
sumptions. Under these assumptions, all the processes are as- 
sumed to be internally reversible; the working fluid is assumed 
to be air, which behaves as an ideal gas; and the combustion and 
exhaust processes are replaced by heat-addition and heat- 
rejection processes, respectively. The air-standard assumptions 
are called cold-air-standard assumptions if, in addition, air is as- 
sumed to have constant specific heats at room temperature. 

In reciprocating engines, the compression ratio r and the 
mean effective pressure MEP are defined as 








r= Vinax Е Уврс 
Vmi Утрс 
Wnet 
MEP = (kPa) 
Umax — Vmin 


The Otto cycle is the ideal cycle for the spark-ignition recip- 
rocating engines, and it consists of four internally reversible 
processes: isentropic compression, constant-volume heat addi- 
tion, isentropic expansion, and constant-volume heat rejection. 
Under cold-air-standard assumptions, the thermal efficiency of 
the ideal Otto cycle is 


Nn, oto = 1 — ped 


where r is the compression ratio and k is the specific heat ratio 
С,/С,, 

The Diesel cycle is the ideal cycle for the compression- 
ignition reciprocating engines. It is very similar to the Otto 
cycle, except that the constant-volume heat-addition process is 
replaced by a constant-pressure heat-addition process. Its ther- 
mal efficiency under cold-air-standard assumptions is 


1 8-1 
Tih, Diesel T 1— "n k(r.— 1) 


where r, is the cutoff ratio, defined as the ratio of the cylinder 
volumes after and before the combustion process. 

The ideal cycle for modern gas-turbine engines is the Bray- 
ton cycle, which is made up of four internally reversible 
processes: isentropic compression, constant-pressure heat addi- 
tion, isentropic expansion, and constant-pressure heat rejection. 
Under cold-air-standard assumptions, its thermal efficiency is 


1 


Nh, Brayton Bd p Dk 
р 


where ғ, = Prnax/Pmin 18 the pressure ratio and k is the specific 
heat ratio. The thermal efficiency of the simple Brayton cycle 
increases with the pressure ratio. 

The deviation of the actual compressor and the turbine from 
the idealized isentropic ones can be accurately accounted for 
by utilizing their isentropic efficiencies, defined as 

м А = 
Ne Wa hy, — hy 
Wa a hz 2 Nga 
and Nr Ws hy — Nay 
where states 1 and 3 are the inlet states, 2a and 4a are the ac- 
tual exit states, and 2s and 4s are the isentropic exit states. 

In gas-turbine engines, the temperature of the exhaust gas 
leaving the turbine is often considerably higher than the tem- 
perature of the air leaving the compressor. Therefore, the high- 
pressure air leaving the compressor can be heated by 
transferring heat to it from the hot exhaust gases in a counter- 
flow heat exchanger, which is also known as a regenerator. 
The extent to which a regenerator approaches an ideal regener- 
ator is called the effectiveness € and is defined as 


тереп, асі 


тереп, тах 


Under cold-air-standard assumptions, the thermal efficiency 
of an ideal Brayton cycle with regeneration becomes 


Ti (к= 
Th, regen T 1- n (ry) 


where T, and 7; are the minimum and maximum temperatures, 
respectively, in the cycle. 
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The Carnot cycle is not a suitable model for vapor power cy- 
cles because it cannot be approximated in practice. The model 
cycle for vapor power cycles is the Rankine cycle, which is 
composed of four internally reversible processes: constant- 
pressure heat addition in a boiler, isentropic expansion in a tur- 
bine, constant-pressure heat rejection in a condenser, and 
isentropic compression in a pump. Steam leaves the condenser 
as a saturated liquid at the condenser pressure. 

The thermal efficiency of the Rankine cycle can be increased 
by increasing the average temperature at which heat is added to 
the working fluid and/or by decreasing the average temperature 
at which heat is rejected to the cooling medium. The average 
temperature during heat rejection can be decreased by lowering 
the turbine exit pressure. Consequently, the condenser pressure 
of most vapor power plants is well below the atmospheric pres- 
sure. The average temperature during heat addition can be in- 
creased by raising the boiler pressure or by superheating the 
fluid to high temperatures. There is a limit to the degree of su- 
perheating, however, since the fluid temperature is not allowed 
to exceed a metallurgically safe value. 

Superheating has the added advantage of decreasing the 
moisture content of the steam at the turbine exit. Lowering the 
exhaust pressure or raising the boiler pressure, however, in- 
creases the moisture content. To take advantage of the im- 
proved efficiencies at higher boiler pressures and lower 
condenser pressures, steam is usually reheated after expanding 
partially in the high-pressure turbine. This is done by extract- 
ing the steam after partial expansion in the high-pressure tur- 
bine, sending it back to the boiler where it is reheated at 
constant pressure, and returning it to the low-pressure turbine 
for complete expansion to the condenser pressure. The average 
temperature during the reheat process, and thus the thermal ef- 
ficiency of the cycle, can be increased by increasing the num- 
ber of expansion and reheat stages. As the number of stages is 
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increased, the expansion and reheat processes approach an 
isothermal process of expansion at maximum temperature. Re- 
heating also decreases the moisture content at the turbine exit. 

The transfer of heat from lower-temperature regions to 
higher-temperature ones is called refrigeration. Devices that 
produce refrigeration are called refrigerators, and the cycles on 
which they operate are called refrigeration cycles. The work- 
ing fluids used in refrigerators are called refrigerants. Refrig- 
erators used for the purpose of heating a space by transferring 
heat from a cooler medium are called heat pumps. 

The performance of refrigerators and heat pumps is expressed 
in terms of coefficient of performance (COP), defined as 


Desired output Cooling effect QL 








а= Required output Work input — Wai 
COP... = Desired output Heating effect Он 
HP Required output Work input Wnet, in 


The standard of comparison for refrigeration cycles is the re- 
versed Carnot cycle. A refrigerator or heat pump that operates 
on the reversed Carnot cycle is called a Carnot refrigerator or 
a Carnot heat pump, and their COPs are 


1 
СОР, Carnot — Т,/Т, ils 1 


1 
СОРь Carnot — ]- T. ITa 


The most widely used refrigeration cycle is the vapor-com- 
pression refrigeration cycle. In an ideal vapor-compression re- 
frigeration cycle, the refrigerant enters the compressor as a 
saturated vapor and is cooled to the saturated liquid state in the 
condenser. It is then throttled to the evaporator pressure and va- 
porizes as it absorbs heat from the refrigerated space. 
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PROBLEMS * 


Actual and Ideal Cycles, Carnot Cycle, Air-Standard 
Assumptions, Reciprocating Engines 


8-1C Why is the Carnot cycle not suitable as an ideal cycle 
for all power-producing cyclic devices? 

8-2C How does the thermal efficiency of an ideal cycle, in 
general, compare to that of a Carnot cycle operating between 
the same temperature limits? 


8-3C What does the area enclosed by the cycle represent on 
a P-v diagram? How about on a T-s diagram? 


8-4C What is the difference between air-standard assump- 
tions and the cold-air-standard assumptions? 


8-5C How are the combustion and exhaust processes mod- 
eled under the air-standard assumptions? 


8-6С What are the air-standard assumptions? 


8-7C What is the difference between the clearance volume 
and the displacement volume of reciprocating engines? 


8-8C Define the compression ratio for reciprocating engines. 


8-9C How is the mean effective pressure for reciprocating 
engines defined? 


8-10C Can the mean effective pressure of an automobile en- 
gine in operation be less than the atmospheric pressure? 


8-11C As acar gets older, will its compression ratio change? 
How about the mean effective pressure? 


8-12C What is the difference between spark-ignition and 
compression-ignition engines? 


8-13C Define these terms related to reciprocating engines: 
stroke, bore, top dead center, and clearance volume. 


8-14 An air-standard cycle with variable specific heats is ex- 
ecuted in a closed system and is composed of these four 
processes: 

1-2 Isentropic compression from 100 kPa and 27°C to 

800 kPa 

2-3 v = constant heat addition to 1800 K 

3-4 Isentropic expansion to 100 kPa 

4-1 P — constant heat rejection to initial state 

(a) Show the cycle on P-v and T-s diagrams. 

(b) Calculate the net work output per unit mass. 

(c) Determine the thermal efficiency. 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon 40 are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


8-15 «S Reconsider Prob. 8-14. Using EES (or other) 

= software, study the effect of varying the tempera- 
ture after the constant-volume heat addition from 1500 K to 
2500 K. Plot the net work output and thermal efficiency as a 
function of the maximum temperature of the cycle. Plot the T-s 
and P-v diagrams for the cycle when the maximum tempera- 


ture of the cycle is 1800 K. 


8-16 An air-standard cycle is executed in a closed system 
and is composed of these four processes: 


1-2  Isentropic compression from 100 kPa and 27°C to 
1 MPa 

2-3 P = constant heat addition in amount of 
2800 kJ/kg 

3-4 v - constant heat rejection to 100 kPa 

4-1 Р = constant heat rejection to initial state 

(a) Show the cycle on P-v and T-s diagrams. 

(b) Calculate the maximum temperature in the cycle. 

(c) Determine the thermal efficiency. 


Assume constant specific heats at room temperature. 
Answers: (b) 3360 K, (c) 21.0 percent 


8-17E An air-standard cycle with variable specific heats is 
executed in a closed system and is composed of the following 
four processes: 


1-2 v = constant heat addition from 14.7 psia and 80°F 
in the amount of 300 Btu/lbm 
2-3 P = constant heat addition to 3200 R 
3-4 ]sentropic expansion to 14.7 psia 
4-1 Р = constant heat rejection to initial state 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the total heat input per unit mass. 
(c) Determine the thermal efficiency. 
Answers: (b) 612.4 Btu/Ibm, (c) 24.2 percent 


8-18E Repeat Prob. 8-17E using constant specific heats at 
room temperature. 


8-19 An air-standard cycle is executed in a closed system 
with 0.0015 kg of air and consists of these three processes: 


1-2 Isentropic compression from 100 kPa and 27'C to 
1 MPa 

2-3 P = constant heat addition in the amount of 
2.76 kJ 

3-1 Р = суо + cz heat rejection to initial state 
(c, and c; are constants) 

(a) Show the cycle on P-v and T-s diagrams. 

(b) Calculate the heat rejected. 

(c) Determine the thermal efficiency. 


Assume constant specific heats at room temperature. 
Answers: (b) 2.133 kJ, (c) 22.7 percent 


8-20 An air-standard cycle with variable specific heats is ex- 
ecuted in a closed system with 0.003 kg of air and consists of 
these three processes: 
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1-2 v-— constant heat addition from 95 kPa and 17°C 
to 380 kPa 

2-3 Isentropic expansion to 95 kPa 

3-1 P — constant heat rejection to initial state 

(a) Show the cycle on P-v and T-s diagrams. 

(b) Calculate the net work per cycle, in kJ. 

(c) Determine the thermal efficiency. 


8-21 Repeat Prob. 8—20 using constant specific heats at 
room temperature. 


8-22 Consider a Carnot cycle executed in a closed system 
with 0.003 kg of air. The temperature limits of the cycle are 300 
and 1000 K, and the minimum and maximum pressures that oc- 
cur during the cycle are 20 and 1800 kPa. Assuming constant 
specific heats, determine the net work output per cycle. 


8-23 An air-standard Carnot cycle is executed in a closed 
system between the temperature limits of 350 and 1200 K. The 
pressures before and after the isothermal compression are 150 
and 300 kPa, respectively. If the net work output per cycle 
is 0.5 kJ, determine (a) the maximum pressure in the cycle, 
(b) the heat transfer to air, and (c) the mass of air. Assume vari- 
able specific heats for air. 

Answers: (a) 30,013 kPa, (5b) 0.706 kJ, (c) 0.00296 kg 


8-24 Repeat Prob. 8—23 using helium as the working fluid. 


Otto Cycle 
8-25C What four processes make up the ideal Otto cycle? 


8-26С How do the efficiencies of the ideal Otto cycle and 
the Carnot cycle compare for the same temperature limits? 
Explain. 

8-27C How is the rpm (revolutions per minute) of an actual 
four-stroke gasoline engine related to the number of thermody- 
namic cycles? What would your answer be for a two-stroke 
engine? 

8-28C Are the processes that make up the Otto cycle ana- 
lyzed as closed-system or steady-flow processes? Why? 


8-29C How does the thermal efficiency of an ideal Otto cy- 
cle change with the compression ratio of the engine and the 
specific heat ratio of the working fluid? 


8-30C Why are high compression ratios not used in spark- 
ignition engines? 

8-31C An ideal Otto cycle with a specified compression ra- 
tio is executed using (a) air, (b) argon, and (c) ethane as the 
working fluid. For which case will the thermal efficiency be 
the highest? Why? 


8-32С  Whatis the difference between fuel-injected gasoline 
engines and diesel engines? 


8-33 An ideal Otto cycle has a compression ratio of 8. At the 
beginning of the compression process, air is at 95 kPa and 
27°C, and 750 kJ/kg of heat is transferred to air during the 
constant-volume heat-addition process. Taking into account 
the variation of specific heats with temperature, determine 
(a) the pressure and temperature at the end of the heat-addition 
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process, (5) the net work output, (c) the thermal efficiency, and 
(d) the mean effective pressure for the cycle. 

Answers: (a) 3898 kPa, 1539 K; (b) 392.4 kJ/kg; (c) 52.3 percent; 
(d) 495 kPa 


8-34 С Reconsider Prob. 8-33. Using EES (or other) 

software, study the effect of varying the compres- 
sion ratio from 5 to 10. Plot the net work output and thermal ef- 
ficiency as a function of the compression ratio. Plot the T-s and 
P-v diagrams for the cycle when the compression ratio is 8. 


8-35 Repeat Prob. 8-33 using constant specific heats at 
room temperature. 


8-36 The compression ratio of an air-standard Otto cycle is 
9.5. Prior to the isentropic compression process, the air is at 100 
kPa, 17°C, and 600 cm?. The temperature at the end of the isen- 
tropic expansion process is 800 K. Using specific heat values at 
room temperature, determine (a) the highest temperature and 
pressure in the cycle; (b) the amount of heat transferred in, in kJ; 
(c) the thermal efficiency; and (d) the mean effective pressure. 
Answers: (a) 1969 K, 6449 kPa; (b) 0.65 kJ; (c) 59.4 percent; 
(d) 719 kPa 


8-37 Repeat Prob. 8-36, but replace the isentropic expansion 
process by a polytropic expansion process with the polytropic 
exponent n = 1.35. 


8-38E An ideal Otto cycle with air as the working fluid has 
a compression ratio of 8. The minimum and maximum temper- 
atures in the cycle are 540 and 2400 R. Accounting for the vari- 
ation of specific heats with temperature, determine (a) the 
amount of heat transferred to the air during the heat-addition 
process, (b) the thermal efficiency, and (c) the thermal effi- 
ciency of a Carnot cycle operating between the same tempera- 
ture limits. 


8-39E Repeat Prob. 8—38E using argon as the working fluid. 


Diesel Cycle 


8-40C How does a diesel engine differ from a gasoline 
engine? 


8-41C How does the ideal Diesel cycle differ from the ideal 
Otto cycle? 


8-42C For a specified compression ratio, is a diesel or gaso- 
line engine more efficient? 


8-43C Do diesel or gasoline engines operate at higher com- 
pression ratios? Why? 


8-44C What is the cutoff ratio? How does it affect the ther- 
mal efficiency of a Diesel cycle? 


8-45 An air-standard Diesel cycle has a compression ratio of 
16 and a cutoff ratio of 2. At the beginning of the compression 
process, air is at 95 kPa and 27°C. Accounting for the variation 
of specific heats with temperature, determine (a) the tempera- 
ture after the heat-addition process, (b) the thermal efficiency, 
and (c) the mean effective pressure. 

Answers: (a) 1724.8 K, (b) 56.3 percent, (c) 675.9 kPa 
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8-46 Repeat Prob. 8-45 using constant specific heats at 
room temperature. 


8-47E An air-standard Diesel cycle has a compression ratio 
of 18.2. Air is at 80°F and 14.7 psia at the beginning of the 
compression process and at 3000 R at the end of the heat- 
addition process. Accounting for the variation of specific heats 
with temperature, determine (a) the cutoff ratio, (5) the heat re- 
jection per unit mass, and (c) the thermal efficiency. 


8-48E Repeat Prob. 8-47E using constant specific heats at 
room temperature. 


8-49 An ideal diesel engine has a compression ratio of 20 
and uses air as the working fluid. The state of air at the begin- 
ning of the compression process is 95 kPa and 20'C. If the 
maximum temperature in the cycle is not to exceed 2200 K, de- 
termine (a) the thermal efficiency and (b) the mean effective 
pressure. Assume constant specific heats for air at room 
temperature. Answers: (a) 63.5 percent, (b) 933 kPa 


8-50 Repeat Prob. 8-49, but replace the isentropic expansion 
process by polytropic expansion process with the polytropic 
exponent n = 1.35. 


8-51 «S Reconsider Prob. 8-50. Using EES (or other) 

software, study the effect of varying the compres- 
sion ratio from 14 to 24. Plot the net work output, mean effec- 
tive pressure, and thermal efficiency as a function of the 
compression ratio. Plot the T-s and P-v diagrams for the cycle 
when the compression ratio is 20. 


8-52 A four-cylinder two-stroke 3-L diesel engine that oper- 
ates on an ideal Diesel cycle has a compression ratio of 17 and 
a cutoff ratio of 2.2. Air is at 27°C and 97 kPa at the beginning 
of the compression process. Using the cold-air-standard as- 
sumptions, determine how much power the engine will deliver 
at 1500 rpm. 


8-53 Repeat Prob. 8-52 using nitrogen as the working fluid. 


8-54 The compression ratio of an ideal dual cycle is 

& 14. Air is at 100 kPa and 300 K at the beginning 
of the compression process and at 2200 K at the end of the 
heat-addition process. Heat transfer to air takes place partly at 
constant volume and partly at constant pressure, and it amounts 
to 1520.4 kJ/kg. Assuming variable specific heats for air, de- 
termine (a) the fraction of heat transferred at constant volume 
and (b) the thermal efficiency of the cycle. 


8-55 gJ Reconsider Prob. 8-54. Using EES (or other) 

software, study the effect of varying the compres- 
sion ratio from 10 to 18. For the compression ratio equal to 14 
plot the T-s and P-v diagrams for the cycle. 


8-56 Repeat Prob. 8-54 using constant specific heats at 
room temperature. Is the constant specific heat assumption rea- 
sonable in this case? 


Ideal and Actual Gas-Turbine (Brayton) Cycles 


8-57C Why are the back work ratios relatively high in gas- 
turbine engines? 


—$— 


8-58C What four processes make up the simple ideal Bray- 
ton cycle? 


8-59С For fixed maximum and minimum temperatures, what 
is the effect of the pressure ratio on (a) the thermal efficiency 
and (b) the net work output of a simple ideal Brayton cycle? 


8-60C What is the back work ratio? What are typical back 
work ratio values for gas-turbine engines? 


8-61C How do the inefficiencies of the turbine and the com- 
pressor affect (a) the back work ratio and (b) the thermal effi- 
ciency of a gas-turbine engine? 


8-62E A simple ideal Brayton cycle with air as the working 
fluid has a pressure ratio of 10. The air enters the compressor at 
520 R and the turbine at 2000 R. Accounting for the variation 
of specific heats with temperature, determine (a) the air tem- 
perature at the compressor exit, (b) the back work ratio, and (c) 
the thermal efficiency. 


8-63 гэ», A simple Brayton cycle using air as the working 

Єо fluid has a pressure ratio of 8. The minimum and 
maximum temperatures in the cycle are 310 and 1160 K. 
Assuming an isentropic efficiency of 75 percent for the com- 
pressor and 82 percent for the turbine, determine (a) the air 
temperature at the turbine exit, (b) the net work output, and 


(c) the thermal efficiency. 


8-64 KES Reconsider Prob. 8—63. Using EES software, al- 

low the mass flow rate, pressure ratio, turbine in- 
let temperature, and the isentropic efficiencies of the turbine 
and compressor to vary. Assume the compressor inlet pressure 
is 100 kPa. Develop a general solution for the problem by tak- 
ing advantage of the diagram window method for supplying 
data to EES software. 


8-65 Repeat Prob. 8-63 using constant specific heats at 
room temperature. 


8-66 Airis used as the working fluid in a simple ideal Bray- 
ton cycle that has a pressure ratio of 12, a compressor inlet 
temperature of 300 K, and a turbine inlet temperature of 1000 
K. Determine the required mass flow rate of air for a net power 
output of 90 MW, assuming both the compressor and the tur- 
bine have an isentropic efficiency of (a) 100 percent and (b) 80 
percent. Assume constant specific heats at room temperature. 
Answers: (a) 452 kg/s, (b) 4742 kg/s 


8-67 A stationary gas-turbine power plant operates on a sim- 
ple ideal Brayton cycle with air as the working fluid. The air en- 
ters the compressor at 95 kPa and 290 K and the turbine at 760 
kPa and 1100 K. Heat is transferred to air at a rate of 35,000 
kJ/s. Determine the power delivered by this plant (a) assuming 
constant specific heats at room temperature and (b) accounting 
for the variation of specific heats with temperature. 


8-68 Air enters the compressor of a gas-turbine engine at 
300 K and 100 kPa, where it is compressed to 700 kPa and 580 
K. Heat is transferred to air in the amount of 950 kJ/kg before 
it enters the turbine. For a turbine efficiency of 86 percent, de- 
termine (a) the fraction of the turbine work output used to drive 
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the compressor and (b) the thermal efficiency. Assume variable 
specific heats for air. 


8-69 Repeat Prob. 8—68 using constant specific heats at 
room temperature. 


8-70E A gas-turbine power plant operates on a simple Bray- 
ton cycle with air as the working fluid. The air enters the tur- 
bine at 120 psia and 2000 R and leaves at 15 psia and 1200 R. 
Heat is rejected to the surroundings at a rate of 6400 Btu/s, and 
air flows through the cycle at a rate of 40 Ibm/s. Assuming the 
turbine to be isentropic and the compresssor to have an isen- 
tropic efficiency of 80 percent, determine the net power output 
of the plant. Account for the variation of specific heats with 
temperature. Answer: 3373 kW 


8-71E For what compressor efficiency will the gas-turbine 
power plant in Prob. 8—70E produce zero net work? 


8—72  Agas-turbine power plant operates on the simple Bray- 
ton cycle with air as the working fluid and delivers 15 MW of 
power. The minimum and maximum temperatures in the cycle 
are 310 and 900 K, and the pressure of air at the compressor 
exit is 8 times the value at the compressor inlet. Assuming an 
isentropic efficiency of 80 percent for the compressor and 86 
percent for the turbine, determine the mass flow rate of air 
through the cycle. Account for the variation of specific heats 
with temperature. 


8-73 Repeat Prob. 8-72 using constant specific heats at 
room temperature. 


Brayton Cycle with Regeneration 


8-74C How does regeneration affect the efficiency of a 
Brayton cycle, and how does it accomplish it? 


8-75C Somebody claims that at very high pressure ratios, 
the use of regeneration actually decreases the thermal effi- 
ciency of a gas-turbine engine. Is there any truth in this claim? 
Explain. 

8-76C Define the effectiveness of a regenerator used in gas- 
turbine cycles. 


8-77С In an ideal regenerator, is the air leaving the com- 
pressor heated to the temperature at (a) turbine inlet, (b) tur- 
bine exit, (c) slightly above turbine exit? 


8-78C In 1903, Aegidius Elling of Norway designed and 
built an 11-hp gas turbine that used steam injection between the 
combustion chamber and the turbine to cool the combustion 
gases to a safe temperature for the materials available at the 
time. Currently there are several gas-turbine power plants that 
use steam injection to augment power and improve thermal ef- 
ficiency. For example, the thermal efficiency of the General 
Electric LM5000 gas turbine is reported to increase from 35.8 
percent in simple-cycle operation to 43 percent when steam in- 
jection is used. Explain why steam injection increases the 
power output and the efficiency of gas turbines. Also, explain 
how you would obtain the steam. 


8-79E The idea of using gas turbines to power automobiles 
was conceived in the 1930s, and considerable research was 
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done in the 1940s and 1950s to develop automotive gas tur- 
bines by major automobile manufacturers such as the Chrysler 
and Ford corporations in the United States and Rover in the 
United Kingdom. The world’s first gas-turbine-powered auto- 
mobile, the 200-hp Rover Jet 1, was built in 1950 in the United 
Kingdom. This was followed by the production of the Ply- 
mouth Sport Coupe by Chrysler in 1954 under the leadership 
of G. J. Huebner. Several hundred gas-turbine-powered Ply- 
mouth cars were built in the early 1960s for demonstration 
purposes and were loaned to a select group of people to gather 
field experience. The users had no complaints other than slow 
acceleration. But the cars were never mass-produced because 
of the high production (especially material) costs and the fail- 
ure to satisfy the provisions of the 1966 Clean Air Act. 

A gas-turbine-powered Plymouth car built in 1960 had a 
turbine inlet temperature of 1700°F, a pressure ratio of 4, and a 
regenerator effectiveness of 0.9. Using isentropic efficiencies 
of 80 percent for both the compressor and the turbine, deter- 
mine the thermal efficiency of this car. Also, determine the 
mass flow rate of air for a net power output of 135 hp. Assume 
the ambient air to be at 540 R and 14.5 psia. 


8-80 The 7FA gas turbine manufactured by General 
66> Electric is reported to have an efficiency of 35.9 
percent in the simple-cycle mode and to produce 159 MW of net 
power. The pressure ratio is 14.7 and the turbine inlet temperature 
is 1288°C. The mass flow rate through the turbine is 1,536,000 
kg/h. Taking the ambient conditions to be 20°C and 100 kPa, de- 
termine the isentropic efficiency of the turbine and the compres- 
sor. Also, determine the thermal efficiency of this gas turbine if a 


regenerator with an effectiveness of 80 percent is added. 


8-81 «S Reconsider Prob. 8—80. Using EES (or other) soft- 

ware, develop a solution that allows different isen- 
tropic efficiencies for the compressor and turbine and study the 
effect of the isentropic efficiencies on net work done and the 
heat supplied to the cycle. Plot the 7-s diagram for the cycle. 


8-82 An ideal Brayton cycle with regeneration has a pressure 
ratio of 10. Air enters the compressor at 300 K and the turbine 
at 1200 K. If the effectiveness of the regenerator is 100 per- 
cent, determine the net work output and the thermal efficiency 
of the cycle. Account for the variation of specific heats with 
temperature. 


8-83 KES Reconsider Prob. 8-82. Using EES (or other) 

software, study the effects of varying the isen- 
tropic efficiencies for the compressor and turbine and regener- 
ator effectiveness on net work done and the heat supplied to the 
cycle for the variable specific heat case. Plot the T-s diagram 
for the cycle. 


8-84 Repeat Prob. 8—82 using constant specific heats at 
room temperature. 


8-85 A Brayton cycle with regeneration using air as the 
working fluid has a pressure ratio of 7. The minimum and max- 
imum temperatures in the cycle are 310 and 1150 K. Assuming 
an isentropic efficiency of 75 percent for the compressor and 
82 percent for the turbine and an effectiveness of 65 percent for 
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the regenerator, determine (a) the air temperature at the turbine 
exit, (b) the net work output, and (c) the thermal efficiency. 
Answers: (a) 783 K, (b) 108.1 kJ/kg, (c) 22.5 percent 


8-86 A stationary gas-turbine power plant operates on an 
ideal regenerative Brayton cycle (e — 100 percent) with air 
as the working fluid. Air enters the compressor at 95 kPa and 
290 K and the turbine at 760 kPa and 1100 K. Heat is trans- 
ferred to air from an external source at a rate of 90,000 kJ/s. 
Determine the power delivered by this plant (a) assuming con- 
stant specific heats for air at room temperature and (b) ac- 
counting for the variation of specific heats with temperature. 


8-87 Air enters the compressor of a regenerative gas-turbine 
engine at 300 K and 100 kPa, where it is compressed to 800 
kPa and 580 K. The regenerator has an effectiveness of 72 per- 
cent, and the air enters the turbine at 1200 K. For a turbine ef- 
ficiency of 86 percent, determine (a) the amount of heat 
transfer in the regenerator and (b) the thermal efficiency. As- 
sume variable specific heats for air. 

Answers: (a) 152.5 kJ/kg, (b) 36.0 percent 


8-88 Repeat Prob. 8-87 using constant specific heats at 
room temperature. 


8-89 Repeat Prob. 8—87 for a regenerator effectiveness of 70 
percent. 


Carnot Vapor Cycle 


8-90C Why is excessive moisture in steam undesirable in 
steam turbines? What is the highest moisture content allowed? 


8-91C Why is the Carnot cycle not a realistic model for 
steam power plants? 


8-92E Water enters the boiler of a steady-flow Carnot engine 
as a saturated liquid at 120 psia and leaves with a quality of 0.95. 
Steam leaves the turbine at a pressure of 14.7 psia. Show the cy- 
cle on a 7-s diagram relative to the saturation lines, and deter- 
mine (a) the thermal efficiency, (b) the quality at the end of the 
isothermal heat-rejection process, and (c) the net work output. 
Answers: (a) 16.1 percent, (5b) 0.1245, (c) 134.4 Btu/Ibm 


8-93 Asteady-flow Carnot cycle uses water as the working 
fluid. Water changes from saturated liquid to saturated vapor as 
heat is transferred to it from a source at 250°C. Heat rejection 
takes place at a pressure of 20 kPa. Show the cycle on a T-s di- 
agram relative to the saturation lines, and determine (a) the 
thermal efficiency; (b) the amount of heat rejected, in kJ/kg; 
and (c) the net work output. 


8-94 Repeat Prob. 8-93 for a heat rejection pressure of 
10 kPa. 


8-95 Consider a steady-flow Carnot cycle with water as the 
working fluid. The maximum and minimum temperatures in 
the cycle are 350 and 60°C. The quality of water is 0.891 at the 
beginning of the heat-rejection process and 0.1 at the end. 
Show the cycle on a T-s diagram relative to the saturation lines, 
and determine (a) the thermal efficiency, (b) the pressure at the 
turbine inlet, and (c) the net work output. 

Answers: (a) 0.465, (b) 1.40 MPa, (c) 1624 kJ/kg 


—— 


The Simple Rankine Cycle 

8-96C What four processes make up the simple ideal Rank- 
ine cycle? 

8-97C Consider a simple ideal Rankine cycle with fixed tur- 
bine inlet conditions. What is the effect of lowering the con- 
denser pressure on 





(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 


Pump work input: 

Turbine work 
output: 

Heat supplied: 

Heat rejected: 


Cycle efficiency: 


Moisture content 
at turbine exit: 


8-98C Consider a simple ideal Rankine cycle with fixed tur- 
bine inlet temperature and condenser pressure. What is the ef- 
fect of increasing the boiler pressure on 





(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 


Pump work input: 

Turbine work 
output: 

Heat supplied: 

Heat rejected: 


Cycle efficiency: 


Moisture content 
at turbine exit: 


8-99C Consider a simple ideal Rankine cycle with fixed 
boiler and condenser pressures. What is the effect of super- 
heating the steam to a higher temperature on 





(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 


Pump work input: 

Turbine work 
output: 

Heat supplied: 

Heat rejected: 


Cycle efficiency: 


Moisture content 
at turbine exit: 
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8-100C How do actual vapor power cycles differ from ideal- 
ized ones? 


8-101C Compare the pressures at the inlet and the exit of the 
boiler for (a) actual and (b) ideal cycles. 


8-102C The entropy of steam increases in actual steam tur- 
bines as a result of irreversibilities. In an effort to control en- 
tropy increase, it is proposed to cool the steam in the turbine by 
running cooling water around the turbine casing. It is argued 
that this will reduce the entropy and the enthalpy of the steam 
at the turbine exit and thus increase the work output. How 
would you evaluate this proposal? 


8-103C Is it possible to maintain a pressure of 10 kPa in a 
condenser that is being cooled by river water entering at 20°C? 


8-104 A steam power plant operates on a simple ideal Rank- 
ine cycle between the pressure limits of 3 MPa and 50 kPa. The 
temperature of the steam at the turbine inlet is 400°C, and the 
mass flow rate of steam through the cycle is 60 kg/s. Show 
the cycle on a T-s diagram with respect to saturation lines, and 
determine (a) the thermal efficiency of the cycle and (b) the net 
power output of the power plant. 


8-105 Consider a 210-MW steam power plant that operates 
on a simple ideal Rankine cycle. Steam enters the turbine at 10 
MPa and 500°C and is cooled in the condenser at a pressure of 
10 kPa. Show the cycle on a T-s diagram with respect to satu- 
ration lines, and determine (a) the quality of the steam at the 
turbine exit, (b) the thermal efficiency of the cycle, and (c) the 
mass flow rate of the steam. 

Answers: (a) 0.793, (b) 40.2 percent, (c) 165 kg/s 


8-106 Repeat Prob. 8-105 assuming an isentropic efficiency 
of 85 percent for both the turbine and the pump. 
Answers: (a) 0.874, (b) 34.1 percent, (c) 194 kg/s 


8-107E A steam power plant operates on a simple ideal 
Rankine cycle between the pressure limits of 1250 and 2 psia. 
The mass flow rate of steam through the cycle is 75 lbm/s. The 
moisture content of the steam at the turbine exit is not to ex- 
ceed 10 percent. Show the cycle on a T-s diagram with respect 
to saturation lines, and determine (a) the minimum turbine inlet 
temperature, (5) the rate of heat input in the boiler, and (c) the 
thermal efficiency of the cycle. 


8-108E Repeat Prob. 8-107E assuming an isentropic effi- 
ciency of 85 percent for both the turbine and the pump. 


8-109 Consider a coal-fired steam power plant that produces 
300 MW of electric power. The power plant operates on a sim- 
ple ideal Rankine cycle with turbine inlet conditions of 5 MPa 
and 450°C and a condenser pressure of 25 kPa. The coal has a 
heating value (energy released when the fuel is burned) of 
29,300 kJ/kg. Assuming that 75 percent of this energy is trans- 
ferred to the steam in the boiler and that the electric generator 
has an efficiency of 96 percent, determine (a) the overall plant 
efficiency (the ratio of net electric power output to the energy 
input as fuel) and (b) the required rate of coal supply. 

Answers: (a) 24.6 percent, (5b) 150 t/h 
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8-110 Consider a solar pond power plant that operates on a 
simple ideal Rankine cycle with refrigerant-134a as the work- 
ing fluid. The refrigerant enters the turbine as a saturated vapor 
at 1.6 MPa and leaves at 0.7 MPa. The mass flow rate of the 
refrigerant is 6 kg/s. Show the cycle on a T-s diagram with 
respect to saturation lines, and determine (a) the thermal effi- 
ciency of the cycle and (b) the power output of this plant. 


8-111 Consider a steam power plant that operates on a sim- 
ple ideal Rankine cycle and has a net power output of 45 MW. 
Steam enters the turbine at 7 MPa and 500°C and is cooled in 
the condenser at a pressure of 10 kPa by running cooling water 
from a lake through the tubes of the condenser at a rate of 2000 
kg/s. Show the cycle on a T-s diagram with respect to satura- 
tion lines, and determine (a) the thermal efficiency of the cycle, 
(b) the mass flow rate of the steam, and (c) the temperature rise 
of the cooling water. 

Answers: (a) 38.9 percent, (b) 36 kg/s, (c) 8.45°C 


8-112 Repeat Prob. 8-111 assuming an isentropic efficiency 
of 87 percent for both the turbine and the pump. 
Answers: (a) 33.8 percent, (b) 41.5 kg/s, (c) 10.5°C 


The Reheat Rankine Cycle 


8-113C How do the following quantities change when a sim- 
ple ideal Rankine cycle is modified with reheating? Assume 
the mass flow rate is maintained the same. 





Pump work input: (a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 
(a) increases, (b) decreases, 
(c) remains the same 


Turbine work 
output: 
Heat supplied: 


Heat rejected: 


Moisture content 
at turbine exit: 


8-114C Show the ideal Rankine cycle with three stages of 
reheating on a T-s diagram. Assume the turbine inlet tempera- 
ture is the same for all stages. How does the cycle efficiency 
vary with the number of reheat stages? 


8-115C Consider a simple Rankine cycle and an ideal Ran- 
kine cycle with three reheat stages. Both cycles operate be- 
tween the same pressure limits. The maximum temperature is 
700°C in the simple cycle and 450°C in the reheat cycle. Which 
cycle do you think will have a higher thermal efficiency? 


8-116 IP A steam power plant operates on the ideal reheat 

9 Rankine cycle. Steam enters the high-pressure 
turbine at 8 MPa and 500°C and leaves at 3 MPa. Steam is then 
reheated at constant pressure to 500°C before it expands to 20 
kPa in the low-pressure turbine. Determine the turbine work 
output, in kJ/kg, and the thermal efficiency of the cycle. Also, 
show the cycle on a T-s diagram with respect to saturation lines. 
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8-117 «S Reconsider Prob. 8-116. Using EES (or other) 

software, solve this problem by the diagram 
window data entry feature of EES. Include the effects of the 
turbine and pump efficiencies and also show the effects of re- 
heat on the steam quality at the low-pressure turbine exit. Plot 
the cycle on a T-s diagram with respect to the saturation lines. 


Discuss the results of your parametric studies. 


8-118 Consider a steam power plant that operates on a reheat 
Rankine cycle and has a net power output of 80 MW. Steam 
enters the high-pressure turbine at 10 MPa and 500°C and 
the low-pressure turbine at 1 MPa and 500°C. Steam leaves the 
condenser as a saturated liquid at a pressure of 10 kPa. The 
isentropic efficiency of the turbine is 80 percent, and that of 
the pump is 95 percent. Show the cycle on a T-s diagram with 
respect to saturation lines, and determine (a) the quality (or 
temperature, if superheated) of the steam at the turbine exit, 
(b) the thermal efficiency of the cycle, and (c) the mass flow 
rate of the steam. 

Answers: (a) 87.5°C, (b) 34.1 percent, (c) 62.6 kg/s 


8-119 Repeat Prob. 8-118 assuming both the pump and the 
turbine are isentropic. 
Answers: (a) 0.948, (b) 41.4 percent, (c) 50.0 kg/s 


8-120E Steam enters the high-pressure turbine of a steam 
power plant that operates on the ideal reheat Rankine cycle at 
800 psia and 900°F and leaves as saturated vapor. Steam is then 
reheated to 800°F before it expands to a pressure of 1 psia. Heat 
is transferred to the steam in the boiler at a rate of 6 X 10^ Btu/s. 
Steam is cooled in the condenser by the cooling water from a 
nearby river, which enters the condenser at 45°F. Show the cy- 
cle on a T-s diagram with respect to saturation lines, and deter- 
mine (a) the pressure at which reheating takes place, (b) the net 
power output and thermal efficiency, and (c) the minimum 
mass flow rate of the cooling water required. 


8-121 A steam power plant operates on an ideal reheat Ran- 
kine cycle between the pressure limits of 9 MPa and 10 kPa. 
The mass flow rate of steam through the cycle is 25 kg/s. 
Steam enters both stages of the turbine at 500°C. If the mois- 
ture content of the steam at the exit of the low-pressure turbine 
is not to exceed 10 percent, determine (a) the pressure at which 
reheating takes place, (b) the total rate of heat input in the 
boiler, and (c) the thermal efficiency of the cycle. Also, show 
the cycle on a T-s diagram with respect to saturation lines. 


The Reversed Carnot Cycle 


8-122C Why is the reversed Carnot cycle executed within the 
saturation dome not a realistic model for refrigeration cycles? 


8-123 A steady-flow Carnot refrigeration cycle uses 
refrigerant-134a as the working fluid. The refrigerant changes 
from saturated vapor to saturated liquid at 30°C in the con- 
denser as it rejects heat. The evaporator pressure is 120 kPa. 
Show the cycle on a T-s diagram relative to saturation lines, 
and determine (a) the coefficient of performance, (b) the 


—— 


amount of heat absorbed from the refrigerated space, and 
(c) the net work input. 
Answers: (a) 4.78, (b) 142.3 kJ/kg, (c) 29.7 kJ/kg 


8-124E  Refrigerant-134a enters the condenser of a steady- 
flow Carnot refrigerator as a saturated vapor at 90 psia, and it 
leaves with a quality of 0.05. The heat absorption from the re- 
frigerated space takes place at a pressure of 30 psia. Show the 
cycle on a 7-5 diagram relative to saturation lines, and determine 
(a) the coefficient of performance, (5) the quality at the begin- 
ning of the heat-absorption process, and (c) the net work input. 


Ideal and Actual Vapor-Compression Refrigeration Cycles 


8-125C Does the ideal vapor-compression refrigeration cy- 
cle involve any internal irreversibilities? 


8-126C Why is the throttling valve not replaced by an isen- 
tropic turbine in the ideal vapor-compression refrigeration 
cycle? 


8-127C It is proposed to use water instead of refrigerant- 
134a as the working fluid in air-conditioning applications 
where the minimum temperature never falls below the freezing 
point. Would you support this proposal? Explain. 


8-128С In a refrigeration system, would you recommend 
condensing the refrigerant-134a at a pressure of 0.7 or 1.0 MPa 
if heat is to be rejected to a cooling medium at 15°C? Why? 


8-129С Does the area enclosed by the cycle on a T-s dia- 
gram represent the net work input for the reversed Carnot cy- 
cle? How about for the ideal vapor-compression refrigeration 
cycle? 


8-130C Consider two vapor-compression refrigeration cy- 
cles. The refrigerant enters the throttling valve as a saturated 
liquid at 30°C in one cycle and as subcooled liquid at 30°C in 
the other one. The evaporator pressure for both cycles is the 
same. Which cycle do you think will have a higher COP? 


8-131C The COP of vapor-compression refrigeration cycles 
improves when the refrigerant is subcooled before it enters the 
throttling valve. Can the refrigerant be subcooled indefinitely 
to maximize this effect, or is there a lower limit? Explain. 


8-132 A refrigerator uses refrigerant-134a as the working 
fluid and operates on an ideal vapor-compression refrigeration 
cycle between 0.12 and 0.7 MPa. The mass flow rate of the 
refrigerant is 0.05 kg/s. Show the cycle on a T-s diagram with 
respect to saturation lines. Determine (a) the rate of heat 
removal from the refrigerated space and the power input to the 
compressor, (b) the rate of heat rejection to the environment, 
and (c) the coefficient of performance. 

Answers: (a) 7.35 kW, 1.82 kW; (b) 9.17 kW; (c) 4.04 


8-133 Repeat Prob. 8-132 for a condenser pressure of 
0.8 MPa. 


8-134 If the throttling valve in Prob. 8-132 is replaced by an 
isentropic turbine, determine the percentage increase in the 
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COP and in the rate of heat removal from the refrigerated 
space. Answers: 4.2 percent, 4.2 percent 


8-135 Consider a 300 kJ/min refrigeration system 
«S^ that operates on an ideal vapor-compression re- 
frigeration cycle with refrigerant-134a as the working fluid. 
The refrigerant enters the compressor as saturated vapor at 
140 kPa and is compressed to 800 kPa. Show the cycle on a T-s 
diagram with respect to saturation lines, and determine (a) the 
quality of the refrigerant at the end of the throttling process, 
(b) the coefficient of performance, and (c) the power input to 
the compressor. 


8-136 E Reconsider Prob. 8-135. Using EES (or other) 

software, investigate the effect of evaporator 
pressure on the COP and the power input. Let the evaporator 
pressure vary from 100 kPa to 400 kPa. Plot the COP and the 
power input as functions of evaporator pressure, and discuss 
the results. 


8-137 Repeat Prob. 8-135 assuming an isentropic efficiency 
of 85 percent for the compressor. Also, determine the rate of 
energy destruction associated with the compression process in 
this case. Take Ty = 298 K. 


8-138  Refrigerant-134a enters the compressor of a refrig- 
erator as super heated vapor at 0.14 MPa and — 10°C at a rate 
of 0.12 kg/s, and it leaves at 0.7 MPa and 50°C. The refrigerant 
is cooled in the condenser to 24°C and 0.65 MPa, and it is 
throttled to 0.15 MPa. Disregarding any heat transfer and pres- 
sure drops in the connecting lines between the components, 
show the cycle on a 7-s diagram with respect to saturation 
lines, and determine (a) the rate of heat removal from the 
refrigerated space and the power input to the compressor, 
(b) the isentropic efficiency of the compressor, and (c) the COP 
of the refrigerator. 

Answers: (a) 19.3 kW, 5.15 kW; (b) 80.7 percent; (c) 3.75 


8-139E An ice-making machine operates on the ideal vapor- 
compression cycle, using refrigerant-134a. The refrigerant 
enters the compressor as saturated vapor at 20 psia and leaves 
the condenser as saturated liquid at 100 psia. Water enters the 
ice machine at 55°F and leaves as ice at 25°F. For an ice pro- 
duction rate of 20 Ibm/h, determine the power input to the ice 
machine (169 Btu of heat needs to be removed from each Ibm 
of water at 55°F to turn it into ice at 25°F). 


8-140 Refrigerant-134a enters the compressor of a refrigera- 
tor at 140 kPa and — 10°C at a rate of 0.3 m/min and leaves at 
1 MPa. The isentropic efficiency of the compressor is 78 per- 
cent. The refrigerant enters the throttling valve at 0.95 MPa 
and 30°C and leaves the evaporator as saturated vapor at 
—18.5°C. Show the cycle on a T-s diagram with respect to sat- 
uration lines, and determine (a) the power input to the com- 
pressor, (b) the rate of heat removal from the refrigerated 
space, and (c) the pressure drop and rate of heat gain in the line 
between the evaporator and the compressor. 

Answers: (a) 1.87 kW; (b) 4.98 kW; (c) 1.87 kPa, 0.247 kW 
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8-141 KES Reconsider Prob. 8-140. Using EES (or other) 

software, investigate the effects of varying the 
compressor isentropic efficiency over the range 60 percent to 
100 percent and the compressor inlet volume flow rate from 
0.1 m?/min to 1.0 m?/min on the power input and the rate of re- 
frigeration. Plot the rate of refrigeration and the power input to 
the compressor as functions of compressor efficiency for com- 
pressor inlet volume flow rates of 0.1, 0.5, and 1.0 m?/min, and 
discuss the results. 


Heat Pump Systems 


8-142C Do you think a heat pump system will be more cost- 
effective in New York or in Miami? Why? 


8-143C What is a water-source heat pump? How does the 
COP of a water-source heat pump system compare to that of an 
air-source system? 


8-144E A heat pump that operates on the ideal vapor- 
compression cycle with refrigerant-134a is used to heat a house 
and maintain it at 75?F by using underground water at 50?F as 
the heat source. The house is losing heat at a rate of 60,000 
Btu/h. The evaporator and condenser pressures are 50 and 
120 psia, respectively. Determine the power input to the heat 
pump and the electric power saved by using a heat pump 
instead of a resistance heater. Answers: 2.45 hp, 21.1 hp 


8-145 A heat pump that operates on the ideal vapor- 
compression cycle with refrigerant-134a is used to heat water 
from 15 to 50°C at a rate of 0.24 kg/s. The condenser and evap- 
orator pressures are 1.4 and 0.32 MPa, respectively. Determine 
the power input to the heat pump. 


8-146 A heat pump using refrigerant-134a heats a house by 
using underground water at 8?C as the heat source. The house 
is losing heat at a rate of 60,000 kJ/h. The refrigerant enters the 
compressor at 280 kPa and 0°C, and it leaves at 1 MPa and 
60°C. The refrigerant exits the condenser at 30°C. Determine 
(a) the power input to the heat pump, (b) the rate of heat ab- 
sorption from the water, and (c) the increase in electric power 
input if an electric resistance heater is used instead of a heat 
pump. Answers: (a) 3.65 kW, (b) 13.02 kW, (c) 13.02 kW 


8-147 KES Reconsider Prob. 8-146. Using EES (or other) 

software, investigate the effects of varying the 
compressor isentropic efficiency over the range 60 percent to 
100 percent. Plot the power input to the compressor and the 
electric power saved by using a heat pump rather than electric 
resistance heating as functions of compressor efficiency, and 
discuss the results. 


Review Problems 


8-148 A four-stroke turbocharged V-16 diesel engine built by 
GE Transportation Systems to power fast trains produces 4000 
hp at 1050 rpm. Determine the amount of power produced per 
cylinder per (a) mechanical cycle and (b) thermodynamic cycle. 
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8-149 Consider a simple ideal Brayton cycle operating 
between the temperature limits of 300 K and 1800 K. Using 
constant specific heats at room temperature, determine the 
pressure ratio for which the compressor and the turbine exit 
temperatures of air are equal. 


8-150 An air-standard cycle with variable coefficients is ex- 
ecuted in a closed system and is composed of these four 
processes: 


1-2. v-— constant heat addition from 100 kPa апа 27°С 
to 300 kPa 

2-3 P — constant heat addition to 1027*C 

3-4 ]sentropic expansion to 100 kPa 

4-] Р = constant heat rejection to initial state 

(a) Show the cycle on P-v and T-s diagrams. 

(b) Calculate the net work output per unit mass. 

(c) Determine the thermal efficiency. 


8-151 Repeat Prob. 8—150 using constant specific heats at 
room temperature. 


8-152 An air-standard cycle with variable specific heats is 
executed in a closed system with 0.003 kg of air, and it consists 
of these three processes: 


1-2 Isentropic compression from 100 kPa and 27°C to 
700 kPa 
2-3 Р = constant heat addition to initial specific volume 
3-1 v = constant heat rejection to initial state 
(a) Show the cycle on P-v and T-s diagrams. 
(b) Calculate the maximum temperature in the cycle. 
(c) Determine the thermal efficiency. 
Answers: (b) 2100 K, (c) 15.8 percent 


8-153 Repeat Prob. 8—152 using constant specific heats at 
room temperature. 


8-154 A Carnot cycle is executed in a closed system and uses 
0.0015 kg of air as the working fluid. The cycle efficiency is 
70 percent, and the lowest temperature in the cycle is 300 K. 
The pressure at the beginning of the isentropic expansion is 
700 kPa, and at the end of the isentropic compression it is 
1 MPa. Determine the net work output per cycle. 


8-155 cp A four-cylinder spark-ignition engine has a 

fs compression ratio of 8, and each cylinder has a 
maximum volume of 0.6 L. At the beginning of the compres- 
sion process, the air is at 98 kPa and 17°C, and the maximum 
temperature in the cycle is 1800 K. Assuming the engine to op- 
erate on the ideal Otto cycle, determine (a) the amount of heat 
supplied per cylinder, (b) the thermal efficiency, and (c) the 
number of revolutions per minute required for a net power out- 
put of 60 kW. Assume variable specific heats for air. 


8-156 E Reconsider Prob. 8-155. Using EES (or other) 

software, study the effect of varying the com- 
pression ratio from 5 to 11 on the net work done and the effi- 
ciency of the cycle. Plot the P-v and T-s diagrams for the cycle, 
and discuss the results. 


—$— 


8-157 An ideal Otto cycle has a compression ratio of 9.2 and 
uses air as the working fluid. At the beginning of the compres- 
sion process, air is at 98 kPa and 27°C. The pressure is doubled 
during the constant-volume heat-addition process. Accounting 
for the variation of specific heats with temperature, determine 
(a) the amount of heat transferred to the air, (b) the net work 
output, (c) the thermal efficiency, and (d) the mean effective 
pressure for the cycle. 


8-158 Repeat Prob. 8-157 using constant specific heats at 
room temperature. 


8-159 Consider an engine operating on the ideal Diesel cycle 
with air as the working fluid. The volume of the cylinder is 
1200 cm? at the beginning of the compression process, 75 cm? 
at the end, and 150 cm? after the heat-addition process. Air is 
at 17°C and 100 kPa at the beginning of the compression 
process. Determine (a) the pressure at the beginning of the 
heat-rejection process; (b) the net work per cycle, in kJ; and 
(c) the mean effective pressure. 


8-160 Repeat Prob. 8-159 using argon as the working fluid. 


8-161E An ideal dual cycle has a compression ratio of 12 
and uses air as the working fluid. At the beginning of the com- 
pression process, air is at 14.7 psia and 90°F, and occupies a 
volume of 75 in?. During the heat-addition process, 0.3 Btu of 
heat is transferred to air at constant volume and 1.1 Btu at con- 
stant pressure. Using constant specific heats evaluated at room 
temperature, determine the thermal efficiency of the cycle. 


8-162 Consider a simple ideal Brayton cycle with air as the 
working fluid. The pressure ratio of the cycle is 6, and the min- 
imum and maximum temperatures are 300 and 1300 K, respec- 
tively. Now the pressure ratio is doubled without changing the 
minimum and maximum temperatures in the cycle. Determine 
the change in (a) the net work output per unit mass and (5) the 
thermal efficiency of the cycle as a result of this modification. 
Assume variable specific heats for air. 

Answers: (a) 41.5 kJ/kg, (b) 10.6 percent 


8-163 Repeat Prob. 8—162 using constant specific heats at 
room temperature. 


8-164 Helium is used as the working fluid in a Brayton cycle 
with regeneration. The pressure ratio of the cycle is 8, the com- 
pressor inlet temperature is 300 K, and the turbine inlet tem- 
perature is 1800 K. The effectiveness of the regenerator is 75 
percent. Determine the thermal efficiency and the required 
mass flow rate of helium for a net power output of 45 MW, as- 
suming both the compressor and the turbine have an isentropic 
efficiency of (a) 100 percent and (b) 80 percent. 


8-165 Consider the ideal regenerative Brayton cycle. Deter- 
mine the pressure ratio that maximizes the thermal efficiency of 
the cycle and compare this value with the pressure ratio that max- 
imizes the cycle net work. For the same maximum-to-minimum 
temperature ratios, explain why the pressure ratio for maximum 
efficiency is less than the pressure ratio for maximum work. 
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8-166 (egy Using EES (or other) software, study the effect 

of variable specific heats on the thermal effi- 
ciency of the ideal Otto cycle using air as the working fluid. At 
the beginning of the compression process, air is at 100 kPa and 
300 K. Determine the percentage of error involved in using 
constant specific heat values at room temperature for the fol- 
lowing combinations of compression ratios and maximum cy- 
cle temperatures: r = 6, 8, 10, 12, and Tmax = 1000, 1500, 
2000, 2500 K. 


8-167 (ees) Using EES (or other) software, determine the ef- 

SS fects of compression ratio on the net work out- 
put and the thermal efficiency of the Otto cycle for a maximum 
cycle temperature of 2000 K. Take the working fluid to be air 
that is at 100 kPa and 300 K at the beginning of the compres- 
sion process, and assume variable specific heats. Vary the com- 
pression ratio from 6 to 15 with an increment of 1. Tabulate 
and plot your results against the compression ratio. 


8-168 Kc Using EES (or other) software, determine the ef- 

= fects of pressure ratio on the net work output and 
the thermal efficiency of a simple Brayton cycle for a maxi- 
mum cycle temperature of 1800 K. Take the working fluid to 
be air that is at 100 kPa and 300 K at the beginning of the com- 
pression process, and assume variable specific heats. Vary the 
pressure ratio from 5 to 24 with an increment of 1. Tabulate 
and plot your results against the pressure ratio. At what pres- 
sure ratio does the net work output become a maximum? 
At what pressure ratio does the thermal efficiency become a 
maximum? 


8-169 ME Repeat Prob. 8-168 assuming isentropic effi- 
ciencies of 85 percent for both the turbine and 


the compressor. 


8-170 «S Using EES (or other) software, determine 

the effects of pressure ratio, maximum cycle 
temperature, and compressor and turbine inefficiencies on the 
net work output per unit mass and the thermal efficiency of a 
simple Brayton cycle with air as the working fluid. Air is at 
100 kPa and 300 K at the compressor inlet. Also, assume con- 
stant specific heats for air at room temperature. Determine 
the net work output and the thermal efficiency for all combi- 
nations of these parameters, and draw conclusions from the 
results. 


5, 8, 14 

800, 1200, 1600 K 
80, 100 percent 
80, 100 percent 


Pressure ratio: 

Maximum cycle temperature: 
Compressor isentropic efficiency: 
Turbine isentropic efficiency: 


8-171 MEJ Repeat Prob. 8-170 by considering the variation 


of specific heats of air with temperature. 


8-172 «c Repeat Prob. 8-170 using helium as the working 
Sez fluid. 


8-173 KES Using EES (or other) software, determine 
the effects of pressure ratio, maximum cycle 
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temperature, regenerator effectiveness, and compressor and 
turbine efficiencies on the net work output per unit mass and 
on the thermal efficiency of a regenerative Brayton cycle with 
air as the working fluid. Air is at 100 kPa and 300 K at 
the compressor inlet. Also, assume constant specific heats 
for air at room temperature. Determine the net work output 
and the thermal efficiency for all combinations of these 
parameters. 

6, 10 

1500, 2000 K 

80, 100 percent 

80, 100 percent 

70, 90 percent 


Pressure ratio: 

Maximum cycle temperature: 
Compressor isentropic efficiency: 
Turbine isentropic efficiency: 
Regenerator effectiveness: 


8-174 Repeat Problem 8-173 by considering the varia- 
Ew tion of specific heats of air with temperature. 


8-175 ME% Repeat Problem 8-173 using helium as the 
working fluid. 


8-176 Consider a steam power plant operating on the ideal 
Rankine cycle with reheat between the pressure limits of 25 
MPa and 10 kPa with a maximum cycle temperature of 600°C 
and a moisture content of 12 percent at the turbine exit. For a 
reheat temperature of 600°C, determine the reheat pressures of 
the cycle for the cases of (a) single and (b) double reheat. 


8-177E The Stillwater geothermal power plant in Nevada, 
which started full commercial operation in 1986, is designed to 
operate with seven identical units. Each of these seven units 
consists of a pair of power cycles, labeled Level I and Level II, 
operating on the simple Rankine cycle using an organic fluid as 
the working fluid. 

The heat source for the plant is geothermal water (brine) en- 
tering the vaporizer (boiler) of Level I of each unit at 325°F at 
a rate of 384,286 Ibm/h and delivering 22.79 MBtu/h (*M" 
stands for million"). The organic fluid that enters the vapor- 
izer at 202.2°F at a rate of 157,895 Ibm/h leaves it at 282.4°F 
and 225.8 psia as saturated vapor. This saturated vapor expands 
in the turbine to 95.8°F and 19.0 psia and produces 1271 kW of 
electric power. About 200 kW of this power is used by the 
pumps, the auxiliaries, and the six fans of the condenser. Sub- 
sequently, the organic working fluid is condensed in an air- 
cooled condenser by air that enters the condenser at 55°F at a 
rate of 4,195,100 lbm/h and leaves at 84.5°F. The working fluid 
is pumped and then preheated in a preheater to 202.2°F by ab- 
sorbing 11.14 MBtu/h of heat from the geothermal water (com- 
ing from the vaporizer of Level II) entering the preheater at 
211.8°F and leaving at 154.0°F. 

Taking the average specific heat of the geothermal water to 
be 1.03 Btu/Ibm - °F, determine (a) the exit temperature of the 
geothermal water from the vaporizer, (b) the rate of heat rejec- 
tion from the working fluid to the air in the condenser, (c) the 
mass flow rate of the geothermal water at the preheater, and 
(d) the thermal efficiency of the Level I cycle of this geother- 
mal power plant. Answers: (a) 267.4°F, (b) 29.7 MBtu/h, 
(c) 187,120 Ibm/h, (d) 10.8 percent 
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8-180 (SY Using EES (or other) software, investigate the 
Vapor effect of the condenser pressure on the perfor- 
Condenser mance of a simple ideal Rankine cycle. Turbine inlet 
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FIGURE P8-177E 


Schematic of a binary geothermal power plant. 
(Courtesy of ORMAT Energy Systems, Inc.) 


8-178 Steam enters the turbine of a steam power plant that 
operates on a simple ideal Rankine cycle at a pressure of 6 
MPa, and it leaves as a saturated vapor at 7.5 kPa. Heat is 
transferred to the steam in the boiler at a rate of 60,000 kJ/s. 
Steam is cooled in the condenser by the cooling water from a 
nearby river, which enters the condenser at 18°C. Show the cy- 
cle on a 7T-s diagram with respect to saturation lines, and deter- 
mine (a) the turbine inlet temperature, (b) the net power output 
and thermal efficiency, and (c) the minimum mass flow rate of 
the cooling water required. 


8-179 A steam power plant operates on an ideal Rankine cy- 
cle with two stages of reheat and has a net power output of 120 
MW. Steam enters all three stages of the turbine at 500°C. The 
maximum pressure in the cycle is 15 MPa, and the minimum 
pressure is 5 kPa. Steam is reheated at 5 MPa the first time and 
at 1 MPa the second time. Show the cycle on a T-s diagram 
with respect to saturation lines, and determine (a) the thermal 
efficiency of the cycle and (b) the mass flow rate of the steam. 
Answers: (a) 45.5 percent, (5b) 64.5 kg/s 


conditions of steam are maintained constant at 5 MPa and 
500°C while the condenser pressure is varied from 5 kPa to 100 
kPa. Determine the thermal efficiency of the cycle and plot it 
against the condenser pressure, and discuss the results. 


8-181 (EJ Using EES (or other) software, investigate the ef- 

fect of the boiler pressure on the performance of a 
simple ideal Rankine cycle. Steam enters the turbine at 500°C 
and exits at 10 kPa. The boiler pressure is varied from 0.5 MPa 
to 20 MPa. Determine the thermal efficiency of the cycle and 
plot it against the boiler pressure, and discuss the results. 


8-182 Mg% Using EES (or other) software, investigate the 

effect of superheating the steam on the per- 
formance of a simple ideal Rankine cycle. Steam enters the tur- 
bine at 3 MPa and exits at 10 kPa. The turbine inlet 
temperature is varied from 250°C to 1100°C. Determine the 
thermal efficiency of the cycle and plot it against the turbine 
inlet temperature, and discuss the results. 


8-183 M% Using EES (or other) software, investigate the 

effect of reheat pressure on the performance of 
an ideal Rankine cycle. The maximum and minimum pressures 
in the cycle are 15 MPa and 10 kPa, respectively, and steam 
enters both stages of the turbine at 500°C. The reheat pressure 
is varied from 12.5 MPa to 0.5 MPa. Determine the thermal 
efficiency of the cycle and plot it against the reheat pressure, 
and discuss the results. 


8-184 Mg% Using EES (or other) software, investigate 

the effect of number of reheat stages on the per- 
formance of an ideal Rankine cycle. The maximum and mini- 
mum pressures in the cycle are 15 MPa and 10 kPa, 
respectively, and steam enters all stages of the turbine at 
500°C. For each case, maintain roughly the same pressure ratio 
across each turbine stage. Determine the thermal efficiency of 
the cycle and plot it against the number of reheat stages 1, 2, 4, 
and 8, and discuss the results. 


8-185 Consider a steady-flow Carnot refrigeration cycle that 
uses refrigerant-134a as the working fluid. The maximum and 
minimum temperatures in the cycle are 20 and —20°C, respec- 
tively. The quality of the refrigerant is 0.2 at the beginning of 
the heat-absorption process and 0.85 at the end. Show the cycle 
on a T-s diagram relative to saturation lines, and determine 
(a) the coefficient of performance, (b) the condenser and evap- 
orator pressures, and (c) the net work input. 


8-186 A large refrigeration plant is to be maintained at 
—15°C, and it requires refrigeration at a rate of 100 kW. The 
condenser of the plant is to be cooled by liquid water, which 
experiences a temperature rise of 8°C as it flows over the coils 
of the condenser. Assuming the plant operates on the ideal 
vapor-compression cycle using refrigerant-134a between the 
pressure limits of 120 and 700 kPa, determine (a) the mass 
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flow rate of the refrigerant, (b) the power input to the compres- 
sor, and (c) the mass flow rate of the cooling water. 


8-187 «S Reconsider Prob. 8-186. Using EES (or other) 

software, investigate the effect of evaporator 
pressure on the COP and the power input. Let the evaporator 
pressure vary from 120 kPa to 380 kPa. Plot the COP and the 
power input as functions of evaporator pressure, and discuss 
the results. 


8-188 Repeat Prob. 8-186 assuming the compressor has an 
isentropic efficiency of 75 percent. 


8-189 A heat pump that operates on the ideal vapor- 
compression cycle with refrigerant-134a is used to heat a 
house. The mass flow rate of the refrigerant is 0.24 kg/s. The 
condenser and evaporator pressures are 900 and 240 kPa, 
respectively. Show the cycle on a T-s diagram with respect to 
saturation lines, and determine (a) the rate of heat supply to the 
house, (b) the volume flow rate of the refrigerant at the com- 
pressor inlet, and (c) the COP of this heat pump. 


8-190 A typical 200-m? house can be cooled adequately by a 
3.5-ton air conditioner whose COP is 4.0. Determine the rate of 
heat gain of the house when the air conditioner is running con- 
tinuously to maintain a constant temperature in the house. 


8-191 Rooms with floor areas of up to 15 m? are cooled ad- 
equately by window air conditioners whose cooling capacity is 
5000 Btu/h. Assuming the COP of the air conditioner to be 3.5, 
determine the rate of heat gain of the room, in Btu/h, when the 
air conditioner is running continuously to maintain a constant 
room temperature. 


8-192 A heat pump water heater (HPWH) heats water by ab- 
sorbing heat from the ambient air and transferring it to water. 
The heat pump has a COP of 2.2 and consumes 2 kW of elec- 
tricity when running. Determine if this heat pump can be used 
to meet the cooling needs of a room most of the time for “free” 
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by absorbing heat from the air in the room. The rate of heat 
gain of a room is usually less than 5000 kJ/h. 


8-193 M% Using EES (or other) software, investigate the 

effect of the evaporator pressure on the COP of 
an ideal vapor-compression refrigeration cycle with R-134a as 
the working fluid. Assume the condenser pressure is kept con- 
stant at 1 MPa while the evaporator pressure is varied from 100 
kPa to 500 kPa. Plot the COP of the refrigeration cycle against 
the evaporator pressure, and discuss the results. 


8-194 ME% Using EES (or other) software, investigate the 

effect of the condenser pressure on the COP of 
an ideal vapor-compression refrigeration cycle with R-134a as 
the working fluid. Assume the evaporator pressure is kept con- 
stant at 120 kPa while the condenser pressure is varied from 
400 kPa to 1400 kPa. Plot the COP of the refrigeration cycle 


against the condenser pressure, and discuss the results. 


Design and Essay Problems 


8-195 Design a closed-system air-standard gas power cycle 
composed of three processes and having a minimum thermal 
efficiency of 20 percent. The processes may be isothermal, iso- 
baric, isochoric, isentropic, polytropic, or pressure as a linear 
function of volume. Prepare an engineering report describing 
your design, showing the system, P-v and T-s diagrams, and 
sample calculations. 


8-196 Design a closed-system air-standard gas power cycle 
composed of three processes and having a minimum thermal 
efficiency of 20 percent. The processes may be isothermal, iso- 
baric, isochoric, isentropic, polytropic, or pressure as a linear 
function of volume; however, the Otto, Diesel, Ericsson, and 
Stirling cycles may not be used. Prepare an engineering report 
describing your design, showing the system, P-v and T-s dia- 
grams, and sample calculations. 


8-197 Write an essay on the most recent developments on 
the two-stroke engines, and find out when we might be seeing 
cars powered by two-stroke engines in the market. Why do the 
major car manufacturers have a renewed interest in two-stroke 
engines? 

8-198 In response to concerns about the environment, some 
major car manufacturers are currently marketing electric cars. 
Write an essay on the advantages and disadvantages of electric 
cars, and discuss when it is advisable to purchase an electric 
car instead of a traditional internal combustion car. 


8-199 Intense research is underway to develop adiabatic en- 
gines that require no cooling of the engine block. Such engines 
are based on ceramic materials because of the ability of such 
materials to withstand high temperatures. Write an essay on the 
current status of adiabatic engine development. Also determine 
the highest possible efficiencies with these engines, and com- 
pare them to the highest possible efficiencies of current engines. 


8-200 Since its introduction in 1903 by Aegidius Elling of 
Norway, steam injection between the combustion chamber and 
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the turbine is used even in some modern gas turbines currently 
in operation to cool the combustion gases to a metallurgical- 
safe temperature while increasing the mass flow rate through 
the turbine. Currently there are several gas-turbine power 
plants that use steam injection to augment power and improve 
thermal efficiency. 

Consider a gas-turbine power plant whose pressure ratio is 
8. The isentropic efficiencies of the compressor and the turbine 
are 80 percent, and there is a regenerator with an effectiveness 
of 70 percent. When the mass flow rate of air through the com- 
pressor is 40 kg/s, the turbine inlet temperature becomes 
1700 K. But the turbine inlet temperature is limited to 1500 K, 
and thus steam injection into the combustion gases is being 
considered. However, to avoid the complexities associated 
with steam injection, it is proposed to use excess air (that is, to 
take in much more air than needed for complete combustion) to 
lower the combustion and thus turbine inlet temperature while 
increasing the mass flow rate and thus power output of the tur- 
bine. Evaluate this proposal, and compare the thermodynamic 
performance of “high air flow” to that of a “‘steam-injection” 
gas-turbine power plant under the following design conditions: 
the ambient air is at 100 kPa and 25°C, adequate water supply 
is available at 20°C, and the amount of fuel supplied to the 
combustion chamber remains constant. 


8-201 Design a steam power cycle that can achieve a cycle 
thermal efficiency of at least 40 percent under the conditions 
that all turbines have isentropic efficiencies of 85 percent and 
all pumps have isentropic efficiencies of 60 percent. Prepare an 
engineering report describing your design. Your design report 
must include, but is not limited to, the following: 

(a) Discussion of various cycles attempted to meet the goal 
as well as the positive and negative aspects of your 
design. 

(b) System figures and T-s diagrams with labeled states and 
temperature, pressure, enthalpy, and entropy informa- 
tion for your design. 

(c) Sample calculations. 


8-202 Contact your power company and obtain information 
on the thermodynamic aspects of their most recently built 
power plant. If it is a conventional power plant, find out why it 
is preferred over a highly efficient combined power plant. 


8-203 Several geothermal power plants are in operation in 
the United States and more are being built since the heat source 
of a geothermal plant is hot geothermal water, which is “free 
energy.” An 8-MW geothermal power plant is being considered 
at a location where geothermal water at 160°C is available. 
Geothermal water is to serve as the heat source for a closed 
Rankine power cycle with refrigerant-134a as the working 
fluid. Specify suitable temperatures and pressures for the cycle, 
and determine the thermal efficiency of the cycle. Justify your 
selections. 


8-204 A10-MW geothermal power plant is being considered 
at a site where geothermal water at 230°C is available. Geo- 
thermal water is to be flashed into a chamber to a lower pres- 


—— 


sure where part of the water evaporates. The liquid is returned 
to the ground while the vapor is used to drive the steam tur- 
bine. The pressures at the turbine inlet and the turbine exit 
are to remain above 200 kPa and 8 kPa, respectively. High- 
pressure flash chambers yield a small amount of steam with 
high energy, whereas lower-pressure flash chambers yield con- 
siderably more steam but at a lower energy. By trying several 
pressures, determine the optimum pressure of the flash cham- 
ber to maximize the power production per unit mass of 
geothermal water withdrawn. Also, determine the thermal 
efficiency for each case assuming 10 percent of the power 
produced is used to drive the pumps and other auxiliary 
equipment. 





Flash 
chamber 








230°C 
Geothermal 
water 


FIGURE P8-204 


8-205 Design the condenser of a steam power plant that has 
a thermal efficiency of 40 percent and generates 10 MW of net 
electric power. Steam enters the condenser as saturated vapor 
at 10 kPa, and it is to be condensed outside horizontal tubes 
through which cooling water from a nearby river flows. The 
temperature rise of the cooling water is limited to 8°C, and the 
velocity of the cooling water in the pipes is limited to 6 m/s to 
keep the pressure drop at an acceptable level. From prior expe- 
rience, the average heat flux based on the outer surface of the 
tubes can be taken to be 12,000 W/m’. Specify the pipe diame- 
ter, total pipe length, and the arrangement of the pipes to mini- 
mize the condenser volume. 


8-206 Water-cooled steam condensers are commonly used in 
steam power plants. Obtain information about water-cooled 
steam condensers by doing a literature search on the topic and 
also by contacting some condenser manufacturers. In a report, 
describe the various types, the way they are designed, the lim- 
itation on each type, and the selection criteria. 


8-207 Steam boilers have long been used to provide process 
heat as well as to generate power. Write an essay on the history 
of steam boilers and the evolution of modern supercritical 
steam power plants. What was the role of the American Society 
of Mechanical Engineers in this development? 
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8-208 The technology for power generation using geother- 
mal energy is well-established, and numerous geothermal 
power plants throughout the world are currently generating 
electricity economically. Binary geothermal plants utilize a 
volatile secondary fluid such as isobutane, n-pentane, and 
R-114 in a closed loop. Consider a binary geothermal plant 
with R-114 as the working fluid that is flowing at a rate of 600 
kg/s. The R-114 is vaporized in a boiler at 115'C by the geo- 
thermal fluid that enters at 165°C, and is condensed at 30°C 
outside the tubes by cooling water that enters the tubes at 18°C. 
Based on prior experience, the average heat flux based on the 
outer surface of the tubes can be taken to be 4600 W/m?. The 
enthalpy of vaporization of R-114 at 30°C is hy, = 121.5 kJ/kg. 

Specify (a) the length, diameter, and number of tubes and 
their arrangement in the condenser to minimize overall volume 
of the condenser; (b) the mass flow rate of cooling water; and 
(c) the flow rate of makeup water needed if a cooling tower is 
used to reject the waste heat from the cooling water. The liquid 
velocity is to remain under 6 m/s and the length of the tubes is 
limited to 8 m. 


8-209 Design a vapor-compression refrigeration system that 
will maintain the refrigerated space at — 15°C while operating 
in an environment at 20°C using refrigerant-134a as the work- 
ing fluid. 


8-210 Write an essay on air-, water-, and soil-based heat 
pumps. Discuss the advantages and the disadvantages of each 
system. For each system identify the conditions under which 
that system is preferable over the other two. In what situations 
would you not recommend a heat pump heating system? 


8-211 Consider a solar pond power plant operating on a 
closed Rankine cycle. Using refrigerant-134a as the working 
fluid, specify the operating temperatures and pressures in the 
cycle, and estimate the required mass flow rate of refrigerant- 
134a for a net power output of 50 kW. Also, estimate the sur- 
face area of the pond for this level of continuous power 
production. Assume that the solar energy is incident on the 
pond at a rate of 500 W per n? of pond area at noontime, and 
that the pond is capable of storing 15 percent of the incident 
solar energy in the storage zone. 


8-212 A refrigerator using R-12 as the working fluid keeps 
the refrigerated space at —15°C in an environment at 30°C. 
You are asked to redesign this refrigerator by replacing R-12 
with the ozone-friendly R-134a. What changes in the pressure 
levels would you suggest in the new system? How do you 
think the COP of the new system will compare to the COP of 
the old system? 


8-213 Solar or photovoltaic (PV) cells convert sunlight to 
electricity and are commonly used to power calculators, satel- 
lites, remote communication systems, and even pumps. The 
conversion of light to electricity is called the photoelectric 
effect. It was first discovered in 1839 by Frenchman Edmond 
Becquerel, and the first PV module, which consisted of sev- 
eral cells connected to each other, was built in 1954 by Bell 


—— 
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Laboratories. The PV modules today have conversion effi- 
ciencies of about 12 to 15 percent. Noting that the solar energy 
incident on a normal surface on earth at noontime is about 
1000 W/m? during a clear day, PV modules on a 1-m? surface 
can provide as much as 150 W of electricity. The annual aver- 
age daily solar energy incident on a horizontal surface in the 
United States ranges from about 2 to 6 KWh/m*?. 

A PV-powered pump is to be used in Arizona to pump 
water for wildlife from a depth of 180 m at an average rate of 
400 L/day. Assuming a reasonable efficiency for the pumping 
system, which can be defined as the ratio of the increase in the 
potential energy of the water to the electrical energy consumed 
by the pump, and taking the conversion efficiency of the PV 
cells to be 0.13 to be on the conservative side, determine the 
size of the PV module that needs to be installed, in m?. 


We 


SB Sun = 
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FIGURE P8-213 


8-214 The temperature in a car parked in the sun can ap- 
proach 100?C when the outside air temperature is just 25?C, 
and it is desirable to ventilate the parked car to avoid such high 


Solar energy 






Solar panels 


Solar powered 
exhaust fan 


FIGURE P8-214 
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temperatures. However, the ventilating fans may run down the 
battery if they are powered by it. To avoid that happening, it is 
proposed to use the PV cells discussed in the preceding prob- 
lem to power the fans. It is determined that the air in the car 
should be replaced once every minute to avoid excessive rise in 
the interior temperature. Determine if this can be accomplished 
by installing PV cells on part of the roof of the car. Also, find 
out if any car is currently ventilated this way. 


8-215 A company owns a refrigeration system whose refrig- 
eration capacity is 200 tons (1 ton of refrigeration = 
211 kJ/min), and you are to design a forced-air cooling system 


—$— 


for fruits whose diameters do not exceed 7 cm under these con- 
ditions: The fruits are to be cooled from 28°C to an average 
temperature of 8°C. The air temperature is to remain above 
—2°C and below 10°C at all times, and the velocity of air ap- 
proaching the fruits must remain under 2 m/s. The cooling sec- 
tion can be as wide as 3.5 m and as high as 2 m. 

Assuming reasonable values for the average fruit density, 
specific heat, and porosity (the fraction of air volume in a box), 
recommend reasonable values for (a) the air velocity ap- 
proaching the cooling section, (b) the product-cooling capacity 
of the system, in kg - fruit/h, and (c) the volume flow rate of air 
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p to this point, we have limited our consideration to thermodynamic 

systems that involve a single pure substance such as water, refrigerant- 

134a, or nitrogen. Many important thermodynamic applications, how- 
ever, involve mixtures of several pure substances rather than a single pure 
substance. Therefore, it is important to develop an understanding of mixtures 
and learn how to handle them. 

In this chapter, we deal with nonreacting gas mixtures. A nonreacting gas 
mixture can be treated as a pure substance since it is usually a homogeneous 
mixture of different gases. The properties of a gas mixture obviously will de- 
pend on the properties of the individual gases (called components or con- 
stituents) as well as on the amount of each gas in the mixture. Therefore, it is 
possible to prepare tables of properties for mixtures. This has been done for 
common mixtures such as air. It is not practical to prepare property tables for 
every conceivable mixture composition, however, since the number of possi- 
ble compositions is endless. Therefore, we need to develop rules for deter- 
mining mixture properties from a knowledge of mixture composition and the 
properties of the individual components. We do this first for ideal-gas mix- 
tures and then for real-gas mixtures. The basic principles involved are also ap- 
plicable to liquid or solid mixtures, called solutions. 

At temperatures below the critical temperature, the gas phase of a substance 
is frequently referred to as a vapor. The term vapor implies a gaseous state that 
is close to the saturation region of the substance, raising the possibility of con- 
densation during a process. 

When we deal with a gas-vapor mixture, the vapor may condense out of the 
mixture during a process, forming a two-phase mixture. This may complicate 
the analysis considerably. Therefore, a gas-vapor mixture needs to be treated 
differently from an ordinary gas mixture. 

Several gas-vapor mixtures are encountered in engineering. In this chapter, 
we consider the air—water-vapor mixture, which is the most commonly en- 
countered gas-vapor mixture in practice. We also discuss air-conditioning, 
which is the primary application area of air-water-vapor mixtures. 
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H5 O5 
+ 
6 ke 32 kg 
FIGURE 9-1 


The mass of a mixture is equal to the 
sum of the masses of its components. 




















+ 
3 kmol 1 kmol 
FIGURE 9-2 


The number of moles of a nonreacting 
mixture is equal to the sum of the 
number of moles of its components. 





H, + O, 
Yu, = 0.75 
YO, = 0.25 

1.00 











FIGURE 9-3 


The sum of the mole fractions of a 


mixture is equal to 1. 





3kg O5 
5 Ке № 
12 kg CH, 











FIGURE 9-4 


Schematic for Example 9-1. 


Faye Tey Ф 


9-1 = COMPOSITION OF A GAS MIXTURE: 
MASS AND MOLE FRACTIONS 


To determine the properties of a mixture, we need to know the composition of 
the mixture as well as the properties of the individual components. There are 
two ways to describe the composition of a mixture: either by specifying the 
number of moles of each component, called molar analysis, or by specifying 
the mass of each component, called gravimetric analysis. 

Consider a gas mixture composed of k components. The mass of the mix- 
ture m,, is the sum of the masses of the individual components, and the mole 
number of the mixture N,, is the sum of the mole numbers of the individual 
components* (Figs. 9—1 and 9—2). That is, 


k k 
My = Ут, апа Nn = YN, (9-1 a, b) 
i=l (2-1 


The ratio of the mass of a component to the mass of the mixture is called the 
mass fraction mf, and the ratio of the mole number of a component to the 
mole number of the mixture is called the mole fraction y: 


т; Nj 


mf, and у; = N, 


E Mp, (9-2а, b) 


Dividing Eq. 9-1a by m,, or Eq. 9-1 by N,,,, we can easily show that the sum of 
the mass fractions or mole fractions for a mixture is equal to | (Fig. 9-3): 


k k 
Smi,=1 ad Sy=1 
i=j Цай! 


The mass of a substance can be expressed in terms of the mole number N 
and molar mass M of the substance as m — NM. Then the apparent (or aver- 
age) molar mass and the gas constant of a mixture can be expressed as 


Mm Ут; a ХАМ, d 


R, 
х = УУМ, аа К, = = (9-3a, b) 
і=1 








М, = 
т M. 
m Nn N, m m 


The molar mass of a mixture can also be expressed as 














M My, My 1 1 (9-4) 
"№, Хим, Ут/(т,„М) s: 
сал 
Mass and mole fractions of a mixture are related by 
т, ММ, М, 
mf; =; = = (9-5) 


іт. ММ, M, 


т 





EXAMPLE 9-1 Mass and Mole Fractions of a Gas Mixture 


Consider a gas mixture that consists of 3 kg of O5, 5 kg of No, and 12 kg of 
CH,, as shown in Fig. 9-4. Determine (a) the mass fraction of each component, 
(b) the mole fraction of each component, and (c) the average molar mass and 
gas constant of the mixture. 





*Throughout this chapter, the subscript m will denote the gas mixture and the subscript / 
will denote any single component of the mixture. 


тэ 
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SOLUTION The schematic of the gas mixture is given in Fig. 9-4. We note that 
this is a gas mixture that consists of three gases of known masses. 


Analysis (a) The total mass of the mixture is 
My + Mo, + My, + Mey, = 3 +5 + 12 = 20kg 


Then the mass fraction of each component becomes 








m, 3kg 
mfo, UT 20 kg — 0.15 
My, 5 kg 
mfy. = Mn = 20 kg = 0.25 
mcy, 12 Ке 
mfcy, = m, =j 


(b) To find the mole fractions, we need to determine the mole numbers of each 
component first: 


E 2 со 
o M, 32kgkmo ^ g 
a E EO 
№ Му 28kg/kmol ~ s 
men, 126 

Хсн, = Мен, == 16 kg/kmol = 0.750 kmol 

Thus, 

Nn = No, + Nu, + Neu, = 0.094 + 0.179 + 0.750 = 1.023 kmol 
and 


— No, _ 0.094 kmol 





Vos We = 02310177 ”772 
Nw, 0.179 kmol 
TS UNOSI T 27 
Ncn, 0.750 Кто! 
олиг E 


(c) The average molar mass and gas constant of the mixture are determined 
from their definitions, 





Е СОЕ ото 
п № 1023kmol ^ 5 
or 
ПИРА “ум, = yo,Mo, + yn,Mn, + You,Mcu, 
= (0.092)(32) + (0.175)(28) + (0.733)(16) 
= 19.6 kg/kmol 
Also, 


R, 8.314 КЈ/ (кто! · К) 


" M, ]9.6kg/kmol 





R — 0.424 kJ/(kg - K) 


Discussion When mass fractions are available, the molar mass and mass frac- 
tions could also be determined directly from Eqs. 9-4 and 9-5. 
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9-2 = P-v-T BEHAVIOR OF GAS MIXTURES: 
IDEAL AND REAL GASES 


An ideal gas is defined as a gas whose molecules are spaced far apart so that 
the behavior of a molecule is not influenced by the presence of other mole- 
cules—a situation encountered at low densities. We also mentioned that real 
gases approximate this behavior closely when they are at a low pressure or 
high temperature relative to their critical-point values. The P-v-T behavior of 
an ideal gas is expressed by the simple relation Pv = RT, which is called the 
ideal-gas equation of state. The P-v-T behavior of real gases is expressed by 
more complex equations of state or by Pv = ZRT, where Z is the compressi- 
bility factor. 

When two or more ideal gases are mixed, the behavior of a molecule nor- 
mally is not influenced by the presence of other similar or dissimilar mole- 
cules, and therefore a nonreacting mixture of ideal gases also behaves as an 
ideal gas. Air, for example, is conveniently treated as an ideal gas in the range 
where nitrogen and oxygen behave as ideal gases. When a gas mixture con- 
sists of real (nonideal) gases, however, the prediction of the P-v-T behavior of 
the mixture becomes rather involved. 

The prediction of the P-v-T behavior of gas mixtures is usually based on 
two models: Dalton’s law of additive pressures and Amagat's law of additive 
volumes. Both models are described and discussed below. 























Gas A Gas B 
VT VT is s 7 
+ = Dalton’s law of additive pressures: The pressure of a gas mixture is equal 
T z to the sum of the pressures each gas would exert if it existed alone at the 
d B mixture temperature and volume (Fig. 9—5). 
FIGURE 9-5 


Amagat's law of additive volumes: The volume of a gas mixture is equal to 
the sum of the volumes each gas would occupy if it existed alone at the mix- 
ture temperature and pressure (Fig. 9—6). 


Dalton's law of additive pressures for 
a mixture of two ideal gases. 























Gas A Gas B Dalton's and Amagat's laws hold exactly for ideal-gas mixtures, but only 
риа approximately for real-gas mixtures. This is due to intermolecular forces that 
v - may be significant for real gases at high densities. For ideal gases, these two 
х х laws are identical and give identical results. 
FIGURE 9-6 Dalton’s and Amagat’s laws can be expressed as follows: 
Amagat’s law of additive volumes for k 
a mixture of two ideal gases. РаПоп $ Іам: Р, = УР (TV) ) exact for ideal gases, (9-6) 
: : j approximate 
Amagat's law: Ec quum Bg) REO EUN (9-7) 
i=1 


In these relations, P; is called the component pressure and V, is called the 
component volume (Fig. 9—7). Note that V;is the volume a component would 








FIGURE 9-7 occupy if it existed alone at 7,, and P,,,, not the actual volume occupied by the 
The volume a component would component in the mixture. (In a vessel that holds a gas mixture, each compo- 
occupy if it existed alone at the nent fills the entire volume of the vessel. Therefore, the volume of each com- 
mixture T and P is called the ponent is equal to the volume of the vessel.) Also, the ratio P,/P,,, is called the 
component volume (for ideal gases, it pressure fraction and the ratio V,/V,, is called the volume fraction of com- 
is equal to the partial volume y;V,,). ponent i. 


-о1и-элдУОа Ху». АЧ 44147 297 аУУЭ LV.2 rii гачы пај 4 j | 


423 
CHAPTER 9 





Ideal-Gas Mixtures 
For ideal gases, P; and V; can be related to y; by using the ideal-gas relation for 
both the components and the gas mixture: 


Р(Т,, Va N;R,T,/V,, Nj 











PB. АДУУ, M. 7 
VT m Pm) NR Ted Pe ON, 
Үү NR NS 
Therefore, 
Bp Ve dM 
pv N- 5 (9-8) 


Equation 9-8 is strictly valid for ideal-gas mixtures since it is derived by as- 
suming ideal-gas behavior for the gas mixture and each of its components. 
The quantity y;P,, is called the partial pressure (identical to the component 
pressure for ideal gases), and the quantity y;V,, is called the partial volume 
(identical to the component volume for ideal gases). Note that for an ideal-gas 
mixture, the mole fraction, the pressure fraction, and the volume fraction of a 
component are identical. 

The composition of an ideal-gas mixture (such as the exhaust gases leaving 
a combustion chamber) is frequently determined by a volumetric analysis 
(called the Orsat Analysis) and Eq. 9-8. A sample gas at a known volume, 
pressure, and temperature is passed into a vessel containing reagents that ab- 
sorb one of the gases. The volume of the remaining gas is then measured at the 
original pressure and temperature. The ratio of the reduction in volume to the 
original volume (volume fraction) represents the mole fraction of that partic- 
ular gas. 


Real-Gas Mixtures 

Dalton's law of additive pressures and Amagat's law of additive volumes can 
also be used for real gases, often with reasonable accuracy. This time, how- 
ever, the component pressures or component volumes should be evaluated 
from relations that take into account the deviation of each component from 
ideal-gas behavior. One way of doing that is to use more exact equations of 
state (van der Waals, Beattie-Bridgeman, Benedict-Webb-Rubin, etc.) in- 
stead of the ideal-gas equation of state. Another way is to use the compress- 
ibility factor (Fig. 9—8) as 


PV = ZNR,T (9-9) Цэ Wop > Zn Nn R, T s 
The compressibility factor of the mixture Z,, can be expressed in terms of the k 
compressibility factors of the individual gases Z; by applying Eq. 9-9 to both 28 D у: 21 
sides of Dalton’s law or Amagat’s law expression and simplifying. We obtain i=l 
k 
Zn = DZ a FIGURE 9-8 
where Z; is determined either at T„ and V,, (Dalton's law) or at Т, апа Р, One way of predicting the P-v-T 


behavior of a real-gas mixture is to use 


(Amagat’s law) for each individual gas. It may seem that using either law will combiessibility factors. 


give the same result, but it does not. 
The compressibility-factor approach, in general, gives more accurate results 
when the Z/'s in Eq. 9-10 are evaluated by using Amagat's law instead of 
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2kmol A 
6kmol B 
U, = 1000 kJ 
Ов = 1800 kJ 


U,, = 2800 kJ 











FIGURE 9-9 

The extensive properties of a mixture 
are determined by simply adding the 
properties of the components. 


АГІ 


Pay заа 


E 


Dalton's law. This is because Amagat's law involves the use of mixture pres- 
sure P,,, which accounts for the influence of intermolecular forces between the 
molecules of different gases. Dalton's law disregards the influence of dissim- 
ilar molecules in a mixture on each other. As a result, it tends to underpredict 
the pressure of a gas mixture for a given V,, and T,,. Therefore, Dalton's law is 
more appropriate for gas mixtures at low pressures. Amagat's law is more ap- 
propriate at high pressures. 

Note that there is a significant difference between using the compressibil- 
ity factor for a single gas and for a mixture of gases. The compressibility fac- 
tor predicts the P-v-T behavior of single gases rather accurately, as discussed 
in Chap. 3, but not for mixtures of gases. When we use compressibility fac- 
tors for the components of a gas mixture, we account for the influence of like 
molecules on each other; the influence of dissimilar molecules remains 
largely unaccounted for. Consequently, a property value predicted by this ap- 
proach may be considerably different from the experimentally determined 
value. 


9-3 = PROPERTIES OF GAS MIXTURES: 
IDEAL AND REAL GASES 


Consider a gas mixture that consists of 2 kg of N, and 3 kg of CO3. The total 
mass (an extensive property) of this mixture is 5 kg. How did we do it? Well, 
we simply added the mass of each component. This example suggests a sim- 
ple way of evaluating the extensive properties of a nonreacting ideal- or real- 
gas mixture: Just add the contributions of each component of the mixture 
(Fig. 9-9). Then the total internal energy, enthalpy, and entropy of a gas mix- 
ture can be expressed, respectively, as 


k k k 
Ua = 2 U; = Ути = УМ u; (kJ) (9-1 р 
{= 1 2-1 2-1 
k k k 2 
Н,-УН,-Утд = УМ, (К) (9-12) 
ist i-1 v= 
k k k 
5, = 5 = Ут = У М8. (К/К) (9-13) 


By following a similar logic, the changes in internal energy, enthalpy, and 
entropy of a gas mixture during a process can be expressed, respectively, as 


Uj -Xau- Sma = = Умая (kJ) (9-14) 
H,, -3 AH, = 2 m;Ah; — У МАЛ, (К) (9-15) 
i= i=l 
k k 
8, вА -> mAs; = X МАз (К/К) (9-16) 
i= i=l 


Now reconsider the same mixture, and assume that both N, and CO, are at 
25°C. The temperature (an intensive property) of the mixture is, as you would 
expect, also 25°C. Notice that we did not add the component temperatures to 


-о1и-элдУОа Ху». АЧ 44147 297 аУУЭ LV.2 rii гачы пл 4 j | 





425 
CHAPTER 9 
determine the mixture temperature. Instead, we used some kind of averaging 
scheme, a characteristic approach for determining the intensive properties of 
a gas mixture. The internal energy, enthalpy, and entropy of a gas mixture per 


unit mass or per unit mole of the mixture can be determined by dividing the 
equations above by the mass or the mole number of the mixture (m,, or N,,). 














We obtain (Fig. 9-10) 2kmol A 
3kmol B 
k k P 
= = T йд = 500 kJ/kmol 
иһ = 2486 и; апа Uy = Хуй (kJ/kg or kJ/kmol) (9 17) йв = 600 kJ/kmol 
k k = 
һ„= Утв, аа л, = Wy, — (kWMkgorkl/kmol) (9-18) ааа 
ёл = 
k | ко FIGURE 9-10 
Sm = 2 mts and 5, = jy; — (kJ/kg:KorkJ/kmol - K) (9-19) The intensive properties of a mixture 


are determined by weighted averaging. 
Similarly, the specific heats of a gas mixture can be expressed as 


k k 
C,,9 S» mfC, and C,,9 &y»C,,  (klkg-"Corkl/kmol + 9С) 
i=l i=l 
(9-20) 


k k 
Cpm = >, mf;C,; and C,,- YMyC,;  (KJ/kg : °C or kJ/kmol + °С) (9-21) 

ie i=1 
Notice that properties per unit mass involve mass fractions (mf;) and proper- 
ties per unit mole involve mole fractions (y;). 

The relations just given are exact for ideal-gas mixtures, and approximate for 
real-gas mixtures. (In fact, they are also applicable to nonreacting liquid and 
solid solutions especially when they form an "ideal solution.") The only major 
difficulty associated with these relations is the determination of properties for 
each individual gas in the mixture. The analysis can be simplified greatly, how- 
ever, by treating the individual gases as an ideal gas, if doing so does not intro- 
duce a significant error. 





EXAMPLE 9-2 Mixing Two Ideal Gases in a Tank 


An insulated rigid tank is divided into two compartments by a partition. One 
compartment contains 7 kg of oxygen gas at 40°C and 100 kPa, and the other 
compartment contains 4 kg of nitrogen gas at 20°C and 150 kPa. Now the 
partition is removed, and the two gases are allowed to mix. Determine (a) the 
mixture temperature and (b) the mixture pressure after equilibrium has been 
established. 


SOLUTION We take the entire contents of the tank (both compartments) as the 
system (Fig. 9-11). This is a closed system since no mass crosses the bound- 
ary during the process. We note that the volume of a rigid tank is constant and 
thus v = v and there is no boundary work done. 

Assumptions 1 We assume both gases to be ideal gases, and their mixture to 
be an ideal-gas mixture. This assumption is reasonable since both the oxygen 
and nitrogen are well above their critical temperatures and well below their crit- 
ical pressures. 2 The tank is insulated and thus there is no heat transfer. 
3 There are no other forms of work involved. FIGURE 9-11 


40°C 20°C 


100 kPa 150 kPa 
m— Partition 








Schematic for Example 9-2. 
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АГІ 


Faye 49 P 


Analysis (a) Noting that there is no energy transfer to or from the tank, the en- 
ergy balance for the system can be expressed as 


ЕЕ 20:20 
0 = AU = AUN, ar AUo, 
|тС, (1, = 121 № T [mC, (0 Е 171 (95 — 0 


By using C, values at room temperature (from Table A-2a), the final tempera- 
ture of the mixture is determined to be 


(4 kg)(0.743 kJ/kg - "CY(T,, — 20*C) + (7 kg)(0.658 kI/kg - °C)\(T,, — 40°C) = 0 
753226 


(b) The final pressure of the mixture is determined from the ideal-gas relation 





о УА = NEAR Me 
where 
эр ыг то ЛЭГ иш 
9^ Ms  32kg/kmo ^ R 
My, 4 Ко 
= 2% = 0.143 kmol 


№ = My, 28 kg/kmol 
Nn = No, + Ny, = 0.219 + 0.143 = 0.362 kmol 











and 
y, = (NRE) _ 0.219 kmol)(8.314 kPa + m'/kmol : K)G13 K) _ үл 
ст 100 КРа Rs 
NRI (0.143 kmoD(8.314 kPa: m'/kmol -K)Q93 K) _ „2, 3 
eo 150 kPa Bode 
V, = Vo, Vy, 7 5.70 + 2.32 = 8.02 mi 
Thus, 
N,R,T, _ (0.362 kmol)(8.314 kPa « m3/kmol « K)(305.2 K 
= = =! a 5 m = шэнэ ) - 1145 kPa 


Discussion We could also determine the mixture pressure by using PV, 
= MmRmľm Where R,, is the apparent gas constant of the mixture. This would 
require a knowledge of mixture composition in terms of mass or mole fractions. 








9-4 = DRY AND ATMOSPHERIC AIR 


Air is a mixture of nitrogen, oxygen, and small amounts of some other gases. 
Air in the atmosphere normally contains some water vapor (or moisture) and 
is referred to as atmospheric air. By contrast, air that contains no water vapor 
is called dry air. It is often convenient to treat air as a mixture of water vapor 
and dry air since the composition of dry air remains relatively constant, but 
the amount of water vapor changes as a result of condensation and evapora- 
tion from oceans, lakes, rivers, showers, and even the human body. Although 
the amount of water vapor in the air is small, it plays a major role in hu- 
man comfort. Therefore, it is an important consideration in air-conditioning 
applications. 
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The temperature of air in air-conditioning applications ranges from about 
—10 to about 50°C. In this range, dry air can be treated as an ideal gas with a 
constant C, value of 1.005 kJ/(kg - K) [0.240 Btu/(Ibm - R)] with negligible 








error (under 0.2 percent), as illustrated in Fig. 9-12. Taking 0°C as the refer- DRY AIR 
ence temperature, the enthalpy and enthalpy change of dry air can be deter- T,°C C, kJ/kg- °C 
mined from 10 = 1.0038 
ary ait = GT = (1.005 kJ/kg -°C)T (КИК) (9-224) n E 
20 1.0049 
and 30 1.0054 
4 ПЕ 
Ala 4 — C, AT — (1.005 kJ/kg - °C) AT (kJ/kg) (9-22h) n а 











where T is the air temperature in °C and AT is the change in temperature. In 
air-conditioning processes we are concerned with the changes in enthalpy Ah, 
which is independent of the reference point selected. 

It certainly would be very convenient to also treat the water vapor in the air 
as an ideal gas and you would probably be willing to sacrifice some accuracy 
for such convenience. Well, it turns out that we can have the convenience 
without much sacrifice. At 50°C, the saturation pressure of water is 12.3 kPa. 
At pressures below this value, water vapor can be treated as an ideal gas with 
negligible error (under 0.2 percent), even when it is a saturated vapor. There- 
fore, water vapor in air behaves as if it existed alone and obeys the ideal-gas 
relation Pv = RT. Then the atmospheric air can be treated as an ideal-gas mix- 
ture whose pressure is the sum of the partial pressure of dry air“ P, and that of 
water vapor P: 


FIGURE 9-12 

The C, of air can be assumed to be 
constant at 1.005 kJ/kg - °C in the 
temperature range — 10 to 50°C 
with an error under 0.2 percent. 


P=P,+P, — (kPa) (9-23) 


The partial pressure of water vapor is usually referred to as the vapor pres- 
sure. It is the pressure water vapor would exert if it existed alone at the tem- 
perature and volume of atmospheric air. 

Since water vapor is an ideal gas, the enthalpy of water vapor is a function 
of temperature only, that is, h = A(T). This can also be observed from the 7-5 
diagram of water given in Fig. A—9 and Fig. 9-13 where the constant-enthalpy T, °C 
lines coincide with constant-temperature lines at temperatures below 50°C. 
Therefore, the enthalpy of water vapor in air can be taken to be equal to the 
enthalpy of saturated vapor at the same temperature. That is, 


h (T, low P) = h,(T) (9-24) 


The enthalpy of water vapor at 0°C is 2501.3 kJ/kg. The average C, value 50 
of water vapor in the temperature range —10 to 50°C can be taken to be 

1.82 kJ/kg - °C. Then the enthalpy of water vapor can be determined approxi- 
mately from 


h = const. 











h(T) = 2501.3 + 1.82T (kJ/kg) Tin°C (9-25) 2 

SE FIGURE 9-13 
At temperatures below 50°C, the 

Л,(Т) = 1061.5 + 0.435T (Btu/Ibm) T in °F (9-26) h = constant lines coincide with 


the T = constant lines in the 
superheated vapor region of water. 





*Throughout this chapter, the subscript a will denote dry air and the subscript v will denote 
water vapor. 
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WATER VAPOR 
hg, KJ/kg Difference, 

T,°C Table A-4 Ва. 9-25 kJ/kg 
-10 2482.9 2483.1 -0.2 
0 2501.3 2501.3 0.0 
10 2519.8 2519:5 0.3 
20 2538.1 25:71 0.4 
30 2556.3 255513 0.4 
40 2574.3 2574.1 0.2 
50 2592.1 2592.3 -0.2 

FIGURE 9-14 


In the temperature range — 10 to 
50°C, the h, of water can be 
determined from Eq. 9-25 with 
negligible error. 





AIR 
25°C, 100 kPa 


(Psat, H,0 @ 25°C = 3.169 kPa) 
P, = 0— dry air 


P, < 3.169 kPa — unsaturated air 
Р, 2 3.169 kPa — saturated air 











FIGURE 9-15 

For saturated air, the vapor pressure 
is equal to the saturation pressure 
of water. 





AIR 
25?C, latm 


m, = l kg 
m, = 0.01 kg 


My max = 0.02 kg 


2, тах 
йн ёл Ке Н,О 
Specific humidity: @=0.01 єр 


Relative humidity: ф = 50% 











FIGURE 9-16 

Specific humidity is the actual 
amount of water vapor in 1 kg of dry 
air, whereas relative humidity is the 
ratio of the actual amount of moisture 
in the air to the maximum amount of 
moisture air can hold at that 
temperature. 


LV.2 rii 


Faye 140 


E 


in the temperature range —10 to 50°C (or 15 to 120°F), with negligible error, 
as shown in Fig. 9-14. 


9-5 = SPECIFIC AND RELATIVE HUMIDITY OF AIR 


The amount of water vapor in the air can be specified in various ways. Proba- 
bly the most logical way is to specify directly the mass of water vapor present 
in a unit mass of dry air. This is called absolute or specific humidity (also 
called humidity ratio) and is denoted by w: 





m 

о = m (kg water vapor/kg dry air) (9-27) 

The specific humidity can also be expressed as 

m,  PJV(R,T) Р,К, P, 
O = ma T PAIRT) RR, 097 p, mm 
Or 
0.622 Р, 

о = (kg water vapor/kg dry air) (9-29) 


Р-Р, 


where P is the total pressure. 

Consider 1 kg of dry air. By definition, dry air contains no water vapor, and 
thus its specific humidity is zero. Now let us add some water vapor to this dry 
air. The specific humidity will increase. As more vapor or moisture is added, 
the specific humidity will keep increasing until the air can hold no more mois- 
ture. At this point, the air is said to be saturated with moisture, and it is called 
saturated air. Any moisture introduced into saturated air will condense. The 
amount of water vapor in saturated air at a specified temperature and pressure 
can be determined from Eq. 9-29 by replacing P,, by P,, the saturation pres- 
sure of water at that temperature (Fig. 9-15). 

The amount of moisture in the air has a definite effect on how comfortable 
we feel in an environment. However, the comfort level depends more on the 
amount of moisture the air holds (m,) relative to the maximum amount of 
moisture the air can hold at the same temperature (m,). The ratio of these two 
quantities is called the relative humidity ¢ (Fig. 9-16) 
m, P,VKR,T) P, 


m, PRO) P 


8 


(9-30) 


where 


Р, = Paer 


? (9-31) 


Combining Eqs. 9—29 and 9-30, we can also express the relative humidity as 


| 0.6220P, 
Р-Р, 


wP 


$= 0.622 + w)P, (9-32a, b) 


and w 
The relative humidity ranges from 0 for dry air to 1 for saturated air. Note that 
the amount of moisture air can hold depends on its temperature. Therefore, the 
relative humidity of air changes with temperature even when its specific hu- 
midity remains constant. 
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Atmospheric air is a mixture of dry air and water vapor, and thus the en- 
thalpy of air is expressed in terms of the enthalpies of the dry air and the wa- 
ter vapor. In most practical applications, the amount of dry air in the 
air-water-vapor mixture remains constant, but the amount of water vapor 
changes. Therefore, the enthalpy of atmospheric air is expressed per unit mass 
of dry air instead of per unit mass of the air—water-vapor mixture. 
The total enthalpy (an extensive property) of atmospheric air is the sum of 
the enthalpies of dry air and the water vapor: 


H=H,+H,=m,h,+ mh, 


Dividing by m, gives 


Н ту 
h = m, 7 ha t mh 5 Na + oh, 
or 
h=h, toh, (kJ/kg dry air) (9-33) 


since h, = h, (Fig. 9-17). 

Also note that the ordinary temperature of atmospheric air is frequently re- 
ferred to as the dry-bulb temperature to differentiate it from other forms of 
temperatures that shall be discussed. 


(1 + @) kg of 
moist air 









moisture 
akg 


he 


EXAMPLE 9-3 The Amount of Water Vapor in Room Air 





A 5-m X 5-m X 3-m room shown in Fig. 9-18 contains air at 25°C and 100 
kPa at a relative humidity of 75 percent. Determine (a) the partial pressure of 
dry air, (b) the specific humidity, (c) the enthalpy per unit mass of the dry air, 
and (d) the masses of the dry air and water vapor in the room. h=hg+ @h, kI/kg dry air 


FIGURE 9-17 
The enthalpy of moist (atmospheric) 


air is expressed per unit mass of dry 
air, not per unit mass of moist air. 


SOLUTION A sketch of the room is given in Fig. 9-18. Both the air and the 
vapor fill the entire room, and thus the volume of each gas is equal to the vol- 
ume of the room. 

Assumptions The dry air and the water vapor in the room are ideal gases. 
Analysis (a) The partial pressure of dry air can be determined from 





Ip = = IP 
ROOM 
where 5mx5mx3m 
Py = ФР, = bP yx @ 25°C = (0.75)(3.169 kPa) = 2.38 kPa Е 05°С 
Р = 100 КРа 
Thus, i| ^ 
Р, = (100 — 2.38) kPa = 97.62 kPa FIGURE 9-18 


"a Tm ro Schematic for Example 9-3. 
(b) The specific humidity of air is 


0.622Р,  (0.622)(2.38 kPa) 
т =, (100-22)48а 





= 0.0152 kg H,O/kg dry air 


w 
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FIGURE 9-19 

Constant-pressure cooling of moist air 
and the dew-point temperature on the 
T-s diagram of water. 
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(c) The enthalpy of air per unit mass of dry air is determined from Eq. 9-33, 
where f, is taken from Table A-4: 


h = h, + wh, = C,T + oh, 
= (1.005 kJ/kg - °C)(25°C) + (0.0152)(2547.2 kJ/kg) 
= 63.8 kJ/kg dry air 
The enthalpy of water vapor (2547.2 kJ/kg) could also be determined from the 
approximation given by Eq. 9-25: 


h, @2sc = 2501.3 + 1.82(25) = 2546.8 kJ/kg 


which is very close to the value obtained from Table A-4. 


(d) Both the dry air and the water vapor fill the entire room completely. There- 
fore, the volume of each gas is equal to the volume of the room: 


jg y ee 


The masses of the dry air and the water vapor are determined from the ideal-gas 
relation applied to each gas separately: 








PV, (97.62 kPa)(75 m3) — 
"а= РТ — (0.287 КРа - шв · К)(298 К) © 
PV, 2.38 kPa)(75 m? 
n, 2 ( вийн! = 1.3 ке 


© R,T (0.4615 kPa: m3/kg - K)(298 K) 
The mass of the water vapor in the air could also be determined from Eq. 9-27: 


m, = wm, = (0.0152)(85.61 kg) = 1.3 kg 








9-6 = DEW-POINT TEMPERATURE 


If you live in a humid area, you are probably used to waking up most summer 
mornings and finding the grass wet. You know it did not rain the night before. 
So what happened? Well, the excess moisture in the air simply condensed on 
the cool surfaces, forming what we call dew. In summer, a considerable 
amount of water vaporizes during the day. As the temperature falls during the 
night, so does the “moisture capacity” of air, which is the maximum amount 
of moisture air can hold. (What happens to the relative humidity during this 
process?) After a while, the moisture capacity of air equals its moisture con- 
tent. At this point, air is saturated, and its relative humidity is 100 percent. Any 
further drop in temperature results in the condensation of some of the mois- 
ture, and this is the beginning of dew formation. 

The dew-point temperature 7, is defined as the temperature at which 
condensation begins when the air is cooled at constant pressure. In other 
words, Tap is the saturation temperature of water corresponding to the vapor 
pressure: 


Tus = ҮЙ" @ Pv (9-34) 
This is also illustrated in Fig. 9-19. As the air cools at constant pressure, the 
vapor pressure P, remains constant. Therefore, the vapor in the air (state 1) 
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undergoes a constant-pressure cooling process until it strikes the saturated 
vapor line (state 2). The temperature at this point is T4, and if the temperature 
drops any further, some vapor condenses out. As a result, the amount of vapor 
in the air decreases, which results in a decrease in P,. The air remains satu- 
rated during the condensation process and thus follows a path of 100 percent 
relative humidity (the saturated vapor line). The ordinary temperature and the 
dew-point temperature of saturated air are identical. 

You have probably noticed that when you buy a cold canned drink from a 
vending machine on a hot and humid day, dew forms on the can. The forma- 
tion of dew on the can indicates that the temperature of the drink is below the 
dew-point temperature of the surrounding air (Fig. 9—20). 

The dew-point temperature of room air can be determined easily by cooling 
some water in a metal cup by adding small amounts of ice and stirring. The 
temperature of the outer surface of the cup when dew starts to form on the sur- 
face is the dew-point temperature of the air. 


Liquid water 
droplets 
(dew) 








EXAMPLE 9-4 Fogging of the Windows in a House 


In cold weather, condensation frequently occurs on the inner surfaces of the FIGURE 9-20 
windows due to the lower air temperatures near the window surface. Consider a When the temperature of a cold drink is 
house, shown in Fig. 9-21, that contains air at 20°C and 75 percent relative below the dew-point temperature of the 
humidity. At what window temperature will the moisture in the air start con- surrounding air, it “sweats.” 
densing on the inner surfaces of the windows? 

COLD 
SOLUTION The interior of a house is maintained at a specified temperature and OUTDOORS 







humidity. The window temperature at which fogging will start is to be determined. 10°C 
Analysis The temperature distribution in a house, in general, is not uniform. 
When the outdoor temperature drops in winter, so does the indoor temperature 
near the walls and the windows. Therefore, the air near the walls and the win- 
dows remains at a lower temperature than at the inner parts of a house even 
though the total pressure and the vapor pressure remain constant throughout 
the house. As a result, the air near the walls and the windows will undergo a 
P, — constant cooling process until the moisture in the air starts condensing. 
This will happen when the air reaches its dew-point temperature 744. The dew 
point is determined from Eq. 9-34 to be 







AIR 
20°C, 75% 


Typical temperature 
distribution 





Heyy = Ta ӨР, 


Megs FIGURE 9-21 
Р, -- ФР, өөс — (0.75)(2.339 kPa) = 1.754 kPa Schematic for Example 9-4. 
Thus, 
о е = 15.4°С 


Therefore, the inner surface of the window should be maintained above 15.4°C 
if condensation on the window surfaces is to be avoided. 








9-7 = ADIABATIC SATURATION AND 
WET-BULB TEMPERATURES 


Relative humidity and specific humidity are frequently used in engineering 
and atmospheric sciences, and it is desirable to relate them to easily measur- 
able quantities such as temperature and pressure. One way of determining the 
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FIGURE 9-22 

The adiabatic saturation process and 
its representation on a 7-s diagram 
of water. 
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! Liquid water 
at T; 


Adiabatic 
saturation 
temperature 5 






Dew-point 
temperature 





relative humidity is to determine the dew-point temperature of air, as dis- 
cussed in the last section. Knowing the dew-point temperature, we can deter- 
mine the vapor pressure P, and thus the relative humidity. This approach is 
simple, but not quite practical. 

Another way of determining the absolute or relative humidity is related to 
an adiabatic saturation process, shown schematically and on a T-s diagram in 
Fig. 9-22. The system consists of a long insulated channel that contains a pool 
of water. A steady stream of unsaturated air that has a specific humidity of c, 
(unknown) and a temperature of T, is passed through this channel. As the air 
flows over the water, some water will evaporate and mix with the airstream. 
The moisture content of air will increase during this process, and its tempera- 
ture will decrease, since part of the latent heat of vaporization of the water that 
evaporates will come from the air. If the channel is long enough, the airstream 
will exit as saturated air ($ — 100 percent) at temperature 75, which is called 
the adiabatic saturation temperature. 

If makeup water is supplied to the channel at the rate of evaporation at tem- 
perature 75, the adiabatic saturation process described above can be analyzed 
as a steady-flow process. The process involves no heat or work interactions, 
and the kinetic and potential energy changes can be neglected. Then the con- 
servation of mass and conservation of energy relations for this two-inlet, one- 
exit steady-flow system reduces to the following: 


Mass balance: 


m, =m 


Mg, = Mg, 5 (The mass flow rate of dry air 


remains constant) 


My, + Mp = My, (The mass flow rate of vapor in the 
air increases by an amount equal 
or to the rate of evaporation rm) 





MW, + My, = MW 


илд 904 _ lly 7 eGAUN 4414 / 297 аУУЭ 10.22 АГІ гачы зо 


MEC 


Thus, 
ny — mo, — @)) 


Energy balance: 


Em = Eon (since Q — 0 and W — 0) 


mh, туй = та. 


or 
Mah, + m,(@ — why, = mh, 
Dividing by m, gives 
hi + (w, — @)hy, = hy 
or 
(C,T + wih) + (w — eyj)h,, — (C,T; + wh) 
which yields 
C,T: — T1) + why, 
m= ти эгннн мн 
Ес 75 
where, from Eq. 9—32b, 
0.622P, 
а) = [x (9-36) 


since @, = 100 percent. Thus we conclude that the specific humidity (and 
relative humidity) of air can be determined from Eqs. 9-35 and 9-36 by mea- 
suring the pressure and temperature of air at the inlet and the exit of an adia- 
batic saturator. 

If the air entering the channel is already saturated, then the adiabatic satura- 
tion temperature 7» will be identical to the inlet temperature 7,, in which case 
Eq. 9-35 yields w, = 5. In general, the adiabatic saturation temperature will 
be between the inlet and dew-point temperatures. 

The adiabatic saturation process discussed above provides a means of de- 
termining the absolute or relative humidity of air, but it requires a long chan- 
nel or a spray mechanism to achieve saturation conditions at the exit. A more 
practical approach is to use a thermometer whose bulb is covered with a 
cotton wick saturated with water and to blow air over the wick, as shown in 
Fig. 9-23. The temperature measured in this matter is called ће wet-bulb 
temperature 7,,, and it is commonly used in air-conditioning applications. 

The basic principle involved is similar to that in adiabatic saturation. When 
unsaturated air passes over the wet wick, some of the water in the wick evap- 
orates. As a result, the temperature of the water drops, creating a temperature 
difference (which is the driving force for heat transfer) between the air and 
the water. After a while, the heat loss from the water by evaporation equals the 
heat gain from the air, and the water temperature stabilizes. The thermometer 
reading at this point is the wet-bulb temperature. The wet-bulb temperature 
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Ordinary 
thermometer 


Wet-bulb 
temperature 


Air L——- Wick 


Liquid 
water 


FIGURE 9-23 


A simple arrangement to measure 
the wet-bulb temperature. 
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Wet-bulb 
thermometer 


FIGURE 9-24 
Sling psychrometer. 






Dry-bulb 
thermometer 


Wet-bulb 
thermometer 
wick 
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can also be measured by placing the wet-wicked thermometer in a holder at- 
tached to a handle and rotating the holder rapidly, that is, by moving the ther- 
mometer instead of the air. A device that works on this principle is called 
a sling psychrometer and is shown in Fig. 9—24. Usually a dry-bulb ther- 
mometer is also mounted on the frame of this device so that both the wet- and 
dry-bulb temperatures can be read simultaneously. 

Advances in electronics made it possible to measure humidity directly in 
a fast and reliable way. It appears that sling psychrometers and wet-wicked 
thermometers are about to become things of the past. Today, hand-held elec- 
tronic humidity measurement devices based on the capacitance change in a thin 
polymer film as it absorbs water vapor are capable of sensing and digitally dis- 
playing the relative humidity within 1 percent accuracy in a matter of seconds. 

In general, the adiabatic saturation temperature and the wet-bulb tempera- 
ture are not the same. However, for air-water-vapor mixtures at atmospheric 
pressure, the wet-bulb temperature happens to be approximately equal to the 
adiabatic saturation temperature. Therefore, the wet-bulb temperature Tw, can 
be used in Eq. 9-14 in place of T, to determine the specific humidity of air. 





EXAMPLE 9-5 The Specific and Relative Humidity of Air 


The dry- and the wet-bulb temperatures of atmospheric air at 1 atm 
(101.325 kPa) pressure are measured with a sling psychrometer and deter- 
mined to be 25 and 15°C, respectively. Determine (a) the specific humidity, 
(b) the relative humidity, and (c) the enthalpy of the air. 


SOLUTION Dry- and wet-bulb temperatures are given. The specific humidity, 
relative humidity, and enthalpy are to be determined. 
Analysis (a) The specific humidity œw is determined from Eq. 9-35, 
CT; — T) + ойр, 
Da mM. 
1 hg, M hy, 
where T, is the wet-bulb temperature апа о» іѕ 


0.622Р, (0.622)(1.705 kPa) 
СР, = Р, (101.325 — 1.705) kPa 


8: 


= 0.01065 kg H,O/kg dry air 





w 


Thus, 
(1.005 kJ/kg - °C)[(15 — 25)°C] + (0.01065)(2465.9 kJ/kg) 
7 (2547.2 — 62.99) kJ/kg 
= 0.00653 kg H,O/kg dry air 
(b) The relative humidity $; is determined from Eq. 9-32a to be 


ФР, (0.00653)(101.325 kPa) 
$i 7 (09,622 4 oP, (0.622 + 0.00653)(3.169 kPa) 





w] 





= 0.332 or 33.2% 


(c) The enthalpy of air per unit mass of dry air is determined from Eq. 9-33: 
h = h,, + wih, = CT, + wihg, 
h, = [1.005 kJ/(kg - °C)](25°C) + (0.00653)(2547.2 kJ/kg) 
= 41.8 kJ/kg dry air 
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9-8 = THE PSYCHROMETRIC CHART 


The state of the atmospheric air at a specified pressure is completely speci- 
fied by two independent intensive properties. The rest of the properties can 
be calculated easily from the relations already given. The sizing of a typical 
air-conditioning system involves numerous such calculations, which may 
eventually get on the nerves of even the most patient engineers. Therefore, 
there is clear motivation to computerize calculations or to do these calcula- 
tions once and to present the data in the form of easily readable charts. Such 
charts are called psychrometric charts, and they are used extensively in air- 
conditioning applications. A psychrometric chart for a pressure of 1 atm 
(101.325 kPa or 14.696 psia) is given in Fig. A-33 in SI units and in Fig. 
A-33E in English units. Psychrometric charts at other pressures (for use at 
considerably higher elevations than sea level) are also available. 

The basic features of the psychrometric chart are illustrated in Fig. 9-25. 
The dry-bulb temperatures are shown on the horizontal axis, and the specific 
humidity is shown on the vertical axis. (Some charts also show the vapor pres- 
sure on the vertical axis since at a fixed total pressure P there is a one-to-one 
correspondence between the specific humidity c and the vapor pressure P,, as 
can be seen from Eq. 9—29.) On the left end of the chart, there is a curve (called 
the saturation line) instead of a straight line. All the saturated air states are lo- 
cated on this curve. Therefore, it is also the curve of 100 percent relative hu- 
midity. Other constant relative-humidity curves have the same general shape. 

Lines of constant wet-bulb temperature have a downhill appearance to the 
right. Lines of constant specific volume (in m?/kg dry air) look similar, except 
they are steeper. Lines of constant enthalpy (in kJ/kg dry air) lie very nearly 
parallel to the lines of constant wet-bulb temperature. Therefore, the constant- Dry-bulb temperature 
wet-bulb-temperature lines are used as constant-enthalpy lines in some charts. FIGURE 9-25 

For saturated air, the dry-bulb, wet-bulb, and dew-point temperatures are Schematic for a psychrometric chart. 
identical (Fig. 9-26). Therefore, the dew-point temperature of atmospheric air 
at any point on the chart can be determined by drawing a horizontal line 
(a line of w = constant or P, = constant) from the point to the saturated curve. 
The temperature value at the intersection point is the dew-point temperature. 

The psychrometric chart also serves as a valuable aid in visualizing the air- 
conditioning processes. An ordinary heating or cooling process, for example, 
will appear as a horizontal line on this chart if no humidification or dehumidi- 
fication is involved (that is, œ = constant). Any deviation from a horizontal 
line indicates that moisture is added or removed from the air during the 
process. 


Specific humidity, c 














Saturation line ————- 





EXAMPLE 9-6 The Use of the Psychrometric Chart 


Consider a room that contains air at 1 atm, 35°C, and 40 percent relative hu- 





midity. Using the psychrometric chart, determine (a) the specific humidity, 15°C 

(b) the enthalpy, (c) the wet-bulb temperature, (d) the dew-point temperature, FIGURE 9-26 

and (e) the specific volume of the air. For saturated air, the 
dry-bulb, wet-bulb, and dew- 

SOLUTION Ata given total pressure, the state of atmospheric air is completely point temperatures are identical. 


specified by two independent properties such as the dry-bulb temperature and 
the relative humidity. Other properties are determined by directly reading their 
values at the specified state. 
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FIGURE 9-27 
Schematic for Example 9—6. 


etl On 


ao a 


22°C 


оороо. 


FIGURE 9-28 

We cannot change the weather, but we 
can change the climate in a confined 
space by air-conditioning. 
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Analysis (а) Тһе specific humidity is determined by drawing a horizontal line 
from the specified state to the right until it intersects with the w axis, as shown 
in Fig. 9-27. At the intersection point we read 


w = 0.0142 kg H,O/kg dry air 
(b) The enthalpy of air per unit mass of dry air is determined by drawing a line 


parallel to the h = constant lines from the specific state until it intersects the 
enthalpy scale. At the intersection point we read 


h = 71.5 kJ/kg dry air 
(c) The wet-bulb temperature is determined by drawing a line parallel to the 


Tyo = constant lines from the specified state until it intersects the saturation 
line. At the intersection point we read 


Typ = 24°C 
(d) The dew-point temperature is determined by drawing a horizontal line from 


the specified state to the left until it intersects the saturation line. At the inter- 
section point we read 


Tap = 19.4°С 
(e) The specific volume per unit mass of dry air is determined by noting the dis- 


tances between the specified state and the v = constant lines on both sides of 
the point. The specific volume is determined by visual interpolation to be 


v = 0.893 m*/kg dry air 








9-9 = HUMAN COMFORT AND AIR-CONDITIONING 


Human beings have an inherent weakness—they want to feel comfortable. 
They want to live in an environment that is neither hot nor cold, neither humid 
nor dry. However, comfort does not come easily since the desires of the 
human body and the weather usually are not quite compatible. Achieving 
comfort requires a constant struggle against the factors that cause discomfort, 
such as high or low temperatures and high or low humidity. As engineers, it is 
our duty to help people feel comfortable. (Besides, it keeps us employed.) 

It did not take long for people to realize that they could not change the 
weather in an area. All they can do is change it in a confined space such as 
a house or a workplace (Fig. 9-28). In the past, this was partially ac- 
complished by fire and simple indoor heating systems. Today, modern air- 
conditioning systems can heat, cool, humidify, dehumidify, clean, and even 
deodorize the air—in other words, condition the air to peoples’ desires. Air- 
conditioning systems are designed to satisfy the needs of the human body; 
therefore, it is essential that we understand the thermodynamic aspects of the 
body. 

The human body can be viewed as a heat engine whose energy input is 
food. As with any other heat engine, the human body generates waste heat that 
must be rejected to the environment if the body is to continue operating. The 
rate of heat generation depends on the level of the activity. For an average 
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adult male, it is about 87 W when sleeping, 115 W when resting or doing 
office work, 230 W when bowling, and 440 W when doing heavy physical 
work. The corresponding numbers for an adult female are about 15 percent 
less. (This difference is due to the body size, not the body temperature. The 
deep-body temperature of a healthy person is maintained constant at 37°C.) 
A body will feel comfortable in environments in which it can dissipate this 
waste heat comfortably (Fig. 9-29). 

Heat transfer is proportional to the temperature difference. Therefore in cold 
environments, a body will lose more heat than it normally generates, which 
results in a feeling of discomfort. The body tries to minimize the energy 
deficit by cutting down the blood circulation near the skin (causing a pale 
look). This lowers the skin temperature, which is about 34°C for an average 
person, and thus the heat transfer rate. A low skin temperature causes discom- 
fort. The hands, for example, feel painfully cold when the skin temperature 
reaches 10°C (50°F). We can also reduce the heat loss from the body either by 
putting barriers (additional clothes, blankets, etc.) in the path of heat or by in- 
creasing the rate of heat generation within the body by exercising. For exam- 
ple, the comfort level of a resting person dressed in warm winter clothing in a 
room at 10°C (50°F) is roughly equal to the comfort level of an identical per- 
son doing moderate work in a room at about —23°C (—10°F). Or we can just 





cuddle up and put our hands between our legs to reduce the surface area FIGURE 9-29 
through which heat flows. A body feels comfortable when it 

In hot environments, we have the opposite problem—we do not seem to be can freely dissipate its waste 
dissipating enough heat from our bodies, and we feel as if we are going to heat, and no more. 


burst. We dress lightly to make it easier for heat to get away from our bodies, 
and we reduce the level of activity to minimize the rate of waste heat genera- 
tion in the body. We also turn on the fan to continuously replace the warmer 
air layer that forms around our bodies as a result of body heat by the cooler air 
in other parts of the room. When doing light work or walking slowly, about 
half of the rejected body heat is dissipated through perspiration as latent heat 
while the other half is dissipated through convection and radiation as sensible 
heat. When resting or doing office work, most of the heat (about 70 percent) 
is dissipated in the form of sensible heat whereas when doing heavy physical 
work, most of the heat (about 60 percent) is dissipated in the form of latent MAYBE A LITTLE 
heat. The body helps out by perspiring or sweating more. As this sweat evap- TOO COMFORTABLE / 
orates, it absorbs latent heat from the body and cools it. Perspiration is not 
much help, however, if the relative humidity of the environment is close to 
100 percent. Prolonged sweating without any fluid intake will cause dehydra- x 23°C 
tion and reduced sweating, which may lead to a rise in body temperature and | ф= 50% 
a heat stroke. : Air motion 
Another important factor that affects human comfort is heat transfer by ra- Ў 
diation between the body and the surrounding surfaces such as walls and win- 
dows. The sun’s rays travel through space by radiation. You warm up in front 
of a fire even if the air between you and the fire is quite cold. Likewise, in a 
warm room you will feel chilly if the ceiling or the wall surfaces are at a con- 
siderably lower temperature. This is due to direct heat transfer between your 
body and the surrounding surfaces by radiation. Radiant heaters are com- 





monly used for heating hard-to-heat places such as car repair shops. FIGURE 9-30 

The comfort of the human body depends primarily on three factors: the A comfortable environment. 
(dry-bulb) temperature, relative humidity, and air motion (Fig. 9—30). The (Reprinted with special permission of 
temperature of the environment is the single most important index of comfort. King Features Syndicate.) 
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FIGURE 9-31 


Various air-conditioning processes. 
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Most people feel comfortable when the environment temperature is between 
22 and 27°C (72 and 80°F). The relative humidity also has a considerable 
effect on comfort since it affects the amount of heat a body can dissipate 
through evaporation. Relative humidity is a measure of air’s ability to absorb 
more moisture. High relative humidity slows down heat rejection by evapo- 
ration, and low relative humidity speeds it up. Most people prefer a relative 
humidity of 40 to 60 percent. 

Air motion also plays an important role in human comfort. It removes the 
warm, moist air that builds up around the body and replaces it with fresh air. 
Therefore, air motion improves heat rejection by both convection and evapo- 
ration. Air motion should be strong enough to remove heat and moisture from 
the vicinity of the body, but gentle enough to be unnoticed. Most people feel 
comfortable at an airspeed of about 15 m/min. Very-high-speed air motion 
causes discomfort instead of comfort. For example, an environment at 10°C 
(50°F) with 48 km/h winds feels as cold as an environment at —7°C (20°F) 
with 3 km/h winds as a result of the body-chilling effect of the air motion (the 
windchill factor). Other factors that affect comfort are air cleanliness, odor, 
noise, and radiation effect. 


9-10 = AIR-CONDITIONING PROCESSES 


Maintaining a living space or an industrial facility at the desired temperature 
and humidity requires some processes called air-conditioning processes. 
These processes include simple heating (raising the temperature), simple cool- 
ing (lowering the temperature), humidifying (adding moisture), and dehumid- 
ifying (removing moisture). Sometimes two or more of these processes are 
needed to bring the air to a desired temperature and humidity level. 

Various air-conditioning processes are illustrated on the psychrometric chart 
in Fig. 9-31. Notice that simple heating and cooling processes appear as hori- 
zontal lines on this chart since the moisture content of the air remains constant 
(w = constant) during these processes. Air is commonly heated and 
humidified in winter and cooled and dehumidified in summer. Notice how 
these processes appear on the psychrometric chart. 

Most air-conditioning processes can be modeled as steady-flow processes, 
and thus the mass balance relation Min = Mouw can be expressed for dry air and 
water as 


Mass balance for dry air: bs Mag * Ts (kg/s) (9-37) 


Mass balance for water: ` ipg = * Їйл аг OF > ia i0; = > fige 
(9-38) 


where the subscripts i and e denote the inlet and the exit states, respectively. 
Disregarding the kinetic and potential energy changes, the steady-flow energy 


balance relation Ein = E ou can be expressed in this case as 
Du ЭР Win F > mh; = Dui T Wout ЭР 2 mh, (9-39) 
The work term usually consists of the fan work input, which is small relative 


to the other terms in the energy balance relation. Next we examine some com- 
monly encountered processes in air-conditioning. 
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Simple Heating and Cooling (œ = constant) 

Many residential heating systems consist of a stove, a heat pump, or an elec- 
tric resistance heater. The air in these systems is heated by circulating it 
through a duct that contains the tubing for the hot gases or the electric re- 
sistance wires, as shown in Fig. 9-32. The amount of moisture in the air 
remains constant during this process since no moisture is added to or removed 
from the air. That is, the specific humidity of the air remains constant 
(@ = constant) during a heating (or cooling) process with no humidification 
or dehumidification. Such a heating process will proceed in the direction of 
increasing dry-bulb temperature following a line of constant specific humid- 
ity on the psychrometric chart, which appears as a horizontal line. 

Notice that the relative humidity of air decreases during a heating process 
even if the specific humidity w remains constant. This is because the relative 
humidity is the ratio of the moisture content to the moisture capacity of air at 
the same temperature, and moisture capacity increases with temperature. 
Therefore, the relative humidity of heated air may be well below comfortable 
levels, causing dry skin, respiratory difficulties, and an increase in static 
electricity. 

A cooling process at constant specific humidity is similar to the heating 
process discussed above, except the dry-bulb temperature decreases and the 
relative humidity increases during such a process, as shown in Fig. 9-33. 
Cooling can be accomplished by passing the air over some coils through 
which a refrigerant or chilled water flows. 

The conservation of mass equations for a heating or cooling process that in- 
volves no humidification or dehumidification reduce to m,, = m,, = Ma for 
dry аіг апа о; = о» for water. Neglecting any fan work that may be present, 
the conservation of energy equation in this case reduces to 


0 =m ay 


where h, and h, are enthalpies per unit mass of dry air at the inlet and the exit 
of the heating or cooling section, respectively. 


—h) or q=h-h, 


Heating with Humidification 

Problems associated with the low relative humidity resulting from simple 
heating can be eliminated by humidifying the heated air. This is accomplished 
by passing the air first through a heating section (process 1-2) and then 
through a humidifying section (process 2-3), as shown in Fig. 9-34. 

The location of state 3 depends on how the humidification is accomplished. 
If steam is introduced in the humidification section, this will result in humid- 
ification with additional heating (T; > T,). If humidification is accomplished 
by spraying water into the airstream instead, part of the latent heat of vapori- 
zation will come from the air, which will result in the cooling of the heated 
airstream (7; < T,). Air should be heated to a higher temperature in the heat- 
ing section in this case to make up for the cooling effect during the humidifi- 
cation process. 





EXAMPLE 9-7 


An air-conditioning system is to take in outdoor air at 10°C and 30 percent rel- 
ative humidity at a steady rate of 45 m3/min and to condition it to 25°C and 


Heating and Humidification of Air 
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FIGURE 9-33 

During simple cooling, specific 

humidity remains constant, but 
relative humidity increases. 
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FIGURE 9-34 


Heating with humidification. 





440 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


FIGURE 9-35 
Schematic and psychrometric chart 
for Example 9-7. 
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60 percent relative humidity. The outdoor air is first heated to 22°C in the heat- 
ing section and then humidified by the injection of hot steam in the humidify- 
ing section. Assuming the entire process takes place at a pressure of 100 kPa, 
determine (a) the rate of heat supply in the heating section and (b) the mass 
flow rate of the steam required in the humidifying section. 


SOLUTION We will take the system to be the heating or the humidifying sec- 
tion, as appropriate. The schematic of the system and the psychrometric chart 
of the process are shown in Fig. 9-35. We note that the amount of water vapor 
in the air remains constant in the heating section (w; = о 2) but increases in 
the humidifying section (w3 > ws). 

Assumptions 1 This is a steady-flow process and thus the mass flow rate of dry 
air remains constant during the entire process. 2 Dry air and water vapor are 
ideal gases. 3 The kinetic and potential energy changes are negligible. 
Analysis (a) Applying the mass and energy balances on the heating section 
gives 


Dry air mass balance: mm mr 
Water mass balance: H0O;—H,0, 0,70, 
1 2 
Energy: O M c rH) 


The psychrometric chart offers great convenience in determining the properties 
of moist air. However, its use is limited to a specified pressure only, which is 
1 atm (101.325 kPa) for the one given in the appendix. At pressures other than 
1 atm, either other charts for that pressure or the relations developed earlier 
should be used. In our case, the choice is clear: 
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Py = ФР, = Ф.Р, алс = (0.3)(1.2276 КРа) = 0.368 kPa 
P, = P, = P,, = (100 — 0.368) kPa = 99:632 kPa 
R,T, (0.287 kPa - m?/kg - K)(283 K) 
HS 99.632 kPa 
Y, — 45 m/min 
Ф 0.815 m/kg 
0.622P, ^ 0.622(0.368 kPa) 
Р, = Р, (100 — 0.368) kPa 
h; = C,T, + wh, = (1.005 kI/kg - °C)(10°C) + (0.0023)(2519.8 kJ/kg) 
= 15.8 kJ/kg dry air 
h, = C,T, + wh, = (1.005 KJ/kg - °C)(22°C) + (0.0023)(2541.7 kJ/kg) 
= 28.0 kJ/kg dry air 


= 0.815 m?/kg dry air 


— 55 kg/min 


Men = 


= 0.0023 kg H,O/kg dry air 


wi 





since w — «,. Then the rate of heat transfer to air in the heating section 
becomes 


Qin = M1, (hy — hy) = (55.2 kg/min)[(28.0 — 15.8) kJ/kg] 
= 673 kJ/min 


(b) The mass balance for water in the humidifying section can be expressed as 


TR, 0», m, — mo; 





or 
T, = Th (@3 = 0) 
where 
0.622Ф.Р,  0.622(0.60)(3.169 КРа) 
зр, – ф:Р, [100 — (0.60)(3.169)] КРа 
= 0.01206 kg H,O/kg dry air 
Thus, 


m,, = (55.2 kg/min)(0.01206 — 0.0023) 
= 0.539 kg/min 








Cooling with Dehumidification 

The specific humidity of air remains constant during a simple cooling pro- 
cess, but its relative humidity increases. If the relative humidity reaches un- 
desirably high levels, it may be necessary to remove some moisture from the 
air, that is, to dehumidify it. This requires cooling the air below its dew-point 
temperature. 

The cooling process with dehumidifying is illustrated schematically and on 
the psychrometric chart in Fig. 9-36 in conjunction with Example 9-8. 
Hot, moist air enters the cooling section at state 1. As it passes through the 
cooling coils, its temperature decreases and its relative humidity increases at 
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FIGURE 9-36 
Schematic and psychrometric chart 
for Example 9-8. 
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constant specific humidity. If the cooling section is sufficiently long, air will 
reach its dew point (state 2, saturated air). Further cooling of air results in the 
condensation of part of the moisture in the air. Air remains saturated during 
the entire condensation process, which follows a line of 100 percent relative 
humidity until the final state (state 3) is reached. The water vapor that con- 
denses out of the air during this process is removed from the cooling section 
through a separate channel. The condensate is usually assumed to leave the 
cooling section at T}. 

The cool, saturated air at state 3 is usually routed directly to the room, 
where it mixes with the room air. In some cases, however, the air at state 3 
may be at the right specific humidity but at a very low temperature. In such 
cases, air is passed through a heating section where its temperature is raised to 
a more comfortable level before it is routed to the room. 





EXAMPLE 9-8 Cooling and Dehumidification of Air 


Air enters a window air conditioner at 1 atm, 30°C, and 80 percent relative hu- 
midity at a rate of 10 m%/min, and it leaves as saturated air at 14°C. Part of the 
moisture in the air that condenses during the process is also removed at 14°C. 
Determine the rates of heat and moisture removal from the air. 


SOLUTION We take the cooling section to be the system. The schematic of the 
system and the psychrometric chart of the process are shown in Fig. 9-36. 


-о1и-элдУОа Ху». АЧ 44147 297 аУУЭ 10.22 АГІ гачы uiuo C 3 


We note that the amount of water vapor in the air decreases during the process 
(w2 < w1) due to dehumidification. 

Assumptions 1 This is a steady-flow process and thus the mass flow rate of dry 
air remains constant during the entire process. 2 Dry air and the water vapor are 
ideal gases. 3 The kinetic and potential energy changes are negligible. 
Analysis Applying the mass and energy balances on the cooling and dehumid- 
ification section gives 


Dry air mass balance: rr rM Nur 
Water mass balance: Thao, — ma, m, > mM, = m(@, — @) 
Energy balance: = mh; = Q on + Y m,h, — 


Do = т hy вэ hy) a y 


The inlet and the exit states of the air are completely specified, and the total 
pressure is 1 atm. Therefore, we can determine the properties of the air at both 
states from the psychrometric chart to be 


h, = 85.4 kJ/kg dry air 
€, = 0.0216 kg H,O/kg dry air 
v, = 0.889 m?/kg dry air 


and 

hy = 39.3 kJ/kg dry air 

о) = 0.0100 kg H,O/kg dry air 
Also, 


h, = hre wc = 58.8 kJ/kg (Table A-4) 


Then 


"e V, 2 10 m?/min E : 
Мах 0889 m/kg dry air | Пи 
rity, = (11.25 kg/min)(0.0216 — 0.0100) = 0.131 kg/min 
O om = (11.25 kg/min)[(85.4 —39.3) kJ/kg] — (0.131 kg/min)(58.8 kJ/kg) 


= 511 kJ/min 


Therefore, this air-conditioning unit removes moisture and heat from the air at 
rates of 0.131 kg/min and 511 kJ/min, respectively. 








Evaporative Cooling 
Conventional cooling systems operate on a refrigeration cycle, and they can 
be used in any part of the world. But they have a high initial and operating 
cost. In desert (hot and dry) climates, we can avoid the high cost of cooling by 
using evaporative coolers, also known as swamp coolers. 

Evaporative cooling is based on a simple principle: As water evaporates, the 
latent heat of vaporization is absorbed from the water body and the surround- 
ing air. As a result, both the water and the air are cooled during the process. 
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Water that 
leaks out 





FIGURE 9-37 

Water in a porous jug left in an open, 
breezy area cools as a result 

of evaporative cooling. 









Typ = const. 
h = const. 
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FIGURE 9-38 


Evaporative cooling. 


£ ays ttt P 


This approach has been used for thousands of years to cool water. A porous 
jug or pitcher filled with water is left in an open, shaded area. A small amount 
of water leaks out through the porous holes, and the pitcher “sweats.” In a dry 
environment, this water evaporates and cools the remaining water in the 
pitcher (Fig. 9-37). 

You have probably noticed that on a hot, dry day the air feels a lot cooler 
when the yard is watered. This is because water absorbs heat from the air as it 
evaporates. An evaporative cooler works on the same principle. The evaporative 
cooling process is shown schematically and on a psychrometric chart in Fig. 
9-38. Hot, dry air at state 1 enters the evaporative cooler, where it is sprayed 
with liquid water. Part of the water evaporates during this process by absorbing 
heat from the airstream. As a result, the temperature of the airstream decreases 
and its humidity increases (state 2). In the limiting case, the air will leave the 
evaporative cooler saturated at state 2’. This is the lowest temperature that can 
be achieved by this process. 

The evaporative cooling process is essentially identical to the adiabatic 
saturation process since the heat transfer between the airstream and the sur- 
roundings is usually negligible. Therefore, the evaporative cooling process 
follows a line of constant wet-bulb temperature on the psychrometric chart. 
(Note that this will not exactly be the case if the liquid water is supplied at 
a temperature different from the exit temperature of the airstream.) Since 
the constant-wet-bulb-temperature lines almost coincide with the constant- 
enthalpy lines, the enthalpy of the airstream can also be assumed to remain 
constant. That is, 


T, € constant (9-40) 


and 


h = constant (9-41) 


during an evaporative cooling process. This is a reasonably accurate approxi- 
mation, and it is commonly used in air-conditioning calculations. 





EXAMPLE 9-9 Evaporative Cooling of Air by a Swamp Cooler 


Air enters an evaporative (or swamp) cooler at 14.7 psi, 95°F, and 20 percent 
relative humidity, and it exits at 80 percent relative humidity. Determine (a) the 
exit temperature of the air and (b) the lowest temperature to which the air can 
be cooled by this evaporative cooler. 


SOLUTION The schematic of the evaporative cooler and the psychrometric 
chart of the process are shown in Fig. 9-39. 

Analysis (a) If we assume the liquid water is supplied at a temperature not 
much different from the exit temperature of the airstream, the evaporative cool- 
ing process follows a line of constant wet-bulb temperature on the psychro- 
metric chart. That is, 


T, & constant 


The wet-bulb temperature at 95°F and 20 percent relative humidity is deter- 
mined from the psychrometric chart to be 66.0°F. The intersection point of the 
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Tug — 66.0*F and the $ — 80 percent lines is the exit state of the air. The tem- 
perature at this point is the exit temperature of the air, and it is determined 
from the psychrometric chart to be 


= 70.4°F 


(b) In the limiting case, air will leave the evaporative cooler saturated (@ = 100 
percent), and the exit state of the air in this case will be the state where the 
Twb = 66.0°F line intersects the saturation line. For saturated air, the dry- and 
the wet-bulb temperatures are identical. Therefore, the lowest temperature to 
which air can be cooled is the wet-bulb temperature, which is 








Tun T» = 66.0°F 
Trin T) 95°F 








Adiabatic Mixing of Airstreams 





Many air-conditioning applications require the mixing of two airstreams. This | 1, =95°F 

is particularly true for large buildings, most production and process plants, AIR ж-г- -—L ф =20% 

and hospitals, which require that the conditioned air be mixed with a certain | P2147 psia 

fraction of fresh outside air before it is routed into the living space. The mix- — 2 2 1 

ing is accomplished by simply merging the two airstreams, as shown in FIGURE 9-39 

Fig. 9-40. Schematic and psychrometric chart 
The heat transfer with the surroundings is usually small, and thus the mix- for Example 9-9. 


ing processes can be assumed to be adiabatic. Mixing processes normally in- 
volve no work interactions, and the changes in kinetic and potential energies, 
if any, are negligible. Then the mass and energy balances for the adiabatic 
mixing of two airstreams reduce to 





Mass of dry air: Ma, + Mg, = Ma, (9-42) 
Mass of water vapor: OM, c Oh, — Ol, (9-43) 
Energy: Ma hy + Ma hy = Mig, hy (9-44) 
Eliminating m,, from these relations, we obtain 

Ma 0,—04 h,—h 

t= = 1-р (9-45) 


Ma 93-00) = 

This equation has an instructive geometric interpretation on the psychro- 
metric chart. It shows that the ratio of w, — w; to w — œw; is equal to the 
ratio of m, to m,,. The states that satisfy this condition are indicated by the 
dashed line AB. The ratio of hy — h; to h3 — h, is also equal to the ratio of 
m, to m,, and the states that satisfy this condition are indicated by the 
dashed line CD. The only state that satisfies both conditions is the intersection 
point of these two dashed lines, which is located on the straight line connect- 
ing states 1 and 2. Thus we conclude that when two airstreams at two differ- 
ent states (states 1 and 2) are mixed adiabatically, the state of the mixture 
(state 3) will lie on the straight line connecting states 1 and 2 on the psychro- 











metric chart, and the ratio of the distances 2-3 and 3-1 is equal to the ratio of FIGURE 9-40 
mass flow rates m, and ma. When two airstreams at states 1 and 2 

The concave nature of the saturation curve and the conclusion above lead to are mixed adiabatically, the state of 
an interesting possibility. When states 1 and 2 are located close to the satura- the mixture lies on the straight line 
tion curve, the straight line connecting the two states will cross the saturation connecting the two states. 
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FIGURE 9-41 
Schematic and psychrometric chart 
for Example 9-10. 
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curve, and state 3 may lie to the left of the saturation curve. In this case, some 
water will inevitably condense during the mixing process. 





EXAMPLE 9-10 Mixing of Conditioned Air with Outdoor Air 


Saturated air leaving the cooling section of an air-conditioning system at 14°C 
at a rate of 50 m?/min is mixed adiabatically with the outside air at 32°C and 
60 percent relative humidity at a rate of 20 m?/min. Assuming that the mixing 
process occurs at a pressure of 1 atm, determine the specific humidity, the 
relative humidity, the dry-bulb temperature, and the volume flow rate of the 
mixture. 


SOLUTION We take the mixing section of the streams as the system. The 
schematic of the system and the psychrometric chart of the process are shown 
in Fig. 9-41. We note that this is a steady-flow mixing process. 


Assumptions 1 Steady operating conditions exist. 2 Dry air and water vapor are 
ideal gases. 3 The kinetic and potential energy changes are negligible. 4 The 
mixing section is adiabatic. 


Analysis The properties of each inlet stream are determined from the psychro- 
metric chart to be 


h, = 39.4 kJ/kg dry air 
w, = 0.010 kg H,O/kg dry air 
v, = 0.826 m?/kg dry air 


and 


h, = 79.0 kJ/kg dry air 
о) = 0.0182 kg H,O/kg dry air 
U; — 0.889 m?/kg dry air 


Then the mass flow rates of dry air in each stream are 


Ў, 50 m/min 

a o m?/kg dry air COS pein 
V c 

т. = = ООО Эг. 


^ — D,  (,889 m?/kg dry air 


From the mass balance of dry air, 


Ma, = та c m = (60.5 + 22.5) kg/min = 83 kg/min 


The specific humidity and the enthalpy of the mixture can be determined 
from Eq. 9-45, 


а, 1005 o _ h h 
о И ОХЕ ВЕ 
60.5 0.0182 — оз 79.0 — А; 
225 7 4 —0/0010 — 5 —394 














which yield 


оз = 0.0122 kg H,O/kg dry air 
h, = 50.1 kJ/kg dry air 
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These two properties fix the state of the mixture. Other properties of the mixture 
are determined from the psychrometric chart: 


T; = 19.0°C 
фз = 89% 
v3 = 0.844 m*/kg dry air 


Finally, the volume flow rate of the mixture is determined from 
V5 — m, v, — (83 kg/min)(0.844 m*/kg) = 70.1 m/min 
Discussion Notice that the volume flow rate of the mixture is approximately 


equal to the sum of the volume flow rates of the two incoming streams. This is 
typical in air-conditioning applications. 








Wet Cooling Towers 
Power plants, large air-conditioning systems, and some industries generate AIR EXIT 
large quantities of waste heat that is often rejected to cooling water from EE ng lg jg 
nearby lakes or rivers. In some cases, however, the water supply is limited or 
thermal pollution is a serious concern. In such cases, the waste heat must be 
rejected to the atmosphere, with cooling water recirculating and serving as a 
transport medium for heat transfer between the source and the sink (the atmo- 
sphere). One way of achieving this is through the use of wet cooling towers. 
A wet cooling tower is essentially a semienclosed evaporative cooler. An 
induced-draft counterflow wet cooling tower is shown schematically in Fig. 
9—42. Air is drawn into the tower from the bottom and leaves through the top. 
Warm water from the condenser is pumped to the top of the tower and is 
sprayed into this airstream. The purpose of spraying is to expose a large sur- 
face area of water to the air. As the water droplets fall under the influence of 
gravity, a small fraction of water (usually a few percent) evaporates and cools 
the remaining water. The temperature and the moisture content of the air in- FIGURE 9-42 
crease during this process. The cooled water collects at the bottom of the An induced-draft counterflow 
tower and is pumped back to the condenser to pick up additional waste heat. cooling tower. 
Makeup water must be added to the cycle to replace the water lost by evapo- 
ration and air draft. To minimize water carried away by the air, drift elimina- 
tors are installed in the wet cooling towers above the spray section. 
The air circulation in the cooling tower just described is provided by a fan, 
and therefore it is classified as a forced-draft cooling tower. Another popular 
type of cooling tower is the natural-draft cooling tower, which looks like a 
large chimney and works like an ordinary chimney. The air in the tower has a 
high water-vapor content, and thus it is lighter than the outside air. Conse- 
quently, the light air in the tower rises, and the heavier outside air fills the va- 
cant space, creating an airflow from the bottom of the tower to the top. The 
flow rate of air is controlled by the conditions of the atmospheric air. Natural- E 
draft cooling towers do not require any external power to induce the air, but и 
they cost a lot more to build than forced-draft cooling towers. The natural- COOL 
draft cooling towers are hyperbolic in profile, as shown in Fig. 9-43, and WATER - 
some are over 100 m high. The hyperbolic profile is for greater structural FIGURE 9-43 
strength, not for any thermodynamic reason. A natural-draft cooling tower. 


WARM 
WATER 


AIR 
INLET 


COOL 
WATER 








AIR EXIT 


ttttti 
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FIGURE 9-44 
A spray pond (photo by Yunus 
Cengel). 
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FIGURE 9-45 
Schematic for Example 9-11. 
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The idea of a cooling tower started with the spray pond, where the warm 
water is sprayed into the air and is cooled by the air as it falls into the pond, as 
shown in Fig. 9-44. Some spray ponds are still in use today. However, they re- 
quire 25 to 50 times the area of a cooling tower, water loss due to air drift is 
high, and they are unprotected against dust and dirt. 

We could also dump the waste heat into a still cooling pond, which is 
basically a large artificial lake open to the atmosphere. Heat transfer from 
the pond surface to the atmosphere is very slow, however, and we would 
need about 20 times the area of a spray pond in this case to achieve the same 
cooling. 





EXAMPLE 9-11 Cooling of a Power Plant by a Cooling Tower 


Cooling water leaves the condenser of a power plant and enters a wet cooling 
tower at 35°C at a rate of 100 kg/s. The water is cooled to 22°C in the cooling 
tower by air that enters the tower at 1 atm, 20°C, and 60 percent relative 
humidity and leaves saturated at 30°C. Neglecting the power input to the fan, 
determine (a) the volume flow rate of air into the cooling tower and (b) the mass 
flow rate of the required makeup water. 


SOLUTION We take the entire cooling tower to be the system, which is shown 
schematically in Fig. 9-45. We note that the mass flow rate of liquid water de- 
creases by an amount equal to the amount of water that vaporizes in the tower 
during the cooling process. The water lost through evaporation must be made 
up later in the cycle to maintain steady operation. 

Assumptions 1 Steady operating conditions exist and thus the mass flow rate 
of dry air remains constant during the entire process. 2 Dry air and the water va- 
por are ideal gases. 3 The kinetic and potential energy changes are negligible. 
4 The cooling tower is adiabatic. 

Analysis Applying the mass and energy balances on the cooling tower gives 


Dry air mass balance: Ma, = Mg, = Mig 
Water mass balance: Ts + faw = Mg + MaW 
or m3 PP та = T, (c = @)) яа ШИР 


Energy balance: У №, = У тһ, ә т, +з = uh, + mhg 


or 


m3 hs Ян rh, Е hi) ар (m3 55: а A 


Solving for m, gives 
1 m3(hz — h4) 
m, = MM 
(о — hj) — (95 — 9) h; 
From the psychrometric chart, 
h, — 42.2 kJ/kg dry air 
оу = 0.0087 kg H,O/kg dry air 
v, = 0.842 m?/kg dry air 
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hy = 100.0 kJ/kg dry air 

@, = 0.0273 kg H,O/kg dry air 

hy = hra asc = 146.68 kJ/kg H,O 
hy = Һе 22°C — 92.33 kJ/kg H,O 


From Table A-4, 


Substituting, 
(100 kg/s)[(146.68 — 92.33) kJ/kg] 
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m 


Then the volume flow rate of air into the cooling tower becomes 


V, = m,v, — (96.9 kg/s)(0.842 m3/kg) = 81.6 m/s 


(b) The mass flow rate of the required makeup water is determined from 


Tit makeup = Hq (3 — ©) = (96.9 kg/s)(0.0273 — 0.0087) = 1.80 kg/s 


Discussion Note that over 98 percent of the cooling water is saved and recir- 


culated in this case. 


“~~ [100.0 — 42.2) kJ/kg] — [(0.0273 — 0.0087)(92.33) kJ/kg] 


= 96.9 kg/s 








SUMMARY 


A mixture of two or more gases of fixed chemical composition 
is called a nonreacting gas mixture. The composition of a gas 
mixture is described by specifying either the mole fraction or 
the mass fraction of each component, defined as 
т; Ni 
mf; = im, and y= 


where 
k k 
My = 5 т, and Nn = YN, 
i=1 і= 1 


The apparent (or average) molar mass and gas constant of a 
mixture are expressed as 











M ecu S M, d ji e 
nm N,, то 2 iM; ап т M,, 
Also, 
mic at эг 
i — Yi M, an т mf 





k : 
> 1 
i=l M; 

Dalton’s law of additive pressures states that the pressure of 
a gas mixture is equal to the sum of the pressures each gas 
would exert if it existed alone at the mixture temperature 
and volume. Amagat's law of additive volumes states that the 


volume of a gas mixture is equal to the sum of the volumes 
each gas would occupy if it existed alone at the mixture tem- 
perature and pressure. Dalton’s and Amagat’s laws hold exactly 
for ideal-gas mixtures, but only approximately for real-gas 
mixtures. They can be expressed as 


k 
Pa = M PT, V.) 


i=1 
k 
Vn = È Vi Tm Pr) 
i=1 

Here P; is called the component pressure and V; is called the 
component volume. Also, the ratio P;/P,, is called the pressure 
fraction and the ratio V;/V,, is called the volume fraction of 
component i. For ideal gases, P; and V; can be related to y; by 


пал 
Р, Vn Na” 


m m 


Dalton’s law: 


Amagat's law: 


The quantity y;P,, is called the partial pressure and the quantity 
y;V,, is called the partial volume. The P-v-T behavior of real- 
gas mixtures can be predicted by using generalized compress- 
ibility charts. The compressibility factor of the mixture can be 
expressed in terms of the compressibility factors of the indi- 
vidual gases as 


k 
Zn = Зуд, 
i=1 
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where Z; is determined either at T;,, and V,,, (Dalton’s law) or at 
T,, and P,,, (Amagat’s law) for each individual gas. 

The extensive properties of a gas mixture, in general, can be 
determined by summing the contributions of each component 
of the mixture. The evaluation of intensive properties of a gas 
mixture, however, involves averaging in terms of mass or mole 
fractions: 


k k k 
Un = > U; = рУ mu; = 2 Niu; (kJ) 
i=1 1-1 1-1 
k k c B 
H, = X H= X, mh = X, Nh (kJ) 
i=1 i24 is1 
k k k 
Sm = > 5, — 3 mis; -M Nis; (ЮЈ/К) 
i=l i=1 i=1 
and 
k k 
Un = >, miu; and й, = У уй (kJ/kg or 
pal P4 kJ/kmol) 
k k 
hn = >, mfh; and h,,= У) уй, — (kJ/kg or 
ped ped kJ/kmol) 


k 
Sn = > Уг 


i=l 


[kJ/(kg - K) or kJ(kmol - K)] 


k 
Sm = У mf,;s; and 
i=1 


i=1 


k k 
Сот = У mf;C, ; and C p m = > Са; 
i=l i 
k 


k 
Сонс» 2 mfC,; and C, = 2 VL pi 
i= em 
These relations are exact for ideal-gas mixtures, and approxi- 
mate for real-gas mixtures. The properties or property changes 
of individual components can be determined by using ideal-gas 
or real-gas relations developed in earlier chapters. 

The air in the atmosphere normally contains some water va- 
por, and it is referred to as atmospheric air. By contrast, air that 
contains no water vapor is called dry air. In the temperature 
range encountered in air-conditioning applications, both the 
dry air and the water vapor can be treated as ideal gases. The 
enthalpy change of dry air during a process can be determined 
from 


Ahary air = C, AT = [1.005 kI/(kg - °C)] AT (kJ/kg) 

The atmospheric air can be treated as an ideal-gas mixture 
whose pressure is the sum of the partial pressure of dry air P, 
and that of the water vapor P, 


P=P,+P, (kPa) 


The enthalpy of water vapor in the air can be taken to be equal 
to the enthalpy of the saturated vapor at the same temperature: 


h (T, low P) = h,(T) = 2501.3 + 1.827 (kJ/kg) Tin°C 
= 1061.5 + 0.4357 (Btu/lbm) Tin°F 


in the temperature range — 10 to 50°C (15 to 120°F). 
The mass of water vapor present in | unit mass of dry air is 
called the specific or absolute humidity c, 


m, 0.622P, 
m. Р-Р, 


о = (kg H,O/kg dry air) 

where P is the total pressure of air and P, is the vapor pressure. 
There is a limit on the amount of vapor the air can hold at a 
given temperature. Air that is holding as much moisture as it 
can at a given temperature is called saturated air. The ratio of 
the amount of moisture air holds (т) to the maximum amount 
of moisture air can hold at the same temperature (m,) is called 
the relative humidity ¢, 

m, P,VKR,T) P, 


Me P WIRT) Р, 


where P, = Py @ r. The relative and specific humidities can 
also be expressed as 


Е oP 1 o CZOP, 
$ = ©6224 o), "€ 9 "p-8P, 


Relative humidity ranges from 0 for dry air to | for satu- 
rated air. 

The enthalpy of atmospheric air is expressed per unit mass 
of dry air, instead of per unit mass of the air—water-vapor 
mixture, as 

h=h, + oh, (kJ/kg dry air) 

The ordinary temperature of atmospheric air is referred to as 
the dry-bulb temperature to differentiate it from other forms of 
temperatures. The temperature at which condensation begins if 
the air is cooled at constant pressure is called the dew-point 
temperature Tay: 

Tap = Toat @P, 
Relative humidity and specific humidity of air can be deter- 
mined by measuring the adiabatic saturation temperature of 
air, which is the temperature air attains after flowing over 
water in a long adiabatic channel until it is saturated, 


CT = Т) + why, 
eo, = 


Ng, — hy, 

where 
0.622Р,, 
“8 ~ Р, Е Р, 
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and T, is the adiabatic saturation temperature. A more practical 
approach in air-conditioning applications is to use a ther- 
mometer whose bulb is covered with a cotton wick saturated 
with water and to blow air over the wick. The temperature 
measured in this manner is called the wet-bulb temperature 
Tw», and it is used in place of the adiabatic saturation tempera- 
ture. The properties of atmospheric air at a specified total pres- 
sure are presented in the form of easily readable charts, called 
psychrometric charts. The lines of constant enthalpy and the 
lines of constant wet-bulb temperature are very nearly parallel 
on these charts. 

Most air-conditioning processes can be modeled as steady- 
flow processes, and therefore they can be analyzed by applying 


= 
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the steady-flow mass (for both dry air and water) and energy 
balances, 


X m, i = = Mae 
2 My, i s > My e 
or БУ I, (00; = 5 Ma We 


дь T Win + p rh jh; — Da F Wout + > mehe 


Dry air mass: 


Water mass: 


Energy: 


where subscripts i and e denote inlet and exit states, respec- 
tively. The changes in kinetic and potential energies are as- 
sumed to be negligible. 
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PROBLEMS * 


Composition of Gas Mixtures 


9-1C What is the apparent gas constant for a gas mixture? 
Can it be larger than the largest gas constant in the mixture? 


9-2C Consider a mixture of two gases. Can the apparent mo- 
lar mass of this mixture be determined by simply taking the 
arithmetic average of the molar masses of the individual gases? 
When will this be the case? 


9-3C What is the apparent molar mass for a gas mixture? 
Does the mass of every molecule in the mixture equal the ap- 
parent molar mass? 


9-4C Consider a mixture of several gases of identical 
masses. Will all the mass fractions be identical? How about the 
mole fractions? 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon “ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon Bl are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


9-5C The sum of the mole fractions for an ideal-gas mixture 
is equal to 1. Is this also true for a real-gas mixture? 


9-6C What are mass and mole fractions? 


9-7C Using the definitions of mass and mole fractions, de- 
rive a relation between them. 


9-8C Somebody claims that the mass and mole fractions for 
a mixture of CO, and N5O gases are identical. Is this true? 
Why? 

9-9C Consider a mixture of two gases A and B. Show that 
when the mass fractions mf, and mf, are known, the mole frac- 
tions can be determined from 


Ms 


^ Mim, - D М; 20 58-10 


where M, and Mj are the molar masses of A and B. 


9-10 The composition of moist air is given on a molar basis 
to be 78 percent N>, 20 percent O,, and 2 percent water vapor. 
Determine the mass fractions of the constituents of air. 


9-11 A gas mixture has the following composition on a mole 
basis: 60 percent N, and 40 percent CO,. Determine the gravi- 
metric analysis of the mixture, its molar mass, and gas con- 
stant. 
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9-12 Repeat Prob. 9-11 by replacing N> by О. 


9-13 A gas mixture consists of 5 kg of Op, 8 kg of N>, and 10 
kg of CO,. Determine (a) the mass fraction of each component, 
(b) the mole fraction of each component, and (c) the average 
molar mass and gas constant of the mixture. 


9-14 Determine the mole fractions of a gas mixture that con- 
sists of 60 percent CH, and 40 percent CO, by mass. Also, de- 
termine the gas constant of the mixture. 


9-15 A gas mixture consists of 8 kmol of H, and 2 kmol of 
N,. Determine the mass of each gas and the apparent gas con- 
stant of the mixture. Answers: 16 kg, 56 kg, 1.155 kJ/kg - К 


9-16E A gas mixture consists of 5 Ibmol of H, and 3 lbmol 
of N,. Determine the mass of each gas and the apparent gas 
constant of the mixture. 


P-v-T Behavior of Gas Mixtures 


9-17C Is a mixture of ideal gases also an ideal gas? Give an 
example. 


9-18C Express Dalton's law of additive pressures. Does this 
law hold exactly for ideal-gas mixtures? How about nonideal- 
gas mixtures? 


9-19C Express Amagat's law of additive volumes. Does this 
law hold exactly for ideal-gas mixtures? How about nonideal- 
gas mixtures? 


9-20C How is the P-v-T behavior of a component in an 
ideal-gas mixture expressed? How is the P-v-T behavior of a 
component in a real-gas mixture expressed? 


9-21C What is the difference between the component pres- 
sure and the partial pressure? When are these two equivalent? 


9-22C What is the difference between the component vol- 
ume and the partial volume? When are these two equivalent? 


9-23C In a gas mixture, which component will have the 
higher partial pressure—the one with the higher mole number 
or the one with the larger molar mass? 


9-24C Consider a rigid tank that contains a mixture of two 
ideal gases. A valve is opened and some gas escapes. As a re- 
sult, the pressure in the tank drops. Will the partial pressure of 
each component change? How about the pressure fraction of 
each component? 


9-25C Consider a rigid tank that contains a mixture of two 
ideal gases. The gas mixture is heated, and the pressure and 
temperature in the tank rise. Will the partial pressure of each 
component change? How about the pressure fraction of each 
component? 


9-26C Is this statement correct? The volume of an ideal-gas 
mixture is equal to the sum of the volumes of each individual 
gas in the mixture. If not, how would you correct it? 


9-27C Is this statement correct? The temperature of an ideal- 
gas mixture is equal to the sum of the temperatures of each indi- 
vidual gas in the mixture. If not, how would you correct it? 
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9-28C  Isthis statement correct? The pressure of an ideal-gas 
mixture is equal to the sum of the partial pressures of each in- 
dividual gas in the mixture. If not, how would you correct it? 


9—29C Explain how a real-gas mixture can be treated as a 
pseudopure substance using Kay's rule. 


9-30 A rigid tank contains 8 kmol of O, and 10 kmol of CO, 
gases at 290 K and 150 kPa. Estimate the volume of the tank. 
Answer: 289 m? 


9-31 Repeat Prob. 9—30 for a temperature of 350 K. 


9-32 A rigid tank contains 0.5 kmol of Ar and 2 kmol of N, 
at 250 kPa and 280 K. The mixture is now heated to 400 K. 
Determine the volume of the tank and the final pressure of the 
mixture. 


9-33 A gas mixture at 300 K and 200 kPa consists of 1 kg of 
CO, and 3 kg of CH,. Determine the partial pressure of each 
gas and the apparent molar mass of the gas mixture. 


9-34E A gas mixture at 600 R and 20 psia consists of 1 Ibm 
of CO, and 3 Ibm of CH,. Determine the partial pressure of 
each gas and the apparent molar mass of the gas mixture. 


9-35 A0.3-m3 rigid tank contains 0.6 kg of N, and 0.4 kg of 
O, at 300 K. Determine the partial pressure of each gas and the 
total pressure of the mixture. 

Answers: 178.1 kPa, 103.9 kPa, 282.0 kPa 


9-36 A gas mixture at 350 K and 300 kPa has the following 
volumetric analysis: 65 percent N;, 20 percent O,, and 15 per- 
cent CO,. Determine the mass fraction and partial pressure of 
each gas. 


9-37 A rigid tank that contains 2 kg of N, at 25°C and 200 
kPa is connected to another rigid tank that contains 3 kg of O, 
at 25°C and 500 kPa. The valve connecting the two tanks is 
opened, and the two gases are allowed to mix. If the final mix- 
ture temperature is 25'C, determine the volume of each tank 
and the final mixture pressure. 

Answers: 0.884 m3, 0.465 m3, 303.4 kPa 





FIGURE P9-37 


Properties of Gas Mixtures 

9-38C Is the total internal energy of an ideal-gas mixture 
equal to the sum of the internal energies of each individual gas in 
the mixture? Answer the same question for a real-gas mixture. 
9-39C Is the specific internal energy of a gas mixture equal 


to the sum of the specific internal energy of each individual gas 
in the mixture? 


9-40C — Answer Probs. 9—38C and 9—39C for entropy. 
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9-41C Is the total internal energy change of an ideal-gas 
mixture equal to the sum of the internal energy changes of each 
individual gas in the mixture? Answer the same question for a 
real-gas mixture. 


9-42C When evaluating the entropy change of the compo- 
nents of an ideal-gas mixture, do we have to use the partial pres- 
sure of each component or the total pressure of the mixture? 


9-43C Suppose we want to determine the enthalpy change of 
a real-gas mixture undergoing a process. The enthalpy change 
of each individual gas is determined by using the generalized 
enthalpy chart, and the enthalpy change of the mixture is de- 
termined by summing them. Is this an exact approach? 
Explain. 


9-44 An insulated rigid tank is divided into two compart- 
ments by a partition. One compartment contains 0.5 kmol of 
CO, at 27°C and 200 kPa, and the other compartment contains 
7.5 kmol of H, gas at 40°C and 400 kPa. Now the partition is 
removed, and the two gases are allowed to mix. Determine (a) 
the mixture temperature and (b) the mixture pressure after 
equilibrium has been established. Assume constant specific 
heats at room temperature for both gases. 


Н, 


0.5 kmol | 7.5 Кшо! 


27°C 40°C 


200 kPa | 400 kPa 





FIGURE P9-44 


9-45 A 0.9-m? rigid tank is divided into two equal compart- 
ments by a partition. One compartment contains Ne at 20°C 
and 100 kPa, and the other compartment contains Ar at 50°C 
and 200 kPa. Now the partition is removed, and the two gases 
are allowed to mix. Heat is lost to the surrounding air during 
this process in the amount of 15 kJ. Determine (a) the final 
mixture temperature and (5) the final mixture pressure. 
Answers: (a) 16.2'C, (b) 138.9 kPa 


9-46 Repeat Prob. 9—45 for a heat loss of 8 kJ. 


9-47 An equimolar mixture of helium and argon gases is to 
be used as the working fluid in a closed-loop gas-turbine cycle. 
The mixture enters the turbine at 1.2 MPa and 1300 K and ex- 
pands isentropically to a pressure of 200 kPa. Determine the 
work output of the turbine per unit mass of the mixture. 


1.2 MPa 
1300K 


He - Ar 
turbine 


| 


200 КРа 
FIGURE P9-47 
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9-48E clp A mixture of 80 percent N, and 20 percent CO; 

& gases (on a mass basis) enters the nozzle of a 
turbojet engine at 90 psia and 1800 R with a low velocity, and 
it expands to a pressure of 12 psia. If the isentropic efficiency 
of the nozzle is 92 percent, determine (a) the exit temperature 
апа (b) the exit velocity of the mixture. Assume constant spe- 
cific heats at room temperature. 


9-49E «S Reconsider Prob. 9-48E. Using EES (or other) 

software, first solve the stated problem and 
then, for all other conditions being the same, resolve the prob- 
lem to determine the composition of the nitrogen and carbon 
dioxide that is required to have an exit velocity of 2600 ft/s at 
the nozzle exit. 


9-50 A piston-cylinder device contains a mixture of 0.2 kg of 
Н, апа 1.6 kg of N, at 100 kPa and 300 K. Heat is now trans- 
ferred to the mixture at constant pressure until the volume is 
doubled. Assuming constant specific heats at the average tem- 
perature, determine (a) the heat transfer and (5) the entropy 
change of the mixture. 


9-51 An insulated tank that contains 1 kg of O, at 15'C and 
300 kPa is connected to a 2-m? uninsulated tank that contains 
N, at 50°C and 500 kPa. The valve connecting the two tanks is 
opened, and the two gases form a homogeneous mixture at 
25'C. Determine (a) the final pressure in the tank, and (b) the 
heat transfer. 

Answers: (a) 444.6 kPa, (b) 187.2 kJ loss 


9-52 Reconsider Prob. 9-51. Using EES (or other) 
== software, compare the results obtained assuming 
ideal-gas behavior with constant specific heats at the average 
temperature, and using real-gas data obtained from BES by as- 
suming variable specific heats over the temperature range. 


Dry and Atmospheric Air: Specific and Relative Humidity 


9-53C Is it possible to obtain saturated air from unsaturated 
air without adding any moisture? Explain. 


9-54С Is the relative humidity of saturated air necessarily 
100 percent? 


9-55C Moist air is passed through a cooling section where it 
is cooled and dehumidified. How do (a) the specific humidity 
and (b) the relative humidity of air change during this process? 


9-56С What is the difference between dry air and atmo- 
spheric air? 

9-57C Can the water vapor in air be treated as an ideal gas? 
Explain. 

9-58С What is vapor pressure? 

9-59C How would you compare the enthalpy of water vapor 


at 20°C and 2 kPa with the enthalpy of water vapor at 20°C and 
0.5 kPa? 


9-60C What is the difference between the specific humidity 
and the relative humidity? 
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9-61C How will (a) the specific humidity and (b) the relative 
humidity of the air contained in a well-sealed room change as 
it is heated? 


9-62C How will (a) the specific humidity and (b) the relative 
humidity of the air contained in a well-sealed room change as 
it is cooled? 


9-63С Consider a tank that contains moist air at 3 atm and 
whose walls are permeable to water vapor. The surrounding air 
at 1 atm pressure also contains some moisture. Is it possible for 
the water vapor to flow into the tank from surroundings? 
Explain. 


9-64С Why are the chilled water lines always wrapped with 
vapor barrier jackets? 


9-65C Explain how vapor pressure of the ambient air is de- 
termined when the temperature, total pressure, and the relative 
humidity of air are given. 


9-66 A tank contains 21 kg of dry air and 0.3 kg of water va- 
por at 30°C and 100 kPa total pressure. Determine (a) the spe- 
cific humidity, (b) the relative humidity, and (c) the volume of 
the tank. 


9-67 Repeat Prob. 9—66 for a temperature of 35°C. 


9-68 Aroom contains air at 20°C and 98 kPa at a relative hu- 
midity of 85 percent. Determine (a) the partial pressure of dry 
air, (b) the specific humidity of the air, and (c) the enthalpy рег 
unit mass of dry air. 


9-69 Repeat Prob. 9-68 for a pressure of 85 kPa. 


9-70E  Aroom contains air at 70°F and 14.6 psia at a relative 
humidity of 85 percent. Determine (a) the partial pressure of 
dry air, (b) the specific humidity, and (c) the enthalpy per unit 
mass of dry air. 

Answers: (a) 14.291 psia, (b) 0.0134 Ibm H,O/lbm dry air, 
(c) 31.43 Btu/Ibm dry air 


9—71 Determine the masses of dry air and the water vapor 
contained in a 240-m? room at 98 kPa, 23?C, and 50 percent 
relative humidity. Answers: 273 kg, 2.5 kg 


Dew-Point, Adiabatic Saturation, 
and Wet-Bulb Temperatures 


9-72C What is the dew-point temperature? 


9-73C Andy and Wendy both wear glasses. On a cold winter 
day, Andy comes from the cold outside and enters the warm 
house while Wendy leaves the house and goes outside. Whose 
glasses are more likely to be fogged? Explain. 


9—74C In summer, the outer surface of a glass filled with 
iced water frequently “sweats.” How can you explain this 
sweating? 


9—75C In some climates, cleaning the ice off the windshield 
of a car is a common chore on winter mornings. Explain how 
ice forms on the windshield during some nights even when 
there is no rain or snow. 
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9-76С When are the dry-bulb and dew-point temperatures 
identical? 


9-77C When are the adiabatic saturation and wet-bulb tem- 
peratures equivalent for atmospheric air? 


9-78 Ahouse contains air at 25°C and 65 percent relative hu- 
midity. Will any moisture condense on the inner surfaces of the 
windows when the temperature of the window drops to 10°C? 


9-79 After a long walk in the 8°C outdoors, a person wearing 
glasses enters a room at 25°C and 40 percent relative humidity. 
Determine whether the glasses will become fogged. 


9-80 Repeat Prob. 9-79 for a relative humidity of 70 percent. 


9-81E A thirsty woman opens the refrigerator and picks up a 
cool canned drink at 40°F. Do you think the can will “sweat” as 
she enjoys the drink in a room at 80°F and 50 percent relative 
humidity? 

9-82 The dry- and wet-bulb temperatures of atmospheric air 
at 95 kPa are 25 and 20°C, respectively. Determine (a) the spe- 
cific humidity, (b) the relative humidity, and (c) the enthalpy of 
the air, in kJ/kg dry air. 


9-83 The air in a room has a dry-bulb temperature of 22°C 
and a wet-bulb temperature of 16°C. Assuming a pressure of 
100 kPa, determine (a) the specific humidity, (b) the relative 
humidity, and (c) the dew-point temperature. 

Answers: (a) 0.0091 kg H2O/kg dry air, (b) 54.0 percent, (c) 12.3°C 


9-84 Kol Reconsider Prob. 9-83. Determine the required 
= properties using EES (or other) software. What 
would the property values be at a pressure of 300 kPa? 


9-85E The airin a room has a dry-bulb temperature of 70°F 
and a wet-bulb temperature of 60°F. Assuming a pressure of 
14.7 psia, determine (a) the specific humidity, (5) the relative 
humidity, and (c) the dew-point temperature. 

Answers: (a) 0.0087 Ibm H,O/lbm dry air, (b) 55.8 percent, 
(6) 53.2*F 


Psychrometric Chart 


9-86С How do constant-enthalpy and constant-wet-bulb- 
temperature lines compare on the psychrometric chart? 


9-87C At what states on the psychrometric chart are the dry- 
bulb, wet-bulb, and dew-point temperatures identical? 


9-88C How is the dew-point temperature at a specified state 
determined on the psychrometric chart? 


9-89C Can the enthalpy values determined from a psychro- 
metric chart at sea level be used at higher elevations? 


9-90 The air in a room is at 1 atm, 32°C, and 60 per- 

«> cent relative humidity. Determine (a) the specific 
humidity, (b) the enthalpy (in kJ/kg dry air), (c) the wet-bulb 
temperature, (d) the dew-point temperature, and (e) the spe- 
cific volume of the air (in m?/kg dry air). Use the psychromet- 


ric chart or available software. 
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9-91 ESB Reconsider Prob. 9-90. Determine the required 
properties using EES (or other) software instead 
of the pychrometric chart. What would the property values be 


at a location at 1500 m altitude? 


9-92 A room contains air at 1 atm, 26°C, and 70 percent rel- 
ative humidity. Using the psychrometric chart, determine 
(a) the specific humidity, (b) the enthalpy (in kJ/kg dry air), 
(c) the wet-bulb temperature, (d) the dew-point temperature, 
and (e) the specific volume of the air (in m?/kg dry air). 


9-93 "Sq Reconsider Prob. 9-92. Determine the required 
properties using EES (or other) software instead 
of the pychrometric chart. What would the property values be 


at a location at 2000 m altitude? 


9-94E A room contains air at 1 atm, 82°F, and 70 percent 
relative humidity. Using the psychrometric chart, determine (a) 
the specific humidity, (5) the enthalpy (in Btu/Ibm dry air), (c) 
the wet-bulb temperature, (d) the dew-point temperature, and 
(e) the specific volume of the air (in ft?/Ibm dry air). 


9-95E ES Reconsider Prob. 9-94E. Determine the re- 

quired properties using EES (or other) software 
instead of the pychrometric chart. What would the property 
values be at a location at 5000 ft altitude? 


9-96 The air in a room has a pressure of | atm, a dry-bulb 
temperature of 24°C, and a wet-bulb temperature of 17°C. Us- 
ing the psychrometric chart, determine (a) the specific humid- 
ity, (b) the enthalpy (in kJ/kg dry air), (c) the relative humidity, 
(d) the dew-point temperature, and (e) the specific volume of 
the air (in m?/kg dry air). 


9-97 «9 Reconsider Prob. 9-96. Determine the required 
properties using EES (or other) software instead 
of the pychrometric chart. What would the property values be 


at a location at 3000 m altitude? 


Human Comfort and Air-Conditioning 


9-98C What does a modern air-conditioning system do 
besides heating or cooling the air? 

9-99C How does the human body respond to (a) hot 
weather, (b) cold weather, and (c) hot and humid weather? 


9-100C What is the radiation effect? How does it affect hu- 
man comfort? 


9-101C How does the air motion in the vicinity of the human 
body affect human comfort? 


9-102C Consider a tennis match in cold weather where both 
players and spectators wear the same clothes. Which group of 
people will feel colder? Why? 


9-103C Why do you think little babies are more susceptible 
to cold? 


9-104C How does humidity affect human comfort? 
9-105C What are humidification and dehumidification? 
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9-106C What is metabolism? What is the range of metabolic 
rate for an average man? Why are we interested in the meta- 
bolic rate of the occupants of a building when we deal with 
heating and air-conditioning? 

9-107C Why is the metabolic rate of women, in general, 
lower than that of men? What is the effect of clothing on the 
environmental temperature that feels comfortable? 


9-108C What is sensible heat? How is the sensible heat loss 
from a human body affected by the (a) skin temperature, 
(b) environment temperature, and (c) air motion? 


9-109C What is latent heat? How is the latent heat loss from 
the human body affected by the (a) skin wettedness and (b) rel- 
ative humidity of the environment? How is the rate of evapora- 
tion from the body related to the rate of latent heat loss? 


9-110 An average person produces 0.25 kg of moisture while 
taking a shower and 0.05 kg while bathing in a tub. Consider a 
family of four who each shower once a day in a bathroom that 
is not ventilated. Taking the heat of vaporization of water to be 
2450 kJ/kg, determine the contribution of showers to the latent 
heat load of the air conditioner per day in summer. 


9-111 An average (1.82 kg or 4.0 Ibm) chicken has a basal 
metabolic rate of 5.47 W and an average metabolic rate of 
10.2 W (3.78 W sensible and 6.42 W latent) during normal ac- 
tivity. If there are 100 chickens in a breeding room, determine 
the rate of total heat generation and the rate of moisture pro- 
duction in the room. Take the heat of vaporization of water to 
be 2430 kJ/kg. 


9-112 A department store expects to have 120 customers and 
15 employees at peak times in summer. Determine the contri- 
bution of people to the total cooling load of the store. 


9-]I3E In a movie theater in winter, 500 people, each gen- 
erating heat at a rate of 100 W, are watching a movie. The heat 
losses through the walls, windows, and the roof are estimated 
to be 120,000 Btu/h. Determine if the theater needs to be 
heated or cooled. 


9-114 For an infiltration rate of 1.2 air changes per hour 
(ACH), determine sensible, latent, and total infiltration heat 
load of a building at sea level, in kW, that is 20 m long, 13 m 
wide, and 3 m high when the outdoor air is at 32°C and 50 per- 
cent relative humidity. The building is maintained at 24°C and 
50 percent relative humidity at all times. 


9-115 Repeat Prob. 9-114 for an infiltration rate of 1.8 ACH. 
Simple Heating and Cooling 


9-116C How do relative and specific humidities change dur- 
ing a simple heating process? Answer the same question for a 
simple cooling process. 


9-117C Why does a simple heating or cooling process 
appear as a horizontal line on the psychrometric chart? 


9-118 Air enters a heating section at 95 kPa, 15°C, and 
30 percent relative humidity at a rate of 4 m?/min, and it leaves 
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at 25°C. Determine (a) the rate of heat transfer in the heating 
section and (5) the relative humidity of the air at the exit. 
Answers: (a) 46.2 kJ/min, (b) 16.1 percent 


9-119E A heating section consists of a 15-in-diameter duct 
that houses a 4-kW electric resistance heater. Air enters the 
heating section at 14.7 psia, 50°F, and 40 percent relative hu- 
midity at a velocity of 25 ft/s. Determine (a) the exit tempera- 
ture, (b) the exit relative humidity of the air, and (c) the exit 
velocity. Answers: (a) 56.8°F, (b) 30.8 percent, (c) 25.4 ft/s 


9-120 Air enters a 40-cm-diameter cooling section at | atm, 
32°C, and 30 percent relative humidity at 18 m/s. Heat is 
removed from the air at a rate of 1200 kJ/min. Determine 
(a) the exit temperature, (5) the exit relative humidity of the air, 
and (c) the exit velocity. 

Answers: (a) 24.4?C, (b) 46.6 percent, (c) 17.6 m/s 


1200 kJ/min 






32°C, 30% 
АВ --» 


18 m/s 


І ат 


FIGURE P9-120 


9-121 Repeat Prob. 9-120 for a heat removal rate of 
800 kJ/min. 


Heating with Humidification 
9-122C Why is heated air sometimes humidified? 


9-123 Air at 1 atm, 15°C, and 60 percent relative humidity is 
first heated to 20°C in a heating section and then humidified by 
introducing water vapor. The air leaves the humidifying section 
at 25°C and 65 percent relative humidity. Determine (a) the 
amount of steam added to the air, and (b) the amount of heat 
transfer to the air in the heating section. 

Answers: (a) 0.0065 kg H,O/kg dry air, (b) 5.1 kJ/kg dry air 


9-124E Air at 14.7 psia, 55?F, and 60 percent relative hu- 
midity is first heated to 72?F in a heating section and then 
humidified by introducing water vapor. The air leaves the 
humidifying section at 75?F and 65 percent relative humidity. 
Determine (a) the amount of steam added to the air, in Ibm 
H,O/lbm dry air, and (b) the amount of heat transfer to the air 
in the heating section, in Btu/lbm dry air. 


9-125 An air-conditioning system operates at a total pressure 
of 1 atm and consists of a heating section and a humidifier that 
supplies wet steam (saturated water vapor) at 100°C. Air enters 
the heating section at 10°C and 70 percent relative humidity at 
a rate of 35 m?/min, and it leaves the humidifying section at 
20°C and 60 percent relative humidity. Determine (a) the tem- 
perature and relative humidity of air when it leaves the heating 
section, (b) the rate of heat transfer in the heating section, and 
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(c) the rate at which water is added to the air in the humidify- 
ing section. 


Sat. vapor 
100°C 
Heating 
coils Humidifier 







10°C 
35 m?/min Р-1аш 6096 


FIGURE P9-125 


9-126 Repeat Prob. 9—125 for a total pressure of 95 kPa for 
the airstream. 

Answers: (a) 19.5?C, 37.7 percent, (b) 391 kJ/min, 

(c) 0.147 kg/min 


Cooling with Dehumidification 


9-127C Why is cooled air sometimes reheated in summer 
before it is discharged to a room? 


9-128 Air enters a window air conditioner at 1 atm, 32°C, 
and 70 percent relative humidity at a rate of 3 m?/min, and it 
leaves as saturated air at 12?C. Part of the moisture in the air 
that condenses during the process is also removed at 12°C. De- 
termine the rates of heat and moisture removal from the air. 
Answers: 173.6 kJ/min, 0.042 kg/min 


9-129 An air-conditioning system is to take in air at 1 atm, 
34°C, and 70 percent relative humidity and deliver it at 22°C 
and 50 percent relative humidity. The air flows first over the 
cooling coils, where it is cooled and dehumidified, and then 
over the resistance heating wires, where it is heated to the de- 
sired temperature. Assuming that the condensate is removed 
from the cooling section at 10°C, determine (a) the temperature 
of air before it enters the heating section, (b) the amount of heat 
removed in the cooling section, and (c) the amount of heat 
transferred in the heating section, both in kJ/kg dry air. 


9-130 es Air enters a 30-cm-diameter cooling section at 

«$^ ] atm, 35°С, апа 60 percent relative humidity at 
120 m/min. The air is cooled by passing it over a cooling coil 
through which cold water flows. The water experiences a 
temperature rise of 8°C. The air leaves the cooling section 


Water 
T T+8°C 







Cooling coils 





35°C 
60% 
120 m/min AR 


FIGURE P9-130 
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saturated at 20°C. Determine (a) the rate of heat transfer, (b) 
the mass flow rate of the water, and (c) the exit velocity of the 
airstream. 


9-131 «S Reconsider Prob. 9-130. Using EES (or other) 

software, develop a general solution of the prob- 
lem in which the input variables may be supplied and paramet- 
ric studies performed. For each set of input variables for which 
the pressure is atmospheric, show the process on the psychro- 
metric chart. 


9-132 Repeat Prob. 9-130 for a total pressure of 95 kPa 
for air. 
Answers: (a) —293.3 kJ/min, (b) 8.77 kg/min, (c) 113 m/min 


9-133E Air enters a 1-ft-diameter cooling section at 14.7 
psia, 90?F, and 60 percent relative humidity at 600 ft/min. The 
air is cooled by passing it over a cooling coil through which 
cold water flows. The water experiences a temperature rise of 
14?F. The air leaves the cooling section saturated at 70?F. De- 
termine (a) the rate of heat transfer, (b) the mass flow rate of 
the water, and (c) the exit velocity of the airstream. 


9-134E M Reconsider Prob. 9-133E. Using EES (or 

other) software, study the effect of the total 
pressure of the air over the range 14.3 to 15.2 psia on the re- 
quired results. Plot the required results as functions of air total 
pressure. 


9-135E Repeat Prob. 9—133E for a total pressure of 14.4 psia 
for air. 


Evaporative Cooling 


9-136C Does an evaporation process have to involve heat 
transfer? Describe a process that involves both heat and mass 
transfer. 


9-137C During evaporation from a water body to air, under 
what conditions will the latent heat of vaporization be equal to 
the heat transfer from the air? 


9-138C What is evaporative cooling? Will it work in humid 
climates? 


9-139 Air enters an evaporative cooler at 1 atm, 36°C, and 
20 percent relative humidity at a rate of 4 m?/min, and it leaves 
with a relative humidity of 90 percent. Determine (a) the exit 
temperature of the air and (b) the required rate of water supply 
to the evaporative cooler. 





1 atm 
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36°C ——- $5 — 9096 
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FIGURE P9-139 
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9-140E Air enters an evaporative cooler at 14.7 psia, 90°F, 
and 20 percent relative humidity at a rate of 150 ft?/min, and it 
leaves with a relative humidity of 90 percent. Determine (a) the 
exit temperature of air and (b) the required rate of water supply 
to the evaporative cooler. 

Answers: (a) 64°F, (b) 0.06 Ibm/min 


9-141 Air enters an evaporative cooler at 95 kPa, 35°C, and 
30 percent relative humidity and exits saturated. Determine the 
exit temperature of air. Answer: 21.1°C 


9-142E Air enters an evaporative cooler at 14.5 psia, 93°F, 
and 30 percent relative humidity and exits saturated. Determine 
the exit temperature of air. 


9-143 Air enters an evaporative cooler at 1 atm, 32°C, and 
30 percent relative humidity at a rate of 2 m?/min and leaves at 
22°C. Determine (a) the final relative humidity and (b) the 
amount of water added to air. 


9-144 What is the lowest temperature that air can attain in an 
evaporative cooler if it enters at 1 atm, 29°C, and 40 percent 
relative humidity? Answer: 19.3°C 


9-145 Air at 1 atm, 15°C, and 60 percent relative humidity is 
first heated to 30°C in a heating section and then passed 
through an evaporative cooler where its temperature drops to 
25°C. Determine (a) the exit relative humidity and (b) the 
amount of water added to air, in kg H,O/kg dry air. 


Adiabatic Mixing of Airstreams 


9-146C Two unsaturated airstreams are mixed adiabatically. 
It is observed that some moisture condenses during the mixing 
process. Under what conditions will this be the case? 


9-147C Consider the adiabatic mixing of two airstreams. 
Does the state of the mixture on the psychrometric chart have 
to be on the straight line connecting the two states? 


9-148 Two airstreams are mixed steadily and adiabatically. 
The first stream enters at 32°C and 40 percent relative humidity 
at a rate of 20 m?/min, while the second stream enters at 12°C 
and 90 percent relative humidity at a rate of 25 m?/min. As- 
suming that the mixing process occurs at a pressure of 1 atm, 
determine the specific humidity, the relative humidity, the dry- 
bulb temperature, and the volume flow rate of the mixture. 
Answers: 0.0096 kg H,O/kg dry air, 63.4 percent, 20.6°C, 


45.0 m3/min 
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p 


FIGURE P9-148 
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9-149 Repeat Prob. 9-148 for a total mixing-chamber pres- 
sure of 95 kPa. 


9-150E During an air-conditioning process, 900 ft?/min of 
conditioned air at 65°F and 30 percent relative humidity is 
mixed adiabatically with 300 ft?/min of outside air at 80°F and 
90 percent relative humidity at a pressure of | atm. Determine 
(a) the temperature, (b) the specific humidity, and (c) the rela- 
tive humidity of the mixture. 

Answers: (a) 69.5°F, (b) 0.0078 Ibm H,O/lbm dry air, 

(c) 49.0 percent 


9-151E E Reconsider Prob. 9-150E. Using EES (or 

other) software, develop a general solution of 
the problem in which the input variables may be supplied and 
parametric studies performed. For each set of input variables 
for which the pressure is atmospheric, show the process on the 
psychrometric chart. 


9-152 Astream of warm air with a dry-bulb temperature of 
40°C and a wet-bulb temperature of 32°C is mixed adiabati- 
cally with a stream of saturated cool air at 18°C. The dry air 
mass flow rates of the warm and cool airstreams are 8 and 
6 kg/s, respectively. Assuming a total pressure of 1 atm, deter- 
mine (a) the temperature, (5) the specific humidity, and (c) the 
relative humidity of the mixture. 


9-153 «S Reconsider Prob. 9-152. Using EES (or other) 

software, determine the effect of the mass flow 
rate of saturated cool airstream on the mixture temperature, 
specific humidity, and relative humidity. Vary the mass flow 
rate of saturated cool air from 0 to 16 kg/s while maintaining 
the mass flow rate of warm air constant at 8 kg/s. Plot the mix- 
ture temperature, specific humidity, and relative humidity as 
functions of the mass flow rate of cool air, and discuss the 
results. 


Wet Cooling Towers 
9-154C How does a natural-draft wet cooling tower work? 


9-155C What is a spray pond? How does its performance 
compare to the performance of a wet cooling tower? 


9-156 The cooling water from the condenser of a power 
plant enters a wet cooling tower at 40°C at a rate of 90 kg/s. 
The water is cooled to 25°C in the cooling tower by air that en- 
ters the tower at | atm, 23°C, and 60 percent relative humidity 
and leaves saturated at 32°C. Neglecting the power input to the 
fan, determine (a) the volume flow rate of air into the cooling 
tower and (b) the mass flow rate of the required makeup water. 


9-157E The cooling water from the condenser of a power 
plant enters a wet cooling tower at 110°F at a rate of 100 Ibm/s. 
Water is cooled to 80°F in the cooling tower by air that enters 
the tower at 1 atm, 76°F, and 60 percent relative humidity and 
leaves saturated at 95°F. Neglecting the power input to the fan, 
determine (a) the volume flow rate of air into the cooling tower 
and (b) the mass flow rate of the required makeup water. 
Answers: (a) 1325 fB/s, (b) 2.42 Ibm/s 


E 


9-158 A wet cooling tower is to cool 60 kg/s of water from 
40 to 26°C. Atmospheric air enters the tower at 1 atm with dry- 
and wet-bulb temperatures of 22 and 16°C, respectively, and 
leaves at 34°C with a relative humidity of 90 percent. Using the 
psychrometric chart, determine (a) the volume flow rate of air 
into the cooling tower and (b) the mass flow rate of the re- 
quired makeup water. Answers: (а) 44.9 m?/s, (b) 1.16 kg/s 





AIR 34°C 
EXIT 90% 
WARM 
WATER 
— 
60 kg/s 
40°C 
AIR 
INLET 
l atm 
Tgp = 22°C 
Typ = 16°C 
26°C 
4 
COOL 
WATER Makeup 
water 


FIGURE P9-158 


9-159 A wet cooling tower is to cool 50 kg/s of cooling 
water from 40 to 25°C at a location where the atmospheric 
pressure is 96 kPa. Atmospheric air enters the tower at 20°C 
and 70 percent relative humidity and leaves saturated at 35°C. 
Neglecting the power input to the fan, determine (a) the vol- 
ume flow rate of air into the cooling tower and (b) the mass 
flow rate of the required makeup water. 

Answers: (a) 33.2 m3/s, (b) 1.04 kg/s 


Review Problems 


9-160 Air has the following composition on a mole basis: 21 
percent O», 78 percent N>, and 1 percent Ar. Determine the 
gravimetric analysis of air and its molar mass. Answers: 23.2 
percent O5, 75.4 percent No, 1.4 percent Ar; 28.96 kg/kmol 


9-161 СУ Using EES (or other) software, write a program 

Ss to determine the mole fractions of the compo- 
nents of a mixture of three gases with known molar masses 
when the mass fractions are given, and to determine the mass 
fractions of the components when the mole fractions are given. 
Run the program for a sample case, and give the results. 


9-162 СУ Using EES (or other) software, write a program 

== to determine the apparent gas constant, constant- 
volume specific heat, and internal energy of a mixture of three 
ideal gases when the mass fractions and other properties of the 
constituent gases are given. Run the program for a sample case, 
and give the results. 
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9-163 The condensation of the water vapor in compressed- 
air lines is a major concern in industrial facilities, and the 
compressed air is often dehumidified to avoid the problems 
associated with condensation. Consider a compressor that 
compresses ambient air from the local atmospheric pressure of 
92 kPa to a pressure of 800 kPa (absolute). The compressed air 
is then cooled to the ambient temperature as it flows through 
the compressed-air lines. Disregarding any pressure losses, de- 
termine if there will be any condensation in the compressed-air 
lines on a day when the ambient air is at 25°C and 40 percent 
relative humidity. 


9-164E The relative humidity of air at 80°F and 14.7 psia is 
increased from 30 percent to 90 percent during a humidifica- 
tion process at constant temperature and pressure. Determine 
the percent error involved in assuming the density of air to 
have remained constant. 


9-165 Dry air whose molar analysis is 78.1 percent N,, 
20.9 percent O,, and 1 percent Ar flows over a water body until 
it is saturated. If the pressure and temperature of air remain 
constant at 1 atm and 25°C during the process, determine 
(a) the molar analysis of the saturated air and (b) the density of 
air before and after the process. What do you conclude from 
your results? 


9-166E Determine the mole fraction of the water vapor at 
the surface of a lake whose surface temperature is 60°F, and 
compare it to the mole fraction of water in the lake, which is 
very nearly 1.0. The air at the lake surface is saturated, and the 
atmospheric pressure at lake level can be taken to be 13.8 psia. 


9-167 Determine the mole fraction of dry air at the surface of 
a lake whose temperature is 12°C. The air at the lake surface is 
saturated, and the atmospheric pressure at lake level can be 
taken to be 100 kPa. 


9-168E Consider a room that is cooled adequately by an 
air conditioner whose cooling capacity is 7500 Btu/h. If the 
room is to be cooled by an evaporative cooler that removes 
heat at the same rate by evaporation, determine how much 
water needs to be supplied to the cooler per hour at design 
conditions. 


9-169E The capacity of evaporative coolers is usually ex- 
pressed in terms of the flow rate of air in ft?/min (or cfm), and 
a practical way of determining the required size of an evapora- 
tive cooler for an 8-ft-high house is to multiply the floor area of 
the house by 4 (by 3 in dry climates and by 5 in humid cli- 
mates). For example, the capacity of an evaporative cooler for 
a 30-ft-long, 40-ft-wide house is 1200 X 4 — 4800 cfm. De- 
velop an equivalent rule of thumb for the selection of an evap- 
orative cooler in SI units for 2.4-m-high houses whose floor 
areas are given in m?. 


9-170 A cooling tower with a cooling capacity of 100 tons 
(440 kW) is claimed to evaporate 15,800 kg of water per day. 
Is this a reasonable claim? 
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9-171 The U.S. Department of Energy estimates that 
190,000 barrels of oil would be saved per day if every house- 
hold in the United States raised the thermostat setting in sum- 
mer by 6°F (3.3°C). Assuming the average cooling season to be 
120 days and the cost of oil to be $20/barrel, determine how 
much money would be saved per year. 


9-172E The thermostat setting of a house can be lowered by 
2°F by wearing a light long-sleeved sweater, or by 4°F by 
wearing a heavy long-sleeved sweater for the same level of 
comfort. If each °F reduction in thermostat setting reduces the 
heating cost of a house by 4 percent at a particular location, de- 
termine how much the heating costs of a house can be reduced 
by wearing heavy sweaters if the annual heating cost of the 
house is $600. 


9-173 The air-conditioning costs of a house can be reduced 
by up to 10 percent by installing the outdoor unit (the con- 
denser) of the air conditioner at a location shaded by trees and 
shrubs. If the air-conditioning costs of a house are $500 a year, 
determine how much the trees will save the home owner in the 
20-year life of the system. 


9-174 A5-m* tank contains saturated air at 25°C and 97 kPa. 
Determine (a) the mass of the dry air, (5) the specific humidity, 
and (c) the enthalpy of the air per unit mass of the dry air. 
Answers: (a) 5.49 kg, (b) 0.0210 kg H50/kg dry air, 

(c) 78.62 kJ/kg dry air 


9-175 Reconsider Prob. 9-174. Using EES (or other) 

== software, determine the properties of the air at 
the initial state. Study the effects of heating the air at constant 
volume until the pressure is 110 kPa. Plot the required heat 
transfer, in kJ, as a function of pressure. 


9-176E_ Air at 15 psia, 60°F, and 50 percent relative humid- 
ity flows in an 8-in-diameter duct at a velocity of 50 ft/s. De- 
termine (a) the dew-point temperature, (b) the volume flow 
rate of air, and (c) the mass flow rate of dry air. 


9-177 Air enters a cooling section at 97 kPa, 35°C, and 
20 percent relative humidity at a rate of 9 m?/min, where it is 
cooled until the moisture in the air starts condensing. Deter- 
mine (a) the temperature of the air at the exit and (b) the rate of 
heat transfer in the cooling section. 


9-178 Outdoor air enters an air-conditioning system at 10°C 
and 40 percent relative humidity at a steady rate of 22 m?/min, 
and it leaves at 25?C and 55 percent relative humidity. The out- 
door air is first heated to 22°C in the heating section and then 
humidified by the injection of hot steam in the humidifying 
section. Assuming the entire process takes place at a pressure 
of 1 atm, determine (a) the rate of heat supply in the heating 
section and (Р) Ше mass flow rate of steam required in the hu- 
midifying section. 


9-179 Air enters an air-conditioning system that uses 
refrigerant-134a at 30°C and 70 percent relative humidity at a 
rate of 4 m?/min. The refrigerant enters the cooling section at 
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700 kPa with a quality of 20 percent and leaves as saturated 
vapor. The air is cooled to 20°C at a pressure of 1 atm. Deter- 
mine (a) the rate of dehumidification, (b) the rate of heat trans- 
fer, and (c) the mass flow rate of the refrigerant. 


9-180 Repeat Prob. 9-179 for a total pressure of 95 kPa 
for air. 


9-181 An air-conditioning system operates at a total pressure 
of 1 atm and consists of a heating section and an evaporative 
cooler. Air enters the heating section at 10°C and 70 percent 
relative humidity at a rate of 30 m?/min, and it leaves the evap- 
orative cooler at 20°C and 60 percent relative humidity. Deter- 
mine (a) the temperature and relative humidity of the air when 
it leaves the heating section, (5) the rate of heat transfer in the 
heating section, and (c) the rate of water added to air in the 
evaporative cooler. 

Answers: (a) 28.3?C, 23.0 percent, (b) 696 kJ/min, (c) 0.13 kg/min 


9-182 E Reconsider Prob. 9-181. Using EES (or other) 

software, study the effect of total pressure in the 
range 94 to 100 kPa on the results required in the problem. Plot 
the results as functions of total pressure. 


9-183 Repeat Prob. 9-181 for a total pressure of 96 kPa. 


9-184 Conditioned air at 13°C and 90 percent relative hu- 
midity is to be mixed with outside air at 34°C and 40 percent 
relative humidity at 1 atm. If it is desired that the mixture have 
a relative humidity of 60 percent, determine (a) the ratio of the 
dry air mass flow rates of the conditioned air to the outside air 
and (b) the temperature of the mixture. 


9-185 Reconsider Prob. 9-184. Determine the desired 

$= quantities using EES (or other) software instead 
of the psychrometric chart. What would the answers be at a lo- 
cation at an atmospheric pressure of 80 kPa? 


9-186 cP A natural-draft cooling tower is to remove 

e 50 MW of waste heat from the cooling water 
that enters the tower at 42°C and leaves at 27°C. Atmospheric 
air enters the tower at 1 atm with dry- and wet-bulb tempera- 
tures of 23 and 18°C, respectively, and leaves saturated at 
37°C. Determine (a) the mass flow rate of the cooling water, 
(b) the volume flow rate of air into the cooling tower, and 
(c) the mass flow rate of the required makeup water. 


9-187 «S Reconsider Prob. 9-186. Using EES (or other) 

software, investigate the effect of air inlet wet- 
bulb temperature on the required air volume flow rate and the 
makeup water flow rate when the other input data are the stated 
values. Plot the results as functions of wet-bulb temperature. 


E 


Design and Essay Problems 


9-188 Prolonged exposure to mercury even at relatively low 
but toxic concentrations in the air is known to cause permanent 
mental disorders, insomnia, and pain and numbness in the 
hands and the feet, among other things. Therefore, the maxi- 
mum allowable concentration of mercury vapor in the air at 
workplaces is regulated by federal agencies. These regulations 
require that the average level of mercury concentration in the 
air does not exceed 0.1 mg/m?. 

Consider a mercury spill that occurs in an airtight storage 
room at 20'C in San Francisco during an earthquake. Calculate 
the highest level of mercury concentration in the air that can 
occur in the storage room, in mg/m?, and determine if it is 
within the safe level. The vapor pressure of mercury at 20°C is 
0.173 Pa. Propose some guidelines to safeguard against the for- 
mation of toxic concentrations of mercury vapor in air in stor- 
age rooms and laboratories. 


9-189 The condensation and even freezing of moisture in 
building walls without effective vapor retarders are of real con- 
cern in cold climates as they undermine the effectiveness of the 
insulation. Investigate how the builders in your area are coping 
with this problem, whether they are using vapor retarders or 
vapor barriers in the walls, and where they are located in the 
walls. Prepare a report on your findings, and explain the rea- 
soning for the current practice. 


9-190 The air-conditioning needs of a large building can be 
met by a single central system or by several individual window 
units. Considering that both approaches are commonly used in 
practice, the right choice depends on the situation on hand. 
Identify the important factors that need to be considered in 
decision making, and discuss the conditions under which an 
air-conditioning system that consists of several window units is 
preferable over a large single central system, and vice versa. 


9-191 Identify the major sources of heat gain in your house 
in summer, and propose ways of minimizing them and thus 
reducing the cooling load. 


9-192 Write an essay on different humidity measurement de- 
vices, including electronic ones, and discuss the advantages 
and disadvantages of each device. 


9-193 Design an inexpensive evaporative cooling system 
suitable for use in your house. Show how you would obtain 
a water spray, how you would provide airflow, and how you 
would prevent water droplets from drifting into the living 
space. 
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n the second part of the text we present the fundamentals of fluid mechan- 

ics. In this introductory chapter, we introduce the basic concepts com- 

monly used in the analysis of fluid flow to avoid any misunderstandings. 
We start with a discussion of the numerous ways of classification of fluid 
flow, such as viscous versus inviscid regions of flow, internal versus external 
flow, compressible versus incompressible flow, laminar versus turbulent flow, 
natural versus forced flow, and steady versus unsteady flow. We also discuss 
the no-slip condition, which is responsible for the development of boundary 
layers adjacent to the solid surfaces, and the no-temperature-jump condition. 
We continue with a brief history of the development of fluid mechanics. Then 
we discuss the property viscosity, which plays a dominant role in most aspects 
of fluid flow. Finally, we present the property surface tension, and determine 
the capillary rise from static equilibrium conditions. 
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External Water 





Internal 
flow 


FIGURE 10-1 

Internal flow of water in a pipe and 
the external flow of air over the same 
pipe. 
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10-1 * CLASSIFICATION OF FLUID FLOWS 


In Chap. 1 we defined fluid mechanics as the science that deals with the be- 
havior of fluids at rest or in motion, and the interaction of fluids with solids or 
other fluids at the boundaries. There is a wide variety of fluid flow problems 
encountered in practice, and it is usually convenient to classify them on the 
basis of some common characteristics to make it feasible to study them in 
groups. There are many ways to classify the fluid flow problems, and here we 
present some general categories. 


Viscous versus Inviscid Regions of Flow 

When two fluid layers move relative to each other, a friction force develops 
between them and the slower layer tries to slow down the faster layer. This in- 
ternal resistance to flow is called the viscosity, which is a measure of internal 
stickiness of the fluid. Viscosity is caused by cohesive forces between the 
molecules in liquids, and by molecular collisions in gases. There is no fluid 
with zero viscosity, and thus all fluid flows involve viscous effects to some 
degree. Flows in which the effects of viscosity are significant are called 
viscous flows. However, in many flows of practical interest, there are regions 
(typically regions not close to solid surfaces) where viscous forces are negli- 
gibly small compared to inertial or pressure forces. Neglecting the viscous 
terms in such inviscid flow regions greatly simplifies the analysis without 
much loss in accuracy. 


Internal versus External Flow 

A fluid flow is classified as being internal or external, depending on 
whether the fluid is forced to flow in a confined channel or over a surface. 
The flow of an unbounded fluid over a surface such as a plate, a wire, or a 
pipe is external flow. The flow in a pipe or duct is internal flow if the fluid 
is completely bounded by solid surfaces. Water flow in a pipe, for example, 
is internal flow, and airflow over an exposed pipe during a windy day is ex- 
ternal flow (Fig. 10-1). The flow of liquids in a duct is called open-channel 
flow if the duct is only partially filled with the liquid and there is a free sur- 
face. The flow of water in rivers and irrigation ditches are examples of such 
flows. 


Compressible versus Incompressible Flow 

A fluid flow is classified as being compressible or incompressible, depending 
on the density variation of the fluid during flow. The densities of liquids are 
essentially constant, and thus the flow of liquids is typically incompressible. 
Therefore, liquids are usually classified as incompressible substances. A pres- 
sure of 210 atm, for example, causes the density of liquid water at 1 atm to 
change by just 1 percent. Gases, on the other hand, are highly compressible. A 
pressure change of just 0.01 atm, for example, causes a change of | percent in 
the density of atmospheric air. However, gas flows can be treated as incom- 
pressible if the density changes are under about 5 percent, which is usually the 
case when the flow velocity is less than 30 percent of the speed of sound in 
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that gas (i.e., the Mach number of flow is less than 0.3). The speed of sound 
in air at room temperature is 346 m/s. Therefore, the compressibility effects of 
air can be neglected at speeds under about 100 m/s. Note that the flow of a gas 
is not necessarily a compressible flow. 

Small density changes of liquids corresponding to large pressure changes 
can still have important consequences. The irritating “water hammer” in wa- 
ter pipes, for example, is caused by the vibrations of the pipe generated by the 
reflection of pressure waves following the sudden closing of the valves. 


Laminar versus Turbulent Flow 

Some flows are smooth and orderly while others are rather chaotic. The 
highly ordered fluid motion characterized by smooth streamlines is called 
laminar. The flow of high-viscosity fluids such as oils at low velocities is 
typically laminar. The highly disordered fluid motion that typically occurs at 
high velocities and is characterized by velocity fluctuations is called turbu- 
lent. The flow of low-viscosity fluids such as air at high velocities is typi- 
cally turbulent. The flow regime greatly influences the required power for 


pumping. 


Natural (or Unforced) versus Forced Flow 

A fluid flow is said to be natural or forced, depending on how the fluid motion 
is initiated. In forced flow, a fluid is forced to flow over a surface or in a pipe 
by external means such as a pump or a fan. In natural flows, any fluid motion 
is due to natural means such as the buoyancy effect, which manifests itself as 
the rise of the warmer (and thus lighter) fluid and the fall of cooler (and thus Cold 
denser) fluid. This thermosiphoning effect is commonly used to replace water 
pumps in solar water heating systems by placing the water tank sufficiently 


above the solar collectors (Fig. 10-2). Ho: 


water 
ў 





Steady versus Unsteady Flow 
The terms steady and uniform are used frequently in engineering, and thus it Light hot | 
is important to have a clear understanding of their meanings. The term steady water rising 
implies no change at a point with time. The opposite of steady is unsteady. 
The term uniform implies no change with location over a specified region. 
These meanings are consistent with their everyday use (steady girlfriend, uni- 
form distribution, etc.). 29 
The terms unsteady and transient are often used interchangeably, but these $ 
terms are not synonyms. In fluid mechanics, unsteady is the most general term ЕУ 
that applies to any flow that is not steady, but transient is typically used for S 
developing flows. When a rocket engine is fired up, for example, there are 
transient effects as the pressure builds up inside the rocket engine, the flow ac- 
celerates, etc., until the engine settles down and operates steadily. The term 
periodic refers to the kind of unsteady flow in which the flow oscillates about 













Hot water 
storage tank 
(above the top 
of collectors) 


Dense cold | 
water sinking 








a steady mean. m 

Many devices such as turbines, compressors, boilers, condensers, and heat FIGURE 10-2 
exchangers operate for long periods of time under the same conditions, and Natural circulation of water in a solar 
they are classified as steady-flow devices. (Note that the flow field near the water heater by thermosiphoning. 
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FIGURE 10-3 


Oscillating wake of a blunt-based 
airfoil at Mach number 0.6. Photo 
(a) is an instantaneous image while 
photo (5) is a long-exposure (time- 
averaged) image. Photos by A. 

D yment, J.P. Flodrops, and P. Gryson. 
U sed by permission of A rthur 

D yment. 
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rotating blades of a turbomachine is of course unsteady, but we consider the 
overall flow field rather than the details at some localities when we classify 
devices.) During steady flow, the fluid properties can change from point to 
point within a device, but at any fixed point they remain constant. Therefore, 
the volume, the mass, and the total energy content of a steady-flow device or 
flow section remain constant in steady operation. 

Steady-flow conditions can be closely approximated by devices that are in- 
tended for continuous operation such as turbines, pumps, boilers, condensers, 
and heat exchangers of power plants or refrigeration systems. Some cyclic de- 
vices, such as reciprocating engines or compressors, do not satisfy the steady- 
flow conditions since the flow at the inlets and the exits is pulsating and not 
steady. However, the fluid properties vary with time in a periodic manner, and 
the flow through these devices can still be analyzed as a steady-flow process 
by using time-averaged values for the properties. 

Some fascinating visualizations of fluid flow are provided in the book An 
Album of Fluid Motion by M ilton Van Dyke (1982). A nice illustration of an 
unsteady-flow field is shown in Fig. 10-3, taken from Van Dyke's book. Fig- 
ure 10-3a is an instantaneous snapshot from a high-speed motion picture; it 
reveals large, alternating, swirling, turbulent eddies that are shed into the pe- 
riodically oscillating wake from the blunt base of the object. The eddies pro- 
duce shock waves that move upstream alternately over the top and bottom 
surfaces of the airfoil in an unsteady fashion. Figure 10-35 shows the same 
flow field, but the film is exposed for a longer time so that the image is time 
averaged over 12 cycles. The resulting time-averaged flow field appears 
"steady" since the details of the unsteady oscillations have been lost in the 
long exposure. 

One of the most important jobs of an engineer is to determine whether it is 
sufficient to study only the time-averaged "steady" flow features of a prob- 
lem, or whether a more detailed study of the unsteady features is required. If 
he or she were interested only in the overall properties of the flow field, such 
as the time-averaged drag coefficient, the mean velocity and pressure fields, 
etc., a time-averaged description like that of Fig. 10-3», time-averaged ex- 
perimental measurements, or an analytical or numerical calculation of the 
time-averaged flow field would be sufficient. However, if he or she were in- 
terested in details about the unsteady-flow field, such as flow induced vibra- 
tions, unsteady pressure fluctuations, or the sound waves emitted from the 
turbulent eddies or the shock waves, a time-averaged description of the flow 
field would be insufficient. 

M ost of the analytical and computational examples provided in this text- 
book deal with steady or time-averaged flows, although we occasionally point 
out some relevant unsteady-flow features as well when appropriate. 


One-, Two-, and Three-Dimensional Flows 

A flow field is best characterized by the velocity distribution, and thus a flow 
is said to be one-, two-, or three-dimensional if the flow velocity varies in one, 
two, or three primary dimensions, respectively. A typical fluid flow involves a 
three-dimensional geometry and the velocity may vary in all three dimensions 
rendering the flow three-dimensional [Y^ (x, y, z) in rectangular or ‘V(r, 0, 2) 
in cylindrical coordinates]. However, the variation of velocity in certain 
directions can be small relative to the variation in other directions, and can be 


-6- 
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ignored with negligible error. In such cases, the flow can be modeled conve- Velocity profile 
niently as being one- or two-dimensional, which is easier to analyze. (remains unchanged) 

When the entrance effects are far upstream of the region of interest, fully 
developed fluid flow in a circular pipe is one-dimensional since the velocity 
varies in the radial r-direction but not in the angular 6- or axial z-directions 
(Fig. 10-4). That is, the velocity profile is the same at any axial z-location, 
and it is symmetric about the axis of the pipe. Note that even in this simple FIGURE 10-4 
flow, the velocity cannot be uniform across the cross section of the pipe be- 
cause of the no-slip condition. However, at a well-rounded entrance to the 
pipe, the velocity profile may be approximated as nearly uniform across the 
pipe, since the velocity is constant at all radii except very close to the pipe 
wall (Fig. 10—5) 

A flow may be approximated as two-dimensional when the aspect ratio 
is large and the flow does not change appreciably along the longer dimen- 














One-dimensional flow in a 
circular pipe. 


sion. For example, the flow of air over a car antenna can be considered two- ----8 
dimensional except near its ends since the antenna’s length is much greater than по 
its diameter, and the airflow hitting the antenna is fairly uniform (Fig. 10-6). |__| O 





Е EXAMPLE 10-1 Axisymmetric Flow over a Bullet 


E Consider a bullet piercing through calm air. Determine if airflow over the bullet FIGURE 10-5 
g during its flight is one-, two-, or three-dimensional (Fig. 10-7). The velocity profile at the well- 
и rounded entrance to a pipe is nearly 

SOLUTION It is to be determined whether airflow over a bullet is one-, two-, or uniform (one-dimensional). 


three- dimensional. 

Assumptions There are no significant winds and the bullet is not spinning. 
Analysis The bullet possesses an axis of symmetry, and airflow is parallel to 
this axis. Therefore, airflow is symmetric about the axis, and such flows are 
said to be axisymmetric. A bullet piercing through air is an example of axisym- 
metric flow. The velocity in this case varies with the axial distance x and the ra- i 

dial distance r, but not with the angle 0. Therefore, airflow over the bullet is FIGURE 10-6 

















two-dimensional. Flow over a car antenna is 
approximately two-dimensional 
except near the top and bottom of the 


10-2 = THE NO-SLIP CONDITION antenna. 











Consider the flow of a fluid in a stationary pipe or over a solid surface that is Axis of 
nonporous (i.e., impermeable to the fluid). All experimental observations in- symmetry 
dicate that a fluid in motion comes to a complete stop at the surface and as- , 

sumes a zero velocity relative to the surface. That is, a fluid in direct contact «ж 

with a solid sticks to the surface and there is no slip. This is known as the no- r E Tue 
slip condition, and it is due to the fluid viscosity. ---ү 


The no-slip condition is responsible for the development of the velocity pro- 
file. Because of friction between the fluid layers, the layer that sticks to the 
wall slows the adjacent fluid layer, which slows the next layer, and so on. A 
fluid layer adjacent to a moving surface has the same velocity as the surface. 
A consequence of the no-slip condition is that all velocity profiles must have 
zero values with respect to the surface at the points of contact between a fluid 
and a solid surface (Fig. 10-8). The only exception to the no-slip condition oc- 
curs in extremely rarefied gases. 


FIGURE 10-7 


Axisymmetric flow over a bullet. 





468 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


Nu Relative 
Uniform velocities 
approach of fluid layers 
velocity, V 
— 
= Zero 
y velocity 
2-2 at the 
c x surface 








Solid block 


FIGURE 10-8 

A fluid flowing over a stationary 
surface comes to a complete stop at 
the surface because of the no-slip 
condition. 





FIGURE 10-9 
A lot can be learned about fluid 
mechanics by observing nature. 
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A similar phenomenon occurs for the temperature. When two bodies at dif- 
ferent temperatures are brought into contact, heat transfer occurs until both 
bodies assume the same temperature at the points of contact. Therefore, a fluid 
and a solid surface have the same temperature at the points of contact. This is 
known as no-temperature-jump condition. 


10-3 = HISTORY OF FLUID MECHANICS 


Nature is like an exhibit hall for the applications of fluid mechanics, and we 
can learn a lot about the fundamentals of fluid mechanics and be inspired by 
carefully observing nature (Fig. 10-9). The development of fluid mechanics 
started in ancient times with the need to build irrigation systems and to design 
better ships with oars. The earliest contribution to the field was made by 
Archimedes (285-212 B.C.) who formulated the principles of buoyancy of 
submerged bodies and flotation, and applied those principles to determine the 
gold content of the crown of King Hiero I. At about the same time, the Roman 
engineers built an extensive network of fresh-water supply. There was no sig- 
nificant development in fluid mechanics through the Middle Ages until 
Leonardo da Vinci (1459-1519) conducted several experiments and derived 
the conservation of mass equation for one-dimensional steady flow. 

The development of fluid mechanics continued along two different paths: 
on one, the mathematicians and physicists developed the theory and applied 
it to “idealized” problems that did not have much practical value. On the 
other path, engineers developed empirical equations that could be used in the 
design of fluid systems in a limited range. The lack of communication be- 
tween these two groups hindered the development of fluid mechanics for a 
long time. The development of the laws of motion by Isaac Newton 
(1649-1727) and the linear law of viscosity for the so-called Newtonian flu- 
ids set the stage for advances in fluid mechanics. Applying these laws to a 
fluid element, Leonhard Euler (1707-1783) obtained the differential equa- 
tions for fluid motion in 1755. Daniel Bernoulli (1700-1782) developed the 
energy equation for incompressible flow in 1738. Lord Rayleigh (1849-1919) 
developed the powerful dimensional analysis technique. Osborn Reynolds 
(1849-1912) conducted extensive experiments with pipe flow and in 1883 
came up with the dimensionless number that bears his name. 

The general equations of fluid motion that include the effects of fluid fric- 
tion, known as the Navier-Stokes equations, were developed by Claude 
Louis Marie Navier (1785-1836) in 1827 and independently by George 
Gabriel Stokes (1819-1903) in 1845. These equations were of little use at the 
time because they were too difficult to solve. Then in a pioneering paper in 
1904, Ludwig Prandtl (1875-1953) showed that fluid flows can be divided 
into a layer near the walls, called the boundary layer, where the friction ef- 
fects are significant and an outer layer where such effects are negligible, thus 
the Euler and Bernoulli equations are applicable. Theodore von Karman 
(1889—1963) and Sir Geoffrey I. Taylor (1886-1975) also contributed greatly 
to the development of fluid mechanics in the twentieth century. The avail- 
ability of high-speed computers in the last decades and the development of 
numerical methods have made it possible to solve a variety of real-world 
fluids problems and to conduct design and optimization studies through nu- 
merical simulation. 
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10-4 = VAPOR PRESSURE AND CAVITATION 


Recall that temperature and pressure are dependent properties for pure sub- 
stances during phase-change processes, and there is one-to-one correspon- 
dence between temperatures and pressures. At a given pressure, the 
temperature at which a pure substance changes phase is called the saturation 
temperature, 7,,,. Likewise, at a given temperature, the pressure at which a 
pure substance changes phase is called the saturation pressure, P... At an ab- 
solute pressure of 1 standard atmosphere (1 atm or 101.325 kPa), forexample, TABLE 10-1 
the saturation temperature of water is 100°C. Conversely, at a temperature of 
100°C, the saturation pressure of water is 1 atm. 
Atmospheric air can be viewed as a mixture of dry air and water vapor, and 
the atmospheric pressure is the sum of the pressure of dry air and the pressure Saturation 


Saturation (boiling) pressure of 
water at various temperatures 





of water vapor. The pressure of a vapor, whether it exists alone or in a mixture Temperature, Dies Peg 
, T,°C P kPa 
with other gases, is called the vapor pressure P,. The vapor pressure consti- 
tutes a small fraction (usually under 3 percent) of the atmospheric pressure -10 0.260 
since air is mostly nitrogen and oxygen, but the rate of evaporation from open -5 0.403 
water bodies such as lakes is controlled by the vapor pressure. For example, 0 0.611 
the saturation pressure of water at 20°C is 2.34 kPa. Therefore, a glass of wa- i TA 
ter at 20°C left in a room at 1 atm will continue evaporating until the pressure 15 171 
of the water vapor in the room rises to 2.34 kPa at which point phase equilib- 20 2.34 
rium is established. This explains why water at 1 atm "evaporates" at temper- 25 3.17 
atures below 100?C. 30 4.25 
For phase-change processes between the liquid and vapor phases of a pure 40 7.38 
substance, the saturation pressure and the vapor pressure are equivalent since 50 12.35 
the vapor is pure. Note that the pressure value would be the same whether it is 100 101.3 (1 atm) 
measured in the vapor or liquid phase (provided that it is measured at a loca- 150 475.8 
tion close to the liquid—vapor interface to avoid the hydrostatic effects). Vapor 200 1554 
pressure increases with temperature. Thus, a substance at higher temperatures ээн мин 


boils at higher pressures. For example, water boils at 134°C in a pressure 
cooker operating at 3 atm absolute pressure, but it boils at 93°C in an ordinary 
pan at a 2000-m elevation, where the atmospheric pressure is 0.8 atm. The 
saturation (or vapor) pressures are given in Appendices 1 and 2 for various 
substances. A mini table for water is given in Table 10—1 for easy reference. 

The reason for our interest in vapor pressure is the possibility of the liquid 
pressure in liquid-flow systems dropping below the vapor pressure at some lo- 
cations, and the resulting unplanned vaporization. For example, water at 10°C 
will flash into vapor and form bubbles at locations (such as the tip regions of 
impellers or suction sides of pumps) where the pressure drops below 1.23 kPa. 
The vapor bubbles (called cavitation bubbles since they form “cavities” in 
the liquid) collapse as they are swept away from the low-pressure regions, 
generating highly destructive, extremely high-pressure waves. This phenom- 
enon, which is a common cause for drop in performance and even the erosion 
of impeller blades, is called cavitation, and it is an important consideration in 
the design of hydraulic turbines and pumps (Fig. 10-10). 

Cavitation must be avoided (or at least minimized) in flow systems since it 
reduces performance, generates annoying vibrations and noise, and causes 





FIGURE 10-10 


Cavitation damage on a 16-mm by 
23-mm aluminum sample tested at 
60 m/s for 2.5 h. The sample was 
located at the cavity collapse region 
downstream of a cavity generator 
specifically designed to produce high 


damage to equipment. The pressure spikes resulting from the large number of damage potential (Photo by David 
bubbles collapsing near a solid surface over a long period of time may cause Stinebring, Pennsylvania State 
erosion, surface pitting, fatigue failure, and the eventual destruction of the University). 
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FIGURE 10-11 

A moving fluid exerts a drag force on 
a body, partly because of friction 
caused by viscosity. 
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FIGURE 10-12 

The behavior of a fluid between two 
parallel plates when the upper plate 
moves with a constant velocity. 
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components or machinery. The presence of cavitation in a flow system can be 
sensed by its characteristic tumbling sound. 





EXAMPLE 10-2 Minimum Pressure to Avoid Cavitation 


In a water distribution system, the temperature of water is observed to be as 
high as 30°C. Determine the minimum pressure allowed in the system to avoid 
cavitation. 


SOLUTION The minimum pressure in a water distribution system to avoid cav- 
itation is to be determined. 

Properties The vapor pressure of water at 30°C is 4.25 kPa (Table 10-1). 
Analysis To avoid cavitation, the pressure anywhere in flow should not be al- 
lowed to drop below the vapor (or saturation ) pressure at the given temperature. 
That is, 


Prin = Psa@sore = 4-25 kPa 


Therefore, the pressure should be maintained above 4.25 kPa everywhere in 
flow. 

Discussion Note that the vapor pressure increases with increasing tempera- 
ture, and thus the risk of cavitation is greater at higher fluid temperatures. 








10-5 = VISCOSITY 


When two solid bodies in contact move relative to each other, a friction force 
develops at the contact surface in the direction opposite to motion. To move a 
table on the floor, for example, we have to apply a force to the table in the 
horizontal direction large enough to overcome the friction force. The magni- 
tude of the force needed to move the table depends on the friction coefficient 
between the table and the floor. 

The situation is similar when a fluid moves relative to a solid, or when two 
fluids move relative to each other. We move with relative ease in air, but not 
so in water. Moving in oil would be even more difficult, as can be observed by 
the slower downward motion of a glass ball dropped in a tube filled with oil. 
It appears that there is a property that represents the internal resistance of a 
fluid to motion or the “fluidity,” and that property is the viscosity. The force a 
flowing fluid exerts on a body in the flow direction is called the drag force, 
and the magnitude of this force depends, in part, on viscosity (Fig. 10-11). 

To obtain a relation for viscosity, consider a fluid layer between two very 
large parallel plates (or equivalently, two parallel plates immersed in a large 
body of a fluid) separated by a distance € (Fig. 10-12). Now a constant par- 
allel force F is applied to the upper plate while the lower plate is held fixed. 
After the initial transients, it is observed that the upper plate moves continu- 
ously under the influence of this force at a constant velocity V. The fluid in 
contact with the upper plate sticks to the plate surface and moves with it at the 
same velocity, and the shear stress 7 acting on this fluid layer is 


C= | (10-1) 
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where A is the contact area between the plate and the fluid. Note that the fluid 
layer deforms continuously under the influence of shear stress, as expected. 

The fluid in contact with the lower plate assumes the velocity of that plate, 
which is zero (again because of the no-slip condition). In steady operation, the 
fluid velocity between the plates in most cases varies linearly between 0 and 
V, and thus the velocity profile and the velocity gradient are 
du W 


Vv and dy € 


eS 


u(y) — (10-2) 
where y is the vertical distance from the lower plate. 

During a differential time interval df, the fluid particles along a vertical line 
MN rotate through a differential angle d while the upper plate moves a 
differential distance da = Vdt. The angular displacement or deformation (or 
shear strain) can be expressed as 

Vdt _ du 


dB ~ anp =F =t h g 


t dy (10-3) 


Rearranging, the rate of deformation under the influence of shear stress т 
becomes 

dB du 

dt^ dy (10-4) 
Thus we conclude that the rate of deformation of a fluid element is equivalent 
to the velocity gradient du/dy. Further, it can be verified experimentally that 
for most fluids the rate of deformation (and thus the velocity gradient) is di- 
rectly proportional to the shear stress 7, 


dp du 
т 


oc p or dy (10-5) 


» 
Fluids for which the rate of deformation is proportional to the shear stress are 
called Newtonian fluids after Sir Isaac Newton, who expressed it first in 
1687. Most common fluids such as water, air, gasoline, and oils are Newton- 
ian fluids. Blood and liquid plastics are examples of non-Newtonian fluids. 

In one-dimensional flow of Newtonian fluids, shear stress can be expressed 
by the linear relationship, 


Shear stress: т = р a (N/m?) (10-6) 
where the constant of proportionality u is called the dynamic (or absolute) 
viscosity of the fluid, whose unit is kg/m - s, or equivalently, N - s/m? (or Pa: s 
where Pa is the pressure unit pascal). A common viscosity unit is poise, which is 
equivalent to 0.1 Pa - s (or centipoise, which is one-hundredth of a poise). A plot 
of shear stress versus the rate of deformation (velocity gradient) for a Newton- 
jan fluid is a straight line whose slope is the viscosity of the fluid, as shown in 
Fig. 10-13. Note that viscosity is independent of the rate of deformation. 

The shear force acting on a Newtonian fluid layer (or, by Newton's third 


law, the force acting on the plate) is 


Paga (N) 


Shear force: dy 


(10-7) 
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Shear stress, T 








Oil Viscosity = Slope 
T a 
— duldy b 














Rate of deformation, du/dy 


FIGURE 10-13 

The rate of deformation (velocity 
gradient) of a Newtonian fluid is 
proportional to shear stress, and the 
constant of proportionality is the 
viscosity. 
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Rate of deformation, du/dy 


FIGURE 10-14 

Variation of shear stress with the rate 
of deformation for Newtonian and 
non-Newtonian fluids (the slope of a 
curve at a point is the apparent 
viscosity of the fluid at that point). 


Air at 20°C and 1 atm: 
[= 1.83 x 10> kg/m: s 
U 21.52 x 10? m?/s 


Air at 20°C and 4 atm: 
[= 1.83 x 10> kg/m: s 
v = 0.380 x 10> m?/s 





FIGURE 10-15 

Dynamic viscosity, in general, does 
not depend on pressure, but kinematic 
viscosity does. 


9,355 nV ray 


e Tit 


where again A is the contact area between the plate and the fluid. Then the 
force F required to move the upper plate in Fig. 10-12 at a constant velocity 
of V while the lower plate remains stationary is 


Peut (8) (10-8) 


4 
This relation can alternately be used to calculate u when the force F is mea- 
sured. Therefore, the experimental setup just described can be used to measure 
the viscosity of fluids. Note that under identical conditions, the force F will 
be very different for different fluids. 

For non-Newtonian fluids, the relationship between shear stress and rate of 
deformation is not linear, as shown in Fig. 10-14. The slope of the curve on 
the 7 versus. du/dy chart is referred to as the apparent viscosity of the fluid. 
Fluids for which the apparent viscosity increases with the rate of deformation 
(such as solutions with suspended starch or sand) are referred to as dilatant or 
shear thickening fluids, and those that exhibit the opposite behavior (the fluid 
becoming less viscous as it is sheared harder, such as some paints, polymer 
solutions, and fluids with suspended particles) are referred to as pseudoplas- 
tic or shear thinning fluids. Some materials such as toothpaste can resist a 
finite shear stress and thus behave as a solid, but deform continuously when 
the shear stress exceeds the yield stress and thus behave as a fluid. Such 
materials are referred to as bingham plastic. 

In fluid mechanics and heat transfer, the ratio of dynamic viscosity to den- 
sity appears frequently. For convenience, this ratio is given the name kine- 
matic viscosity v and is expressed as v = p/p. Two common units of 
kinematic viscosity are m?/s and stoke (1 stoke = 1 cm?/s — 0.0001 m?/s). 

In general, the viscosity of a fluid depends on both temperature and pres- 
sure, although the dependence on pressure is rather weak. For liquids, both the 
dynamic and kinematic viscosities are practically independent of pressure, 
and any small variation with pressure is usually disregarded, except at ex- 
tremely high pressures. For gases, this is also the case for dynamic viscosity 
(at low to moderate pressures), but not for kinematic viscosity since the den- 
sity of a gas is proportional to its pressure (Fig. 10-15). 

The viscosity of a fluid is a measure of its “stickiness” or “resistance to 
shear.” It is due to the internal frictional force that develops between different 
layers of fluids as they are forced to move relative to each other. Viscosity is 
caused by the cohesive forces between the molecules in liquids, and by the 
molecular collisions in gases, and it varies greatly with temperature. The vis- 
cosity of liquids decreases with temperature, whereas the viscosity of gases 
increases with temperature (Fig. 10-16). This is because in a liquid the mole- 
cules possess more energy at higher temperatures, and they can oppose the 
large cohesive intermolecular forces more strongly. As a result, the energized 
liquid molecules can move more freely. 

In a gas, on the other hand, the intermolecular forces are negligible, and the 
gas molecules at high temperatures move randomly at higher velocities. This 
results in more molecular collisions per unit volume per unit time, and there- 
fore in greater resistance to flow. The viscosity of a fluid is directly related to 
power needed to transport a fluid in a pipe or to move a body (such as a car in 
air or a submarine in the sea) through a fluid. 
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The kinetic theory of gases predicts the viscosity of gases to be proportional 


to the square root of temperature. That is, Wgas % VT. This prediction is con- 
firmed by practical observations, but deviations for different gases need to be 
accounted for by incorporating some correction factors. The viscosity of gases 
is given as a function of temperature by the Sutherland correlation (from The 
U.S. Standard Atmosphere) as 


aT? 
eT Sag 





Gases: (10-9) 


where T is absolute temperature, and a and b are experimentally determined 
constants. Note that measuring viscosities at two different temperatures is suf- 
ficient to determine these constants. For air, the values of these constants are 
a = 1.458 X 10 5 kg/(m - s - K!?) and b = 110.4 K at atmospheric condi- 
tions. The viscosity of gases is independent of pressure at low to moderate 
pressures (from a few percent of 1 atm to several atm). But viscosity increases 
at high pressures due to the increase in density. 
For liquids, the viscosity is given as 


Liquids: p = а10% 7-0 (10-10) 


where again T is absolute temperature, and a, b, and c are experimentally de- 
termined constants. For water, using the values a — 2.414 X 10? N : s/m?, 
b — 247.8 K, and c — 140 K results in less than 2.5 percent error in viscosity 
in the temperature range of 0°C to 370°C (Touloukian et al., 1975). 

Consider a fluid layer of thickness € within a small gap between two con- 
centric cylinders, such as the thin layer of oil in a journal bearing. The gap be- 
tween the cylinders can be modeled as two parallel flat plates separated by a 
fluid. Noting that torque is T — FR (force times the moment arm, which is the 
radius R of the inner cylinder in this case), the tangential velocity is V = wR 
(angular velocity times the radius), and taking the wetted surface area of the 
inner cylinder to be A = 277RL by disregarding the shear stress acting on the 
two ends of the inner cylinder, torque can be expressed as 


27RwL 2 4m? RÓnL 


T=FR=p Ü ш 7 


(10-11) 


where L is the length of the cylinder and 7 is the number of revolutions per 
unit time, which is usually expressed in rpm (revolutions per minute). Note 
that the angular distance traveled during one rotation is 27r radians, and thus 
the relation between the angular velocity in rad/min and the rpm is « — 2n. 
Equation 10-11 can be used to calculate the viscosity of a fluid by measuring 
torque at a specified angular velocity. Therefore, two concentric cylinders can 
be used as a viscometer, a device that measures viscosity. 

The viscosities of some fluids at room temperature are listed in Table 10—2. 
They are plotted against the temperature in Fig. 10-17. Note that the viscosi- 
ties of different fluids differ by several orders of magnitude. Also note that it 
is more difficult to move an object in a higher-viscosity fluid such as engine 
oil than it is in a lower-viscosity fluid such as water. Liquids, in general, are 
much more viscous than gases. 
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FIGURE 10-16 


The viscosity of liquids decreases and 
the viscosity of gases increases with 


TABLE 10-2 


temperature. 


Dynamic viscosities of some fluids 
at 1 atm and 20°C (unless otherwise 





stated) 
Dynamic viscosity 
Fluid p, kg/m -s 
Glycerin: 
—20°C 134.0 
0°C 10.5 
20°C 1.52 
40°C 0.31 
Engine oil: 
SAE 10W 0.10 
SAE 10W30 0.17 
SAE 30 0.29 
SAE 50 0.86 
Mercury 0.0015 
Ethyl alcohol 0.0012 
Water: 
0°C 0.0018 
20°C 0.0010 
100°C (liquid) 0.00028 
100°C (vapor) 0.000012 
Blood, 37°C 0.00040 
Gasoline 0.00029 
Ammonia 0.00015 
Air 0.000018 
Hydrogen, 0°C 0.0000088 
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EXAMPLE 10-3 Determining the Viscosity of a Fluid 


The viscosity of a fluid is to be measured by a viscometer constructed of two 
40-cm-long concentric cylinders (Fig. 10-18). The outer diameter of the inner 
cylinder is 12 cm, and the gap between the two cylinders is 0.15 cm. The in- 
ner cylinder is rotated at 300 rpm, and the torque is measured to be 1.8 N - m. 
Determine the viscosity of the fluid. 





Stationary 
cylinder 


SOLUTION The torque and the rpm of a double cylinder viscometer are 
given. The viscosity of the fluid is to be determined. 

Assumptions 1 The inner cylinder is completely submerged in oil. 2 The vis- 
cous effects on the two ends of the inner cylinder are negligible. 

Analysis Solving Eq. 10-11 for viscosity and substituting the given values, the 


viscosity of the fluid is determined to be 
Fluid 
T4 (1.8 N - m)(0.0015 m) 


ЁОЛ аавын, | 437^(0.06 m)*(300/60 1/s)(0.4 m) 





= 0.158 N/m? - s 


FIGURE 10-18 
Schematic for Example 10-3. 
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Courtesy Visuals 
Unlimited, photo 
by Pegasus 


Courtesy Visuals 
Unlimited, photo 
by Dennis Drenner 


Discussion Viscosity is a strong function of temperature, and a viscosity value 
without a temperature is of little value. Therefore, the temperature of the fluid 
should have also been measured during this experiment, and reported with this 
calculation. 





10-6 = SURFACE TENSION AND CAPILLARY EFFECT 


It is often observed that a drop of blood forms a hump on a horizontal glass, 
a drop of mercury forms a near-perfect sphere and can be rolled just like a 
steel ball over a smooth surface; water droplets from rain or dew hang from 
branches or leaves of trees; a liquid fuel injected into an engine forms a mist 
of spherical droplets; water dripping from a leaky faucet falls as spherical 
droplets; and a soap bubble released into the air forms a spherical shape 
(Fig. 10-19). 

In these and other observances, liquid droplets behave like small spherical 
balloons filled with the liquid, and the surface of the liquid acts like a 
stretched elastic membrane under tension. The pulling force that causes this 
tension acts parallel to the surface and is due to the attractive forces between 
the molecules of the liquid. The magnitude of this force per unit length is 
called surface tension ø, and is usually expressed in the unit N/m (or Ibf/ft in 
English units). This effect is also called surface energy and is expressed in the 
equivalent unit of N - m/m? or J/m?. In this case, c represents the stretching 
work that needs to be done to increase the surface area of the liquid by a unit 
amount. 

To visualize how surface tension arises, we present a microscopic view in 
Fig. 10-20 by considering two liquid molecules, one at the surface and one 
deep within the liquid body. The attractive forces applied on the interior mol- 
ecule by the surrounding molecules balance each other because of symmetry. 
But the attractive forces acting on the surface molecule are not symmetric, and 
the attractive forces applied by the gas molecules above are usually very 
small. Therefore, there is a net attractive force acting on the molecule at the 
surface of the liquid, which tends to pull the molecules on the surface toward 
the interior of the liquid. This force is balanced by the repulsive forces from 
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FIGURE 10-19 
Some consequences of 
surface tension. 


A molecule 
on the surface 


A molecule 
inside the 
liquid 


FIGURE 10-20 

Attractive forces acting on a liquid 
molecule at the surface and 

deep inside the liquid. 
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Rigid wire frame 


Surface of film 
І Movable 


wire 





O, : 
Wire 


Liquid film 
FIGURE 10-21 
Stretching a liquid film with a 
U-shaped wire, and the forces acting 
on the movable wire of length b. 


TABLE 10-3 


Surface tension of some 
fluids in air at 1 atm and 20°C 
(unless otherwise stated) 


Surface tension 





Fluid 9,, N/m* 
Water: 

0°C 0.076 
20°C 0.073 
100°C 0.059 
300°C 0.014 
Glycerin 0.063 
SAE 30 oil 0.035 
Mercury 0.440 
Ethyl alcohol 0.023 
Blood, 37°C 0.058 
Gasoline 0.022 
Ammonia 0.021 
Soap solution 0.025 
Kerosene 0.028 


*Multiply by 0.06852 to convert to Ibf/ft. 


ray 
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the molecules below the surface that are being compressed. The resulting 
compression effect causes the liquid to minimize its surface area. This is the 
reason for the tendency of the liquid droplets to attain a spherical shape, which 
has the minimum surface area for a given volume. 

You also may have observed, with amusement, that some insects can land 
on water (even walk on water) and that small steel needles can float on water. 
These are again made possible by surface tension that balances the weights of 
these objects. 

To understand the surface tension effect better, consider a liquid film (such 
as the film of a soap bubble) suspended on a U-shaped wire frame with a mov- 
able side (Fig. 10-21). Normally, the liquid film tends to pull the movable 
wire inward in order to minimize its surface area. A force F needs to be ap- 
plied on the movable wire in the opposite direction to balance this pulling ef- 
fect. The thin film in the device has two surfaces (the top and bottom surfaces) 
exposed to air, and thus the length along which the tension acts in this case is 
2b. Then a force balance on the movable wire gives F = 2bo,, and thus the 
surface tension can be expressed as 


(10-12) 


Note that for b = 0.5 m, the force F measured (in N) is simply the surface 
tension in N/m. An apparatus of this kind with sufficient precision can be used 
to measure the surface tension of various fluids. 

In the U-shaped wire, the force F remains constant as the movable wire is 
pulled to stretch the film and increase its surface area. When the movable wire 
is pulled a distance Ax, the surface area increases by AA = 2b Ax, and the 
work done W during this stretching process is 


W = Force X Distance = F Ax = 2ba, Ax = g, AA 


since the force remains constant in this case. This result can also be inter- 
preted as the surface energy of the film is increased by an amount o, AA 
during this stretching process, which is consistent with the alternative inter- 
pretation of ø, as surface energy. This is similar to a rubber band having more 
potential (elastic) energy after it is stretched further. In the case of liquid film, 
the work is used to move liquid molecules from the interior parts to the sur- 
face against the attraction forces of other molecules. Therefore, surface ten- 
sion also can be defined as the work done per unit increase in the surface area 
of the liquid. 

The surface tension varies greatly from substance to substance, and with 
temperature for a given substance, as shown in Table 10-3. At 20°C, for ex- 
ample, the surface tension is 0.073 N/m for water and 0.440 N/m for mercury 
surrounded by atmospheric air. The very high surface tension also explains 
why mercury droplets form spherical balls that can be rolled like a solid ball 
on a surface without wetting the surface. The surface tension of a liquid, in 
general, decreases with temperature and becomes zero at the critical point 
(and thus there is no distinct liquid—vapor interface at temperatures above the 
critical point). The effect of pressure on surface tension is usually negligible. 
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The surface tension of a substance can be changed considerably by impuri- 
ties. Therefore, certain chemicals, called surfactants, can be added to a liquid 
to decrease its surface tension. For example, soaps and detergents lower the 
surface tension of water and enable it to penetrate through the small openings 
between fibers for more effective washing. But this also means that devices 
whose operation depends on surface tension (such as heat pipes) can be de- 
stroyed by the presence of impurities due to poor workmanship. 

We speak of surface tension for liquids only at liquid—liquid or liquid—gas 
interfaces. Therefore, it is important to specify the adjacent liquid or gas when 
specifying surface tension. Also, surface tension determines the size of the 
liquid droplets that form. A droplet that keeps growing by the addition of more 
mass will break down when the surface tension can no longer hold it together. 
This is like a balloon that will burst while being inflated when the pressure in- 
side rises above the strength of the balloon material. 

A curved interface indicates a pressure difference (or "pressure jump") 
across the interface with pressure being higher on the concave side. The ex- 
cess pressure AP inside a droplet or bubble above the atmospheric pressure, 
for example, can be determined by considering the free-body diagram of half 
a droplet or bubble (Fig. 10—22). Noting that surface tension acts along the cir- 
cumference and the pressure acts on the area, horizontal force balances for the 
droplet and the bubble give 








20, 

Droplet: Cake, =P AP => AP Ру Ру R (10-13) 
40, 

Bubble: 2(227R)o, = (тКЭАР,ыы.П-» АРы 9 -Р,- R 00-14) 


where P; and P, are the pressures inside and outside the droplet or bubble, 
respectively. When the droplet or bubble is in the atmosphere, P, is simply 
atmospheric pressure. The factor 2 in the force balance for the bubble is due 
to the bubble consisting of a film with two surfaces (inner and outer surfaces) 
and thus two circumferences in the cross section. 

The excess pressure in a droplet (or bubble) also can be determined by 





considering a differential increase in the radius of the droplet due to the (b) Half a bubble 

addition of a differential amount of mass and interpreting the surface tension FIGURE 10-22 
as the increase in the surface energy per unit area. Then the increase in the The free-body diagram of half a 
surface energy of the droplet during this differential expansion process droplet and half a bubble. 
becomes 


OWourface = 7, dA = 0, d(47R*) = 87Ro, dR 
The expansion work done during this differential process is determined by 
multiplying the force by distance to obtain 
SWexpansion = Force X Distance = F dR = (APA) dR = Ат? ДР ак 
Equating the two expressions above gives AP gropiee = 20,/R, which is the same 


relation obtained before and given in Eq. 10-13. Note that the excess pressure 
in a droplet or bubble is inversely proportional to the radius. 
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(a) Wetting (b) Nonwetting 
fluid fluid 
FIGURE 10-23 


The contact angle for wetting 
and nonwetting fluids. 


FIGURE 10-24 

The meniscus of colored water in a 
4-mm inner diameter glass tube. Note 
that the edge of the meniscus meets 
the wall of the capillary tube at a very 
small contact angle. (Photo by 
Gabrielle Tremblay, Pennsylvania 
State University.) 
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Capillary Effect 

Another interesting consequence of surface tension is the capillary effect, 
which is the rise or fall of a liquid in a small-diameter tube inserted into the 
liquid. Such narrow tubes or confined flow channels are called capillaries. 
The rise of kerosene through a cotton wick inserted into the reservoir of a 
kerosene lamp is due to this effect. The capillary effect is also partially re- 
sponsible for the rise of water to the top of tall trees. The curved free surface 
of a liquid in a capillary tube is called the meniscus. 

Itis commonly observed that water in a glass container curves up slightly at 
the edges where it touches the glass surface; but the opposite occurs for mer- 
cury: it curves down at the edges (Fig. 10—23). This effect is usually expressed 
by saying that water wets the glass (by sticking to it) while mercury does not. 
The strength of the capillary effect is quantified by the contact (or wetting) 
angle ¢, defined as the angle that the tangent to the liquid surface makes with 
the solid surface at the point of contact. 'The surface tension force acts along 
this tangent line toward the solid surface. A liquid is said to wet the surface 
when ф < 90° and not to wet the surface when $ > 90°. In atmospheric air, 
the contact angle of water (and most other organic liquids) with glass is nearly 
Zero, ф == 0° (Fig. 10-24). Therefore, the surface tension force acts upward on 
water in a glass tube along the circumference, tending to pull the water up. As 
a result, water rises in the tube until the weight of the liquid in the tube above 
the liquid level of the reservoir balances the surface tension force. The contact 
angle is 130? for mercury—glass and 26? for kerosene-glass in air. Note that 
the contact angle, in general, is different in different environments (such as 
another gas or liquid in place of air). 

The phenomenon of capillary effect can be explained microscopically by 
considering cohesive forces (the forces between like molecules, like water) 
and adhesive forces (the forces between dislike molecules, like water and 
glass). The liquid molecules at the solid—liquid interface are subjected to both 
cohesive forces by other liquid molecules and adhesive forces by the mole- 
cules of the solid. The relative magnitudes of these forces determine whether 
a liquid wets a solid surface or not. Obviously, the water molecules are more 
strongly attracted to the glass molecules than they are to other water mole- 
cules, and thus water tends to rise along the glass surface. The opposite occurs 
for mercury, which causes the liquid surface near the glass wall to be sup- 
pressed (Fig. 10-25). 

The magnitude of the capillary rise in a circular tube can be determined 
from a force balance on the cylindrical liquid column of height л іп the tube 
(Fig. 10-26). The bottom of the liquid column is at the same level as the free 
surface of the reservoir, and thus the pressure there must be atmospheric 
pressure. This balances the atmospheric pressure acting at the top surface, and 
thus these two effects cancel each other. The weight of the liquid column is 
approximately 


W = mg = pVg = ре(тК°ћ) 


Equating the vertical component of the surface tension force to the weight 
gives 


үү - F surface тэ ре(тК2Р) = 2т Ко, cos ф 
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СНАРТЕК 10 
Solving for h gives the capillary rise to be 


20, 
Capillary rise: h= ~ cos R = constant) (10-15) 
pillar: ggg eee ( 









Meniscus 
This relation is also valid for nonwetting liquids (such as mercury in glass) 
and gives the capillary drop. In this case  — 90? and thus cos $ « 0, which 
makes h negative. Therefore, a negative value of capillary rise corresponds to 
a capillary drop (Fig. 10-25). 





Note that the capillary rise is inversely proportional to the radius of the tube. FIGURE 10—25 
Therefore, the thinner the tube is, the greater the rise (or fall) of the liquid in The capillary rise of water and the 
the tube. In practice, the capillary effect is usually negligible in tubes whose capillary fall of mercury in a 
diameter is greater than 1 cm. When pressure measurements are made using small-diameter glass tube. 


manometers and barometers, it is important to use sufficiently large tubes to 








minimize the capillary effect. The capillary rise is also inversely proportional on 
to the density of the liquid, as expected. Therefore, lighter liquids experience 
greater capillary rises. Finally, it should be kept in mind that Eq. 10-15 is de- ee 
rived for constant diameter tubes and should not be used for tubes of variable l | ? 
cross section. ян! 
Liquid 
+ —2R—+ 

d EXAMPLE 10-4 The Capillary Rise of Water in a Tube 
а нв НО 
E^ 0.6-mm-diameter glass tube is inserted into water at 20°C in a cup. Deter- FIGURE 10-26 
g mine the capillary rise of water in the tube (Fig. 10-27). The forces acting on a liquid column 
m that has risen in a tube due to 

SOLUTION The rise of water in a slender tube as a result of the capillary effect the capillary effect. 


is to be determined. 

Assumptions 1 There are no impurities in the water and no contamination on 
the surfaces of the glass tube. 2 The experiment is conducted in atmospheric 
air. 

Properties The surface tension of water at 20°C is 0.073 N/m (Table 10-3). 
The contact angle of water with glass is O° (from preceding text). We take the 
density of liquid water to be 1000 kg/m. 

Analysis The capillary rise is determined directly from Eq. 10-15 by substi- 
tuting the given values, yielding 








5 20, 2(0.073 N/m) (= . ГЭ) Я 
7 pgR 95 9 — 4000 kg/m 9.81 m/s(03X 102m \ IN /208 FIGURE 10-27 
= 0.050 т = 5.0 ст Schematic Тог Ехашрїе 10-4. 


Therefore, water rises in the tube 5 cm above the liquid level in the cup. 


Discussion Note that if the tube diameter were 1 cm, the capillary rise would 
be 0.3 mm, which is hardly noticeable to the eye. Actually, the capillary rise in 
a large-diameter tube occurs only at the rim. The center does not rise at all. 
Therefore, the capillary effect can be ignored for large-diameter tubes. 


SUMMARY 


In this chapter the basic concepts of fluid mechanics are intro- with the behavior of fluids at rest or in motion, and the interac- 
duced and discussed. Fluid mechanics is the science that deals tion of fluids with solids or other fluids at the boundaries. 
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The flow of an unbounded fluid over a surface is external 
flow, and the flow in a pipe or duct is internal flow if the fluid 
is completely bounded by solid surfaces. A fluid flow is classi- 
fied as being compressible or incompressible, depending on the 
density variation of the fluid during flow. The densities of liq- 
uids are essentially constant, and thus the flow of liquids is typ- 
ically incompressible. The term steady implies no change with 
time. The opposite of steady is unsteady, or transient. The term 
uniform implies no change with location over a specified re- 
gion. A flow is said to be one-dimensional when the velocity 
changes in one dimension only. A fluid in direct contact with a 
solid surface sticks to the surface and there is no slip. This is 
known as the no-slip condition, and it is due to the viscosity of 
the fluid. 

At a given temperature, the pressure at which a pure sub- 
stance changes phase is called the saturation pressure. For 
phase-change processes between the liquid and vapor phases of 
a pure substance, the saturation pressure is commonly called 
the vapor pressure P,. 

The viscosity of a fluid is a measure of its “stickiness” or “re- 
sistance to deformation.” The tangential force per unit area is 
called shear stress, and is expressed for simple shear flow be- 
tween plates (one-dimensional flow) as 


where pz is the dynamic (or absolute) viscosity of the fluid, u is 
the velocity component in the flow direction, and y is the di- 
rection normal to flow direction. The fluids that obey this lin- 
ear relationship are called Newtonian fluids. The ratio of 
dynamic viscosity to density is called the kinematic viscosity, v. 


For liquids, both the dynamic and kinematic viscosities are es- 
sentially independent of pressure. For gases, this is also the 
case for dynamic viscosity, but not for kinematic viscosity 
since the density of a gas is proportional to its pressure. 

The pulling effect on the liquid molecules at an interface 
caused by the attractive forces of molecules per unit length is 
called surface tension a. The excess pressure AP inside a 
spherical droplet or bubble is given by 








20, 
AP groper = Р, = Р, = R 
and 
40, 
АР = P; = Р, = р 


where P; and P, are the pressures inside and outside the droplet 
or bubble. The rise or fall of a liquid in a small-diameter tube 
inserted into the liquid due to surface tension is called the cap- 
illary effect. The strength of the capillary effect is quantified 
by the contact angle d, defined as the angle that the tangent to 
the liquid surface makes with the solid surface at the point of 
contact. A liquid is said to wet the surface when $ « 90?, and 
not to wet the surface when ф 2 90°. The capillary rise or drop 
is given by 


20, 
cos ф 


h= 
pgR 





The capillary rise is inversely proportional to the radius of the 
tube, and is negligible for tubes whose diameter is larger than 
about 1 cm. 
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PROBLEMS* 


Classification of Fluid Flows, Vapor Pressure, and 
Cavitation 


10-1C Define internal, external, and open-channel flows. 


10-2C Define incompressible flow and incompressible fluid. 
Must the flow of a compressible fluid necessarily be treated as 
compressible? 


10-3C What is the no-slip condition? What causes it? 


10-4С What is forced flow? How does it differ from natural 
flow? Is flow caused by wind forced or natural flow? 


10-5C What is vapor pressure? How is it related to satura- 
tion pressure? 


10-6C Does water boil at higher temperatures at higher pres- 
sures? Explain. 


10-7C If the pressure of a substance is increased during a 
boiling process, will the temperature also increase or will it re- 
main constant? Why? 


10-8C What is cavitation? What causes it? 


10-9 Ina piping system, the water temperature remains un- 
der 40°C. Determine the minimum pressure allowed in the sys- 
tem to avoid cavitation. 


10-10 The analysis of a propeller that operates in water at 
20°C shows that the pressure at the tips of the propeller drops 
to 2 kPa at high speeds. Determine if there is a danger of cavi- 
tation for this propeller. 


10-11E The analysis of a propeller that operates in water at 
70°F shows that the pressure at the tips of the propeller drops 
to 0.1 psia at high speeds. Determine if there is a danger of cav- 
itation for this propeller. 


10-12 A pump is used to transport water to a higher reser- 
voir. If the water temperature is 25°C, determine the lowest 
pressure that can exist in the pump without cavitation. 





*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


Viscosity 


10-13C What is viscosity? What is the cause of it in liq- 
uids and in gases? Do liquids or gases have higher dynamic 
viscosities? 


10-14C What is a Newtonian fluid? Is water a Newtonian 
fluid? 


10-15C Consider two identical small glass balls dropped 
into two identical containers, one filled with water and the 
other with oil. Which ball will reach the bottom of the con- 
tainer first? Why? 


10-16C How does the dynamic viscosity of (a) liquids and 
(b) gases vary with temperature? 


10-17C How does the kinematic viscosity of (a) liquids and 
(b) gases vary with temperature? 


10-18 A50-cm X 30-cm X 20-cm block weighing 150 N is 
to be moved at a constant velocity of 0.8 m/s on an inclined 
surface with a friction coefficient of 0.27. (a) Determine the 
force F that needs to be applied in the horizontal direction. 
(b) If a 0.4-mm-thick oil film with a dynamic viscosity of 
0.012 Pa - s is applied between the block and inclined surface, 
determine the percent reduction in the required force. 





FIGURE P10-18 


10-19 Consider the flow of a fluid with viscosity u though a 
circular pipe. The velocity profile in the pipe is given as u(r) = 
Umax(1 — r"/R"), where u,,,, is maximum flow velocity, which 
occurs at the centerline; r is the radial distance from the cen- 
terline; and u(r) is the flow velocity at any position r. Develop 
a relation for the drag force exerted on the pipe wall by the 
fluid in the flow direction per unit length of the pipe. 


ur) 2 ug (1 1/8") 








FIGURE P10-19 


10-20  Athin 20-cm X 20-cm flat plate is pulled at 1 m/s hor- 
izontally through a 3.6-mm-thick oil layer sandwiched between 
two plates, one stationary and the other moving at a constant 
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velocity of 0.3 m/s, as shown in the figure. T he dynamic viscos- 
ity of oil i$ 0.027 Pa - s. Assuming the velocity in each oil layer 
to vary linearly, (a) plotthe velocity profile and find the location 
where the oil velocity is zero and (b) determine the force that 
needs to be applied on the plate to maintain this motion. 





























Fixed wall 
hı =1 mm V=1 m/s F 
^ "EU Vy = 0.3 m/s 
Moving wall 


FIGURE P10-20 


10-21 A frustum-shaped body is rotating at a constant angu- 
lar speed of 200 rad/s in a container filled with SAE 10W oil at 
20°C (u = 0.1 Pa - s), as shown in the figure. If the thickness 
of the oil film on all sides is 1.2 mm, determine the power re- 
quired to maintain this motion. Also determine the reduction in 
the required power input when the oil temperature rises to 80°C 
(и = 0.0078 Ра · 5). 





FIGURE P10-21 


10-22 Theclutch system shown in the figure is used to trans- 
mit torque through a 3-mm-thick oil film with ш = 0.38 
N - s/m? between two identical 30-cm-diameter disks. When 
the driving shaft rotates at a speed of 1450 rpm, the driven 
shaft is observed to rotate at 1398 rpm. Assuming a linear ve- 
locity profilefor the oil film, determine the transmitted torque. 





























Driving Driven 
zug Shaft Shaft. vA 
ТУ? 30 cm | 3mm 7777 
= SAE 30W oil 





FIGURE P10-22 


—— 


10-23 "S Reconsider Prob. 10-22. Using EES (or other) 

<= software, investigate the effect of oil film thick- 
ness on the torque transmitted. L et the film thickness vary from 
0.1 mm to 10 mm. Plot your results, and state your conclusions. 


10-24 The viscosity of some fluids changes when a strong 
electric field is applied on them. This phenomenon is known as 
the electrorheological (ER) effect, and fluids that exhibit such 
behavior are known as ER fluids. The Bingham plastic model for 
shear stress, which is expressed as r = v, -- u(du/dy) is widely 
used to describe ER fluid behavior because of its simplicity. One 
of the most promising applications of ER fluids isthe ER clutch. 
A typical multidisk ER clutch consists of several equally spaced 
steel disks of inner radius R; and outer radius R;, N of them at- 
tached to the input shaft. The gap h between the parallel disks is 
filled with a viscous fluid. (a) Find a relationship for the torque 
generated by the clutch when the output shaft is stationary 
and (b) calculate the torque for an ER clutch with N — 11 for 
К; = 50 тт, А, = 200 тт, and n — 2400 rpm if the fluid is 
SAE 10 with ,, — 0.1 Pa - s, z, — 2.5 kPa, and h = 1.2 mm. 
Answer: (b) 2060 N - m 


h=1.2 mm 
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oninputshaft y y y 
Variable magnetic field 


FIGURE P10-24 


10-25 Theviscosity of some fluids, called magnetorheological 
(M R) fluids, changes when a magnetic field is applied. Such flu- 
ids involve micron-sized magnetizable particles suspended in an 
appropriate carrier liquid, and are suitable for use in controllable 
hydraulic clutches. See Fig. P10-24. The MR fluids can have 
much higher viscosities than the ER fluids, and they often ex- 
hibit shear-thinning behavior in which the viscosity of the fluid 
decreases as the applied shear force increases. This behavior is 
also known as pseudoplastic behavior, and can be successfully 
represented by Herschel-Bulkley constitutive model expressed 
as 7 = Ty + K (du/dy)™. H ere 7 is the shear stress applied, 7, is 
the yield stress, K is the consistency index, and m is the power 
index. For a Herschel-Bulkley fluid with 7, = 900 Pa, K = 58 
Pa-s™, and m = 0.82, (a) find a relationship for the torque 
transmitted by an MR clutch for N plates attached to the input 
shaft when the input shaft is rotating at an angular speed of w 
while the output shaft is stationary and (b) calculate the torque 
transmitted by such a clutch with N — 11 plates forR, = 50mm, 
R; — 200 mm, À = 2400 rpm, and h = 1.2 mm. 


10-26 The viscosity of a fluid is to be measured by a vis- 
cometer constructed of two 75-cm-long concentric cylinders. 
The outer diameter of the inner cylinder is 15 cm, and the gap 
between the two cylinders is 0.12 cm. The inner cylinder is 


Output shaft 


-6- 
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rotated at 200 rpm, and the torque is measured to be 0.8 N : m. 
Determine the viscosity of the fluid. 


10-27E The viscosity of a fluid is to be measured by a vis- 
cometer constructed of two 3-ft-long concentric cylinders. The 
inner diameter of the outer cylinder is 6 in, and the gap be- 
tween the two cylinders is 0.05 in. The outer cylinder is rotated 
at 250 rpm, and the torque is measured to be 1.2 Ibf - ft. Deter- 
mine the viscosity of the fluid. 

Answer: 0.000648 Ibs - s/ft? 

200 rpm 
0.12 ст 
Fluid 


—| 


Stationary 
cylinder 


FIGURE P10-26 


10-28 In regions far from the entrance, fluid flow through a 
circular pipe is one-dimensional, and the velocity profile for 
laminar flow is given by u(r) ^ u&4(1 — r2/R2) where R is the 
radius of the pipe, r is the radial distance from the center of the 
pipe, and Uma, is the maximum flow velocity, which occurs at 
the center. O btain (a) a relation for the drag force applied by the 
fluid on a section of the pipe of length L and (b) the value of the 
drag force for water flow at 20°C with R = 0.08 m, L = 15 m, 
Umax = 3 m/s, and w = 0.0010 kg/m - s. 





FIGURE P10-28 


10-29 Repeat Prob. 10-28 for u,,, = 5 m/s. 
Answer: (b) 0.942 N 


Surface Tension and Capillary Effect 

10-30C What is surface tension? What is it caused by? Why 
is the surface tension also called surface energy? 

10-31C Consider a soap bubble. Is the pressure inside the 
bubble higher or lower than the pressure outside? 

10-32C What is the capillary effect? What is it caused by? 
How is it affected by the contact angle? 

10-33C A small-diameter tube is inserted into a liquid whose 
contact angle is 110°. Will the level of liquid in the tube rise or 
drop? Explain. 

10-34C s the capillary rise greater in small- or large- 
diameter tubes? 


—$— 


483 
CHAPTER 10 


10-35E 4A 0.03-in-diameter glass tube is inserted into 
kerosene at 68°F. The contact angle of kerosene with a glass 
surface is 26°. Determine the capillary rise of kerosene in the 






tube. Answer: 0.65 in 
Kerosene 
FIGURE P10—35E 
10-36 A 1.9-mm-diameter tube is inserted into an unknown 


liquid whose density is 960 kg/m?, and it is observed that the 
liquid rises 5 mm in the tube, making a contact angle of 15°. 
Determine the surface tension of the liquid. 


10-37 22 Determine the gage pressure inside a soap bub- 
<eés” ble of diameter (a) 0.2 cm and (b) 5 cm at 20°C. 


10-38 Nutrients dissolved in water are carried to upper parts 
of plants by tiny tubes partly because of the capillary effect. 
Determine how high the water solution will rise in a tree in a 
0.005-mm-diameter tube as a result of the capillary effect. 
Treat the solution as water at 20°C with a contact angle of 15°. 
Answer: 5.75 m 


Water solution 





FIGURE P10—38 


10-39 The surface tension of a liquid is to be measured using 
a liquid film suspended on a U-shaped wire frame with an 
8-cm-long movable side. If the force needed to move the wire 
is 0.012 N, determine the surface tension of this liquid in air. 


--Ө3--- 
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10-40 Contrary to what you might expect, a solid steel ball 
can float on water due to the surface tension effect. Determine 
the maximum diameter of a steel ball that would float on water 
at 20°C. What would your answer be for an aluminum ball? 
Take the densities of steel and aluminum balls to be 7800 
kg/m? and 2700 kg/m, respectively. 


Review Problems 


10-41E The pressure on the suction side of pumps is typi- 
cally low, and the surfaces on that side of the pump are suscep- 
tible to cavitation, especially at high fluid temperatures. If the 
minimum pressure on the suction side of a water pump is 0.95 
psia absolute, determine the maximum water temperature to 
avoid the danger of cavitation. 


10-42 Acclosed tank is partially filled with water at 60°C. If 
the air above the water is completely evacuated, determine the 
absolute pressure in the evacuated space. Assume the tempera- 
ture to remain constant. 





10-43 The variation of the dynamic viscosity of water 
=< with absolute temperature is given as 
T(K) и (Ра · 5) 
273.15 1.787 x 10? 
278.15 1.519 x 10? 
283.15 1.307 x 10? 
293.15 1.002 x 10? 
303.15 7.975 x 10^ 
313.15 6.529 x 104 
333.15 4.665 x 10^ 
353.15 3.547 x 10^ 
373.15 2.828 x 10^ 


Using tabulated data, develop a relation for viscosity in the form 
ор = ШТ) = А + ВТ + СТ? + РТ + ЕТ“. Using the relation 
developed, predict the dynamic viscosity of water at 50°C at 
which the reported value is 5.468 X 1074 Pa - s. Compare your 
result with the results of Andrade’s equation, which is given in 
the form of u = D * e?, where D and B are constants whose 
values are to be determined using the viscosity data given. 


10-44 Consider laminar flow of a Newtonian fluid of viscos- 
ity between two parallel plates. The flow is one-dimensional, 
and the velocity profile is given as u(y) = 4umaxly/h — (y/h)"], 
where y is the vertical coordinate from the bottom surface, A is 
the distance between the two plates, and u,,,, is the maximum 
flow velocity that occurs at midplane. Develop a relation for 
the drag force exerted on both plates by the fluid in the flow di- 
rection per unit area of the plates. 


U(Y) = 4Uyyax L/h – СУ/А)2] 








FIGURE P10-44 


-Ф- 


10-45 Some non-Newtonian fluids behave as a Bingham plas- 
tic for which shear stress can be expressed as 7 — T, + u(duldr). 
For laminar flow of a Bingham plastic in a horizontal pipe of 
radius R, the velocity profile is given as u(r) = (AP/4uL)(r? — 
R?) + (T,/u)(r — R), where AP/L is the constant pressure drop 
along the pipe per unit length, u is the dynamic viscosity, r is the 
radial distance from the centerline, and 7, is the yield stress of 
Bingham plastic. Determine (a) the shear stress at the pipe wall 
and (b) the drag force acting on a pipe section of length L. 


10-46 In some damping systems, a circular disk immersed 
in oil is used as a damper, as shown in the figure. Show 
that the damping torque is proportional to angular speed in 
accordance with the relation Tyamping = Cœ where C = 
0.57r(1/a + 1/b)R*. Assume linear velocity profiles on both 
sides of the disk and neglect the tip effects. 





| 
R 


| 








| Disk Damping oil 











l 
FIGURE P10-46 


10-47E A 0.9-in-diameter glass tube is inserted into mer- 
cury, which makes a contact angle of 140° with glass. Deter- 
mine the capillary drop of mercury in the tube at 68°F. 

Answer: 0.0175 in 


10-48 Derive a relation for the capillary rise of a liquid be- 
tween two large parallel plates a distance ¢ apart inserted into 
the liquid vertically. Take the contact angle to be œ. 


10-49 Consider a 30-cm-long journal bearing that is lubri- 
cated with oil whose viscosity is 0.1 kg/m - s at 20°C at the be- 
ginning of operation and 0.008 kg/m - s at the anticipated 
steady operating temperature of 80°C. The diameter of the 
shaft is 8 cm, and the average gap between the shaft and the 
journal is 0.08 cm. Determine the torque needed to overcome 
the bearing friction initially and during steady operation when 
the shaft is rotated at 500 rpm. 


Design and Essay Problems 


10-50 Design an experiment to measure the viscosity of liq- 
uids using a vertical funnel with a cylindrical reservoir of 
height h and a narrow flow section of diameter D and length L. 
Making appropriate assumptions, obtain a relation for viscos- 
ity in terms of easily measurable quantities such as density and 
volume flow rate. 


10-51 Write an essay on the rise of the fluid to the top of the 
trees by the capillary and other effects. 


10-52 Write an essay on the oils used in car engines in dif- 
ferent seasons and their viscosities. 


ee 
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his chapter deals with forces applied by fluids at rest or in rigid-body 

motion. The fluid property responsible for those forces is pressure, 

which is a normal force exerted by a fluid per unit area. We start this 
chapter with a discussion of the hydrostatic forces applied on submerged bod- 
ies with plane or curved surfaces. We then consider the buoyant force applied 
by fluids on submerged or floating bodies, and discuss the stability of such 
bodies. Finally, we apply Newton’s second law of motion to a body of fluid in 
motion that acts as a rigid body, and analyze the variation of pressure in fluids 
that undergo linear acceleration and in rotating containers. This chapter makes 
extensive use of force balances for bodies in static equilibrium, and it will be 
helpful if the relevant topics from statics are reviewed first. 
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| 1 
FIGURE 11-1 
Hoover Dam. (Courtesy of U.S. 


Department of the Interior, Bureau of 
Reclamation.) 


FIGURE 11-2 

When analyzing hydrostatic forces on 
submerged surfaces, the atmospheric 
pressure can be subtracted for 
simplicity when it acts on both sides 
of the structure. 


еу MY 


11-1 = INTRODUCTION 


Fluid statics deals with problems associated with fluids at rest. The fluid can 
be either gaseous or liquid. Fluid statics is generally referred to as hydrostat- 
ics when the fluid is a liquid and as aerostatics when the fluid is a gas. In fluid 
statics, there is no relative motion between adjacent fluid layers, and thus 
there are no shear (tangential) stresses in the fluid trying to deform it. The 
only stress we deal with in fluid statics is the normal stress, which is the pres- 
sure, and the variation of pressure is due only to the weight of the fluid. There- 
fore, the topic of fluid statics has significance only in gravity fields, and the 
force relations developed naturally involve the gravitational acceleration g. 
The force exerted on a surface by a fluid at rest is normal to the surface at the 
point of contact since there is no relative motion between the fluid and the 
solid surface, and thus no shear forces can act parallel to the surface. 

Fluid statics is used to determine the forces acting on floating or submerged 
bodies and the forces developed by devices like hydraulic presses and car 
jacks. The design of many engineering systems such as water dams and liquid 
storage tanks requires the determination of the forces acting on the surfaces 
using fluid statics. The complete description of the resultant hydrostatic force 
acting on a submerged surface requires the determination of the magnitude, 
the direction, and the line of action of the force. In Sections 11—2 and 11-3, 
we will consider the forces acting on both plane and curved surfaces of sub- 
merged bodies due to pressure. 


11-2 = HYDROSTATIC FORCES 
ON SUBMERGED PLANE SURFACES 


A plate exposed to a liquid, such as a gate valve in a dam, the wall of a liquid 
storage tank, or the hull of a ship at rest, is subjected to fluid pressure distrib- 
uted over its surface (Fig. 11-1). On a plane surface, the hydrostatic forces 
form a system of parallel forces, and we often need to determine the magni- 
tude of the force and its point of application, which is called the center of 
pressure. In most cases, the other side of the plate is open to the atmosphere 
(such as the dry side of a gate), and thus atmospheric pressure acts on both 
sides of the plate, yielding a zero resultant. In such cases, it is convenient to 
subtract atmospheric pressure and work with the gage pressure P,4,. — pgh 
only (Fig. 11-2). 


IK 





pgh 


Pam + pgh 


(a) P ım considered (b) P ım subtracted 
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Pressure 


2 distribution 
Pressure prism 


mm 
of volume V 
2 
P = P) + pgh 
QS M Ps Plane surface 
dA 


v Jav [paa - F, 
FIGURE 11-3 


Hydrostatic force on an inclined plane surface completely submerged in a liquid. 









O 


Center of pressure 
Plane surface 


of area A 


Consider the top surface of a flat plate of arbitrary shape completely sub- 
merged in a liquid, as shown in Fig. 11—3 together with its top view. The plane 
of this surface (normal to the page) intersects the horizontal free surface with 
an angle 6, and we take the line of intersection to be the x-axis. The absolute 
pressure above the liquid is Py, which is the local atmospheric pressure P, if 
the liquid is open to the atmosphere (but Py may be different than P,,,, if the 
space above the liquid is evacuated or pressurized). Then the absolute pres- 
sure at any point on the plate is 


Р = Р + pgh = Po + pgy sin 0 (11-1) 
where A is the vertical distance of the point from the free surface and y is the 
distance of the point from the x-axis (from point O in Fig. 11—3). The resultant 


hydrostatic force Fp acting on the surface is determined by integrating the 
force P dA acting on a differential area dA over the entire surface area, 


Ер = | P dA = | (Po + pey sin 0) аА = РА + рр ѕіп Ө | ydA (11-2) 
А А А 


But the first moment of area | y dA is related to the y coordinate of the cen- 
А 


troid (or center) of the surface by 


Ус А p dA ( atm 3f Free surface 


Fp = (Po + pgyc sin AA = (Py + pgh()A = PcA — P,A (11-4) 






" : fae Pye = Po= P, h 
where Pc = Py + pghc is the pressure at the centroid of the surface, which is UE Pe 


equivalent to the average pressure on the surface, and Ac = yc sin 0 is the ver- Centroid 


: sees Н f surf: 
tical distance of the centroid from the free surface of the liquid (Fig. 11—4). шан 
Thus we conclude that: FIGURE 11-4 
The pressure at the centroid 
The magnitude of the resultant force acting on a plane surface of a completely of a surface is equivalent to the 
submerged plate in a homogeneous (constant density) fluid is equal to the average pressure on the surface. 
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y Line of action 
gz О 
= 0 





Center of 


ressure Т 
p Centroid 


of area 


FIGURE 11-5 

The resultant force acting on a plane 
surface is equal to the product of the 
pressure at the centroid of the surface 
and the surface area, and its line of 
action passes through the center of 
pressure. 


Taye TUV 


product of the pressure Po at the centroid of the surface and the area A of the 
surface (Fig. 11-5). 


The pressure P, is usually atmospheric pressure, which can be ignored in 
most cases since it acts on both sides of the plate. When this is not the case, a 
practical way of accounting for the contribution of P, to the resultant force is 
simply to add an equivalent depth equiv = Po/pg to hc; that is, to assume the 
presence of an additional liquid layer of thickness h,,,;, on top of the liquid 
with absolute vacuum above. 

Next we need to determine the line of action of the resultant force Fr. Two 
parallel force systems are equivalent if they have the same magnitude and the 
same moment about any point. The line of action of the resultant hydrostatic 
force, in general, does not pass through the centroid of the surface—it lies un- 
derneath where the pressure is higher. The point of intersection of the line of 
action of the resultant force and the surface is the center of pressure. The ver- 
tical location of the line of action is determined by equating the moment of the 
resultant force to the moment of the distributed pressure force about the x-axis. 
It gives 


ypFa — ЕСЕ [oto psy sino) ал = ро | уал + pg sino | ал 
А А А А 


ОГ 


ypFr = Pc A + pg sin 0 Lx o (11-5) 


where yp is the distance of the center of pressure from the x-axis (point O in 


Fig. 11-5) and Z~, o = | y? dAis the second moment of area (also called the 
А 


area moment of inertia) about the x-axis. The second moments of area are 
widely available for common shapes in engineering handbooks, but they are 
usually given about the axes passing through the centroid of the area. Fortu- 
nately, the second moments of area about two parallel axes are related to each 
other by the parallel axis theorem, which in this case is expressed as 

Іо = с + УА (11-6) 
where Z., c is the second moment of area about the x-axis passing through the 
centroid of the area and yc (the y-coordinate of the centroid) is the distance 
between the two parallel axes. Substituting the Fz relation from Eq. 11-4 and 
the Z o relation from Eq. 11-6 into Eq. 11-5 and solving for yp gives 


I € 


УР ус + [yc * Po/(pg sin 0)]A PUB 


For Py = 0, which is usually the case when the atmospheric pressure is 
ignored, it simplifies to 


P Жо 

= E 11-70 
Ур = Ус усА ( ) 
Knowing yp, the vertical distance of the center of pressure from the free sur- 


face is determined from hp = yp sin 0. 
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y 
b/2 
b 
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(a) Rectangle (b) Circle 
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А = abI2, І, с = ab7/36 А = лК?/2, І, 0.109757R* 
(d) Triangle (e) Semicircle 
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A 2 zab, I, c zab?/A 
(c) Ellipse 





3л 


А = ab/2, 1... ¢ 0.109757ab? 
(f) Semiellipse 
FIGURE 11-6 


The centroid and the centroidal moments of inertia for some common geometries. 


The Z, c for some common areas are given in Fig. 11-6. For these and other 
areas that possess symmetry about the y-axis, the center of pressure lies on the 
y-axis directly below the centroid. The location of the center of pressure in 
such cases is simply the point on the surface of the vertical plane of symme- 
try at a distance hp from the free surface. 

Pressure acts normal to the surface, and the hydrostatic forces acting on a 
flat plate of any shape form a volume whose base is the plate area and whose 
height is the linearly varying pressure, as shown in Fig. 11-7. This virtual 
pressure prism has an interesting physical interpretation: its volume is equal 
to the magnitude of the resultant hydrostatic force acting on the plate since 
V = f P dA, and the line of action of this force passes through the centroid of 
this homogeneous prism. The projection of the centroid on the plate is the 
pressure center. Therefore, with the concept of pressure prism, the problem of 
describing the resultant hydrostatic force on a plane surface reduces to finding 
the volume and the two coordinates of the centroid of this pressure prism. 


Special Case: Submerged Rectangular Plate 

Consider a completely submerged rectangular flat plate of height b and 
width a tilted at an angle 0 from the horizontal and whose top edge is hori- 
zontal and is at a distance s from the free surface along the plane of the plate, 
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Pressure 
prism 






Surface 


FIGURE 11-7 Pe S o oo 
The hydrostatic forces acting on a 

plane surface form a volume whose 
base is the surface and whose height is 22 \ Р 
the pressure. 


O Po о Р, Р, 
a Ө 
5 Yp P 
Ур 
Л 

Fr = (Po +pgh)ab 

b b 

b: 
=< 
Fr = [Po + pa(s + b/2) sin8]ab Fr = [Pg * p8(s + b/2)]ab 
(a) Tilted plate (b) Vertical plate (c) Horizontal plate 
FIGURE 11-8 


Hydrostatic force acting on the top surface of a submerged rectangular plate for tilted, vertical, and horizontal cases. 


as shown in Fig. 11—8a. The resultant hydrostatic force on the upper surface is 
equal to the average pressure, which is the pressure at the midpoint of the sur- 
face, times the surface area A. That is, 


Tilted rectangular plate: Fg = Pc A — [Pg * pg(s * b/2) sin 0]ab (11-8) 


The force acts at a vertical distance of hp = yp sin 0 from the free surface di- 
rectly beneath the centroid of the plate where, from Eq. 11—7a, 


ab?ll2. 
[s + b/2 + Po/(pg sin 0)]ab 
p 
12[s + b/2 - Py/(pg sin 0)] 





Ур = $ 











5 
2 
b 
7 (11-9) 
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When the upper edge of the plate is at the free surface and thus s — 0, Eq. 
11-8 reduces to 


Tilted rectangular plate (s — 0): Fp = [Po + pg(b sin 0)/2] ар (11-10) 


For a completely submerged vertical plate (0 — 90°) whose top edge is hori- 
zontal, the hydrostatic force can be obtained by setting sin 0 — 1 (Fig. 11-85) 


Vertical rectangular plate: Ер = [Р + ре(ѕ + b/2)]ab (11-11) 


Vertical rectangular plate (s = 0): Fp = (Po + pgb/2)ab (11-12) 


Therefore, for Py = 0, the hydrostatic force on a vertical rectangular sur- 
face of height b whose top edge is horizontal and at the free surface is 
Ер = pgab?/2 acting at a distance of 2b/3 from the free surface directly 
beneath the centroid of the plate. 

Pressure distribution on a submerged horizontal surface is uniform, and its 
magnitude is P = P, + pgh, where h is the distance of the surface from the 
free surface. Therefore, the hydrostatic force acting on a horizontal rectangu- 
lar surface is 


Horizontal rectangular plate: Ер = (Po + pgh)ab (11-13) 


and it acts through the midpoint of the plate (Fig. 11—8c). 





= EXAMPLE 11-1 Hydrostatic Force Acting on the Door of a 
а Submerged Car 


1 A heavy car plunges into a lake during an accident and lands at the bottom of 
m the lake on its wheels (Fig. 11-9). The door is 1.2 m high and 1 m wide, and 
B the top edge of the door is 8 m below the free surface of the water. Determine 
B the hydrostatic force on the door and the location of the pressure center, and 
1 discuss if the driver can open the door. 


I< 


Lake 











FIGURE 11-9 


Schematic for Example 11-1. 
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SOLUTION A car is submerged in water. The hydrostatic force on the door is 
to be determined, and the likelihood of the driver opening the door is to be 
assessed. 

Assumptions 1 The bottom surface of the lake is horizontal. 2 The car is well- 
sealed so that no water leaks inside. 3 The door can be approximated as a ver- 
tical rectangular plate. 4 The pressure in the car remains at atmospheric value 
since there is no water leaking in, and thus no compression of the air inside. 
Therefore, atmospheric pressure cancels out in the calculations since it acts on 
both sides of the door. 5 The weight of the car is larger than the buoyant force 
acting on it. 

Properties We take the density of lake water to be 1000 kg/m? throughout. 
Analysis The average pressure on the door is the pressure value at the centroid 
(midpoint) of the door and is determined to be 


P = Po = pghc E pgs яр b/2) 
= (1000 kg/m)(9.81 m/s?)(8 + 1.2/2 meas) 


1000 kg - m/s? 
— 84.4 kN/m? 


Then the resultant hydrostatic force on the door becomes 


Fp = P4,A — (84.4 kN/mP)(1 m X 1.2 m) = 101.3 kN 


The pressure center is directly under the midpoint of the door, and its distance 
from the surface of the lake is determined from Eq. 11-9 by setting Py — O 
to be 
b b? 12 1.28 
лж рүү йл ЭЭ 

Discussion A strong person can lift 100 kg, whose weight is 981 N or about 
1 kN. Also, the person can apply the force at a point farthest from the hinges 
(1 m farther) for maximum effect and generate a moment of 1 kNm. The resul- 
tant hydrostatic force acts under the midpoint of the door, and thus a distance 
of 0.5 m from the hinges. This generates a moment of 50.6 kNm, which is 
about 50 times the moment the driver can possibly generate. Therefore, it is 
impossible for the driver to open the door of the car. The driver's best bet is to 
let some water in (by rolling the window down a little, for example) and to keep 
his head close to the ceiling. The driver should be able to open the door shortly 
before the car is filled with water since at that point the pressures on both sides 
of the door is nearly the same and opening the door in water is almost as easy 
as opening it in air. 








11-3 = HYDROSTATIC FORCES 
ON SUBMERGED CURVED SURFACES 


For a submerged curved surface, the determination of the resultant hydrosta- 
tic force is more involved since it typically requires the integration of the pres- 
sure forces that change direction along the curved surface. The concept of the 
pressure prism in this case is not much help either because of the complicated 
shapes involved. 

The easiest way to determine the resultant hydrostatic force Fp acting on a 
two-dimensional curved surface is to determine the horizontal and vertical 
components Fy and Fy separately. This is done by considering the free-body 
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FIGURE 11-10 


Determination of the hydrostatic force acting on a submerged curved surface. 


diagram of the liquid block enclosed by the curved surface and the two plane 
surfaces (one horizontal and one vertical) passing through the two ends of the 
curved surface, as shown in Fig. 11—10. Note that the vertical surface of the 
liquid block considered is simply the projection of the curved surface on a 
vertical plane, and the horizontal surface is the projection of the curved sur- 
face on a horizontal plane. The resultant force acting on the curved solid sur- 
face is then equal and opposite to the force acting on the curved liquid surface 
(Newton's third law). 

The force acting on the imaginary horizontal or vertical plane surface and 
its line of action can be determined as discussed in Section 11—2. The weight 
of the enclosed liquid block of volume V is simply W — pgV, and it acts 
downward through the centroid of this volume. Noting that the fluid block is 
in static equilibrium, the force balances in the horizontal and vertical 
directions give 


Horizontal force component on curved surface: Fy = Е, (11-14) 


Vertical force component on curved surface: Py-—RE RW (11-15) 


where the summation F, + Wis a vector addition (i.e., add magnitudes if both 
act in the same direction and subtract if they act in opposite directions). Thus, 
we conclude that 


1 The horizontal component of the hydrostatic force acting on a curved 
surface is equal (in both magnitude and the line of action) to the hydro- 
static force acting on the vertical projection of the curved surface. 


2 The vertical component of the hydrostatic force acting on a curved 
surface is equal to the hydrostatic force acting on the horizontal projec- 
tion of the curved surface, plus (minus, if acting in the opposite direction) 
the weight of the fluid block. 
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Curved 
surface 





FIGURE 11-11 

When a curved surface is above the 
liquid, the weight of the liquid and the 
vertical component of the hydrostatic 
force act in the opposite directions. 








Pressure 
forces 


Resultant 


force 
Sy 


Circular 
surface 


FIGURE 11-12 

The hydrostatic force acting on a cir- 
cular surface always passes through 
the center of the circle since the pres- 
sure forces are normal to the surface 
and they all pass through the center. 
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The magnitude of the resultant hydrostatic force acting on the curved sur- 
face is FR = V F? + F? and the tangent of the angle it makes with the hori- 
zontal is tan a = Fy/Fy. The exact location of the line of action of the 
resultant force (e.g., its distance from one of the end points of the curved sur- 
face) can be determined by taking a moment about an appropriate point. These 
discussions are valid for all curved surfaces regardless of whether they are 
above or below the liquid. Note that in the case of a curved surface above a 
liquid, the weight of the liquid is subtracted from the vertical component of 
the hydrostatic force since they act in opposite directions (Fig. 11-11). 

When the curved surface is a circular arc (full circle or any part of it), the re- 
sultant hydrostatic force acting on the surface always passes through the cen- 
ter of the circle. This is because the pressure forces are normal to the surface, 
and all lines normal to the surface of a circle pass through the center of the cir- 
cle. Thus, the pressure forces form a concurrent force system at the center, 
which can be reduced to a single equivalent force at that point (Fig. 11-12). 

Finally, hydrostatic forces acting on a plane or curved surface submerged in 
a multilayered fluid of different densities can be determined by considering 
different parts of surfaces in different fluids as different surfaces, finding the 
force on each part, and then adding them using vector addition. For a plane 
surface, it can be expressed as (Fig. 11-13) 


Plane surface in a multilayered fluid: Ер = = Fp; = > Po i Aj (11-16) 


where Pc ; = Po + pighc, ; is the pressure at the centroid of the portion of the 
surface in fluid i and A, is the area of the plate in that fluid. The line of action 
of this equivalent force can be determined from the requirement that the 
moment of the equivalent force about any point is equal to the sum of the mo- 
ments of the individual forces about the same point. 





Ё EXAMPLE 11-2 A Gravity-Controlled Cylindrical Gate 


йл long solid cylinder of radius 0.8 m hinged at point A is used as an automatic 
g gate, as shown in Fig. 11-14. When the water level reaches 5 m, the gate 
g opens by turning about the hinge at point A. Determine (a) the hydrostatic force 
m acting on the cylinder and its line of action when the gate opens and (b) the 


B weight of the cylinder per m length of the cylinder. 
и 


a 
SOLUTION The height of a water reservoir is controlled by a cylindrical gate 


hinged to the reservoir. The hydrostatic force on the cylinder and the weight of 
the cylinder per m length are to be determined. 


Assumptions 1 Friction at the hinge is negligible. 2 Atmospheric pressure acts 
on both sides of the gate, and thus it cancels out. 


Properties We take the density of water to be 1000 kg/m? throughout. 


Analysis (a) We consider the free-body diagram of the liquid block enclosed 
by the circular surface of the cylinder and its vertical and horizontal projections. 
The hydrostatic forces acting on the vertical and horizontal plane surfaces as 
well as the weight of the liquid block are determined as 
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Oil 


Horizontal force on vertical surface: 
Fy = F, = Pawe A = pghcA = pg(s + RI2)A 
1kN 
= 3y(9. Оро З тх КАТЕЛ 
Б 1 Э(9.81 m/s’)(4.2 + 0.8/2 m)(0.8 m X I am E z) 


Vertical force on horizontal surface (upward): Water 


r z НЭЭ E pghcA xxi рвьоцош 4 








- В 1 тос 
(1000 Кв/ш)(9.81 пу82)(5 ш)(0.8 ш Х 1 m( TY 25 
— 392 kN FIGURE 11-13 


Hydrostatic force on a surface 


Weight of fluid block per m length (downward): submerged in a multilayered fluid can 


be determined by considering parts of 
- - - рт? 
Па Е gom) S the surface in different fluids as 
2 3 2 DITS S анин different surfaces. 
(1000 kg/m?)(9.81 m/s?)(0.8 m)*(1 — s/4)(1 "| тав) ee s) 


= 1.3 kN 


Therefore, the net upward vertical force is 


Fy = F, — W = 39.2 — 13 = 37.9 KN 


Then the magnitude and direction of the hydrostatic force acting on the cylin- 
drical surface become 
Ер = М Е? + Ер = V 36.12 + 37.9? = 52.3 KN 
tan 0 = Fy/Fy = 37.9/36.1 = 1.05 > Ө = 46.4? 


Therefore, the magnitude of the hydrostatic force acting on the cylinder is 
52.3 kN per m length of the cylinder, and its line of action passes through the 
center of the cylinder making an angle 46.4° with the horizontal. 
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LLL, qw FIGURE 11-14 

Ї I Schematic for Example 11—2 and 

E the free body diagram of the fluid 


underneath the cylinder. 
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FIGURE 11-15 

A flat plate of uniform thickness h 
submerged in a liquid parallel 

to the free surface 


Fluid 





FIGURE 11-16 

The buoyant forces acting on a solid 
body submerged in a fluid and on a 
fluid body of the same shape at the 
same depth are identical. The buoyant 
force F, acts upward through the 
centroid C of the displaced volume, 
and is equal in magnitude to the 
weight W of the displaced fluid, but is 
opposite in direction. For a solid of 
uniform density, its weight W, also 
acts through the centroid, but its 
magnitude is not necessarily equal to 
that of the fluid it displaces. (Here 

W, > W and thus W, > Fp; this solid 
body would sink.) 


ххх зайн 


(b) When the water level is 5 m high, the gate is about to open and thus the re- 
action force at the bottom of the cylinder is zero. Then the forces other than 
those at the hinge acting on the cylinder are its weight, acting through the cen- 
ter, and the hydrostatic force exerted by water. Taking a moment about point A 
at the location of the hinge, and is and equating it to zero gives 


F,R sin @ — Wy,R=0 > Way = Fp sin 6 = (52.3 KN) sin 46.4° = 37.9 kN 


yl 
Discussion The weight of the cylinder per m length is determined to be 37.9 
kN. It can be shown that this corresponds to a mass of 3863 kg per m length 
and to a density of 1921 kg/m? for the material of the cylinder. 








11-4 = BUOYANCY AND STABILITY 


Itis a common experience that an object feels lighter and weighs less in a liq- 
uid than it does in air. This can be demonstrated easily by weighing a heavy 
object in water by a waterproof spring scale. Also, objects made of wood or 
other light materials float on water. These and other observations suggest that 
a fluid exerts an upward force on a body immersed in it. This force that tends 
to lift the body is called the buoyant force and is denoted by Fp. 

The buoyant force is caused by the increase of pressure in a fluid with 
depth. Consider, for example, a flat plate of thickness / submerged in a liquid 
whose density is p, parallel to the free surface, as shown in Fig. 11-15. The 
area of the top (and also bottom) surface of the plate is A, and its distance to 
the free surface is s. The pressures at the top and bottom surfaces of the plate 
are p, gs and prg(s + h), respectively. Then the hydrostatic force F',., = prgsA 
acts downward on the top surface, and the larger force Fryotiom = pals + А)А 
acts upward on the bottom surface of the plate. The difference between these 
two forces is a net upward force, which is the buoyant force, 


Fi, x py & H h)A 





Ер = Ерот D; 85À — pg ghA — p; gV (11-17) 
where V = hA is the volume of the plate. But the relation pp gV is simply the 
weight of the liquid whose volume is equal to the volume of the plate. Thus, 
we conclude that the buoyant force acting on the plate is equal to the weight 
of the liquid displaced by the plate. Note that the buoyant force is independent 
of the distance of the body from the free surface. It is also independent of the 
density of the solid body. 

The relation in Eq. 11—17 is developed for a simple geometry, but it is valid 
for any body regardless of its shape. This can be shown mathematically by a 
force balance, or simply by this argument: Consider an arbitrarily shaped solid 
body submerged in a fluid at rest and compare it to a body of fluid of the same 
shape indicated by dotted lines at the same distance from the free surface (Fig. 
11-16). The buoyant forces acting on these two bodies are the same since the 
pressure distributions, which depend only on depth, are the same at the bound- 
aries of both. The imaginary fluid body is in static equilibrium, and thus the 
net force and net moment acting on it are zero. Therefore, the upward buoyant 
force must be equal to the weight of the imaginary fluid body whose volume 
is equal to the volume of the solid body. Further, the weight and the buoyant 
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force must have the same line of action to have a zero moment. This is known 
as Archimedes' principle and is expressed as 


The buoyant force acting on a body immersed in a fluid is equal to the 
weight of the fluid displaced by the body, and it acts upward through 
the centroid of the displaced volume. 


For floating bodies, the weight of the entire body must be equal to the buoy- 
ant force, which is the weight of the fluid whose volume is equal to the vol- 
ume of the submerged portion of the floating body. That is, 


Vas Pave, body 
Уа Pf Р 








Р, =" = PrE V.ub = Pave, body BV otal = (11-18) 


Therefore, the submerged volume fraction of a floating body is equal to the ra- 
tio of the average density of the body to the density of the fluid. Note that 
when the density ratio is equal to or greater than one, the floating body be- 
comes completely submerged. 

It follows from these discussions that a body immersed in a fluid (1) remains 
at rest at any point in the fluid when its density is equal to the density of the 
fluid, (2) sinks to the bottom when its density is greater than the density of 
the fluid, and (3) rises to the surface of the fluid and floats when the density 
of the body is less than the density of the fluid (Fig. 11-17). 

The buoyant force is proportional to the density of the fluid, and thus we 
might think that the buoyant force exerted by gases such as air is negligible. 
This is certainly the case in general, but there are significant exceptions. For 
example, the volume of a person is about 0.1 m?, and taking the density of air 
to be 1.2 kg/m, the buoyant force exerted by air on the person is 


Fy = p;gV — (1.2 kg/m?)(9.81 m/s))(0.1 m?) & 1.2 N 


The weight of an 80-kg person is 80 X 9.81 — 788 N. Therefore, ignoring the 
buoyancy in this case results in an error in weight of just 0.15 percent, which 
is negligible. But the buoyancy effects in gases dominate some important nat- 
ural phenomena such as the rise of warm air in a cooler environment and thus 
the onset of natural convection currents, the rise of hot air or helium balloons, 


Floating 
pXpy |body 
Чи? / Fluid 


Suspended Py 
body (neutrally buoyant) 


IKI 


Mh FIGURE 11-17 
Sinking : : : : 
body A solid body dropped into a fluid will 

sink, float, or remain at rest at any point 
in the fluid, depending on its density 
relative to the density of the fluid. 
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FIGURE 11-18 
Schematic for Example 11-3. 
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the rise of water vapor to high elevations, and air movements in the atmo- 
sphere. A helium balloon, for example, rises as a result of the buoyancy effect 
until it reaches an altitude where the density of air (which decreases with alti- 
tude) equals the density of helium in the balloon—assuming the balloon does 
not burst by then, and ignoring the weight of the balloon’s skin. 


Archimedes’ principle is also used in modern geology by considering the 


continents to be floating on a sea of magma. 





EXAMPLE 11-3 Measuring Specific Gravity by a Hydrometer 


If you have a seawater aquarium, you have probably used a small cylindrical 
glass tube with some lead-weight at its bottom to measure the salinity of the 
water by simply watching how deep the tube sinks. Such a device that floats in 
a vertical position and is used to measure the specific gravity of a liquid is 
called a hydrometer (Fig. 11-18). The top part of the hydrometer extends 
above the liquid surface, and the divisions on it allow one to read the specific 
gravity directly. The hydrometer is calibrated such that in pure water it reads 
exactly 1.0 at the air-water interface. (a) Obtain a relation for the specific 
gravity of a liquid as a function of distance Az from the mark corresponding to 
pure water and (5) determine the mass of lead that must be poured into a 
1-cm-diameter, 20-cm-long hydrometer if it is to float halfway (the 10-cm 
mark) in pure water. 


SOLUTION The specific gravity of a liquid is to be measured by a hydrometer. 
A relation between specific gravity and the vertical distance from the reference 
level is to be obtained, and the amount of lead that needs to be added into the 
tube for a certain hydrometer is to be determined. 

Assumptions The weight of the glass tube is negligible relative to the weight of 
the lead added. 

Properties We take the density of pure water to be 1000 kg/m?. 

Analysis (a) Noting that the hydrometer is in static equilibrium, the buoyant 
force Fg exerted by the liquid must always be equal to the weight W of the hy- 
drometer. In pure water, let the vertical distance between the bottom of the hy- 
drometer and the free surface of water be zy. Setting Fz = Win this case gives 


УУ уаго = Fy. оо Pw &Vsub = Pw 8А20 (1) 


where A is the cross-sectional area of the tube, and p,, is the density of pure 
water. 

In a fluid lighter than water (p; < pẹ), the hydrometer will sink deeper, and 
the liquid level will be a distance of Az above z,. Again setting Fg — W gives 


Wayaro жи Лаан ру Vouv = р,8А(с, + Az) (2) 


This relation is also valid for fluids heavier than water by taking the Az below z, 
to be a negative quantity. Setting Eqs. (1) and (2) here equal to each other 
since the weight of the hydrometer is constant and rearranging gives 


EE EO 
р, То + Az 





Pw 8AZ = pr8A(Z, + Az) > SG; 


which is the relation between the specific gravity of the fluid and Az. Note that 
Z, is constant for a given hydrometer and Az is negative for fluids heavier than 
pure water. 
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(b) Disregarding the weight of the glass tube, the amount of lead that needs to 
be added to the tube is determined from the requirement that the weight of the 
lead be equal to the buoyant force. When the hydrometer is floating with half of 
it submerged in water, the buoyant force acting on it is 


Fg = Pw 8Vsub 
Equating Fg to the weight of lead gives 


W= mg = Pw &Voub 


Solving for m and substituting, the mass of lead is determined to be 


m — p, Vas — pul Rh] — (1000 kg/m?)[7(0.005 m)X0.1 m)] = 0.00785 kg 


Discussion Note that if the hydrometer were required to sink only 5 cm in wa- 
ter, the required mass of lead would be one-half of this amount. Also, the as- 
sumption that the weight of the glass tube is negligible needs to be verified 
since the mass of lead is only 7.85 g. 











EXAMPLE 11-4 Weight Loss of an Object in Seawater 


A crane is used to lower weights into the sea (density — 1025 kg/m?) for an 
underwater construction project (Fig. 11-19). Determine the tension in the 
rope of the crane due to a rectangular 0.4-т х 0.4-т X 3-m concrete block 
(density = 2300 kg/m?) when it is (a) suspended in the air and (b) completely 
immersed in water. 


SOLUTION A concrete block is lowered into the sea. The tension in the rope is 
to be determined before and after the block is in water. 

Assumptions 1 The buoyancy of air is negligible. 2 The weight of the ropes is 
negligible. 

Analysis (a) Consider the free-body diagram of the concrete block. The forces 
acting on the concrete block in air are its weight and the upward pull action 
(tension) by the rope. These two forces must balance each other, and thus the 
tension in the rope must be equal to the weight of the block: 


V = (0.4 m)(0.4 m)(3 т) = 0.48 т? 
Fr ат Ұ = Pconcrete gV 


a E 3 : тэ = 
(2300 kg/m”)(9.81 m/s~)(0.48 m ( 1000 kg - m/s? 10.8 kN 


(b) When the block is immersed in water, there is the additional force of buoy- 
ancy acting upward. The force balance in this case gives 


Ез = p;gV — (1025 kg/m?)(9.81 m/s?)(0.48 mf UKN ) =4.8 kN 


1000 kg - m/s? 
Шт W-F,= 10.8 — 4.8 = 6.0 kN 


Discussion Note that the weight of the concrete block, and thus the tension of 
the rope, decreases by (10.8 — 6.0)/10.8 = 55 percent in water. 
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Schematic for Example 11-4. 
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FIGURE 11-20 


For floating bodies such as ships, 
stability is an important consideration 
for safety. (© Corbis/vol. 96.) 


b. o d 


(a) Stable 


(b) Neutrally stable 


(c) Unstable 


FIGURE 11-21 
Stability is easily understood by ana- 
lyzing a ball on the floor. 
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Stability of Immersed and Floating Bodies 

An important application of the buoyancy concept is the assessment of the 
stability of immersed and floating bodies with no external attachments. 
This topic is of great importance in the design of ships and submarines 
(Fig. 11-20). Here we provide some general qualitative discussions on verti- 
cal and rotational stability. 

We use the "ball on the floor" analogy to explain the fundamental concepts 
of stability and instability. Shown in Fig. 11—21 are three balls at rest on the 
floor. Case (a) is stable since any small disturbance (someone moves the ball 
to the right or left) generates a restoring force (due to gravity) which returns it 
to its initial position. Case (b) is neutrally stable because if someone moves 
the ball to the right or left, it would stay put at its new location. It has no ten- 
dency to move back to its original location, nor does it continue to move 
away. Case (c) is a situation in which the ball may be at rest at the moment, 
but any disturbance, even an infinitesimal one, causes the ball to roll off the 
hill—it does not return to its original position; rather it diverges from it. This 
situation is unstable. What about a case where the ball is on an inclined floor? 
It is not really appropriate to discuss stability for this case since the ball is not 
in a state of equilibrium. In other words, it cannot be at rest, and would roll 
down the hill even without any disturbance. 

For an immersed or floating body in static equilibrium, the weight and the 
buoyant force acting on the body balance each other, and such bodies are in- 
herently stable in the vertical direction. If an immersed neutrally buoyant 
body is raised or lowered to a different depth, the body will remain in equilib- 
rium at that location. If a floating body is raised or lowered somewhat by a 
vertical force, the body will return to its original position as soon as the exter- 
nal effect is removed. Therefore, a floating body possesses vertical stability, 
while an immersed neutrally buoyant body is neutrally stable since it does not 
return to its original position after a disturbance. 

The rotational stability of an immersed body depends on the relative loca- 
tions of the center of gravity G of the body and the center of buoyancy B, 
which is the centroid of the displaced volume. An immersed body is stable if 
the body is bottom-heavy and thus point G is directly below point B 
(Fig. 11—22). A rotational disturbance of the body in such cases produces a 
restoring moment to return the body to its original stable position. Thus, a sta- 
ble design for a submarine calls for the engines and the cabins for the crew to 
be located at the lower half in order to shift the weight to the bottom as much 
as possible. Hot-air or helium balloons (which can be viewed as being im- 
mersed in air) are also stable since the cage that carries the load is at the bot- 
tom. An immersed body whose center of gravity G is directly above point B is 
unstable, and any disturbance will cause this body to turn upside down. A 
body for which G and B coincide is neutrally stable. This is the case for bod- 
ies whose density is constant throughout. For such bodies, there is no ten- 
dency to overturn. 

What about a case where the center of gravity is not vertically aligned with 
the center of buoyancy (Fig. 11—23)? It is not really appropriate to discuss sta- 
bility for this case since the body is not in a state of equilibrium. In other 
Words, it cannot be at rest, and would rotate towards its stable state even with- 
out any disturbance. The restoring moment in the case shown in Fig. 11—23 is 
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Fluid 





(a) Stable (b) Neutrally stable (c) Unstable 


counterclockwise, and causes the body to rotate counterclockwise so as to 
align point G vertically with point B. Note that there may be some oscillation, 
but eventually the body settles down at its stable equilibrium state [Case (a) of 
Fig. 11-22]. The stability of the body of Fig. 11—23 is analogous to that of the 
ball on an inclined floor. Can you predict what would happen if the weight in 
the body of Fig. 11—23 were on the opposite side of the body? 

The rotational stability criteria are similar for floating bodies. Again, if the 
floating body is bottom-heavy and thus the center of gravity G is directly be- 
low the center of buoyancy B, the body is always stable. But unlike immersed 
bodies, a floating body may still be stable when G is directly above B (Fig. 
11—24). This is because the centroid of the displaced volume shifts to the side 
to a point B' during a rotational disturbance while the center of gravity G of 
the body remains unchanged. If point B' is sufficiently far, these two forces 
create a restoring moment and return the body to the original position. A mea- 
sure of stability for floating bodies is the metacentric height GM, which is 
the distance between the center of gravity G and the metacenter M—the inter- 
section point of the lines of action of the buoyant force before and after rota- 
tion. The metacenter may be considered to be a fixed point for most hull 
shapes for small rolling angles up to about 20°. A floating body is stable if 
point M is above point G, and thus GM is positive, and unstable if point M is 
below point G, and thus GM is negative. In the latter case, the weight and the 
buoyant force acting on the tilted body generate an overturning moment in- 
stead of a restoring moment, causing the body to capsize. The length of the 
metacentric height GM above G is a measure of the stability: the larger it is, 
the more stable is the floating body. 
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FIGURE 11-22 

An immersed neutrally buoyant body 
is (a) stable if the center of gravity G 
is directly below the center of 
buoyancy B of the body, (b) neutrally 
stable if G and B are coincident, and 
(c) unstable if G is directly above B. 


Restoring moment 





Weight 


FIGURE 11-23 

When the center of gravity G of an 
immersed neutrally buoyant body is not 
vertically aligned with the center of 
buoyancy B of the body, it is not in an 
equilibrium state, and would rotate to its 
stable state, even without any 
disturbance. 


FIGURE 11-24 

An immersed body is stable if the 
body is bottom-heavy and thus the 
center of gravity G is below the 
centroid B of the body. 
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As already discussed, a boat can tilt to some maximum angle without cap- 


sizing, but beyond that angle it overturns (and sinks). We make a final analogy 
between the stability of floating objects and the stability of a ball rolling along 


the floor. Namely, imagine the ball in a trough between two hills (Fig. 11-25). 
The ball returns to its stable equilibrium position after being perturbed—up to 
a limit. If the perturbation amplitude is too great, the ball rolls down the op- 


posite side of the hill, and does not return to its equilibrium position. This sit- 
uation is described as stable up to some limiting level of disturbance, but 
unstable beyond. 

FIGURE 11-25 

A ball in a trough between two hills 


is stable for small disturbances, but 1 1 -5 FLUIDS IN RIGID-BODY MOTION 


unstable for large disturbances. : : . . 
We have shown earlier that pressure at a given point has the same magnitude 


in all directions, and thus it is a scalar function. In this section we obtain rela- 
tions for the variation of pressure in fluids moving like a solid body with or 
without acceleration in the absence of any shear stresses (i.e., no motion be- 
tween fluid layers relative to each other). 

Many fluids such as milk and gasoline are transported in tankers. In an ac- 
celerating tanker, the fluid rushes to the back, and some initial splashing oc- 
curs. But then a new free surface (usually nonhorizontal) is formed, each fluid 
particle assumes the same acceleration, and the entire fluid moves like a rigid 
body. No shear stresses develop within the fluid body since there is no defor- 
mation and thus no change in shape. Rigid-body motion of a fluid also occurs 
when the fluid is contained in a tank that rotates about an axis. 

Consider a differential rectangular fluid element of side lengths dx, dy, and 
dz in the x-, y-, and z-directions, respectively, with z-axis being upward in the 
vertical direction (Fig. 11—26). Noting that the differential fluid element be- 
haves like a rigid body, Newton's second law of motion for this element can be 
expressed as 


9Р 4. 
P z 





" F = ôm- a (11-19) 
ШТ 
pg dx dy dz; where 5m = p dV = p dx dy dz is the mass of the fluid element, d is the ac- 


celeration, and SF is the net force acting on the element. 

The forces acting on the fluid element consist of body forces such as grav- 
ity that act throughout the entire body of the element and are proportional to 
the volume of the body (and also electric and magnetic forces, which will not 
s | dx dy be considered in this text), and surface forces such as the pressure forces that 





: act on the surface of the element and are proportional to the surface area 
FIGURE 11-26 (shear stresses are also surface forces, but they do not apply in this case since 
The surface and body forces acting the relative positions of fluid elements remain unchanged). The surface forces 
on a differential fluid element in the appear as the fluid element is isolated from its surroundings for analysis, and 


vertical direction. the effect of the detached body is replaced by a force at that location. Note that 


pressure represents the compressive force applied on the fluid element by the 
surrounding fluid, and is always directed to the surface. 

Taking the pressure at the center of the element to be P, the pressures at 
the top and bottom surfaces of the element are P+ (0P/0z) dz/2 and 
P — (0P/0z) dz/2, respectively. Noting that the pressure force acting on a 
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surface is equal to the average pressure multiplied by the surface area, the net 
surface force acting on the element in the z-direction is the difference between 
the pressure forces acting on the bottom and top faces, 


ars. - (» BE asy (ғ ыг as dy = Р dx dy dz (11-20) 





02 2 0z 2 


Similarly, the net surface forces in the x- and y-directions are 


oP oP 
OF 5. = та dx dy dz and Е; у, = -ay dx dy dz (11-21) 


Then the surface force (which is simply the pressure force) acting on the en- 
tire element can be expressed in vector form as 


2 = = > OP , oP , oP 2 
OF 5 = 6Fs ,i + Fs, j + ôFs k = (8E e 2 Parana: — —VP dx dy dz 


(11-22) 


where i, j, and k are the unit vectors in the x-, y-, and z-directions, respec- 
tively, and 
ðP? ðP? oP? 


VP = xi tayi ta (11-23) 


is the pressure gradient. Note that the V or "del" is a vector operator that is 
used to express the gradients of a scalar function compactly in vector form. 
Also, the gradient of a scalar function is expressed in a given direction and 
thus it is a vector quantity. 

The only body force acting on the fluid element is the weight of the element 
acting in the negative z-direction, and it is expressed as 6F, , = —gédm = 
— pg dx dy dz or in vector form as 


8F,. = —gàmk — —pg dx dy dzk (11-24) 


Then the total force acting on the element becomes 
ФЕ = 8F,-- 8F, — —(VP ^ pgk) dx dy dz (11-25) 
Substituting into Newton's second law of motion 8Ё-8т-4а- p dx dy dz: 


a and canceling dx dy dz, the general equation of motion for a fluid that acts 
as a rigid body (no shear stresses) is determined to be 


Rigid-body motion of fluids: ҮР gi рек = –ра (11-26) 
Resolving the vectors into their component, this relation can be expressed 
more explicitly as 


OP> , dP? ,0P>, 7 2 а z 
axi T ду} H az“ + pgk = —p(a,i + ayj t ak) (11-27) 
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Р, Pi 
. . 
h Liquid, p h Liquid, p 
| Р,-Р, P, = Ру+2реһ 
a, =-g a,=8g 

(a) Free fall of a (b) Upward acceleration 
liquid of a liquid with a, = +g 
FIGURE 11-27 


The effect of acceleration on the 
pressure of a liquid during free fall 
and upward acceleration. 


| 8 
Free 
surface 






FIGURE 11-28 
Rigid-body motion of a liquid in a 
linearly accelerating tank. 


Tage vvt 


or, in scalar form in the three orthogonal directions as 


: 1 9Р 9Р _ 9Р _ 
Accelerating fluids: Ox = 704 ay ^ рау, апі z p(g- a) (11-28) 
where a,, a,, and a. are accelerations in the x-, y-, and z-directions, respectively. 


Special Case 1: Fluids at Rest 
For fluids at rest or moving on a straight path at constant velocity, all compo- 
nents of acceleration are zero, and the relations in Eqs. 11—28 reduce to 


aP 


P 
Ox 95 2 


dP 
ðy E 


Fluids at rest: 0, and d; PE (11-29) 


which confirm that, in fluids at rest, the pressure remains constant in any hor- 
izontal direction (P is independent of x and y), and varies only in the vertical 
direction as a result of gravity [and thus P — P(z)]. These relations are applic- 
able for both compressible and incompressible fluids. 


Special Case 2: Free Fall of a Fluid Body 
A freely falling body accelerates under the influence of gravity. When the air 
resistance is negligible, the acceleration of the body equals the gravitational 
acceleration, and acceleration in any horizontal direction is zero. Therefore, 
a, = a, = 0 and a, = —g. Then the equations of motion for accelerating flu- 
ids (Eqs. 11-28) reduce to 

ӘР _ ар _ ар 


Free-falling fluids: ig y dr =0 —> P= constant 


(11-30) 
Therefore, in a frame of reference moving with the fluid, it behaves like it is 
in an environment with zero gravity. Also, the gage pressure in a drop of liq- 
uid in free fall is zero throughout. (Actually, the gage pressure is slightly 
above zero due to surface tension which holds the drop intact.) 

When the direction of motion is reversed and the fluid is forced to acceler- 
ate vertically with a, = +g by placing the fluid container in an elevator or a 
space vehicle propelled upward by a rocket engine, the pressure gradient in 
the z-direction is 0P/dz = —2pg. Therefore, the pressure difference across a 
fluid layer now doubles relative to the stationary fluid case (Fig. 11—27). 


Acceleration on a Straight Path 

Consider a container partially filled with a liquid. The container is moving 
on a straight path with a constant acceleration. We take the projection of the 
path of motion on the horizontal plane to be the x-axis, and the projection 
on the vertical plane to be the z-axis, as shown in Fig. 11—28. The x- and 
z-components of acceleration are a, and a,. There is no movement in the 
y-direction, and thus the acceleration in that direction is zero a, = 0. Then the 
equations of motion for accelerating fluids (Eqs. 11-28) reduce to 


oP 
ax — 


др _ ӘР 
-ра,, rg 0, and ae p(g + a.) (11-31) 
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Therefore, pressure is independent of y. Then the total differential of P = 
P(x, z), which is (0P/dx) dx + (0P/0z) dz, becomes 


dP = —pa, dx — p(g + a,) dz (11-32) 
For p = constant, the pressure difference between two points | and 2 in the 
fluid is determined by integration to be 


Py — Py = —pa,(x, — ху) — p(g + a) — 1) (11-33) 
Taking point 1 to be the origin (x = 0, z = 0) where the pressure is Py and 
point 2 to be any point in the fluid (no subscript), the pressure distribution can 
be expressed as 


Pressure variation: P= Py > pax pe az (11-34) 
The vertical rise (or drop) of the free surface at point 2 relative to point 1 can 
be determined by choosing both 1 and 2 on the free surface (so that P, — P;), 


and solving Eq. 11-33 for z) — zı (Fig. 11-29), 


а, 


Vertical rise: Az—z,—z;— "ug (x5 — xı) (11-35) 


The equation for lines of constant pressure, called isobars, is obtained from 
Eq. 11-32 by setting dP = 0 and rearranging. It gives 


dz = а, 


de "ga, — constant 


Lines of constant pressure: (11-36) 


Thus we conclude that the isobars (including the free surface) in an incom- 
pressible fluid with constant acceleration in linear motion are parallel lines 
(actually, parallel surfaces if we consider the entire fluid body rather than just 
the cross section) whose slope is 

dz а, 


Slope =e р 





Slope of isobars: — —tan 0 (11-37) 


Obviously, the free surface of such a fluid is a plane surface, and it is inclined 
unless a, = O (the acceleration is in the vertical direction only). Also, the 
conservation of mass together with the assumption of incompressibility (p — 
constant) requires that the volume of the fluid remain constant before and dur- 
ing acceleration. Therefore, the rise of fluid level on one side must be bal- 
anced by a drop of fluid level on the other side. 





1 EXAMPLE 11-5 Overflow from a Water Tank During Acceleration 


B An 80-cm-high fish tank of cross section 2-m X 0.6-m which is initially filled 
m With water is to be transported on the back of a truck (Fig. 11-30). The truck 
m accelerates from O to 90 km/h in 10 s. If it is desired that no water spills dur- 
m ing acceleration, determine the allowable initial water height in the tank. Would 
и 
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FIGURE 11-29 
Lines of constant pressure in a linearly 
accelerating liquid, and the vertical rise. 


80 cm 





FIGURE 11-30 
Schematic for Example 11-5. 
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you recommend the tank to be aligned with the long or short side parallel to the 
direction of motion? 


SOLUTION A fish tank is to be transported on a truck. The allowable water 
height to avoid spill of water during acceleration and the proper orientation are 
to be determined. 

Assumptions 1 The road is horizontal during acceleration so that acceleration 
has no vertical component (a, = 0). 2 Effects of splashing, braking, driving over 
bumps, and climbing hills are assumed to be secondary, and are not consid- 
ered. 3 The acceleration remains constant. 

Analysis We take the x-axis to be the direction of motion, the z-axis to be the 
upward vertical direction, and the origin to be the lower left corner of the tank. 
Noting that the truck goes from O to 90 km/h in 10 s, the acceleration of the 
truck is 


AV _ (90 — 0) the 1 m/s 


= = = 2 
2 10s nt) о 


The tangent of the angle the free surface makes with the horizontal is 


а, 255 


= gta, = OREO = 0.255 (and thus 0 — 14.3?) 


tan 0 


The maximum vertical rise of the free surface occurs at the back of the tank, 
and the vertical midplane experiences no rise or drop during acceleration since 
it is a plane of symmetry. Then the vertical rise at the back of the tank relative 
to the midplane for the two possible orientations becomes 


Case 1: The long side is parallel to the direction of motion: 


Az, = (b,/2) tan 6 = [(2 m)/2] X 0.255 = 0.255 m = 25.5 cm 


Case 2: The short side is parallel to the direction of motion: 


Az, = (b,/2) tan 0 = [00.6 т)/2] X 0.255 = 0.076 m = 7.6 cm 


Therefore, assuming tipping is not a problem, the tank should definitely be ori- 
ented such that its short side is parallel to the direction of motion. Emptying 
the tank such that its free surface level drops just 7.6 cm in this case will be 
adequate to avoid spilling during acceleration. 

Discussion Note that the orientation of the tank is important in controlling the 
vertical rise. Also, the analysis is valid for any fluid with constant density, not 
just water, since we used no information that pertains to water in the solution. 








Rotation in a Cylindrical Container 
We know from experience that when a glass filled with water is rotated about 
its axis, the fluid is forced outward as a result of the centrifugal force, and the 
free surface of the liquid becomes concave. This is known as the forced vor- 
tex motion. 

Consider a vertical cylindrical container partially filled with a liquid. The 
container is now rotated about its axis at a constant angular velocity of w, as 


ae 
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shown in Fig. 11-31. After initial transients, the liquid will move as a rigid Axis of 
body together with the container. There is no deformation, and thus there can rotation 
be no shear stress, and every fluid particle in the container moves with the 212 Ф 


same angular velocity. 

This problem is best analyzed in cylindrical coordinates (r, 0, z), with z Free 
taken along the centerline of the container directed from the bottom toward surface 
the free surface, since the shape of the container is a cylinder, and the fluid мэн a 
particles undergo a circular motion. The acceleration of a fluid particle rotat- | 
ing with a constant angular velocity of w at a distance r from the axis of rota- z h 
tion is rw’, and is directed radially towards the axis of rotation (negative 
r direction). That is, a, = —rw*. There is symmetry about the z-axis, which is о 
the axis of rotation, and thus there is no 0 dependence. Then P = P(r, z) and 
dg = 0. Also, a, = 0 since there is no motion in the z-direction. 

Then the equations of motion for rotating fluids (Eqs. 11-28) reduce to 








DE. 18 эй L 
аг 0% ag = 0, and az 83 (11-38) ё 
FIGURE 11-31 
Then the total differential of P = P(r, z), which is dP = (0P/dr)dr + (dP/dz)dz, Rigid-body motion of a liquid in a 
becomes rotating vertical cylindrical container. 
dP — prodr — pg dz (11-39) 


The equation for surfaces of constant pressure are obtained by setting dP = 0 
in the above equation and rearranging: 


2 
c r3 (11-40) 


Integrating, the equation for the surfaces of constant pressure is determined 


to be 
Surfaces of constant pressure: z= 26 HCG (11-41) 
which is the equation of a parabola. Thus we conclude that the surfaces of | Ф 
constant pressure, including the free surface, are paraboloids of revolution ee 
(Fig. 11-32). E 

The value of the integration constant C; is different for different paraboloids m 
of constant pressure (i.e., for different isobars). For the free surface, setting | 


r = 0 in Eq. 11-41 gives z(0) = C, = he, where h, is the distance of the free 
surface from the bottom of the container along the axis of rotation. Then the 
equation for the free surface becomes 


w 


5526 г + №, (11-42) 








where z, is the distance of the free surface from the bottom of the container at 


radius r. The underlying assumption in this analysis is that there is sufficient FIGURE 11-32 
liquid in the container so that the entire bottom surface remains covered with Lines of constant pressure in a 
liquid. rotating liquid. 





Ma TENES MU EM AM C a 2 tt VUJ AM Tage 4V9 4 j 


508 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


The volume of a cylindrical shell element of radius r, height z,, and thick- 
ness dr is dV = 27rz, dr. Then the volume of the paraboloid formed by the 
free surface is 


R RD 2g2 
y- 2mz, dr = 21 2 2 h, )rdr = т © Ri h.) (11-43) 
28 4g 





r=0 r= 


Since mass is conserved and density is constant, this volume must be equal to 
the original volume of the fluid in the container, which is 


У = a Rho (11-44) 


where / is the original height of the fluid in the container with no rotation. 
Setting these two volumes equal to each other, the height of the fluid along the 
centerline of the cylindrical container becomes 





гт 2 wR? 
he = ho — “ag (11-45) 
Then the equation of the free surface becomes 
w 
Free surface: 2 = ag (R? = 274) (11-46) 


The maximum vertical height occurs at the edge where r = R, and the maxi- 

mum height difference between the edge and the center of the free surface is de- 

termined by evaluating z, at r = R and also at r — 0, and taking their difference, 
w? 


Maximum height difference: AZmax = Zs(R) — z,(0) = 2g R? (11-47) 


When p = constant, the pressure difference between two points 1 and 2 in 
the fluid is determined by integrating dP = prw? dr — pg dz. This yields 


ро? 
Р Ру = (73 — 19) — ps — z) (11-48) 





Taking point 1 to be the origin (r = O, z = 0) where the pressure is Ро апа 
point 2 to be any point in the fluid (no subscript), the pressure distribution can 
be expressed as 


w 
Pressure variation: Р= Р, + Эс 15-08 2 (11-49) 


Note that at a fixed radius, the pressure varies hydrostatically in the vertical 
direction, as in a fluid at rest. For a fixed vertical distance z, the pressure 
varies with the square of the radial distance r, increasing from the centerline 
towards the outer edge. In any horizontal plane, the pressure difference be- 
tween the center and edge of the container of radius R is AP = pw?R7/2. 


Ma TENES MU EM AM C a 2 tdt VUJ AM Tage 4V3 4 j 





EXAMPLE 11-6 Rising of a Liquid During Rotation 


A 20-cm-diameter 60-cm-high vertical cylindrical container, shown in Fig. 
11-33, is partially filled with 50-cm-high liquid whose density is 850 kg/m?. 
Now the cylinder is rotated at a constant speed. Determine the rotational speed 
at which the liquid will start spilling from the edges of the container. 


SOLUTION A vertical cylindrical container partially filled with a liquid is ro- 
tated. The angular speed at which the liquid will start spilling is to be deter- 
mined. 

Assumptions 1 The increase in the rotational speed is very slow so that the liq- 
uid in the container always acts as a rigid body. 2 The bottom surface of the 
container remains covered with liquid during rotation (no dry spots). 

Analysis Taking the center of the bottom surface of the rotating vertical cylin- 
der as the origin (r = O, z = 0), the equation for the free surface of the liquid 
is given as 


2 
z = ho- qy QU - 2n) 


Then the vertical height of the liquid at the edge of the container where r= R 
becomes 
w? R? 


z,(R) = ho ote “Ag 


where Ay — 0.5 m is the original height of the liquid before rotation. Just before 
the liquid starts spilling, the height of the liquid at the edge of the container 
equals the height of the container, and thus z(R) — 0.6 m. Solving the last 
equation for w and substituting, the maximum rotational speed of the container 
is determined to be 


o. zd ee BUSSISESUSIm) 
р Е (0.1 my? 





— 19.8 rad/s 


Noting that one complete revolution corresponds to 27 radians, the rotational 
speed of the container can also be expressed in terms of revolutions per minute 
(rpm) as 





1 min 


_w _ 19.8 rad/s ( 605 
"Qm 2m rad/rev 


) = 189 rpm 


Therefore, the rotational speed of this container should be limited to 189 rpm 
to avoid any spill of liquid as a result of the centrifugal effect. 
Discussion Note that the analysis is valid for any liquid since the result is in- 
dependent of density or any other fluid property. We should also verify that our 
assumption of no dry spots is valid. The liquid height at the center is 

w R? 


z,(0) = ho = 4g. — 0.4m 


Since zy(0) is positive, our assumption is validated. 
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FIGURE 11—33 
Schematic for Example 11-6. 
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SUMMARY 


Fluid statics deals with problems associated with fluids at rest, 
and it is called Aydrostatics when the fluid is a liquid. The mag- 
nitude of the resultant force acting on a plane surface of a com- 
pletely submerged plate in a homogeneous fluid is equal to the 
product of the pressure Pç at the centroid of the surface and the 
area A of the surface and is expressed as 


Ер = (Ро + pghoj)A — PcA = Р.А 


where hc = yc sin @ is the vertical distance of the centroid 
from the free surface of the liquid. The pressure Py is usually 
the atmospheric pressure, which cancels out in most cases 
since it acts on both sides of the plate. The point of intersection 
of the line of action of the resultant force and the surface is the 
center of pressure. The vertical location of the line of action of 
the resultant force is given by 


I 


ХАС 


Ye = Ye t Sc Pyf(pg sin 6)]A 


where Z, cis the second moment of area about the x-axis pass- 
ing through the centroid of the area. 

The hydrostatic force Fp acting on a two-dimensional curved 
surface is determined by finding the horizontal and vertical 
components Fy and Fy. The horizontal component of the hy- 
drostatic force is equal to the hydrostatic force acting on the 
vertical projection of the curved surface. The vertical compo- 
nent is equal to the hydrostatic force acting on the horizontal 
projection of the curved surface, plus (minus, if acting in the 
opposite direction) the weight of the fluid block. When the 
curved surface is a circular arc, the resultant hydrostatic force 
acting on the surface always passes through the center of the 
circle. 

A fluid exerts an upward force on a body immersed in it. 
This force is called the buoyant force and is expressed as 


Fz = prgv 


where V is the volume of the body. This is known as 
Archimedes’ principle and is expressed as the buoyant force 
acting on a body immersed in a fluid is equal to the weight of 
the fluid displaced by the body; it acts upward through the cen- 
troid of the displaced volume. The buoyant force is indepen- 


dent of the distance of the body from the free surface. For 
floating bodies, the submerged volume fraction of the body is 
equal to the ratio of the average density of the body to the den- 
sity of the fluid. 

The general equation of motion for a fluid that acts as a rigid 
body is 


VP + рек = –ра 


When gravity is aligned in the —z direction, it is expressed in 
scalar form as 


ӨР _ 


ax ^ 704 ав - 


ӨР 
= pa, and $= -plg +a) 


02 


where a, a, and a, are accelerations in the x-, y-, and 
z-directions, respectively. During linearly accelerating motion, 
the pressure distribution is expressed as 


P = P) — pax — р(& + а,)2 


The lines of constant pressure (including the free surface) in a 
liquid with constant acceleration in linear motion are parallel 
lines whose slope is 

dz а, 


Slope Sk gta 





— —tan 0 


During rigid-body motion of a liquid in a rotating cylinder, the 
surfaces of constant pressure are paraboloids of revolution. 
The equation for the free surface is 


2 
2-0 “ae = 079) 


where z, is the distance of the free surface from the bottom of 
the container at radius гапа Л, is the original height of the fluid 
in the container with no rotation. The variation of pressure in 
the liquid is expressed as 


2 


po 
Чаат хаг gm 


where P) is the pressure at the origin (r = 0, z = 0). 
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РКОВЇЕМ5” 


Fluid Statics: Hydrostatic Forces on Plane and Curved 
Surfaces 


11-1C Define the resultant hydrostatic force acting on a sub- 
merged surface, and the center of pressure. 


11-2C Someone claims that she can determine the magni- 
tude of the hydrostatic force acting on a plane surface sub- 
merged in water regardless of its shape and orientation if she 
knew the vertical distance of the centroid of the surface from 
the free surface and the area of the surface. Is this a valid 
claim? Explain. 


11-3C  Asubmerged horizontal flat plate is suspended in wa- 
ter by a string attached at the centroid of its upper surface. Now 
the plate is rotated 45° about an axis that passes through its 
centroid. Discuss the change on the hydrostatic force acting on 
the top surface of this plate as a result of this rotation. Assume 
the plate remains submerged at all times. 


11-4C You may have noticed that dams are much thicker at 
the bottom. Explain why dams are built that way. 


11-5C Consider a submerged curved surface. Explain how 
you would determine the horizontal component of the hydro- 
static force acting on this surface. 


11-6C Consider a submerged curved surface. Explain how 
you would determine the vertical component of the hydrostatic 
force acting on this surface. 


11-7C Consider a circular surface subjected to hydrostatic 
forces by a constant density liquid. If the magnitudes of the 
horizontal and vertical components of the resultant hydrostatic 
force are determined, explain how you would find the line of 
action of this force. 


11-8 Consider a heavy car submerged in water in a lake with 
a flat bottom. The driver’s side door of the car is 1.1 m high 
and 0.9 m wide, and the top edge of the door is 8 m below the 
water surface. Determine the net force acting on the door (nor- 
mal to its surface) and the location of the pressure center if 
(a) the car is well-sealed and it contains air at atmospheric 
pressure and (b) the car is filled with water. 





*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


11-9E Along solid cylinder of radius 2 ft hinged at point A 
is used as an automatic gate, as shown in the figure. When the 
water level reaches 15 ft, the cylindrical gate opens by turning 
about the hinge at point A. Determine (a) the hydrostatic force 
acting on the cylinder and its line of action when the gate opens 
and (b) the weight of the cylinder per ft length of the cylinder. 





FIGURE P11-9E 


11-10 Consider a 4-m-long, 4-m-wide, and 1.5-m-high 
above-the-ground swimming pool that is filled with water to the 
rim. (a) Determine the hydrostatic force on each wall and the 
distance of the line of action of this force from the ground. 
(b) If the height of the walls of the pool is doubled and the pool 
is filled, will the hydrostatic force on each wall double or 
quadruple? Why? Answer: (a) 44.1 KN 


11-11E Consider a 200-ft-high, 1200-ft-wide dam filled to 
capacity. Determine (a) the hydrostatic force on the dam and 
(b) the force per unit area of the dam near the top and near the 
bottom. 


11-12 A room in the lower level of a cruise ship has a 30-cm- 
diameter circular window. If the midpoint of the window is 5 m 
below the water surface, determine the hydrostatic force acting 


217 Sea 


1 30 A 
2 


FIGURE P11-12 
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on the window, and the pressure center. Take the specific grav- 
ity of seawater to be 1.025. — Answers: 3554 N, 5.001 m 


11-13 The water side of the wall of a 100-m-long dam is 
quarter circular with a radius of 10 m. Determine the hydrosta- 
tic force on the dam and its line of action when the dam is filled 
to the rim. 


11-14 A 4-m-high, 5-m-wide rectangular plate blocks the 
end of a 4-m-deep freshwater channel, as shown in the figure. 
The plate is hinged about a horizontal axis along its upper edge 
through a point A and is restrained from opening by a fixed 
ridge at point B. Determine the force exerted on the plate by 
the ridge. 


A 


+ 


1m 


4m 


B 


FIGURE P11-14 


«9 Reconsider Prob. 11-14. Using EES (or other) 

software, investigate the effect of water depth on 
the force exerted on the plate by the ridge. Let the water depth 
vary from 0 to 5 m in increments of 0.5 m. Tabulate and plot 
your results. 


11-15 


11-16E The flow of water from a reservoir is controlled by a 
5-ft-wide L-shaped gate hinged at point A, as shown in the fig- 
ure. If it is desired that the gate open when the water height is 
12 ft, determine the mass of the required weight W. 

Answer: 30,900 Ibm 


15ft 














FIGURE P11-16E 
11-17E Repeat Prob. 11—16E for a water height of 8 ft. 
11-18 A water trough of semicircular cross section of radius 
0.5 m consists of two symmetric parts hinged to each other at 


the bottom, as shown in the figure. The two parts are held to- 
gether by a cable and turnbuckle placed every 3 m along the 


length of the trough. Calculate the tension in each cable when 
the trough is filled to the rim. 








FIGURE P11-18 


11-19 The two sides of a V-shaped water trough are hinged 
to each other at the bottom where they meet, as shown in the 
figure, making an angle of 45° with the ground from both sides. 
Each side is 0.75 m wide, and the two parts are held together 
by a cable and turnbuckle placed every 6 m along the length of 
the trough. Calculate the tension in each cable when the trough 
is filled to the rim. Answer: 5510 N 


Cable 





45° 45° 
A S 
FIGURE P11-19 


11-20 Repeat Prob. 11—19 for the case of a partially filled 
trough with a water height of 0.4 m directly above the hinge. 


11-21 A retaining wall against a mud slide is to be con- 
structed by placing 0.8-m-high and 0.2-m-wide rectangular 
concrete blocks (p = 2700 kg/m?) side by side, as shown in the 
figure. The friction coefficient between the ground and the 
concrete blocks is f = 0.3, and the density of the mud is about 
1800 kg/m?. There is concern that the concrete blocks may 
slide or tip over the lower left edge as the mud level rises. De- 
termine the mud height at which (a) the blocks will overcome 
friction and start sliding and (5) the blocks will tip over. 
0.2m 


I— —» 


17 
| 


FIGURE P11-21 
11-22 Repeat Prob. 11—21 for 0.4-m-wide concrete blocks. 


11-23 e A 4-m-long quarter-circular gate of radius 3 m 
«$^ and of negligible weight is hinged about its 
upper edge A, as shown in the figure. The gate controls the 
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flow of water over the ledge at B, where the gate is pressed by 
a spring. Determine the minimum spring force required to keep 
the gate closed when the water level rises to A at the upper 
edge of the gate. 











FIGURE P11—23 


11-24 Repeat Prob. 11—23 for a radius of 4 m for the gate. 
Answer: 314 kN 


Buoyancy 


11-25C What is buoyant force? What causes it? What is the 
magnitude of the buoyant force acting on a submerged body 
whose volume is V? What are the direction and the line of 
action of the buoyant force? 


11-26C Consider two identical spherical balls submerged in 
water at different depths. Will the buoyant forces acting on 
these two balls be the same or different? Explain. 


11-27C Consider two 5-cm-diameter spherical balls—one 
made of aluminum, the other of iron—submerged in water. 
Will the buoyant forces acting on these two balls be the same 
or different? Explain. 

11-28C Consider a 3-kg copper cube and a 3-kg copper ball 
submerged in a liquid. Will the buoyant forces acting on these 
two bodies be the same or different? Explain. 

11-29C Discuss the stability of (a) a submerged and (b) a 
floating body whose center of gravity is above the center of 
buoyancy. 

11-30 The density of a liquid is to be determined by an old 
1-cm-diameter cylindrical hydrometer whose division marks are 


Mark for 
water 
0.5 cm 
Unknown 
liquid 10 cm 





FIGURE P11-30 
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completely wiped out. The hydrometer is first dropped in water, 
and the water level is marked. The hydrometer is then dropped 
into the other liquid, and it is observed that the mark for water 
has risen 0.5 cm above the liquid-air interface. If the height of 
the water mark is 10 cm, determine the density of the liquid. 


11-31E A crane is used to lower weights into a lake for an 
underwater construction project. Determine the tension in the 
rope of the crane due to a 3-ft-diameter spherical steel block 
(density = 494 Ibm/ft?) when it is (a) suspended in the air and 
(b) completely immersed in water. 


11-32 The volume and the average density of an irregularly 
shaped body are to be determined by using a spring scale. The 
body weighs 7200 N in air and 4790 N in water. Determine the 
volume and the density of the body. State your assumptions. 


11-33 Consider a large cubic ice block floating in sea water. 
The specific gravities of ice and seawater are 0.92 and 1.025, 
respectively. If a 10-cm-high portion of the ice block extends 
above the surface of the water, determine the height of the ice 
block below the surface. Answer: 87.6 cm 


Пост 


Sea Cubic 
ice block h 


FIGURE P11—33 


11-34 A 170-kg granite rock (9 = 2700 kg/m?) is dropped 
into a lake. A man dives in and tries to lift the rock. Determine 
how much force the man needs to apply to lift it from the bot- 
tom of the lake. Do you think he can do it? 


11-35 Itis said that Archimedes discovered his principle dur- 
ing a bath while thinking about how he could determine if King 
Hiero’s crown was actually made of pure gold. While in the 
bathtub, he conceived the idea that he could determine the av- 
erage density of an irregularly shaped object by weighing it in 
air and also in water. If the crown weighed 3.20 kgf (= 31.4 N) 
in air and 2.95 kgf (= 28.9 N) in water, determine if the crown 
is made of pure gold. The density of gold is 19,300 kg/m?. Dis- 
cuss how you can solve this problem without weighing the 
crown in water but by using an ordinary bucket with no cali- 
bration for volume. You may weigh anything in air. 


11-36E One of the common procedures in fitness programs 
is to determine the fat-to-muscle ratio of the body. This is 
based on the principle that the muscle tissue is denser than the 
fat tissue, and, thus, the higher the average density of the body, 
the higher is the fraction of muscle tissue. The average density 
of the body can be determined by weighing the person in air 
and also while submerged in water in a tank. Treating all 
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tissues and bones (other than fat) as muscle with an equivalent 
density Of pmuscier Obtain a relation for the volume fraction of 
body fat Xtat- Answer: Ха = (Өнеге v Раше v Prat). 
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FIGURE P11-36E 


11-37 Thehull of a boat has a volume of 150 m3, and the to- 
tal mass of the boat when empty is 8560 kg. Determine how 
much load this boat can carry without sinking (a) in a lake and 
(b) in sea water with a specific gravity of 1.03. 

















Fluids in Rigid-Body Motion 


11-38C Under what conditions can a moving body of fluid 
be treated as a rigid body? 


11-39C Consider a glass of water. Compare the water pres- 
sures at the bottom surface for the following cases: the glass is 
(a) stationary, (b) moving up at constant velocity, (c) moving 
down at constant velocity, and (d) moving horizontally at con- 
stant velocity. 


11-40C Consider two identical glasses of water, one station- 
ary and the other moving on a horizontal plane with constant 
acceleration. A ssuming no splashing or spilling occurs, which 
glass will have a higher pressure at the (a) front, (b) midpoint, 
and (c) back of the bottom surface? 


11-41C Consider a vertical cylindrical container partially 
filled with water. Now the cylinder is rotated about its axis at 
a specified angular velocity, and rigid-body motion is estab- 
lished. Discuss how the pressure will be affected at the mid- 
point and at the edges of the bottom surface due to rotation. 


11-42 A water tank is being towed by a truck on a level road, 
and the angle the free surface makes with the horizontal is 
measured to be 15°. Determine the acceleration of the truck. 


11-43 Consider two water tanks filled with water. The first 
tank is 8 m high, and is stationary, while the second tank is 2m 
high, and is moving upward with an acceleration of 5 m/s?. 
Which tank will have a higher pressure at the bottom? 


11-44 A water tank is being towed on an uphill road that 
makes 20° with the horizontal with a constant acceleration of 
5 m/s? in the direction of motion. Determine the angle the free 
surface of water makes with the horizontal. W hat would your 
answer be if the direction of motion were downward on the 
same road with the same acceleration? 


—— 


11-45E A 2-ft-diameter vertical cylindrical tank open to the 
atmosphere contains 1-ft-high water. The tank is now rotated 
about the centerline, and the water level drops at the center 
while it rises at the edges. Determine the angular velocity at 
which the bottom of the tank will first be exposed. A Iso deter- 
mine the maximum water height at this moment. 








FIGURE P11—45E 


11-46 A 60-cm-high, 40-cm-diameter cylindrical water tank 
is being transported on a level road. The highest acceleration 
anticipated is 4 m/s?. Determine the allowable initial water 
height in the tank if no water is to spill out during acceleration. 
Answer: 51.8 cm 


11-47 A 40-cm-diameter, 90-cm-high vertical cylindrical 
container is partially filled with 60-cm-high water. Now the 
cylinder is rotated at a constant angular speed of 120 rpm. De- 
termine how much the liquid level at the center of the cylinder 
will drop as a result of this rotational motion. 


11-48 A fish tank that contains 40-cm-high water is moved 
in the cabin of an elevator. D etermine the pressure at the bot- 
tom of the tank when the elevator is (a) stationary, (b) moving 
up with an upward acceleration of 3 m/s?, and (c) moving 
down with a downward acceleration of 3 m/s?. 


11-49 A 3-m-diameter vertical cylindrical milk tank rotates 
at a constant rate of 12 rpm. If the pressure at the center of the 
bottom surface is 130 kPa, determine the pressure at the edge 
of the bottom surface of the tank. Take the density of the milk 
to be 1030 kg/m. 


11-50 Milk with a density of 1020 kg/m? is transported on 
a level road in a 7-m-long, 3-m-diameter cylindrical tanker. T he 
tanker is completely filled with milk (no air space), and it ac- 
celerates at 2.5 m/s?. If the minimum pressure in the tanker is 
100 kPa, determine the maximum pressure and its location. 
Answer: 47.9 kPa 








FIGURE P11-50 
11-51 Repeat Prob. 11-50 for a deceleration of 2.5 m/s?. 
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11-52 The distance between the centers of the two arms of a 
U-tube open to the atmosphere is 25 cm, and it contains 20-cm- 
high alcohol in both arms. N ow the U-tube is rotated about the 
left arm at 4.2 rad/s. Determine the elevation difference be- 
tween the fluid surfaces in the two arms. 


LE 


25 cm | 


FIGURE P11-52 


11-53 A 1-m diameter, 3-m-high sealed vertical cylinder is 
completely filled with gasoline whose density is 740 kg/m?. 
The tank is now rotated about its vertical axis at a rate of 70 
rpm. Determine (a) the difference between the pressures at the 
centers of the bottom and top surfaces and (b) the difference 
between the pressures at the center and the edge of the bottom 


surface. 
Ci» 








FIGURE P11—53 


11-54 egy Reconsider Prob. 11-53. Using EES (or other) 
software, investigate the effect of rotational 
speed on the pressure difference between the center and the 
edge of the bottom surface of the cylinder. Let the rotational 
speed vary from 0 to 500 rpm in increments of 50 rpm. Tabu- 
late and plot your results. 
11-55E A 20-ft-long, 8-ft-high rectangular tank open to the at- 
mosphere is towed by a truck on a level road. The tank is filled 
with water to a depth of 6 ft. Determine the maximum accelera- 
tion or deceleration allowed if no water is to spill during towing. 


—— 
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11-56E An 8-ft-long tank open to the atmosphere initially 
contains 3-ft-high water. While being towed by a truck on a 
level road, the truck applies on the brakes and the water level 
at the front rises 0.5 ft above the initial level. Determine the 
deceleration of the truck. 

Answer: 4.08 ft/s? 


0.5 ft 


3 ft 





| 8 ft 


FIGURE P11-56E 
11-57 A 3-m-diameter and 7-m-long cylindrical tank is com- 
pletely filled with water. The tank is pulled by a truck ona 
level road with the 7-m-long axis being horizontal. Determine 
the pressure difference between the front and back ends of the 
tank along horizontal line when the truck (a) accelerates at 
3 m/s? and (b) decelerates at 4 m/s?. 


Review Problems 


11-58 The density of a floating body can be determined by 
tying weights to the body until both the body and the weights 
are completely submerged, and then weighing them separately 
in air. Consider a wood log that weighs 1540 N in air. If it takes 
34 kg of lead (p — 11,300 kg/m?) to completely sink the log 
and the lead in water, determine the average density of the log. 
Answer: 835 kg/m3 


11-59 С) A 200-kg, 5-m-wide rectangular gate shown in 

«s» the figure is hinged at B and leans against the 
floor at A making an angle of 45? with the horizontal. The gate 
is to be opened from its lower edge by applying a normal force 
at its center. Determine the minimum force F required to open 
the water gate. Answer: 520 kN 


Water 





45^ 





A 
FIGURE P11—59 


11-60 Repeat Prob. 11-59 for a water height of 1.2 m above 
the hinge at B. 
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11-61 A 3-m-high, 6-m-wide rectangular gate is hinged at 
the top edge at A and is restrained by a fixed ridge at B. Deter- 
mine the hydrostatic force exerted on the gate by the 5-m-high 
water and the location of the pressure center. 





FIGURE P11-61 


11-62 Repeat Prob. 11-61 for a total water height of 2 m. 


11-63E A semicircular 30-ft-diameter tunnel is to be built 
under a 150-ft-deep, 800-ft-long lake, as shown in the figure. 
Determine the total hydrostatic force acting on the roof of the 
tunnel. 


Water 
150 ft 


Tunnel 





-— — 30ft—— 4 
FIGURE P11-63E 


11-64 А 50-ton, 6-m-diameter hemispherical dome on a 
level surface is filled with water, as shown in the figure. 
Someone claims that he can lift this dome by making use of 
Pascal's principle by attaching a long tube to the top and fill- 
ing it with water. Determine the required height of water in the 
tube to lift the dome. Disregard the weight of the tube and the 
water in it. Answer: 0.77 m 


Water 





|} $m —34 
FIGURE P11-64 


11-65 The water in a 25-m-deep reservoir is kept inside by a 


150-m-wide wall whose cross section is an equilateral triangle, 
as shown in the figure. Determine (a) the total force (hydrosta- 


—$— 


tic + atmospheric) acting on the inner surface of the wall and 
its line of action and (b) the magnitude of the horizontal com- 
ponent of this force. Take P 4, = 100 kPa. 


Water | 


25 т 


60° 60° 





FIGURE P11-65 


11-66 A U-tube contains water in the right arm, and another 
liquid in the left arm. It is observed that when the U-tube rotates 
at 30 rpm about an axis that is 15 cm from the right arm and 5 
cm from the left arm, the liquid levels in both arms become the 
same. Determine the density of the fluid in the left arm. 


10 cm 








| 5cm 15cm 


FIGURE P11-66 


11-67 A 1-m-diameter, 2-m-high vertical cylinder is com- 
pletely filled with gasoline whose density is 740 kg/m?. The 





FIGURE P11-67 
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tank is now rotated about its vertical axis at a rate of 90 rpm, 
while being accelerated upward at 5 m/s?. Determine (a) the 
difference between the pressures at the centers of the bottom 
and top surfaces and (b) the difference between the pressures at 
the center and the edge of the bottom surface. 


11-68 A 5-m-long, 4-m-high tank contains 2.5-m-deep water 
when not in motion, and is open to the atmosphere through a 
vent in the middle. The tank is now accelerated to the right on 
a level surface at 2 m/s?. Determine the maximum pressure in 
the tank relative to the atmospheric pressure. 

Answer: 29.5 KPa 


Vent 
15m 
Water 2 m/s2 
23m tank 


F0 71 


FIGURE P11-68 


«cS Reconsider Prob. 11-68. Using EES (or other) 

= software, investigate the effect of acceleration 
on the slope of the free surface of water in the tank. Let the ac- 
celeration vary from 0 to 5 m/s? in increments of 0.5 m/s?. Tab- 
ulate and plot your results. 


11-70 An elastic air balloon having a diameter of 30 cm is 
attached to the base of a container partially filled with water 
at +4°C, as shown in the figure. If the pressure of air above wa- 
ter is gradually increased from 100 kPa to 1.6 MPa, will 
the force on the cable change? If so, what is the percent change 
in the force? A ssume the pressure on the free surface and the di- 
ameter of the balloon are related by P = CD", wheren = —2. 
The weight of the balloon and the air in itis negligible. 

Answer: 98.4 percent 


11-69 


P, =100kPa 


50 ст 








| 50 ст 


FIGURE P11-70 
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11-71 ee Reconsider Prob. 11-70. Using EES (or other) 

Ss software, investigate the effect of air pressure 
above water on the cable force. Let this pressure vary from 0.1 
MPa to 10 M Pa. Plot the cable force versus the air pressure. 


11-72 The average density of icebergs is about 917 kg/m3. 
(a) Determine the percentage of the total volume of an iceberg 
submerged in seawater of density 1042 kg/m?. (b) Although 
icebergs are mostly submerged, they are observed to turn over. 
Explain how this can happen. (Hint: Consider the temperatures 
of icebergs and seawater.) 


11-73 A cylindrical container whose weight is 79 N is in- 
verted and pressed into the water, as shown in the figure. De- 
termine the differential height h of the manometer and the 
force F needed to hold the container at the position shown. 


M anometer fluid 
00-21 





iK 





|» cm Water 


FIGURE P11—73 


Design and Essay Problems 


11-74 Shoes are to be designed to enable people of up to 80 
kg to walk on fresh or seawater. The shoes are to be made of 
blown plastic in the shape of a sphere, an (A merican) football, 
or aloaf of French bread. Determine the equivalent diameter of 
each shoe and comment on the proposed shapes from the sta- 
bility point of view. What is your assessment of the mar- 
ketability of these shoes? 


11-75 The volume of a rock is to be determined without us- 
ing any volume measurement devices. Explain how you would 
do this with a waterproof spring scale. 
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his chapter deals with two equations commonly used in fluid mechan- 

ics: the Bernoulli equation and the energy equation. The Bernoulli equa- 

tion is concerned with the conservation of kinetic, potential, and flow 
energies of a fluid stream, and their conversion to each other in regions of 
flow where net viscous forces are negligible, and where other restrictive con- 
ditions apply. The energy equation is a statement of the conservation of en- 
ergy principle and is applicable under all conditions. In fluid mechanics, it is 
found to be convenient to separate mechanical energy from thermal energy 
and to consider the conversion of mechanical energy to thermal energy as a re- 
sult of frictional effects as mechanical energy loss. Then the energy equation 
1s usually expressed as the conservation of mechanical energy. 

We start this chapter with a discussion of various forms of mechanical en- 
ergy and the efficiency of mechanical work devices such as pumps and tur- 
bines. Then we derive the Bernoulli equation by applying Newton's second 
law to a fluid element along a streamline and demonstrate its use in a variety 
of applications. We continue with the development of the energy equation in 
a form suitable for use in fluid mechanics and introduce the concept of леаа 
loss. Finally, we apply the energy equation to various engineering systems. 
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=(2 kg/s)(9.81 m/s)(10 m) 
=196 W 


FIGURE 12-1 

In the absence of any changes in flow 
velocity and elevation, the power 
produced by a hydraulic turbine is 
proportional to the pressure drop of 
water across the turbine. 
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12-1 = MECHANICAL ENERGY AND EFFICIENCY 


Most fluid systems are designed to transport a fluid from one location to 
another at a specified flow rate, velocity, and elevation difference, and the 
system may generate mechanical work in a turbine or it may consume me- 
chanical work in a pump or fan during this process. These systems do not 
involve the conversion of nuclear, chemical, or thermal energy to mechanical 
energy. Also, they do not involve any heat transfer in any significant amount, 
and they operate essentially at constant temperature. Such systems can be an- 
alyzed conveniently by considering the mechanical forms of energy only 
and the frictional effects that cause the mechanical energy to be lost (i.e., to 
be converted to thermal energy that usually cannot be used for any useful 
purpose), 

The mechanical energy can be defined as the form of energy that can be 
converted to mechanical work completely and directly by a mechanical device 
such as an ideal turbine. Kinetic and potential energies are the familiar forms 
of mechanical energy. Thermal energy is not mechanical energy, however, 
since it cannot be converted to work directly and completely (the second law 
of thermodynamics). 

A pump transfers mechanical energy to a fluid by raising its pressure, and a 
turbine extracts mechanical energy from a fluid by dropping its pressure. 
Therefore, the pressure of a flowing fluid is also associated with its mechani- 
cal energy. In fact, the pressure unit Pais equivalenttoPa N/m? N m/m? 

J/m?, and the product P v or its equivalent P/p has the unit J/kg, which is en- 
ergy unit per unit mass. N ote that pressure itself is not a form of energy. Buta 
pressure force acting on a fluid through a distance produces work, called flow 
work, in the amount of P/p per unit mass. Flow work is expressed in terms of 
fluid properties, and it is found convenient to view it as part of the energy of 
a flowing fluid, and call it flow energy. Therefore, the mechanical energy of a 
flowing fluid can be expressed on a unit mass basis as (Fig. 12-1). 


р 2 
mech p 2 02 


where P/p is the flow energy, 2/2/2 is the kinetic energy, and gz is the poten- 
tial energy of the fluid per unit mass. Then the mechanical energy change of a 
fluid during incompressible flow becomes 


BORN OY Yi 
mech af PS 0(25 z) (kJ /kg) (12-1) 


Therefore, the mechanical energy of a fluid does not change during flow if its 
pressure, density, velocity, and elevation remain constant. In the absence of 
any losses, the mechanical energy change represents the mechanical work 
supplied to the fluid (if A€men 0) or extracted from the fluid (if A@mech 0). 

Consider a container of height h filled with water, as shown in Fig. 12-2, 
with reference level selected at the bottom surface. The gage pressure and the 
potential energy per unit mass areP, 0 апа ре, ghatpointA at the free 
surface, and P pgh and pẹ, O at point B at the bottom of the container. 
An ideal hydraulic turbine would produce the same work per unit mass 
Wiurbine gh whether it receives water (or any other fluid with constant 
density) from the top or from the bottom of the container. Note that we are 
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FIGURE 12-2 

The mechanical energy of water at 
the bottom of a lake is equal to the 
mechanical energy at any depth 
including the free surface of the lake. 








also assuming ideal flow (no irreversible losses) through the pipe leading from 
the tank to the turbine. Therefore, the total mechanical energy of water at the 
bottom is equivalent to that at the top. 

The transfer of mechanical energy is usually accomplished by a rotating 
shaft, and thus mechanical work is often referred to as shaft work. A pump or 
a fan receives shaft work (usually from an electric motor) and transfers it to 
the fluid as mechanical energy (less frictional losses). A turbine, on the other 
hand, converts the mechanical energy of a fluid to shaft work. In the absence 
of any irreversibilities such as friction, mechanical energy can be converted 
entirely from one mechanical form to another, and the mechanical efficiency 














of a device or process can be defined as (Fig. 12-3). Fan —. 
ИМ М echanical energy output E mech, out 1 E mech, loss (12-2) 50 W — m =0.25 kg/s 

Mechanical energy input = E mech, in Ё асрн 76) хо 

A conversion efficiency of less than 100 percent indicates that conversion is = 

less than perfect and some losses have occurred during conversion. A me- =, 





chanical efficiency of 97 percent indicates that 3 percent of the mechanical en- V; -0,35 212 mls 
ergy input is converted to thermal energy as a result of frictional heating, and rcu f 
this will manifest itself as a slight rise in the temperature of the fluid. Pi =P, 

In fluid systems, we are usually interested in increasing the pressure, veloc- 
ity, and/or elevation of a fluid. This is done by supplying mechanical energy 


Nmech, fan = 7777774777 ena 
to the fluid by a pump, a fan, or a compressor (we will refer to all of them as Мчиыл | авын 
pumps). Or we are interested in the reverse process of extracting mechanical = 22 Kasi mst? 
energy from a fluid by a turbine, and producing mechanical power in the form 0 

| | i =0.72 
Oh a raang ShA tnat aN OVEA Qetersor Or Ay OET Torny AiE e ENE FIGURE 12-3 


degree of perfection of the conversion process between the mechanical work 
supplied or extracted and the mechanical energy of the fluid is expressed by 
the pump efficiency and turbine efficiency, defined as 


The mechanical efficiency of a 
fan is the ratio of the kinetic energy 
of air at the fan exit to the 


M echanical energy increase of the fluid W pump, u mechanical power input. 


"Тритр M echanical energy input W 





(12-3) 
pump 


whereW pump, u Е mech, fluid mech, out © mech, in iS the rate of increase in the 
mechanical energy of the fluid, which is equivalent to the useful pumping 
power supplied to the fluid, and 


Mechanical engery output W shaft, out W turbine 
"turbine Mechanical energy decrease of the fluid 





(12-4) 
| Е mech, пиа! W turbine, e 
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Turbine 7 0.75 Ngenerator = 0.97 


Generator 





Mturbine-gen = "turbine "generator 

= 0.75 x 0.97 

= 0.73 
FIGURE 12-4 
The overall efficiency of a turbine- 
generator is the product of the 
efficiency of the turbine and the 
efficiency of the generator, and 
represents the fraction of the 
mechanical energy of the fluid 
converted to electrical energy. 
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where | E mech, fluid) — Emenin © mech, out IS the rate of decrease in the me- 
chanical energy of the fluid, which is equivalent to the mechanical power ex- 
tracted from the fluid by the turbine W turbine, e, and we used the absolute value 
sign to avoid negative values for efficiencies. A pump or turbine efficiency of 
100 percent indicates perfect conversion between the shaft work and the me- 
chanical energy of the fluid, and this value can be approached (but never at- 
tained) as the frictional effects are minimized. 

The mechanical efficiency should not be confused with the motor effi- 
ciency and the generator efficiency, which are defined as 


Mechanical power output Wang out 








mun “motor “Electrical power input үү... I 

and 

á T Electrical power output Wae out nd 
eee TIgenerator Mechanical power input мин! 


W shaft, in 


A pump is usually packaged together with its motor, and a hydraulic turbine 
with its generator. Therefore, we are usually interested in the combined or 
overall efficiency of pump/motor and turbine/generator combinations 
(Fig. 12-4), which are defined as 


W pump, u E mech, fluid 
T]pump-motor 77ритр тоог W ea m c.i (12-7) 
elect, in W elect, in 
and 
W elect, out W elect, out 
"Thurbine-gen — "Iturbine T]generator W (12-8) 
turbine,e | Е mech, nud 


All the efficiencies just defined range between 0 and 100 percent. The lower 
limit of 0 percent corresponds to the conversion of the entire mechanical or 
electrical energy input to thermal energy, and the device in this case functions 
like a resistance heater. T he upper limit of 100 percent corresponds to the case 
of perfect conversion with no friction or other irreversibilities, and thus no 
conversion of mechanical or electrical energy to thermal energy. 





EXAMPLE 12-1 Performance of a Hydraulic Turbine-Generator 


The water in a large lake is to be used to generate electricity by installing a 
hydraulic turbine-generator at a location where the depth of the water is 50 m 
(Fig. 12-5). Water is to be supplied at a rate of 5000 kg/s. If the electric power 
generated is measured to be 1862 kW and the generator efficiency is 95 per- 
cent, determine (a) the overall efficiency of the turbine-generator, (b) the me- 
chanical efficiency of the turbine, and (c) the shaft power supplied by the 
turbine to the generator. 


SOLUTION A hydraulic turbine-generator is to generate electricity from the 
water of a lake. The overall efficiency, the turbine efficiency, and the shaft 
power are to be determined. 
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Tlsenerator = 0.95 
1862 kW 


Generator 





m = 5000 kg/s 


Assumptions 1 The elevation of the lake remains constant. 2 The mechanical 
energy of water at the turbine exit is negligible. 

Properties The density of water can be taken to be p 1000 kg/m?. 

Analysis (a) We take the bottom of the lake as the reference level for conve- 
nience. Then kinetic and potential energies of water are zero, and the change in 
its mechanical energy per unit mass becomes 


P 5 1 kJ/kg 
27723 Ял Émech, ont p 0 gh (9.81 m/s Э(50 m) 1000 m2/s2 0.491 kJ/kg 
Then the rate at which mechanical energy is supplied to the turbine by the fluid 
and the overall efficiency become 


| ар m M(Emech, in Émech, out) (5000 kg/s)(0.491 kJ/kg) 2455 kW 


Watect, out 1862 kW 


2455 kW 0-76 


Noverall Tlurbine-gen 
| JE sen, fluid| 


(b) Knowing the overall and generator efficiencies, the mechanical efficiency of 
the turbine is determined from 


Nurbine gen 0.76 
TN generator 0.95 


(c) The shaft power output is determined from the definition of mechanical 
efficiency, 


0.80 


Nturbine-gen Tlurbine N generator = Ши 


W shaft, out T]ürbine | JEn. m (0.80)(2455 kW) 1964 kW 


Discussion Note that the lake supplies 2455 kW of mechanical energy to the 
turbine, which converts 1964 kW of it to shaft work that drives the generator, 
which generates 1862 kW of electric power. There are irreversible losses 
through each component. 











EXAMPLE 12-2 Conservation of Energy for an Oscillating 
Steel Ball 


The motion of a steel ball in a hemispherical bowl of radius h shown in Fig. 
12-6 is to be analyzed. The ball is initially held at the highest location at point 
A, and then it is released. Obtain relations for the conservation of energy of the 
ball for the cases of frictionless and actual motions. 


SOLUTION A steel ball is released in a bowl. Relations for the energy balance 
are to be obtained. 
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FIGURE 12-5 
Schematic for Example 12-1. 
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FIGURE 12-6 
Schematic for Example 12-2. 
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Assumptions The motion is frictionless, and thus friction between the ball, the 
bowl, and the air is negligible. 

Analysis When the ball is released, it accelerates under the influence of grav- 
ity, reach a maximum velocity (and minimum elevation) at point B at the bot- 
tom of the bowl, and move up toward point C on the opposite side. In the ideal 
case of frictionless motion, the ball will oscillate between points A and C. The 
actual motion involves the conversion of the kinetic and potential energies of 
the ball to each other, together with overcoming resistance to motion due to 
friction (doing frictional work). The general energy balance for any system un- 
dergoing any process is 


Е i E out E system 
— 
Net energy transfer Change in internal, kinetic, 
by heat, work, and mass potential, etc., energies 


Then the energy balance for the ball for a process from point 1 to point 2 
becomes 


W friction (ke, pez) (ke, pei) 
or 


И 13 
2 


EN 1241 $22  Whiction 


since there is no energy transfer by heat or mass, and no change in the internal 
energy of the ball (the heat generated by frictional heating is dissipated to the 
surrounding air). The frictional work term Wpiction IS Often expressed aS Eoss tO 
represent the loss (conversion) of mechanical energy into thermal energy. 
For the idealized case of frictionless motion, the last relation reduces to 

Vt Ve гү? 

z Z 75 820 Or z Z C constant 
where the value of the constant is C gh. That is, when the frictional effects 
are negligible, the sum of the kinetic and potential energies of the ball remains 
constant. 
Discussion This is certainly a more intuitive and convenient form of the con- 
servation of energy equation for this and other similar processes such as the 
swinging motion of the pendulum of a wall clock. The relation obtained is anal- 
ogous to the Bernoulli equation derived in the next section. 
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Most processes encountered in practice involve only certain forms of energy, 
and in such cases it is more convenient to work with the simplified versions of 
the energy balance. For systems that involve only mechanical forms of energy 
and its transfer as shaft work, the conservation of energy principle can be ex- 
pressed conveniently as 


Есі іп Е ес, ош Еее system E, ecl loss (12-9) 


where E mech, loss represents the conversion of mechanical energy to thermal en- 
ergy due to irreversibilities such as friction. For a system in steady operation, the 


mechanical energy balance becomes E mech,in Emech,out mech, loss (Fig. 12-7). 





Steady flow 

12-2 = THE BERNOULLI EQUATION nir 
=) +ћ 
. . . . . Р 1= P 2= P atm 

The Bernoulli equation is an approximate relation between pressure, veloc- | | 
ity, and elevation, and is valid in regions of steady, incompressible flow where Exech, in= Emech, out + Emech, toss 
net frictional forces are negligible (Fig. 12-8). Despite its simplicity, it has Woump + 821 = 1782) + Emech, toss 
proven to be a very powerful tool in fluid mechanics. In this section, we de- Woump = 78h + Emech, loss 
rive the Bernoulli equation by applying the conservation of linear momentum FIGURE 12-7 
principle, and we demonstrate both its usefulness and its limitations. Most fluid flow problems involve 


The key approximation in the derivation of the Bernoulli equation is that mechanical forms of energy only, and 
viscous effects are negligibly small compared to inertial, gravitational, and such problems are conveniently solved 
pressure effects. Since all fluids have viscosity (there is no such thing as an by using a mechanical energy balance. 
“inviscid fluid’), this approximation cannot be valid for an entire flow field of 
practical interest. In other words, we cannot apply the Bernoulli equation 
everywhere in a flow, no matter how small the fluid’s viscosity. However, it 
turns out that the approximation is reasonable in certain regions of many prac- 
tical flows. We refer to such regions as inviscid regions of flow, and we stress 
that they are not regions where the fluid itself is inviscid or frictionless, but 
rather they are regions where net viscous or frictional forces are negligibly 
small compared to other forces acting on fluid particles. 

Care must be exercised when applying the Bernoulli equation since it is an Bernoulli equation not valid 
approximation that applies only to inviscid regions of flow. In general, fric- FIGURE 12-8 
tional effects are always important very close to solid walls (boundary layers) 
and directly downstream of bodies (wakes). Thus, the Bernoulli approxima- 
tion is typically useful in flow regions outside of boundary layers and wakes, 
where the fluid motion is governed by the combined effects of pressure and net viscous forces are negligibly small 
gravity forces. compared to inertial, gravitational, or 

The motion of a particle and the path it follows are described by the veloc- pressure forces. Such regions occur 
ity vector as a function of time and space coordinates and the initial position outside of boundary layers and wakes. 
of the particle. When the flow is steady (no change with time at a specified lo- 
cation), all particles that pass through the same point follow the same path 
(which is the streamline), and the velocity vectors remain tangent to the path 
at every point. 


Bernoulli equation valid 






The Bernoulli equation is an 
approximate equation that is valid 
only in inviscid regions of flow where 


Acceleration of a Fluid Particle 

Often it is convenient to describe the motion of a particle in terms of its dis- 
tance s from the origin together with the radius of curvature along the stream- 
line. The velocity of the particle is related to the distance by l^ ds/dt, which 
may vary along the streamline. In two-dimensional flow, the acceleration can 
be decomposed into two components: streamwise acceleration a, along the 
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FIGURE 12-9 
During steady flow, a fluid may not 
accelerate in time at a fixed point, 
but it may accelerate in space. 
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streamline and normal acceleration a, in the direction normal to the stream- 
line, which is given as a, ‘V?/R. Note that streamwise acceleration is due to 
a change in speed along a streamline, and normal acceleration is due to a 
change in direction. For particles that move along a straight path, a, O since 
the radius of curvature is infinity and thus there is no change in direction. The 
Bernoulli equation results from a force balance along a streamline. 

One may be tempted to think that acceleration is zero in steady flow since 
acceleration is the rate of change of velocity with time, and in steady flow 
there is no change with time. Well, a garden hose nozzle tells us that this un- 
derstanding is not correct. Even in steady flow and thus constant mass flow 
rate, water accelerates through the nozzle (Fig. 12—9). Steady simply means 
no change with time at a specified location, but the value of a quantity may 
change from one location to another. In the case of a nozzle, the velocity of 
water remains constant at a specified point, but it changes from the inlet to the 
exit (water accelerates along the nozzle). 

Mathematically, this can be expressed as follows: We take the velocity V to 
be a function of s and t. Taking the total differential of V(s, £) and dividing 
both sides by dt give 


y Vv dv Vd WV 
dt s dt t 


Фү =e ds = dt and (12-10a, b) 
In steady flow V/ t OandthusV  ‘V(s), and the acceleration in the 
s direction becomes 
qd Vd V adv 
а, ЭР Sdi зу? Y (12-11) 
Therefore, acceleration in steady flow is due to the change of velocity with 
position. 


Derivation of the Bernoulli Equation 

Consider the motion of a fluid particle in a flow field in steady flow. Applying 
Newton's second law (which is referred to as the conservation of linear mo- 
mentum relation in fluid mechanics) in the s direction on a particle moving 
along a streamline gives 


MF та, (12-12) 


In regions of flow where net fictional forces are negligible, the significant 
forces acting in the s direction are the pressure (acting on both sides) and the 
component of the weight of the particle in the s direction (Fig. 12-10). There- 
fore, Eq. 12-12 becomes 


PdA (P dP)dA Wsind mV x (12-13) 
where 0 is the angle between the normal of the streamline and the vertical z 
axis at that point,m pV p dA ds is the mass, W mg pg dAds is the 
weight of the fluid particle, and 8ш 0. dz/ds. Substituting, 


dz dv 
dPdA  pgdA ds p dA ds V i (12-14) 
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Streamline 


(P + dP)dA 


dz 











Canceling dA from each term and simplifying, 
pV dV 
3 d(V?) and dividing each term by p gives 


dP  pgdz (12-15) 


Noting that V dV 


BE ld(V?) gdz 0 


р (12-16) 


Integrating (Fig. 12-11), 


ар Y? : 
Steady flow: p 2 & constant (along a streamline) (12-17) 
since the last two terms are exact differentials. In the case of incompressible 


flow, the first term also becomes an exact differential, and its integration gives 


Ew 


Steady, incompressible flow: gz constant (12-18) 


This is the famous Bernoulli equation, which is commonly used in fluid me- 
chanics for steady, incompressible flow in inviscid regions of flow. The value 
of the constant can be evaluated at any point on the streamline where the pres- 
sure, density, velocity, and elevation are known. The Bernoulli equation can 
also be written between any two points on the same streamline as 


P, OY] Р, Y 


Steady, incompressible flow: 0 73 80 p 5 82 (12-19) 


The Bernoulli equation is obtained from the conservation of momentum for 
a fluid particle moving along a streamline. It can also be obtained from the 
first law of thermodynamics applied to a steady-flow system, as shown later in 
this chapter. 

The Bernoulli equation was first stated verbally in a textbook by Daniel 
Bernoulli in 1738 and was derived later by Leonhard Euler in 1755. We recog- 
nize ‘7/2 as kinetic energy, gz as potential energy, and P/p as flow energy per 
unit mass. Therefore, the Bernoulli equation can be viewed as an expression of 
mechanical energy balance and can be stated as follows (Fig. 12-12): 
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FIGURE 12-10 
The forces acting on a 
fluid particle along a streamline. 


(Steady flow) 
General: 


APE V E 
p ЕЕ 3 + gz = constant 


Incompressible flow (p = constant): 


Pa care 
р + z + gz = constant 


FIGURE 12-11 

The Bernoulli equation is derived 
assuming incompressible flow, and 
thus it should not be used for flows 
with significant compressibility 
effects. 


Flow 
energy 






Potential 
energy 


n 


+ 


DR 


+ gz = constant 


Kinetic 

energy 
FIGURE 12-12 
The Bernoulli equation states that 
the sum of the kinetic, potential, and 
flow energies of a fluid particle is 
constant along a streamline 
during steady flow. 
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Stationary fluid Flowing fluid 
Рд = Рс 
Рр = Рр 
FIGURE 12-13 


The variation of pressure with 
elevation in steady incompressible 
flow along a straight line is the 
same as that in the stationary fluid 
(but this is not the case for a curved 
flow section). 


Tage J£ 


The sum of the kinetic, potential, and flow energies of a fluid particle is 
constant along a streamline during steady flow when the compressibility 
and frictional effects are negligible. 


The kinetic, potential, and flow energies are the mechanical forms of 
energy, as discussed earlier, and the Bernoulli equation can be viewed as 
the “conservation of mechanical energy principle.” This is equivalent to the 
general conservation of energy principle for systems that do not involve any 
conversion of mechanical energy and thermal energy to each other, and thus 
the mechanical energy and thermal energy are conserved separately. The 
Bernoulli equation states that during steady, incompressible flow with negli- 
gible friction, the various forms of mechanical energy are converted to each 
other, but their sum remains constant. In other words, there is no dissipation 
of mechanical energy during such flows since there is no friction that converts 
mechanical energy to sensible thermal (internal) energy. 

Recall that energy is transferred to a system as work when a force is applied 
to a system through a distance. In the light of Newton’s second law of motion, 
the Bernoulli equation can also be viewed as the work done by the pressure 
and gravity forces on the fluid particle is equal to the increase in the kinetic 
energy of the particle. 

Despite the highly restrictive approximations used in its derivation, the 
Bernoulli equation is commonly used in practice since a variety of practical 
fluid flow problems can be analyzed to reasonable accuracy with it. This is be- 
cause many flows of practical engineering interest are steady (or at least 
steady in the mean), compressibility effects are relatively small, and net fric- 
tional forces are negligible in regions of interest in the flow. 


Unsteady Compressible Flow 
Similarly, using both terms in the acceleration expression (Eq. 12-10), it can 
be shown that the Bernoulli equation for unsteady, compressible flow is 


dP Y гү? 


Unsteady, compressible flow: j£ X ds z Z constant (12-20) 


Force Balance across Streamlines 

It is left as an exercise to show that a force balance in the direction n normal 
to the streamline yields the following relation applicable across the stream- 
lines for steady incompressible flow: 


P y? 
p ЇЕ dn gz 


For flow along a straight line, R — and thus the relation above reduces 
го Р/р gz constant or P pgz constant, which is an expression for 
the variation of hydrostatic pressure with vertical distance for a stationary 
fluid body. Therefore, the variation of pressure with elevation in steady 
incompressible flow along a straight line is the same as that in the stationary 
fluid (Fig. 12-13). 


constant (across streamlines) (12-21) 


Static, Dynamic, and Stagnation Pressures 
The Bernoulli equation states that the sum of the flow, kinetic, and poten- 
tial energies of a fluid particle along a streamline is constant. Therefore, the 
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kinetic and potential energies of the fluid can be converted to flow energy 
(and vice versa) during flow, causing the pressure to change. This phenome- 
non can be made more visible by multiplying the Bernoulli equation by the 
density p, 


P ру PRE constant (kPa) (12-22) 


Each term in this equation has pressure units, and thus each term represents 
some kind of pressure: 


e Pis the static pressure (it does not incorporate any dynamic effects); it 
represents the actual pressure of the fluid. This is the same as the pressure 
used in thermodynamics and property tables. 


* pY?/2 is the dynamic pressure; it represents the pressure rise when the 
fluid in motion is brought to a stop isentropically. 


* pgzisthe hydrostatic pressure, which is not pressure in a real sense 
since its value depends on the reference level selected; it accounts for the 
elevation effects, i.e., of fluid weight on pressure. 


The sum of the static, dynamic, and hydrostatic pressures is called the total 
pressure. Therefore, the Bernoulli equation states that the total pressure along 
a streamline is constant. 

The sum of the static and dynamic pressures is called the stagnation pres- 
sure, and it is expressed as 


2 


Pus dj p (kPa) (12-23) 


The stagnation pressure represents the pressure at a point where the fluid is 
brought to a complete stop isentropically. The static, dynamic, and stagnation 
pressures are shown in Fig. 12-14. When static and stagnation pressures are 
measured at a specified location, the fluid velocity at that location can be cal- 
culated from 


Z(Pug, Р) 


т р 


(12-24) 

Equation 12—24 is useful in the measurement of flow velocity when a com- 
bination of a static pressure tap and a Pitot tube is used, as illustrated in Fig. 
12-14. A static pressure tap is simply a small hole drilled into a wall such 
that the plane of the hole is parallel to the flow direction. It measures the sta- 
tic pressure. A Pitot tube is a small tube with its open end aligned into the 
flow so as to sense the full impact pressure of the flowing fluid. It measures 
the stagnation pressure. In situations in which the static and stagnation pres- 
sure of a flowing liquid are greater than atmospheric pressure, a vertical trans- 
parent tube called a piezometer tube (or simply a piezometer) can be 
attached to the pressure tap and to the Pitot tube, as sketched. The liquid rises 
in the piezometer tube to a column height (head) that is proportional to the 
pressure being measured. If the pressures to be measured are below atmo- 
spheric, or if measuring pressures in gases, piezometer tubes do not work. 
However, the static pressure tap and Pitot tube can still be used, but they must 
be connected to some other kind of pressure measurement device such as a 
U-tube manometer or a pressure transducer. 
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FIGURE 12-14 


The static, dynamic, and 
stagnation pressures. 
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FIGURE 12-15 

Careless drilling of the static pressure 
tap may result in erroneous reading of 
the static pressure. 


~ Stagnation streamline 
f 





FIGURE 12-16 

Streaklines produced by colored fluid 
introduced upstream of an airfoil; 
since the flow is steady, the streaklines 
are the same as streamlines and 
pathlines. The stagnation streamline is 
marked. (Courtesy, ONERA). 
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When the static pressure is measured by drilling a hole in the tube wall, care 
must be exercised to ensure that the opening of the hole is flush with the wall 
surface, with no extrusions before or after the hole (Fig. 12-15). Otherwise 
the reading will incorporate some dynamic effects, and thus it will be in error. 

When a stationary body is immersed in a flowing stream, the fluid is 
brought to a stop at the nose of the body (the stagnation point). The flow 
streamline that extends from far upstream to the stagnation point is called the 
stagnation streamline (Fig. 12-16). For a two-dimensional flow in the x-y 
plane, the stagnation point is actually a line parallel the z-axis, and the stagna- 
tion streamline is actually a surface that separates fluid that flows over the 
body from fluid that flows under the body. In an incompressible flow, the fluid 
decelerates nearly isentropically from its freestream value to zero at the stag- 
nation point, and the pressure at the stagnation point is thus the stagnation 
pressure. 


Limitations on the Use of the Bernoulli Equation 

The Bernoulli equation is one of the most frequently used and misused equa- 
tions in fluid mechanics. Its versatility, simplicity, and ease of use make it a 
very valuable tool for use in analysis, but the same attributes also make it very 
tempting to misuse. Therefore, it is important to understand the restrictions on 
its applicability and observe the limitations on its use, as explained below: 


1. Steady flow The first limitation on the Bernoulli equation is that it 
is applicable to steady flow. Therefore, it should not be used during the 
transient start-up and shut-down periods, or during periods of change in 
the flow conditions. Note that there is an unsteady form of the Bernoulli 
equation, discussion of which is beyond the scope of the present text 
(see Panton, 1996). 


2. Frictionless flow Every flow involves some friction, no matter how 
small, and frictional effects may or may not be negligible. The situation 
is complicated even more by the amount of error that can be tolerated. 
In general, frictional effects are negligible for short flow sections with 
large cross sections, especially at low flow velocities. Frictional effects 
are usually significant in long and narrow flow passages, in the wake 
region downstream of an object, and in diverging flow sections such as 
diffusers because of the increased possibility of the fluid separating from 
the walls in such geometries. Frictional effects are also significant near 
solid surfaces, and thus the Bernoulli equation is usually applicable 
along a streamline in the core region of the flow, but not along a 
streamline close to the surface (Fig. 12-17). 

A component that disturbs the streamlined structure of flow and thus 
causes considerable mixing and back flow such as a sharp entrance of a 
tube or a partially closed valve in a flow section can make the Bernoulli 
equation inapplicable. 


3. No shaft work The Bernoulli equation was derived from a force 
balance on a particle moving along a streamline. Therefore, the 
Bernoulli equation is not applicable in a flow section that involves a 
pump, turbine, fan, or any other machine or impeller since such devices 
destroy the streamlines and carry out energy interactions with the fluid 
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particles. When the flow section considered involves any of these 
devices, the energy equation should be used instead to account for the 
shaft work input or output. However, the Bernoulli equation can still be 
applied to a flow section prior to or past a machine (assuming, of course, 
that the other restrictions on its use are satisfied). In such cases, the 
Bernoulli constant changes from upstream to downstream of the device. 


Incompressible flow One of the assumptions used in the derivation 
of the Bernoulli equation is that p constant and thus the flow is 
incompressible. This condition is satisfied by liquids and also by gases 
at Mach numbers less than about 0.3 since compressibility effects and 
thus density variations of gases are negligible at such relatively low 
velocities. Note that there is a compressible form of the Bernoulli 
equation (Eq. 12-20). 


No heat transfer The density of a gas is inversely proportional to 
temperature, and thus the Bernoulli equation should not be used for flow 
sections that involve significant temperature change such as heating or 
cooling sections. 


Flow along a streamline Strictly speaking, the Bernoulli equation 

Plo %?°I2 gz Cis applicable along a streamline, and the value of Ї 

the constant C, in general, is different for different streamlines. But БЭЭР. 

when a region of the flow is irrotational, and thus there is no vorticity in 

the flow field, the value of the constant C remains the same for all Streamlines 
streamlines, and, therefore, the Bernoulli equation becomes applicable Р, V2 P, Y2 
across streamlines as well (Fig. 12-18). Therefore, we do not need to be p 3897 qt, 9? 
concerned about the streamlines when the flow is irrotational, and we FIGURE 12-18 


can apply the Bernoulli equation between any two points in the 


: : . When the flow is irrotational, the 
irrotational region of the flow. 


Bernoulli equation becomes applicable 
between any two points along the flow 
(not just on the same streamline). 


in the x-z plane for simplicity, but the equation is valid for general three- 
dimensional flow as well, as long as it is applied along the same streamline. 


cen54261 chl2.qxd 
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FIGURE 12-19 

An alternative form of the Bernoulli 
equation is expressed in terms of 
heads as the sum of the pressure, 
velocity, and elevation heads is 
constant along a streamline. 
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We should always keep in mind the assumptions used in the derivation of the 
Bernoulli equation and make sure that they are not violated. 


Hydraulic Grade Line (HGL) and 
Energy Grade Line (EGL) 


It is often convenient to represent the level of mechanical energy graphically 
using heights to facilitate visualization of the various terms of the Bernoulli 
equation. This is done by dividing each term of the Bernoulli equation by g 
to give 

m a l H 


constant (m) (12-25) 


Each term in this equation has the dimension of length and represents some 
kind of “head” of a flowing fluid as follows: 


e P/pg is the pressure head; it represents the height of a fluid column that 
produces the static pressure P. 


* 7/7/29 is the velocity head; it represents the elevation needed for a fluid 
to reach the velocity V during frictionless free fall. 


e zis the elevation head; it represents the potential energy of the fluid. 


Also, H is the total head for the flow. Therefore, the Bernoulli equation 
can be expressed in terms of heads as: the sum of the pressure, velocity, and 
elevation heads along a streamline is constant during steady flow when the 
compressibility and frictional effects are negligible (Fig. 12—19). 

If a piezometer (measures static pressure) is tapped into a pipe, as shown in 
Fig. 12-20, the liquid would rise to a height of P/pg above the pipe center. 
The hydraulic grade line (HGL) is obtained by doing this at several locations 
along the pipe and drawing a line through the liquid levels in piezometers. The 
vertical distance above the pipe center is a measure of pressure within the 
pipe. Similarly, if a pitot tube (measures static dynamic pressure) is tapped 
into a pipe, the liquid would rise to a height of P/pg — /?/2g above the pipe 
center, or a distance of 1/?/2g above the HGL. The energy grade line (EGL) is 
obtained by doing this at several locations along the pipe and drawing a line 
through the liquid levels in pitot tubes. 

Noting that the fluid also has elevation head z (unless the reference level is 
taken to be the centerline of the pipe), the HGL and EGL can be defined as 
follows: The line that represents the sum of the static pressure and the eleva- 
tion heads P/pg z, is called the hydraulic grade line. The line that repre- 
sents the total head of the fluid, P/pg ‘V7/2g  z, is called the energy grade 
line. The difference between the heights of EGL and HGL is equal to the dy- 
namic head, V?/2g. We note the following about the HGL and EGL: 


* For stationary bodies such as reservoirs or lakes, the EGL and HGL 
coincide with the free surface of the liquid. The elevation of the free 
surface z in such cases represents both the EGL and the HGL since the 
velocity is zero and the static pressure (gage) is zero. 


2 
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Arbitrary reference plane (z = 0) 





FIGURE 12-20 

The hydraulic grade line (HGL) and the energy grade line (EGL) for free 
discharge from a reservoir through a horizontal pipe with a diffuser. At point 0 
(at the liquid surface), EGL and HGL are even with the liquid surface since there 
is no flow there. HGL decreases rapidly as the liquid accelerates into the pipe; 
however EGL decreases very slowly through the well-rounded pipe inlet. EGL 
declines continually along the flow direction due to friction and other 
irreversible losses in the flow. EGL cannot increase in the flow direction unless 
energy is supplied to the fluid. HGL can rise or fall in the flow direction, but can 
never exceed EGL. HGL rises in the diffuser section as the velocity decreases, 
and the static pressure recovers somewhat; the total pressure does not recover, 
however, and EGL decreases through the diffuser. The difference between EGL 
and HGL is 3/7/29 at point 1, and 1/2/2g at point 2. Since Y; — N, the difference 
between the two grade lines is larger at point 1 than at point 2. The downward 
slope of both grade lines is larger for the smaller diameter section of pipe since 
the frictional head loss is greater. Finally, HGL decays to the liquid surface at the 
outlet since the pressure there is atmospheric. However, EGL is still higher than 
HGL by the amount 1/2/29 since ў N at the outlet. 


* TheEGL is always a distance V2/2g above the HGL. These two lines = __(Horizontal) (61 
approach each other as the velocity decreases, and they diverge as the 1| 1770 шоо MGL 
velocity increases. The height of the HGL decreases as the velocity === 


increases, and vice versa. 


¢ Inan idealized Bernoulli-type flow, EGL is horizontal and its height 
remains constant. This would also be the case for HGL when the flow 














velocity is constant (Fig. 12-21). E on = 

e For open channel flow, the HGL coincides with the free surface of the OS 
liquid, and the EGL is a distance 1/?/2g above the free surface. “| Reference level 

e Ata pipe exit, the pressure head is zero (atmospheric pressure) and thus ! FIGURE 12-21 
the HGL coincides with the pipe exit. 2 à 7 

In an idealized B ernoulli-type flow, 

* The mechanical energy loss due to frictional effects (conversion to EGL is horizontal and its height 
thermal energy) causes the EGL and HGL to slope downward in the remains constant. B ut this is not the 
direction of flow. The slope is a measure of the pipe loss (discussed in case for HGL when the flow velocity 
detail in Chap. 14). A component that generates significant frictional varies along the flow. 
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Pump Turbine 


Mose ыле 
FIGURE 12-22 
A steep jump occurs in EGL and HGL 
whenever mechanical energy is added 
to the fluid by a pump, and a steep 
drop occurs whenever mechanical 
energy is removed from the fluid 


by a turbine. 





FIGURE 12-23 

The pressure (gage) of a fluid 

18 zero at locations where the HGL 
intersects the fluid, and the pressure is 
negative (vacuum) in a flow section 
that lies above the HGL. 


TOWN xw ^t 


effects such as a valve causes a sudden drop in both EGL and HGL at 
that location. 


* Asteep jump occurs in EGL and HGL whenever mechanical energy is 
added to the fluid (by a pump, for example). Likewise, a steep drop 
occurs in EGL and HGL whenever mechanical energy is removed from 
the fluid (by a turbine, for example), as shown in Fig. 12-22. 


e The pressure (gage) of a fluid is zero at locations where the HGL 
intersects the fluid. The pressure in a flow section that lies above the 
HGL is negative, and the pressure in a section that lies below the HGL is 
positive (Fig. 12-23). Therefore, an accurate drawing of a piping system 
and the HGL can be used to determine the regions where the pressure in 
the pipe is negative (below the atmospheric pressure). 


The last remark enables us to avoid situations in which the pressure drops 
below the vapor pressure of the liquid (which causes cavitation, as discussed 
in Chap. 10). Proper consideration is necessary in the placement of a liquid 
pump to ensure that the suction side pressure does not fall too low, espe- 
cially at elevated temperatures where vapor pressure is higher than it is at low 
temperatures. 


12-3 = APPLICATIONS OF THE 
BERNOULLI EQUATION 


In Section 12-2, we discussed the fundamental aspects of the Bernoulli equa- 
tion. In this section, we will demonstrate its use in a wide range of applica- 
tions through examples. 





E EXAMPLE 12-3 Spraying Water into the Air 


? Water is flowing from a hose attached to a water main at 400 kPa gage 
g (Fig. 12-24). A child places his thumb to cover most of the hose outlet, in- 
ш creasing the pressure upstream of his thumb, causing a thin jet of high-speed 
B water to emerge. If the hose is held upward, what is the maximum height that 
B the jet could achieve? 


E 

E SOLUTION Water from a hose attached to the water main is sprayed into the 
air. The maximum height the water jet can rise is to be determined. 
Assumptions 1 The flow exiting into the air is steady, incompressible, and irro- 
tational (so that the Bernoulli equation is applicable). 2 The water pressure in 





4 Negative P 


Eo Р-0 
Wor P TA- 
mane 
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the hose near the outlet is equal to the water main pressure. 3 The surface ten- 
sion effects are negligible. 4 The friction between the water and air is negligi- 
ble. 5 The irreversibilities that may occur at the outlet of the hose due to abrupt 
expansion are negligible. 

Properties We take the density of water to be 1000 kg/m?. 

Analysis This problem involves the conversion of flow, kinetic, and potential 
energies to each other without involving any pumps, turbines, and wasteful 
components with large frictional losses, and thus it is suitable for the use of the 
Bernoulli equation. The water height will be maximum under the stated as- 
sumptions. The velocity inside the hose is relatively low (V = O) and we take 
the hose outlet as the reference level (z, — 0). At the top of the water trajectory 
Və  O,and atmospheric pressure pertains. Then the Bernoulli equation sim- 
plifies to 








0 0 0 
BOY р, ҮЗ Р Ра 
Р8 2g a P8 2g a pg pg 2 
Solving for z) and substituting, 
T Р, Р Pi gage 400 kPa (188 е kg 2) 
Ё p8 P8  (1000kg/m3)9.81m/s)NV 1 kPa IN 


40.8 m 


Therefore, the water jet can rise as high as 40.8 m into the sky in this case. 
Discussion The result obtained by the Bernoulli equation represents the upper 
limit and should be interpreted accordingly. It tells us that the water cannot 
possibly rise more than 40.8 m, and, in all likelihood, the rise will be much less 
than 40.8 m due to irreversible losses that we neglected. 








EXAMPLE 12-4 Water Discharge from a Large Tank 


A large tank open to the atmosphere is filled with water to a height of 5 m from 
the bottom (Fig. 12-25). A tap near the bottom of the tank is now opened, and 
water flows out from the smooth and rounded outlet. Determine the water ve- 
locity at the outlet. 


SOLUTION A tap near the bottom of a tank is opened. The exit velocity of wa- 
ter from the tank is to be determined. 

Assumptions 1 The flow is incompressible and irrotational (except very close to 
the walls). 2 The water drains slowly enough that the flow can be approximated 
as steady (actually quasi-steady when the tank begins to drain). 

Analysis This problem involves the conversion of flow, kinetic, and potential 
energies to each other without involving any pumps, turbines, and wasteful 
components with large frictional losses, and thus it is suitable for the use of the 
Bernoulli equation. We take point 1 to be at the free surface of water so that 
Pi Potm (Open to the atmosphere), V = O (the tank is large relative to the 
outlet), and z 5mandz,  O (we take the reference level at the center of 
the outlet). Also, P, Pam (water discharges into the atmosphere). Then the 
Bernoulli equation simplifies to 


0 
Р, Vi Р, V3 0 V5 
PE 25 9 28 25 5 а С 
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Water jet 





FIGURE 12-24 
Schematic for Example 12-3. 





FIGURE 12-25 
Schematic for Example 12-4. 
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FIGURE 12-26 
Schematic for Example 12-5. 
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Solving for V, and substituting, 


V, V2ezı V2(9.81 m/s?)(5m) 9.9 m/s 


The relation Y V 2gz is called the Toricelli equation. 

Therefore, the water leaves the tank with an initial velocity of 9.9 m/s. This is 

the same velocity that would manifest if a solid were dropped a distance of 5 m 
in the absence of air friction drag. (What would the velocity be if the tap were 
at the bottom of the tank instead of on the side?) 
Discussion |f the orifice were sharp-edged instead of rounded, then the flow 
would be disturbed, and the velocity would be less than 9.9 m/s, especially near 
the edges. Care must be exercised when attempting to apply the Bernoulli equa- 
tion to situations where abrupt expansions or contractions occur since the fric- 
tion and flow disturbance in such cases may not be negligible. 








EXAMPLE 12-5 Siphoning out Gasoline from a Fuel Tank 


During a trip to the beach (Pam latm 101.3 kPa), a car runs out of gaso- 
line, and it becomes necessary to siphon gas out of the car of a good Samari- 
tan (Fig. 12-26). The siphon is a small-diameter hose, and to start the siphon 
it is necessary to insert one siphon end in the full gas tank, fill the hose with 
gasoline via suction, and then place the other end in a gas can below the level 
of the gas tank. The difference in pressure between point 1 (at the free surface 
of the gasoline in the tank) and point 2 (at the outlet of the tube) will cause 
the liquid to flow from the higher to the lower elevation. Point 2 is located 
0.75 m below point 1 in this case, and point 3 is located 2 m above point 1. 
The siphon diameter is 4 mm, and frictional losses in the siphon are to be dis- 
regarded. Determine (a) the minimum time to withdraw 4 L of gasoline from 
the tank to the can and (b) the pressure at point 3. The density of gasoline is 
750 kg/m3. 


SOLUTION Gasoline is to be siphoned from a tank. The time it takes to with- 
draw 4 L of gasoline and the pressure at the highest point in the system are to 
be determined. 

Assumptions 1 The flow is steady and incompressible. 2 Even though the 
Bernoulli equation is not valid through the pipe because of frictional losses, we 
employ the Bernoulli equation anyway in order to obtain a best-case estimate. 
3 The change in the gasoline surface level inside the tank is negligible com- 
pared to elevations z} and z, during the siphoning period. 

Properties The density of gasoline is given to be 750 kg/m?. 

Analysis (a) We take point 1 to be at the free surface of gasoline in the tank so 
that P, — P4 (open to the atmosphere), ', = O (the tank is large relative to 
the tube diameter), and z> — O (point 2 is taken as the reference level). Also, 
P,  Puag (gasoline discharges into the atmosphere). Then the Bernoulli equa- 
tion simplifies to 


0 
Pi v P, Wi 0 V3 
фотон. 
Solving for V, and substituting, 


Vy V2ez, V29.81 m/s?(0.75m) 3.84 m/s 
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The cross-sectional area of the tube and the flow rate of gasoline are 


A aD'A m(5 10 3m)/4 196 105m? 


V VA (3.84m/s (1.96 105m?) 753 10 5т3/5 0.0753 1/5 


Then the time needed to siphon 4 L of gasoline becomes 


V 4L 


Pus ES 


t 


(b) The pressure at point 3 can be determined by writing the Bernoulli equation 
between points 2 and 3. Noting that V2 ‘V3 (conservation of mass), 2 O, 
апа Р, Р, 


Р, UE 0 Р, V3 Ius Р, 
8 26 2 jg 29, 3 P8 P8 ? 





Solving for P4 and substituting, 


P, Pam  p82 
1М 1 КРа 
101,3 КРа: (750 kg/m?)(9.81 m/s2)(2.7 Ike m/s2/\1000 N/n? 
01.3kPa (750 kg/m*)(9.81 m/s)( п ата 
81.1 КРа 


Discussion The siphoning time is determined by neglecting frictional effects, 
and thus this is the minimum time required. In reality, the time will be longer 
than 53.1 s because of the friction between the gasoline and the tube surface. 
Also, the pressure at point 3 is below the atmospheric pressure. If the elevation 
difference between points 1 and 3 is too high, the pressure at point 3 may drop 
below the vapor pressure of gasoline at the gasoline temperature, and some 
gasoline may evaporate. The vapor then may form a pocket at the top and halt 
the flow of gasoline. 
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EXAMPLE 12-6 Velocity Measurement by a Pitot Tube 


A piezometer and a pitot tube are tapped into a horizontal water pipe, as shown 
in Fig. 12-27, to measure static and stagnation (static dynamic) pressures. 
For the indicated water column heights, determine the velocity at the center of 
the pipe. 


SOLUTION The static and stagnation pressures in a horizontal pipe are mea- 
sured. The velocity at the center of the pipe is to be determined. 

Assumptions 1 The flow is steady and incompressible. 2 Points 1 and 2 are 
close enough together that the irreversible energy loss between these two points 
is negligible, and thus we can use the Bernoulli equation. 

Analysis We take points 1 and 2 along the centerline of the pipe, with point 1 
directly under the piezometer and point 2 at the tip of the pitot tube. This is a 
steady flow with straight and parallel streamlines, and the gage pressures at 
points 1 and 2 can be expressed as 


Рр р Hh) 
P) pgh Mw h) 




















h, =7 cm 
| 
h; =3 cm ) 
Water e . =. 
© © 
агаар ра 
point 
FIGURE 12-27 


Schematic for Example 12-6. 
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FIGURE 12-28 
Schematic for Example 12-7. The 
vertical scale is exaggerated. 
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Noting that point 2 is a stagnation point and thus Y; О апа д z, the 
application of the Bernoulli equation between points 1 and 2 gives 
0 
Р Р, V3 vi P, P; 
a En 





Substituting the P, and P5 expressions gives 


Vi P, P, pg h h) pgh №) 
2g ps PE 





h; 


Solving for V, and substituting, 


Vi V2gh; V2(9.81 m/s?\(0.12m) 1.53 m/s 


Discussion Note that to determine the flow velocity, all we need is to measure 
the height of the excess fluid column in the pitot tube. 








= EXAMPLE 12-7 Тһе Rise of the Ocean Due to Hurricanes 


E A hurricane is a tropical storm formed over the ocean by low atmospheric 
pressures. As a hurricane approaches land, inordinate ocean swells (very high 
tides) accompany the hurricane. A Class-5 hurricane features winds in excess 
of 155 mph, although the wind velocity at the center “eye” is very low. 

Figure 12-28 depicts a hurricane hovering over the ocean swell below. The 
atmospheric pressure 200 miles from the eye is 30.0 inHg (at point 1, gener- 
ally normal for the ocean) and the winds are calm. The hurricane atmospheric 
pressure at the eye of the storm is 22.0 inHg. Estimate the ocean swell at 
(a) the eye of the hurricane at point 3 and (b) point 2, where the wind velocity 
m is 155 mph. Take the density of seawater and mercury to be 64 Ibm/ft? and 
B 848 Ibm/ft?, respectively, and the density of air at normal sea level temperature 
B and pressure to be 0.076 Ibm/ft3. 

E 


SOLUTION A hurricane is moving over the ocean. The amount of ocean swell 
at the eye and at active regions of the hurricane are to be determined. 


Hurricane 
ee 
A B 
© 
Calm | © 
ocean ' 
level h hy 
Ф 
Ocean 
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Assumptions 1 The airflow within the hurricane is steady, incompressible, and 
irrotational (so that the Bernoulli equation is applicable). (This is certainly a 
very questionable assumption for a highly turbulent flow, but it is justified in 
the solution.) 2 The effect of water drifted into the air is negligible. 
Properties The densities of air at normal conditions, seawater, and mercury are 
given to be 0.076 Ibm/ft?, 64 Ibm/ft?, and 848 Ibm/ft?, respectively. 
Analysis (a) Reduced atmospheric pressure over the water causes the water to 
rise. Thus, decreased pressure at point 2 relative to point 1 causes the ocean 
water to rise at point 2. The same is true at point 3, where the storm air veloc- 
ity is negligible. The pressure difference given in terms of the mercury column 
height can be expressed in terms of the seawater column height by 

Р (раўн. (оа, ә d. GE 
Then the pressure difference between points 1 and 2 in terms of the seawater 
column height becomes 





Pug 848 Ibm/ft? : 1 ft 
Pow hug ( залав үд 22) intel 2) 8.83 ft 


which is equivalent to the storm surge at the eye of the hurricane since the wind 
velocity there is negligible and there are no dynamic effects. 


hy 


(b) To determine the additional rise of ocean water at point 2 due to the high 
winds at that point, we write the Bernoulli equation between points A and B, 
which are on top of the points 2 апа З, respectively. Noting that Vz = O (the eye 
region of the hurricane is relatively calm) and z4 — zg (both points are on the 
same horizontal line), the Bernoulli equation simplifies to 

Py Vi, Py VR рь В 3 

PE 2g 95 pe 26 PE 2g 





ёл 
о 
i 


Substituting, 


Р, Р, Wi (155 mphy Ge п) T 
pg 26 2(32.2 #052) \ 1 mph 





where p is the density of air in the hurricane. Noting that the density of an ideal 
gas at constant temperature is proportional to absolute pressure and the density 
of air at the normal atmospheric pressure of 14.7 psia « 30 inHg is 0.076 
Ibm/ft3, the density of air in the hurricane is 


Р 


m 22 inHg US то 
Patm air 30 inHg (0.076 bm/ft ) 0.056 Ibm/ft 








2: Ici 
Using the relation developed above in part (a), the seawater column height 
equivalent to 803 ft of air column height is determined to be 


7 Pair (сох Ibm/ft? 
dynamic Psw аг ea oe 


64 Ibm/fe увоз ft) 0.70 ft 


Therefore, the pressure at point 2 15 0.70 ft seawater column lower than the 
pressure at point 3 due to the high wind velocities, causing the ocean to rise an 
additional 0.70 ft. Then the total storm surge at point 2 becomes 


h, h, Луис 883 070 9538 
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Discussion This problem involves highly turbulent flow and the intense break- 
down of the streamlines, and thus the applicability of the Bernoulli equation in 
part (b) is questionable. The Bernoulli analysis can be thought of as the limit- 
ing, ideal case, and shows that the rise of seawater due to high-velocity winds 
cannot be more than 0.70 ft. 

The wind power of hurricanes is not the only cause of damage to coastal 
areas. Ocean flooding and erosion from excessive tides is just as serious, as are 
high waves generated by the storm turbulence and energy. 








EXAMPLE 12-8 Bernoulli Equation for Compressible Flow 


Derive the Bernoulli equation when the compressibility effects are not negligi- 
ble for an ideal gas undergoing (a) an isothermal process and (5) an isentropic 
process. 


SOLUTION The Bernoulli equation for compressible flow is to be obtained for 
an ideal gas for isothermal and isentropic processes. 

Assumptions 1 The flow is steady, and frictional effects are negligible. 2 The 
fluid is an ideal gas, so the relation P  pRT is applicable. 3 The specific heats 
are constant so that P/p* constant during an isentropic process. 

Analysis (a) When the compressibility effects are significant and the flow 
cannot be assumed to be incompressible, the Bernoulli equation is given by 
Eq. 12-17 as 


р 281 constant (1) 


[73 
The compressibility effects can be properly accounted for by expressing p in 
terms of pressure, and then performing the integration f dP/p in Eq. (1). But 
this requires a relation between P and p for the process. For the isothermal ex- 
pansion or compression of an ideal gas, the integral in Eq. (1) can be performed 
easily by noting that T constant and substituting p P/RT. It gives 


dP dP 


Substituting into Eq. (1) gives the desired relation, 


p 


Isothermal process: КТАР L gz constant (2) 


(b) A more practical case of compressible flow is the isentropic flow of ideal 
gases through equipment that involves high-speed fluid flow such as nozzles, 
diffusers, and the passages between turbine blades. Isentropic (i.e., reversible 
and adiabatic) flow is closely approximated by these devices, and it is char- 
acterized by the relation P/p С constant where k is the specific heat ra- 
tio of the gas. Solving for p from P/p*  Cgivesp С Yk PYk, Performing the 
integration, 


dP Vk p Vk pee Oe k \P 
E ЇЕ: i Wii ee oe 
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Substituting, the Bernoulli equation for steady, isentropic, compressible flow of 
an ideal gas becomes 


к\р 


ie Row: y 
Isentropic flow: CSE ; 9 constant (4a) 


NN 


22 мэ 
Г D 7 % (pam 2 95 an 


A common practical situation involves the acceleration of a gas from rest (stag- 
nation conditions at state 1) with negligible change in elevation. In that case 
we have z Z,V,  O.Notingthato  P/RTfor ideal gases, Р/р“ constant 
for isentropic flow, and the Mach number is defined as Ma Y/c where 
с УКРТ 1 the local speed of sound for ideal gases, the relation above sim- 


plifies to 
P k/(k 1) 
P; 1 (5) М si (4c) 


where state 1 is the stagnation state and state 2 is any state along the flow. 


Discussion |t can be shown that the results obtained using the compressible 
and incompressible equations deviate no more than 2 percent when the Mach 
number is less than O.3. Therefore, the flow of an ideal gas can be considered 
to be incompressible when Ma 0.3. For atmospheric air at normal conditions, 
this corresponds to a flow speed of about 100 m/s or 360 km/h, which covers 
our range of interest. 








12-4 = ENERGY ANALYSIS OF STEADY-FLOW 





SYSTEMS 
For steady-flow systems, the time rate of change of the energy content of the 
control volume is zero. When the work associated with electric, magnetic, sur- 5 
face tension, and viscous effects are negligible, the steady-flow energy equa- ns eg Е 
tion can be expressed as (see Chap. 5) Ned aci 1 
M 
Q netin W shaft, netin 5 m (n Y л) > т ( Е л) (12-26) oS Fixed 2 b 
out in / control 
\ volume » 
It states that the net rate of energy transfer to a control volume by heat and ч y. 
work transfers during steady flow is equal to the difference between the rates "T ТОР” NS 
of outgoing and incoming energy flows with mass. Jj G retin FW ratt neti 
M any practical problems involve just one inlet and one outlet (Fig. 12-29). 1 с 
The mass flow rate for such single-stream systems remains constant, and Eq. Шан oz. 
12-26 reduces to 
FIGURE 12-29 
yi "i A control volume with only one inlet 
Опет М, еа M (h n 2 9(22 а) (12-27) and one outlet and energy . 


--Ө3--- 


Mae Re at ae ee ee ee NM 44141 М94 dae JU IM 





542 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 







0.7 kg/s 
15.2°C 
Au = 0.84 kJ/kg 
AT = 0.2°C 
2kW 
Tlpump = 0.70 
15.0°C 
Water 
FIGURE 12-30 


The lost mechanical energy in a fluid 
flow system results in an increase in 
the internal energy of the fluid, and 
thus in a rise of fluid temperature. 


Payee Jt 


where subscripts 1 and 2 stand for inlet and outlet, respectively. The steady- 
flow energy equation on a unit mass basis is obtained by dividing Eq. 12-27 
by the mass flow rate rn, 

Yi; VI 


Wshaft, net in hy hy 02 (12-28) 


8(22 011 


net in 


where quii, — Q4 /m is the net heat transfer to the fluid per unit mass and 


Wehaft, etin — Wshaft net in/?7t i8 the work input to the fluid per unit mass. Using 
the definition of enthalpy h u  P/p and rearranging, the steady-flow en- 
ergy equation can also be expressed as 


Py Y. P, 


Wishaft, net in pi E 811 n 852 (uy u (12-29) 


net in) 


where u is the internal energy, P/p is the flow energy, Y?/2 is the kinetic en- 
ergy, and gz is the potential energy of the fluid per unit mass. These relations 
are valid for both compressible or incompressible flows. 

The left side of Eq. 12—29 represents the mechanical energy input while the 
first three terms on the right side represent the mechanical energy output. If 
the flow is ideal with no irreversibilities such as friction, the total mechanical 


energy must be conserved, and the terms in parentheses (Uy и ды) 
must equal zero. That is, 
Ideal flow (no mechanical energy loss) Qnetin U2 Uy (12-30) 


Any increase in u, u; above per in 18 due to the irreversible conversion of 
mechanical energy to thermal energy, and thus uw,  u, — q,44, represents the 
mechanical energy loss (Fig. 12—30). That is, 


Mechanical energy loss: Émech los —!2 |  Qmetin (12-31) 


For single-phase fluids (a gas or a liquid), we have u, u, CT Tp 
where C, is the constant-volume specific heat. Then the steady-flow energy 
equation on a unit mass basis can be written conveniently as a mechanical 
energy balance as 


É mech, in Cmech, out E mech, loss (1 2-32) 
or 
Р Vi Р, V3 
W shaft, net in Pi 2 811 Pr 2 8%2 E mech, loss (12-33) 


Noting that Wshaft, net in Wshaft, in Wshaft, out Wpump W turbine» the mechanical 


energy balance can be written more explicitly as 


р, 1$ р, 13 


pi 7 8zi Wpump Po D 845 (12-34) 


Wiurbine É mech, loss 


where wy is the mechanical work input (due to the presence of a pump, fan, 
compressor, etc.) and wii, 1s the mechanical work output. When the flow is 
incompressible, either absolute or gage pressure can be used for P since Pitm/p 
would appear on both sides, and would cancel out. 
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m= pV „A, p = constant 
KE go = J ke Si = 1 4 Y? (yp (r) dA] 
- 4 pla V3) dA 


: l 1 3 
KE,, = 2 mV, = F pAY3, 


КЕ,, (n) Vo 
ng rabie, ) 
FIGURE 12-32 
The determination of the kinetic 
energy correction factor using actual 
velocity distribution V(r) and the 
mean velocity V, at a cross section. 





oO 

т, р = constant E 

и ШН = = = нэ 
(adiabatic) 

FIGURE 12-33 


Schematic for Example 12-9. 
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Kinetic Energy Correction Factor, a 

The mean flow velocity 'l/, was defined such that the relation pV „A gives the 
actual mass flow rate. Therefore, there is no such thing as a correction factor 
for mass flow rate. However, the kinetic energy of a fluid stream obtained 
from V?/2 is not the same as the actual kinetic energy of the fluid stream since 
the square of a sum is not equal to the sum of the squares of its components 
(Fig. 12-32). This error can be corrected by replacing the kinetic energy terms 
?/?/2 in the energy equation by o2, /2 where a is the kinetic energy correc- 
tion factor. By using equations for the variation of velocity with the radial 
distance, it can be shown that the correction factor is 2.0 for fully developed 
laminar pipe flow, and it ranges between 1.04 and 1.11 for turbulent flow in a 
circular pipe. 

The kinetic energy correction factors are usually disregarded in an elemen- 
tary analysis since (1) most flows encountered in practice are turbulent, for 
which the correction factor is near unity, and (2) the kinetic energy terms are 
usually small relative to the other terms in the energy equation, and multiply- 
ing them by a factor less than 2.0 does not make much difference. Besides, 
when the velocity and thus the kinetic energy are high, the flow turns turbu- 
lent. Therefore, we will not consider the kinetic energy correction factor in the 
analysis. However, the reader should keep in mind that he or she may en- 
counter situations for which these factors are significant, especially when the 
flow is laminar. 





EXAMPLE 12-9 Effect of Friction on Fluid Temperature and 


Head Loss 


Show that during steady and incompressible flow of a fluid in an adiabatic flow 
section (a) the temperature remains constant and there is no head loss when 
the flow is frictionless and (b) the temperature increases and some head loss 
occurs when there are frictional effects. Discuss if it is possible for the fluid 
temperature to decrease during such flow (Fig. 12-33). 


SOLUTION Steady and incompressible flow through an adiabatic section is 
considered. The effects of friction on the temperature and the heat loss are to 
be determined. 

Assumptions 1 The flow is steady and incompressible. 2 The flow section is 
adiabatic and thus there is no heat transfer. 

Analysis The density of a fluid remains constant during incompressible flow, 
and the entropy change of an incompressible system is 


cune 
5 ши 


This relation represents the entropy change of the fluid per unit mass as it flows 
through the flow section from state 1 at the inlet to state 2 at the exit. Entropy 
change is caused by two effects: (1) heat transfer and (2) irreversibilities. 
Therefore, in the absence of heat transfer, entropy change is due to irreversibil- 
ities only whose effect is always to increase entropy. 


(a) The entropy change of the fluid is zero when the process does not involve 
any irreversibilities such as friction and swirling, and thus for reversible flow 
we have 
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Temperature change: хо? in 0 => Т, Т 
1 

Mechanical energy loss: Emech, loss 42 Uy CT, Т) 0 

Head loss: hy É mech, loss Ig 0 


Thus we conclude that when heat transfer and frictional effects are negligible, 
(1) the temperature of the fluid remains constant, (2) no mechanical energy is 
converted to thermal energy, and (3) there is no head loss. 

(b) When there are irreversibilities such as friction, the entropy change is posi- 
tive and thus we have: 


Temperature change: SC ln 0 => T, T 
1 

Mechanical energy loss: €mech,loss U2 Uy Сү, Т/) 0 

Head loss: hy, É mech, loss Ig 0 


Thus we conclude that when the flow is adiabatic and irreversible, (1) the tem- 
perature of the fluid increases, (2) some mechanical energy is converted to 
thermal energy, and (3) some head loss occurs. 

Discussion \t is impossible for the fluid temperature to decrease during 
steady, incompressible, adiabatic flow since this would require the entropy of an 
adiabatic system to decrease, which would be a violation of the second law of 
thermodynamics. 








EXAMPLE 12-10 Pumping Power and Frictional Heating in a 
Pump 


The pump of a water distribution system is powered by a 15-kW electric motor 
whose efficiency is 90 percent (Fig. 12-34). The water flow rate through the 
pump is 50 L/s. The diameters of the inlet and exit pipes are the same, and the 
elevation difference across the pump is negligible. If the pressures at the inlet 
and outlet of the pump are measured to be 100 kPa and 300 kPa (absolute), 
respectively, determine (a) the mechanical efficiency of the pump and (5) the 
temperature rise of water as it flows through the pump due to the mechanical 
inefficiency. 


SOLUTION The pressures across a pump are measured. The mechanical effi- 
ciency of the pump and the temperature rise of water are to be determined. 
Assumptions 1 The flow is steady and incompressible. 2 The pump is driven by 
an external motor so that the heat generated by the motor is dissipated to the 
atmosphere. 3 The elevation difference between the inlet and outlet of the 
pump is negligible, Z = Zz). 4 The inlet and outlet diameters are the same and 
thus the inlet and exit velocities are equal, Y^, V3. 

Properties Ме take the density of water to be 1 kg/L 1000 kg/m? and its 
specific heat to be 4.18 kJ/kg - С. 

Analysis (a) The mass flow rate of water through the pump is 


m pV (1 кә/)(50 1/5) 50 kg/s 
The motor draws 15 kW of power and is 90 percent efficient. Thus the me- 
chanical (shaft) power it delivers to the pump is 


V ons shaft T] motor Watectric (0.90)(15 kW) 13.5kW 
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FIGURE 12-34 
Schematic for Example 12-10. 
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Generator 
Teurbine-gen = 80% 


FIGURE 12-35 
Schematic for Example 12-11. 
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To determine the mechanical efficiency of the pump, we need to know the 
increase in the mechanical energy of the fluid as it flows through the pump, 
which is 


Р, V3 BU 
TEN fluid наст out ERR in m P 2 8% т p 223 841 


Simplifying it for this case and substituting the given values, 


5 B Ё Go ТОШЕВ р оке 
mech, fluid m р 8 S) 1000 kg/m? ]kPa n? 





Then the mechanical efficiency of the pump becomes 


Е ес, fluid 10 kW 


Npumı — 
S W pump, shaft 13.5kW 





0.741 or 74.1% 


(b) Of the 13.5-kW mechanical power supplied by the pump, only 10 kW is im- 
parted to the fluid as mechanical energy. The remaining 3.5 kW is converted to 
thermal energy due to frictional effects, and this “lost” mechanical energy man- 
ifests itself as a heating effect in the fluid, 


РЕ 1088 W aao. shaft led fluid 13.5 10 3 2 kW 


The temperature rise of water due to this mechanical inefficiency is determined 
from the thermal energy balance, Emech, oss (00 u) mC T. Solvingfor T, 


Е лес, 1055 3.5 kW 


mC (50 kg/s)(4.18 kJ/kg | C) 





0.017 C 


Therefore, the water will experience a temperature rise of 0.017 C, which is 
very small, as it flows through the pump. 

Discussion n an actual application, the temperature rise of water will proba- 
bly be less since part of the heat generated will be transferred to the casing of 
the pump, and from the casing to the surrounding air. If the entire pump motor 
were submerged in water, then the 1.5 kW dissipated to the air due to motor in- 
efficiency would also be transferred to the surrounding water as heat. This 
would cause the water temperature to rise more. 








EXAMPLE 12-11 Hydroelectric Power Generation from a Dam 


In a hydroelectric power plant, 100 m?/s of water flows from an elevation of 
120 m to a turbine, where electric power is generated (Fig. 12-35). The total 
head loss in the system from point 1 to point 2 (excluding the turbine unit) is 
determined to be 35 m. If the overall efficiency of the turbine-generator is 80 
percent, estimate the electrical power output. 


SOLUTION The available head, flow rate, head loss, and efficiency of a hydro- 
electric turbine are given. The electrical power output is to be determined. 
Assumptions 1 The flow is steady and incompressible. 2 The water levels at the 
reservoir and the discharge site remain constant. 








cen54261 chl2.qxd 2/16/04 2:19 PM Page 547 F | 


547 
CHAPTER 12 





Properties We take the density of water to be 1000 kg/m?. 
Analysis The mass flow rate of water through the turbine is 


m pV  (1000kg/m3)(100m?3/s  105kg/s 


We take point 2 as the reference level, and thus z> 0. Also, both points 1 and 
2 are open to the atmosphere (P, P> Pam) and the flow velocities are neg- 
ligible at both points (/; Və 0). Then the energy equation for steady in- 
compressible flow reduces to 


Pi X? O 
a 29 21 h pimp, u po 29 7, Папе, е hy нь urine, e 21 he 


Substituting, the extracted turbine head and the corresponding turbine power 
are determined to be 


Попе е 21 hy 120 35 85 т 


Е : 1 kJ/kg 
Wrurbine e MgNturbine, е (10 kg/s)(9.81 m/s )(85 m) 1000 m?/g 83,400 kW 


Therefore, a perfect turbine-generator would generate 83,400 kW of electricity 
from this resource. The electric power generated by the actual unit is 


W electric — T]turbine-gen W turbine, e (0.80)(83.4MW) 66.7 MW 
Discussion Note that the power generation will increase by almost 1 MW for 


each percentage point improvement in the efficiency of the turbine-generator 
unit. 











EXAMPLE 12-12 Fan Selection for Air Cooling of a Computer 


A fan is to be selected to cool a computer case whose dimensions are 12 cm 





40cm 40cm (Fig. 12-36). Half of the volume in the case is expected to be Та Streamline 
filled with components and the other half to be air space. A 6-cm-diameter hole a] b O © W elect 
is available at the front of the case for the installation of the fan that is to re- ~ inane) im, 
place the air in the void spaces of the case once every second. Small low-power | сэ 
fan-motor-combined units are available in the market and their efficiency is es- 0 lait Q—-Y, 
timated to be 30 percent. Determine (a) the wattage of the fan-motor unit to be | | =s 
purchased and (b) the pressure difference across the fan. Take the air density —| 2 == Шина 

3 "1 2 
to be 1.20 kg/m?. P d Fan 
SOLUTION A fan is to cool a computer case by completely replacing the air in- FIGURE 12-36 


side once every second. The power of the fan and the pressure difference across 
it are to be determined. 

Assumptions 1 The flow is steady and incompressible. 2 Losses other than 
those due to the inefficiency of the fan-motor unit are negligible (h, 0). 
Properties The density of air is given to be 1.20 kg/m?. 

Analysis (a) Noting that half of the volume of the case is occupied by the 
components, the air volume in the computer case is 


Schematic for Example 12-12. 


V (Void fraction)(Total case volume) 
0.5(12cm 40cm 40cm) 9600cm? 





—— 
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Therefore, the volume and mass flow rates of air through the case are 


ү “9600 ст? 
Ї 15 


m pV (1.20 kg/m*)(9.6 10 ?m?/s) 0.0115 kg/s 


9600 cm3/s 9.6 10 ?m3s 


The cross-sectional area of the opening in the case and the average air ve- 
locity are 
aD 2 a(0.06 m)2 3 2 
A 4 14 Defers) 10) > inn 
V 96 103255 


12 А 283 103m? 10 3m? 3.39 m/s 


We draw the control volume around the fan such that both the inlet and the exit 
are at the atmospheric pressure (P; P> Pam), as shown in the figure, and 
the inlet section 1 is large and far from the fan so that the flow velocity at the 
inlet section is negligible (/, = O). Noting that z, | Zz and the mechanical 
losses due to fan inefficiency and the frictional effects in flow are disregarded, 
the energy equation simplifies to 


0 
Pi 917 0 Ph V3 0 _ә0 0 
И (2 D gx ) Wa, m é = 92; ) ШТ nem 


Solving for Wian and substituting, 


2 i 2 
М т (0.0115 kgis) P= ( zh 


2 ) 0.066 W 


lkg m/s 
Then the required electrical power input to the fan is determined to be 


Wian 0.066 W 
Nfan-motor 0.3 








W elect 0.22 W 


Therefore, a fan-motor rated at 0.22 W is adequate for this job. 


(b) To determine the pressure difference across the fan unit, we take points 
3 and 4 to be on the two sides of the fan on a horizontal line. This time again 
2з Z,andV3 V, since the fan is a narrow cross section. Disregarding me- 
chanical losses, the energy equation reduces to 


Р, P 40 Вр 
m: W fan Mp E rach los =? W fan m 





Solving for P, P, and substituting, 


PWean (1.2 kg/m?) (0.066 W) 0 Pa m3 


22722266 0.0115 kg/s 1Ws 





) 6.9 Pa 


Therefore, the pressure rise across the fan is 6.9 Pa. 

Discussion The efficiency of the fan-motor unit is given to be 30 percent, 
which means 30 percent of the electric power Wajectric Consumed by the unit will 
be converted to useful mechanical energy while the rest (70 percent) will be 
“lost” and converted to thermal energy. Also, a much larger fan is required in an 
actual system to overcome frictional losses inside the computer case. 





--Ө3--- 
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EXAMPLE 12-13 Head and Power Loss during Water Pumping 


Water is pumped from a lower reservoir to a higher reservoir by a pump that pro- 
vides 20 kW of useful mechanical power to water (Fig. 12-37). The free surface 
of the upper reservoir is 45 m higher than the surface of the lower reservoir. If 
the flow rate of water is measured to be 0.03 m3/s, determine the head loss of 
the system and the lost mechanical power during this process. 


SOLUTION Water is pumped from a lower reservoir to a higher one. The head 
and power loss associated with this process are to be determined. 

Assumptions 1 The flow is steady and incompressible. 2 The elevation differ- 
ence between the reservoirs is constant. 

Properties We take the density of water to be 1000 kg/m?. 

Analysis The mass flow rate of water through the system is boundary 





m pV  (1000kg/m?)(0.03 m?/s) 30 kg/s FIGURE 12-37 


! Schematic for Example 12-13. 
We choose points 1 and 2 at the free surfaces of the lower and upper reservoirs, 
respectively, and take the surface of the lower reservoir as the reference level 
(zı 0). Both points are open to the atmosphere (P; Р, Р) апа the ve- 
locities at both locations are negligible (V7; ə 0). Then the energy equa- 
tion for steady incompressible flow for a control volume between 1 and 2 
reduces to 


0 
угт: р, vp o 
m b 2 921. W pump m р 3 92; W turbine E mech, loss 


Ww pump 11025 Ё mech, loss = Е mech, loss Ш pump mgz; 


Substituting, the lost mechanical power and head loss are determined to be 


E menos 20KW — (30kg/s(9.81 m/s?)(45 "o es saat one) 





lkg m/s2A1000N m/s 
6.76 kW 
E mech, loss 6.76 kW (* kg mm N ub 
i mg (30 kg/s)(9.81 m/s?) 1М 1kW 23.0 m 


since the entire mechanical losses are due to frictional losses in the pipes. 


Discussion The 6.76 kW of power is used to overcome the friction in the pip- 
ing system. Note that the pump could raise the water an additional 23 m if 
there were no losses in the system. In this ideal case, the pump would function 
as a turbine when the water is allowed to flow from the upper reservoir to the 
lower reservoir, and generate 20 kW of power. 








SUMMARY 


This chapter deals with the Bernoulli and the energy equations, the fluid, and it can be converted to mechanical work com- 
and their applications. The mechanical energy is the form of pletely and directly by an ideal mechanical device. The effi- 
energy associated with the velocity, elevation, and pressure of ^ ciencies of various devices are defined as 


--Ө3--- 
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M echanical energy increase of the fluid 























“pump Mechanical energy input 
E mech, fluid W pump, u 
W shaft, in W pump 
M echanical energy output 
Turbine Mechanical energy decrease of the fluid 
W shaft, out W turbine 
| Emech, fuia] — Wiuine e 
M echanical power output — W shaft, out 
“motor Electrical power input W elect. in 
Electrical power output W elect, out 
"lest — M echanical power input Үл 
E mech, out E mech, in 
T]pump-motor  Tlpump Tlmotor W 
elect, in 
E mech, fluid 
W etect, in 
Tlurbine-gen "turbine generator 
W elect, out W elect, out 
E mech, in E mech, out | E mech, fluid| 


The Bernoulli equation is a relation between pressure, velocity, 
and elevation in steady incompressible flow, and is expressed 
along a streamline and in regions where net viscous forces are 
negligible as 


gz constant 


Ey 
р 2 


It can also be expressed between any two points on the stream- 
line as 


n) 
uv 


2 


гү? 
1 1 
2 9^ p 


P 


| 
мм 


92: 


The Bernoulli equation is an expression of mechanical energy 
balance and can be stated as the sum of the kinetic, potential, 
and flow energies of a fluid particle is constant along a stream- 
line during steady flow when the compressibility and frictional 
effects are negligible. Multiplying the Bernoulli equation by 
density gives 


2 
P ру 092 constant 


where P is the static pressure, which represents the actual pres- 
sure of the fluid; pV2/2 is the dynamic pressure, which repre- 


—— 


sents the pressure rise when the fluid in motion is brought to a 
stop; and pgz is the hydrostatic pressure, which accounts for 
the effects of fluid weight on pressure. The sum of the static, 
dynamic, and hydrostatic pressures is called the total pressure. 
The Bernoulli equation states that the total pressure along a 
streamline is constant. The sum of the static and dynamic pres- 
sures is called the stagnation pressure, which represents the 
pressure at a point where the fluid is brought to a complete stop 
in a frictionless manner. The Bernoulli equation can also be 
represented in terms of “heads” by dividing each term by g, 

р 22 


09 29 2 Н constant 


where P/pg is the pressure head, which represents the height of 
afluid column that produces the static pressure P ; 2/20 15 ће 
velocity head, which represents the elevation needed for a fluid 
to reach the velocity ‘V during frictionless free fall; and zis the 
elevation head, which represents the potential energy of the 
fluid. Also, H is the total head for the flow. The line that repre- 
sents the sum of the static pressure and the elevation heads, 
P/pg  z, is called the hydraulic grade line (HGL), and the line 
that represents the total head of the fluid, P/pg V2/2g zis 
called the energy grade line (EGL). 

The energy equation for steady incompressible flow can be 
expressed as 





235 P, Yi 
p 2 921 W pump p 2 92» 
Wturbine mech, loss 
Р: Vi Р, V3 
т p 2 921 W pump m p F 92) 
W turbine E mech, loss 
Р, 41 P, V3 
20 . 21 Їїситр u ab» 2) hi bi hy 
g j pg 2g urbine, e 
where 
h Wpump, u W pump, u 
pump, u 0o mg 
Wturbine, e W turbine, e 
turbine, e 9g mg 


E mech loss, piping 
mg 


Émech loss, piping 


hi 


Émech, loss Ч, Ui net in 
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PROBLEMS* 


Mechanical Energy and Efficiency 


12-1C What is mechanical energy? How does it differ from 
thermal energy? What are the forms of mechanical energy of a 
fluid stream? 


12-2C  Whatis mechanical efficiency? What does a mechan- 
ical efficiency of 100 percent mean for a hydraulic turbine? 


12-3C How is the combined pump-motor efficiency of a 
pump and motor system defined? Can the combined pump- 
motor efficiency be greater than either of the pump or the 
motor efficiency? 


12-4C Define turbine efficiency, generator efficiency, and 
combined turbine-generator efficiency. 


12-5 Consider a river flowing toward a lake at an average 
velocity of 3 m/s at a rate of 500 m?/s at a location 90 m above 
the lake surface. Determine the total mechanical energy of the 
river water per unit mass and the power generation potential of 
the entire river at that location. Answer: 444 MW 


River ——»- 3 m/s 





FIGURE P12—5 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


12-6 Electrical power is to be generated by installing a hy- 
draulic turbine-generator at a site 70 m below the free surface 
of a large water reservoir that can supply water at a rate of 
1500 kg/s steadily. If the mechanical power output of the tur- 
bine is 800 kW and the electrical power generation is 750 kW, 
determine the turbine efficiency and the combined turbine- 
generator efficiency of this plant. Neglect losses in the pipes. 


12-7 Ata certain location, wind is blowing steadily at 12 m/s. 
Determine the mechanical energy of air per unit mass and the 
power generation potential of a wind turbine with 50-m- 
diameter blades at that location. Also determine the actual elec- 
tric power generation assuming an overall efficiency of 30 
percent. Take the air density to be 1.25 kg/m?. 


12-8 Reconsider Prob. 12-7. Using EES (or other) 

S software, investigate the effect of wind velocity 
and the blade span diameter on wind power generation. Let the 
velocity vary from 5 m/s to 20 m/s in increments of 5 m/s, and 
the diameter to vary from 20 m to 80 m in increments of 20 m. 
Tabulate the results, and discuss their significance. 


12-9E A differential thermocouple with sensors at the inlet 
and exit of a pump indicates that the temperature of water rises 
0.072°F as it flows through the pump at a rate of 1.5 ft*/s. If the 
shaft power input to the pump is 27 hp, determine the mechan- 
ical efficiency of the pump. Answer: 64.7% 


АТ = 0.072° Е 





FIGURE P12—9E 


12-10 Water is pumped from a lake to a storage tank 20 m 
above at a rate of 70 L/s while consuming 20.4 kW of electric 
power. Disregarding any frictional losses in the pipes and any 
changes in kinetic energy, determine (a) the overall efficiency 
of the pump-motor unit and (5) the pressure difference between 
the inlet and the exit of the pump. 


—S— 
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Storage tank 





FIGURE P12-10 


Bernoulli Equation 


12-11C What is streamwise acceleration? How does it differ 
from normal acceleration? Can a fluid particle accelerate in 
steady flow? 


12-12C Express the Bernoulli equation in three different 
ways using (a) energies, (b) pressures, and (c) heads. 


12-13C What are the three major assumptions used in the 
derivation of the Bernoulli equation? 


12-14C Define static, dynamic, and hydrostatic pressure. 
Under what conditions is their sum constant for a flow stream? 


12-15C What is stagnation pressure? Explain how it can be 
measured. 


12-16C Define pressure head, velocity head, and elevation 
head for a fluid stream and express them for a fluid stream 
whose pressure is P, velocity is V, and elevation is z. 


12-17C What is the hydraulic grade line? How does it differ 
from the energy grade line? Under what conditions do both 
lines coincide with the free surface of a liquid? 


12-18C How is the location of the hydraulic grade line de- 
termined for open-channel flow? How is it determined at the 
exit of a pipe discharging to the atmosphere? 


12-19C The water level of a tank on a building roof is 20 m 
above the ground. A hose leads from the tank bottom to the 
ground. The end of the hose has a nozzle, which is pointed 
straight up. What is the maximum height to which the water 
could rise? What factors would reduce this height? 


12-20C In a certain application, a siphon must go over a 
high wall. Can water or oil with a specific gravity of 0.8 go 
over a higher wall? Why? 


12-21C Explain how and why a siphon works. Someone 
proposes siphoning cold water over a 7-m-high wall. Is this 
feasible? Explain. 


12-22C A student siphons water over a 8.5-m wall at sea 
level. He then climbs to the summit of Mount Shasta (elevation 
4390 m, Pim — 58.5 kPa) and attempts the same experiment. 
Comment on his prospects for success. 


12-23С A glass manometer with oil as the working fluid is 
connected to an air duct as shown in the figure. Will the oil in 
the manometer move as in figure (a) or in figure (b)? Explain. 
What would your response be if the flow direction is reversed? 


Flow Flow 


(a) (b) 
FIGURE P12-23C 


12-24C The velocity of a fluid flowing in a pipe is to be 
measured by two different pitot-type mercury manometers 
shown in the figure. Would you expect both manometers to 
predict the same velocity for flowing water? If not, which 
would be more accurate? Explain. What would your response 
be if air were flowing in the pipe instead of water? 





Flow 
=> 








FIGURE P12-24 


12-25 In cold climates, the water pipes may freeze and burst 
if proper precautions are not taken. In such an occurrence, the 
exposed part of a pipe on the ground ruptures, and water shoots 
up to 34 m. Estimate the gage pressure of water in the pipe. 
State your assumptions and discuss if the actual pressure is 
more or less than the value you predicted. 


12-26 A pitot tube is used to measure the velocity of an air- 
craft flying at 3000 m. If the differential pressure reading is 
3 kPa, determine the velocity of the aircraft. 


12-27 While traveling on a dirt road, the bottom of a car hits 
a sharp rock and a small hole develops at the bottom of its gas 
tank. If the height of the gasoline in the tank is 30 cm, deter- 
mine the initial velocity of the gasoline at the hole. Discuss 
how the velocity will change with time and how the flow will 
be affected if the lid of the tank is closed tightly. 

Answer: 2.43 m/s 


12-28Е The drinking water needs of an office are met 
es by large water bottles. One end of a 0.25-in- 
diameter plastic hose is inserted into the bottle placed on a high 
stand, while the other end with an on/off valve is maintained 
2 ft below the bottom of the bottle. If the water level in the bot- 


tle is 1.5 ft when it is full, determine how long it will take at the 
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minimum to fill an 8-oz glass ( 0.00835 ft?) (a) when the bot- 
tle is first opened and (b) when the bottle is almost empty. 








FIGURE P12-28E 


12-29 A piezometer and a pitot tube are tapped into a 3-cm- 
diameter horizontal water pipe, and the height of the water 
columns are measured to be 20 cm in the piezometer and 
35 cm in the pitot tube (both measured from the top surface of 
the pipe). Determine the velocity at the center of the pipe. 


12-30 The diameter of a cylindrical water tank is D, and its 
height is H. The tank is filled with water, which is open to the 
atmosphere. An orifice of diameter D, with a smooth entrance 
(i.e., no losses) is open at the bottom. Develop a relation for the 
time required for the tank (a) to empty halfway and (b) to 
empty completely. 

12-31 A pressurized tank of water has a 10-cm-diameter ori- 
fice at the bottom, where water discharges to the atmosphere. 
The water level is 3 m above the outlet. The tank air pressure 
above the water level is 300 kPa (absolute) while the atmo- 
spheric pressure is 100 kPa. Neglecting frictional effects, de- 
termine the initial discharge rate of water from the tank. 
Answer: 0.168 m/s 

Air 
300 kPa 


10 cm 


FIGURE P12-31 
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12-32 KES Reconsider Prob. 12-31. Using EES (or other) 

software, investigate the effect of water height in 
the tank on the discharge velocity. Let the water height vary 
from 0 to 5 m in increments of 0.5 m. Tabulate and plot the 
results. 


12-33E A siphon pumps water from a large reservoir to a 
lower tank that is initially empty. The tank also has a rounded 
orifice 15 ft below the reservoir surface where the water leaves 
the tank. Both the siphon and the orifice diameters are 2 in. Ig- 
noring frictional losses, determine to what height the water will 
rise in the tank at equilibrium. 


12-34 Water enters a tank of diameter D; steadily at a mass 
flow rate of m;,. An orifice at the bottom with diameter D, al- 
lows water to escape. The orifice has a rounded entrance, so 
the frictional losses are negligible. If the tank is initially empty, 
(a) determine the maximum height that the water will reach in 
the tank and (b) obtain a relation for water height z as a func- 
tion of time. 





FIGURE P12-34 


12-35E Water flows through a horizontal pipe at a rate of 
1 gal/s. The pipe consists of two sections of diameters 4 in and 
2 in with a smooth reducing section. The pressure difference 
between the two pipe sections is measured by a mercury 
manometer. Neglecting frictional effects, determine the differ- 
ential height of mercury between the two pipe sections. 
Answer: 0.52 in 





FIGURE P12-35E 
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12-36 An airplane is flying at an altitude of 12,000 m. De- 
termine the gage pressure at the stagnation point on the nose of 
the plane if the speed of the plane is 200 km/h. How would you 
solve this problem if the speed were 1050 km/h? Explain. 


12-37 The air velocity in the duct of a heating system is to be 
measured by a pitot tube inserted into the duct parallel to flow. 
If the differential height between the water columns connected 
to the two outlets of the pitot tube is 2.4 cm, determine (a) the 
flow velocity and (5b) the pressure rise at the tip of the pitot 
tube. The air temperature and pressure in the duct are 45 C and 
98 kPa. 


12-38 The water in a 10-m-diameter, 2-m-high above-the- 
ground swimming pool is to be emptied by unplugging a 3-cm- 
diameter, 25-m-long horizontal pipe attached to the bottom of 
the pool. Determine the maximum discharge rate of water 
through the pipe. Also, explain why the actual flow rate will 
be less. 


12-39 Reconsider Prob. 12-38. Determine how long it will 
take to empty the swimming pool completely. 
Answer: 19.7 h 


12-40 eSB Reconsider Prob. 12-39. Using EES (or other) 

software, investigate the effect of the discharge 
pipe diameter on the time required to empty the pool com- 
pletely. Let the diameter vary from | to 10 cm in increments of 
1 cm. Tabulate and plot the results. 


12-41 Air at 110 kPa and 50 C flows upward through a 
6-cm-diameter inclined duct at a rate of 45 L/s. The duct diam- 
eter is then reduced to 4 cm through a reducer. The pressure 
change across the reducer is measured by a water manometer. 
The elevation difference between the two points on the pipe 
where the two arms of the manometer are attached is 0.20 m. 
Determine the differential height between fluid levels of the 
two arms of the manometer. 


FIGURE P12-41 


12-42E Airis flowing through a venturi meter whose diam- 
eter is 2.6 in at the entrance part (location 1) and 1.8 in at the 
throat (location 2). The gage pressure is measured to be 12.2 
psia at the entrance and 11.8 psia at the throat. Neglecting fric- 
tional effects, show that the volume flow rate can be ex- 


pressed as 
i. | Р, Р» 
“Vp АУАР 


and determine the flow rate of air. Take the air density to be 
0.075 Ibm/ft?. 





FIGURE P12-42E 


12-43 The water pressure in the mains of a city at a particu- 
lar location is 400 kPa gage. Determine if this main can serve 
water to neighborhoods that are 50 m above this location. 


12—44 A handheld bicycle pump can be used as an atomizer 
to generate a fine mist of paint or pesticide by forcing air at a 
high velocity through a small hole and placing a short tube be- 
tween the liquid reservoir and the high-speed air jet whose low 
pressure drives the liquid up through the tube. In such an 
atomizer, the hole diameter is 0.3 cm, the vertical distance be- 
tween the liquid level in the tube and the hole is 10 cm, and the 
bore (diameter) and the stroke of the air pump are 5 cm and 
20 cm, respectively. If the atmospheric conditions are 20 C and 
95 kPa, determine the minimum speed that the piston must be 
moved in the cylinder during pumping to initiate the atomizing 
effect. The liquid reservoir is open to the atmosphere. 




















20 cm 0.3 cm 
Е--4 5 cm Air moe -y 
| Liquid 
rising 10 cm 








FIGURE P12-44 


12-45 The water level in a tank is 20 m above the ground. A 
hose is connected to the bottom of the tank, and the nozzle at 
the end of the hose is pointed straight up. The tank cover is air- 
tight, and the air pressure above the water surface is 2 atm 


2 atm 





20m 


=) 


FIGURE P12-45 











Mae Re at ae ee ee ee NM 


44141 М94 dae JU IM Tage 4 


gage. The system is at sea level. Determine the maximum 
height to which the water stream could rise. Answer: 40.7 m 


12-46 A pitot tube connected to a water manometer is used 
to measure the velocity of air. If the deflection (the vertical 
distance between the fluid levels in the two arms) is 7.3 cm, 
determine the air velocity. Take the density of air to be 
1.25 kg/m?. 





Pitot ^: 
Air tube 7.3 cm 
s 1 
— 
——- 
Manometer 


FIGURE P12-46 


12-47E The air velocity in a duct is measured by a pitot tube 
connected to a differential pressure gage. If the air is at 13.4 
psia absolute and 70 F and the reading of the differential pres- 
sure gage is 0.15 psi, determine the air velocity. 

Answer: 142.7 ft/s 


12-48 In a hydroelectric power plant, water enters the tur- 
bine nozzles at 700 kPa absolute with a low velocity. If the exit 
pressure is the atmospheric pressure of 100 kPa, determine the 
maximum velocity to which water can be accelerated by the 
nozzles before striking the turbine blades. 


Energy Equation 


12-49C Consider the steady adiabatic flow of an incom- 
pressible fluid. Can the temperature of the fluid decrease dur- 
ing flow? Explain. 

12-50C Consider the steady adiabatic flow of an incom- 
pressible fluid. If the temperature of the fluid remains constant 
during flow, is it accurate to say that the frictional effects are 
negligible? 

12-51C What is head loss? How is it related to the mechani- 
cal energy loss? 


12-52C What is pump head? How is it related to the power 
input to the pump? 


12-53C What is the kinetic energy correction factor? Is it 
significant? 

12-54C The water level in a tank is 20 m above the ground. 
A hose is connected to the bottom of the tank, and the nozzle at 
the end of the hose is pointed straight up. The water stream 
from the nozzle is observed to rise 25 m above the ground. Ex- 
plain what may cause the water from the hose to rise above the 
tank level. 


12-55 Underground water is to be pumped by a 70 percent 
efficient 3-KW submerged pump to a pool whose free surface 
is 30 m above the underground water level. The diameter of 
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the pipe is 5 cm on the intake side and 7 cm on the discharge 
side. Determine (a) the maximum flow rate of water and 
(b) the pressure difference across the pump. Assume the 
elevation difference between the pump inlet and the outlet to 
be negligible. 





FIGURE P12—55 


12-56 Reconsider Prob. 12—55. Determine the flow rate of 
water and the pressure difference across the pump if the head 
loss of the piping system is 5 m. 


12-57E Ina hydroelectric power plant, water flows from an 
elevation of 240 ft to a turbine, where electric power is gener- 
ated. For an overall turbine-generator efficiency of 83 percent, 
determine the minimum flow rate required to generate 100 kW 
of electricity. Answer: 370 |bm/s 


12-58E  Reconsider Prob. 12—57E. Determine the flow rate 
of water if the head loss of the piping system between the free 
surfaces of the source and the sink is 36 ft. 


12-59 A fan is to be selected to ventilate a bathroom 

«S$" whose dimensions are2m 3m 3m. The 
air velocity is not to exceed 8 m/s to minimize vibration and 
noise. The combined efficiency of the fan-motor unit to be 
used can be taken to be 50 percent. If the fan is to replace the 
entire volume of air in 10 min, determine (a) the wattage of the 
fan-motor unit to be purchased, (5b) the diameter of the fan 
casing, and (c) the pressure difference across the fan. Take the 
air density to be 1.25 kg/m?. 


Air —> 





FIGURE P12-59 


12-60 Water is being pumped from a large lake to a reservoir 
25 m above at a rate of 25 L/s by a 10-kW (shaft) pump. If the 
head loss of the piping system is 7 m, determine the mechani- 
cal efficiency of the pump. Answer: 78.5% 
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12-61 eS Reconsider Prob. 12-60. Using EES (or other) 

== software, investigate the effect of head loss on 
mechanical efficiency of the pump. Let the head loss vary 
from 0 to 15 m in increments of 1 m. Plot the results, and dis- 


cuss them. 


12-62 A 7-hp (shaft) pump is used to raise water to a 15-m 
higher elevation. If the mechanical efficiency of the pump is 82 
percent, determine the maximum volume flow rate of water. 


12-63 Water flows at a rate of 0.035 m3/s ina horizontal pipe 
whose diameter is reduced from 15 cm to 8 cm by a reducer. If 
the pressure at the centerline is measured to be 470 kPa and 
440 kPa before and after the reducer, respectively, determine 
the head loss in the reducer. Answer: 0.79 m 


12-64 The water level in atank is 20 m above the ground. A 
hose is connected to the bottom of the tank, and the nozzle at 
the end of the hose is pointed straight up. The tank is at sea 
level, and the water surface is open to the atmosphere. In the 
line leading from the tank to the nozzle is a pump, which in- 
creases the pressure of water. If the water jet rises to a height of 
27 m from the ground, determine the minimum pressure rise 
supplied by the pump to the water line. 








FIGURE P12-64 


12-65 A hydraulic turbine has 85 m of head available at a 
flow rate of 0.25 m?/s, and its overall turbine-generator effi- 
ciency is 78 percent. Determine the electric power output of 
this turbine. 


12-66 Thedemand for electric power is usually much higher 
during the day than it is at night, and utility companies often 
sell power at night at much lower prices to encourage con- 
sumers to use the available power generation capacity and to 
avoid building new expensive power plants that will be used 
only a short time during peak periods. Utilities are also willing 
to purchase power produced during the day from private par- 
ties at a high price. 

Suppose a utility company is selling electric power for 
$0.03/kW h at night and is willing to pay $0.08/kW h for power 
produced during the day. To take advantage of this opportu- 
nity, an entrepreneur is considering building a large reservoir 
40 m above the lake level, pumping water from the lake to 
the reservoir at night using cheap power, and letting the 
water flow from the reservoir back to the lake during the day, 
producing power as the pump-motor operates as a turbine- 


—— 


generator during reverse flow. Preliminary analysis shows that 
a water flow rate of 2 m?/s can be used in either direction, and 
the head loss of the piping system is 4 m. The combined 
pump-motor and turbine-generator efficiencies are expected to 
be 75 percent each. Assuming the system operates for 10 h 
each in the pump and turbine modes during a typical day, de- 
termine the potential revenue this pump-turbine system can 
generate per year. 


Reservoir 





Lake 


FIGURE P12-66 


12-67 Water flows at a rate of 20 L/s through a horizontal 
pipe whose diameter is constant at 3 cm. The pressure drop 
across a valve in the pipe is measured to be 2 kPa. Determine 
the head loss of the valve, and the useful pumping power 
needed to overcome the resulting pressure drop. 

Answers: 0.204 m, 40 W 





20 L/s i > 


AP =2 kPa 
FIGURE P12-67 


12-68E The water level in a tank is 66 ft above the ground. 
A hose is connected to the bottom of the tank, and the nozzle at 
the end of the hose is pointed straight up. The tank cover is air- 
tight, but the pressure over the water surface is unknown. De- 
termine the minimum tank air pressure (gage) that will cause a 
water stream from the nozzle to rise 90 ft from the ground. 


12-69 A large tank is initially filled with water 2 m above 
the center of a sharp-edged 10-cm-diameter orifice. The tank 
Water surface is open to the atmosphere, and the orifice drains 
to the atmosphere. If the total head loss in the system is 0.3 m, 
determine the initial discharge velocity of water from the tank. 


-6- 
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12-70 Water enters a hydraulic turbine through a 30-cm- 
diameter pipe at a rate of 0.6 m3/s and exits through a 25-cm- 
diameter pipe. The pressure drop in the turbine is measured by 
a mercury manometer to be 1.2 m. For a combined turbine- 
generator efficiency of 83 percent, determine the net electric 
power output. 














FIGURE P12—70 


12-71 Thevelocity profilefor turbulent flow in a circular pipe 
is usually expressed as u(r) иһ (1 r/R)/^wheren 7. 
Determine the kinetic energy correction factor for this flow. 
Answer: 1.06 


12-72 Anoil pump is drawing 35 kW of electric power while 
pumping oil with o — 860 kg/m? at a rate of 0.1 m3/s. The inlet 
and outlet diameters of the pipe are 8 cm and 12 cm, respec- 
tively. If the pressure rise of oil in the pump is measured to be 
400 kPa and the motor efficiency is 90 percent, determine the 
mechanical efficiency of the pump. 





Oil AP =400 kPa 


0.1 m3/s 
FIGURE P12—72 


12-73E A 73-percent efficient 12-hp pump is pumping water 
from a lake to a nearby pool at a rate of 1.2 ft?/s through a 
constant-diameter pipe. The free surface of the pool is 35 ft 
above that of the lake. Determine the head loss of the piping 
system, in ft, and the mechanical power used to overcome it. 


12-74 A fireboat is to fight fires at coastal areas by drawing 
seawater with a density of 1030 kg/m? through a 20-cm- 
diameter pipe at a rate of 0.1 m?/s and discharging it through a 
hose nozzle with an exit diameter of 5 cm. The total head loss 
of the system is 3 m, and the position of the nozzle is 4 m 
above sea level. For a pump efficiency of 70 percent, deter- 
mine the required shaft power input to the pump and the water 
discharge velocity. Answers: 200 kW, 50.9 m/s 


—— 
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FIGURE P12-7 





Review Problems 


12-75 A pressurized 2-m-diameter tank of water has a 10- 
cm-diameter orifice at the bottom, where water discharges to 
the atmosphere. The water level initially is 3 m above the out- 
let. The tank air pressure above the water level is maintained at 
450 kPa absolute and the atmospheric pressure is 100 kPa. Ne- 
glecting frictional effects, determine (a) how long it will take 
for half of the water in the tank to be discharged and (b) the 
water level in the tank after 10 s. 


12-76 Air flows through a pipe at a rate of 200 L/s. The pipe 
consists of two sections of diameters 20 cm and 10 cm witha 
smooth reducing section that connects them. The pressure dif- 
ference between the two pipe sections is measured by a water 
manometer. Neglecting frictional effects, determine the differ- 
ential height of water between the two pipe sections. Take the 
air density to be 1.20 kg/m. Answer: 3.7 cm 





FIGURE P12-76 


12-77 e Air at 100 kPa and 25 C flows in a horizontal 

duct of variable cross section. The water column 
in the manometer that measures the difference between two 
sections has a vertical displacement of 8 cm. If the velocity in 
the first section is low and the friction is negligible, determine 
the velocity at the second section. Also, if the manometer read- 
ing has apossible error of 2 mm, conduct an error analysis to 
estimate the range of validity for the velocity found. 


12-78 A very large tank contains air at 102 kPa at a 
location where the atmospheric air is at 100 kPa and 20 C. 
Now a 2-cm-diameter tap is opened. Determine the maximum 
flow rate of air through the hole. W hat would your response be 
if air is discharged through a 2-m-long, 4-cm-diameter tube 
with a 2-cm-diameter nozzle? Would you solve the problem the 
same way if the pressure in the storage tank were 300 kPa? 


12-79 Water is flowing through a venturi meter whose diam- 
eter is 7 cm at the entrance part and 4 cm at the throat. The 
pressure is measured to be 430 kPa at the entrance and 120 kPa 
at the throat. Neglecting frictional effects, determine the flow 
rate of water. Answer: 0.538 m3/s 


-6- 
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100 kPa 
20°C 





FIGURE P12-78 


12-80E The water level in a tank is 80 ft above the ground. 
A hoseis connected to the bottom of the tank, and the nozzle at 
the end of the hose is pointed straight up. The tank is at sea 
level, and the water surface is open to the atmosphere. In the 
line leading from the tank to the nozzle is a pump, which in- 
creases the water pressure by 10 psia. Determine the maximum 
height to which the water stream could rise. 


12-81 A wind tunnel draws atmospheric air at 20 C and 
101.3 kPa by a large fan located near the exit of the tunnel. If 
the air velocity in the tunnel is 80 m/s, determine the pressure 
in the tunnel. 


20°C 
101.3 kPa 
TT citing tunnel uS. 


— 80 m/s 
= _ — Ni 
FIGURE P12-81 


12-82 Water flows at arate of 0.025 m?/s in a horizontal pipe 
whose diameter increases from 6 cm to 11 cm by an enlarge- 
ment section. If the head loss across the enlargement section is 
0.45 m, determine the pressure change. 


12-83 A 2-m-high large tank is initially filled with water. 
The tank water surface is open to the atmosphere, and a sharp- 
edged 10-cm-diameter orifice at the bottom drains to the at- 
mosphere through a horizontal 100-m-long pipe. If the total 
head loss of the system is determined to be 1.5 m, determine 
the initial velocity of the water from the tank. 

Answer: 3.13 m/s 


—— 


—— 





FIGURE P12-83 


12-84 Reconsider Prob. 12-83. Using EES (or other) 

= software, investigate the effect of the tank height 
on the initial discharge velocity of water from the completely 
filled tank. Let the tank height vary from 2 to 15 m in incre- 
ments of 1 m, and assume the head loss to remain constant. 
Tabulate and plot the results. 


12-85 Reconsider Prob. 12-83. In order to drain the tank 
faster, a pump is installed near the tank exit. Determine the 
pump head input necessary to establish an average water ve- 
locity of 6 m/s when the tank is full. 


Design and Essay Problems 


12-86 Your company is setting up an experiment that in- 
volves the measurement of airflow rate in a duct, and you are 
to come up with proper instrumentation. R esearch the available 
techniques and devices for airflow rate measurement, discuss 
the advantages and disadvantages of each technique, and make 
a recommendation. 


12-87 Computer-aided designs, the use of better materials, 
and better manufacturing techniques have resulted in a tremen- 
dous increase in the efficiency of pumps, turbines, and electric 
motors. Contact several pump, turbine, and motor manufac- 
turers and obtain information about the efficiency of their 
products. In general, how does efficiency vary with rated 
power of these devices? 


12-88 Using ahandheld bicycle pump to generate an air jet, 
a soda can as the water reservoir, and a straw as the tube, de- 
sign and build an atomizer. Study the effects of various para- 
meters such as the tube length, the diameter of the exit hole, 
and the pumping speed on performance. 


12-89 Using a flexible drinking straw and a ruler, explain 
how you would measure the water flow velocity in a river. 
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hen dealing with engineering problems, it is desirable to obtain fast 

and accurate solutions at minimal cost. M ost engineering problems, 

including those associated with fluid flow, can be analyzed using 
one of three basic approaches: differential, experimental, and control volume. 
In differential approaches, the problem is formulated accurately using dif- 
ferential quantities, but the solution of the resulting differential equations is 
difficult, usually requiring the use of numerical methods with extensive 
computer codes. Experimental approaches complemented with dimensional 
analysis are highly accurate, but they are typically time-consuming, and ex- 
pensive. The finite control volume approach described in this chapter is re- 
markably fast and simple, and usually gives answers that are sufficiently 
accurate for most engineering purposes. Therefore, despite the approxima- 
tions involved, the basic finite control volume analysis performed with a pa- 
per and pencil has always been an indispensable tool for engineers. 

In this chapter, we present the finite control volume momentum analysis of 
fluid flow problems. First we give an overview of the conservation relations 
for mass, linear momentum, angular momentum, and energy, and derive the 
Reynolds transport theorem. Then we develop the linear and angular momen- 
tum equations for control volumes, and use them to determine the forces and 
moments associated with fluid flow. 
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FIGURE 13-1 

Linear momentum is the product of 
mass and velocity, and its direction is 
the direction of velocity. 


Rate of change 
of momentum 





FIGURE 13-2 

Newton's second law is also expressed 
as the rate of change of the momentum 
of a body is equal to the net force 
acting on it. 
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13-1 = NEWTON’S LAWS AND CONSERVATION 
OF MOMENTUM 


Newton's laws are relations between motions of bodies and the forces acting 
on them. N ewton's first law states that "a body at rest remains at rest, and a 
body in motion remains in motion at the same velocity in a straight path when 
the net force acting on it is zero." Therefore, a body tends to preserve its state 
or inertia. N ewton's second law states that "the acceleration of a body is pro- 
portional to the net force acting on it and is inversely proportional to its 
mass." Newton's third law states "when a body exerts a force on a second 
body, the second body exerts an equal and opposite force on the first." There- 
fore, the direction of an exposed reaction force depends on the body taken as 
the system. 

For a rigid body of mass m, N ewton's second law is expressed as 
dy! d(mY) 


Newton's second law: Е = та = т “a> at (13-1) 
where F is the net force acting on the body and a is the acceleration of the 
body under the influence of F . 

The product of the mass and the velocity of a body is called the linear mo- 
mentum or just the momentum of the body. The momentum of a rigid body of 
mass m moving with a velocity '/ is m'i/ (Fig. 13- 1). Then Newton's second 
law expressed in Eq. 13-1 can also be stated as "the rate of change of the mo- 
mentum of a body is equal to the net force acting on the body" (Fig. 13-2). 
This statement is more in line with N ewton's original statement of the second 
law, and itis more appropriate for use in fluid mechanics when studying the 
forces generated as a result of velocity changes of fluid streams. Therefore, in 
fluid mechanics, N ewton's second law is usually referred to as the linear mo- 
mentum equation. 

The momentum of a system remains constant when the net force acting on 
it is zero, and thus the momentum of such systems is conserved. This is 
known as the conservation of momentum principle. This principle has proven 
to be a very useful tool when analyzing collisions such as those between balls; 
between balls and rackets, bats, or clubs; and between atoms or subatomic 
particles; and explosions such as those that occur in rockets, missiles, and 
guns. The momentum of a loaded rifle, for example, must be zero after shoot- 
ing since itis zero before shooting, and thus the rifle must have a momentum 
equal to that of the bullet in the opposite direction so that the vector sum of the 
two is zero. 

Note that force, acceleration, velocity, and momentum are vector quantities, 
and as such they have direction as well as magnitude. Also, momentum is a 
constant multiple of velocity, and thus the direction of momentum is the di- 
rection of velocity. Any vector equation can be written in scalar form for a 
specified direction using magnitudes, e.g., F, — ma, — d(mY;)/dt in the x 
direction. 

The counterpart of Newton's second law for rotating rigid bodies is ex- 
pressed as M = la, where M is the net torque applied on the body, | is the 
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moment of inertia of the body about the axis of rotation, and o is the angular 
acceleration. It can also be expressed in terms of the rate of change of angular 
momentum dH /dt as 


dg 409) dH 





Angular momentum equation: M=la=| a ae 7 WE (13-2) 
where à is the angular velocity. For a rigid body rotating about a fixed x-axis, Net torque 
the angular momentum equation can be written in scalar form as 
do, dH, 
Angular momentum about x-axis: М,- ЇЕ =E (13-3) 


The angular momentum equation can be stated as “the rate of change of 
the angular momentum of a body is equal to the net torque acting on it” 





(Fig. 13-3). Rate of change 
The total angular momentum of a rotating body remains constant when the of angular momentum 

net torque acting on it is zero, and thus the angular momentum of such sys- 

tems is conserved. This is known as the conservation of angular momentum 

principle, and is expressed as Iw = constant. M any interesting phenomena FIGURE 13-3 
such as an ice skater spinning faster when she brings her arms close to her The rate of change of the angular 
body and a diver rotating faster when he curls after the jump can be ex- Momentum of a body is equal to the 
plained easily with the help of the conservation of angular momentum prin- net torque acting on it. 


ciple (in both cases, the moment of inertia! is decreased and thus the angular 
velocity w is increased as the outer parts of the body are brought closer to the 
axis of rotation). 


13-2 = THE REYNOLDS TRANSPORT THEOREM 


In thermodynamics and solid mechanics we often work with a system (also 
called a closed system), defined as a quantity of matter of fixed identity. In 
fluid dynamics, it is more common to work with a control volume (also 
called an open system), defined as a region in space chosen for study. The 
size and shape of a system may change during a process, but no mass crosses 
its boundaries. A control volume, on the other hand, allows mass to flow in or 
out across its boundaries, which are called the control surface. A control vol- (a) b) 
ume may also move and deform during a process, but many real-world appli- FIGURE 134 
cations involve fixed, nondeformable control volumes. Two methods of analyzing the 

Figure 13-4 illustrates both a system and a control volume for the case of spraying of deodorant from a spray 
deodorant being sprayed from a spray can. When analyzing the spraying can: (a) We follow the fluid as it 
process, a natural choice for our analysis is either the moving, deforming fluid — moves and deforms. This is the system 
(a system) or the volume bounded by the inner surfaces of the can (a control — approach— no mass crosses the 
volume). These two choices are identical before the deodorant is sprayed. boundary and the total mass of the 
When some contents of the can are discharged, the system approach considers system remains fixed. (b) We consider 
the discharged mass as part of the system, and tracks it (a difficult job indeed), a fixed interior volume of the can. 
and thus the mass of the system remains constant. Conceptually this is equiv- This isthe control volume approach— 
alent to attaching a flat balloon to the nozzle of the can, and letting the spray mass crosses the boundary. 
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a 
Control 
volume 
FIGURE 13-5 


The Reynolds transport theorem 
provides a link between the system 
approach and the control volume 
approach. 


cen54261 chl3.qxd 2/16/04 8:40 AM Page 562 F 


inflate the balloon. The inner surface of the balloon now becomes part of the 
boundary of the system. The control volume approach, however, is not 
concerned at all with the deodorant that has escaped the can (other than its 
properties at the exit), and thus the mass of the control volume decreases dur- 
ing this process while its volume remains constant. Therefore, the system ap- 
proach treats the spraying process as an expansion of the system’s volume, 
whereas the control volume approach considers it as a fluid discharge through 
the control surface of the fixed control volume. 

Most principles of fluid mechanics are adopted from solid mechanics, 
where the physical laws dealing with the time rates of change of extensive 
properties are expressed for systems. In fluid mechanics, it is usually more 
convenient to work with control volumes, and thus there is a need to relate the 
changes in a control volume to the changes in a system. The relationship be- 
tween the time rates of change of an extensive property for a system and for a 
control volume is expressed by the Reynolds transport theorem (abbrevi- 
ated RTT), which provides the link between the system and control volume 
approaches (Fig. 13-5). 

The general form of the Reynolds transport theorem can be derived by con- 
sidering a general system with an arbitrary shape and arbitrary interactions, 
but the derivation is rather involved. To help you grasp the fundamental mean- 
ing of the theorem, we derive it first in a straightforward manner using a sim- 
ple geometry, and then generalize the results. 

Consider fluid flow from left to right through a diverging (expanding) por- 
tion of a flow field as sketched in Fig. 13-6. The upper and lower bounds of 
the fluid under consideration are streamlines of the flow, and we assume uni- 
form flow through any cross section between these two streamlines. We 
choose the control volume to be fixed between sections (1) and (2) of the flow 
field. Both (1) and (2) are normal to the direction of flow. At some initial time 
t, the system coincides with the control volume, and thus the system and con- 
trol volume are identical (the shaded region in Fig. 13-6). During time inter- 
val At, the system moves in the flow direction at uniform speeds 1 at section 
(1) and °V, at section (2). The system at this later time is indicated by the 
hatched region. The region uncovered by the system during this motion is des- 
ignated as section | (which is still part of the CV ), and the new region covered 
by the system is designated as section I| (not part of the CV ). Therefore, at 
time t + At, the system consists of the same fluid, but it occupies the region 
СУ-41 + II. The control volume is fixed in space, and thus it remains as the 
shaded region marked CV at all times. 

Let B represent any extensive property (such as mass, energy, or momen- 
tum), and let b — B/m represent the corresponding intensive property. N ot- 
ing that extensive properties are additive, the extensive property B of the 
system at times t and t + At can be expressed as 


Bost =Bcy,¢ (the system and CV concide at time t) 
(13-4) 
Boys teat = Bev, teat — Bi teat + Bu, teat 


Subtracting the first equation here from the second one and dividing by At 
gives 
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Control volume at timet + At 
(CV remains fixed in time) 


System (material volume) 
and control volume at timet 
(shaded region) 


System at timet - At 
(hatched region) 


EN 





Inflow during At 
Outflow during At 


Attimet: Sys = CV 
Аїйтеѓ + Аб 5уѕ = СУ – 1 + 11 


FIGURE 13-6 

A moving system (hatched region) and a fixed control volume (shaded region) in 
a diverging portion of a flow field at times t and t + At. The upper and lower 
bounds are streamlines of the flow. 


Boys teat E Bst Bcv coat эс Bev,t Bi coat i By teat 


At At At At (379) 


Taking the limit as At + 0, while using the definition of derivative yields 











са Bin + Bou (13-6) 
or 
m Ы а — bipiViAi + 02р2Аз (13-7) 
since 


By teat = DM, teat = Dip teat = Dips ViAtA; 
Bu teat = оту, t+at = D» pz Vii, te At — D; p V; AtA; 
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Mass Mass 
entering 9: leaving / 
í Control volume 1 
> a’ ” ? 
n= ~ 
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outward — ? X 
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> 
n 
S 
n 
Mass 
leaving 


Ba Bou Bales pbY «n dA 


FIGURE 13-7 x 

The integral of bpV - n dA over the 
control surface gives the net amount 
of the property B flowing out of the 
control volume (into the control 
volume if it is negative) per unit time. 


=> 
= 


dA Y 
0 dA 8 
Outflow Inflow y 
0 < 90? 0 » 90° 


= 


V : Velocity vector 
fi ; Outer normal vector 


Fe â = IFI Â Icos 0 = V cos 0 

Tf 0 < 90°, then cos @ > 0 (outflow). 

If 8 > 90°, then cos 0 < 0 (inflow). 

If 6 = 90°, then cos @ = 0 (no flow). 
FIGURE 13-8 
Inflow and outflow of mass across the 
differential area of a control surface. 


Tage JYT 








and 
. . By t+At bipi V AtA; 
В = Ву = і : -1 = b pV A 
ЕЕЕ aa ap A 
: : B bap: V AtA 
Bou = By = lim ыа lim c Боро А 
Ao At Аг-э0 At 


Equation 13-6 states that the time rate of change of the property B of the sys- 
tem is equal to the time rate of change of B of the control volume plus the net 
flux of B by mass across the control surface. This is the desired relation since 
it relates the change of a property of a system to the change of that property 
for a control volume. Note that Eq. 13—6 applies at any instant of time, where 
it is assumed that the system and the control volume occupy the same space at 
that particular instant of time. 

The influx B;, and outflux B, of the property B in this case are easy to de- 
termine since there is only one inlet and one exit, and the velocities are nor- 
mal to the surfaces at sections (1) and (2). In general, however, we may have 
several inlet and exit ports, and the velocity may not be normal to the control 
surface at the point of entry. Also, the velocity may not be uniform. To gener- 
alize the process, we consider a differential surface area dA on the control sur- 
face, and denote its unit outer normal by 7. The, flow rate of the property b 
through dA is pb - n dA since the dot product Y -n gives the normal com- 
ponent of the velocity. Then the net rate of flow through the entire control sur- 
face is determined by integration to be (Fig. 13-7) 


В.. - Bou - B, - | pb :ndA (inflow if negative) (13-8) 
cs 


An important aspect of this relation is that it automatically subtracts the in- 
flow from the outflow, as explained next. The dot product of the velocity y vec- 
tor at a point on the control surface and the outer normal at that point is Von 

= |V||n| cos 6 = l| cos 6, where 0 is the angle between the velocity vector 
and the outer normal, as shown in Fig. 13-8. For 0 « 90*, we have cos 0 — 0 
and thus Ý - 2 > 0 for outflow ОЁ, mass from the control volume, and for 6 > 
90°, we have cos 0 < 0 and thus V +n <0 for inflow of mass into the control 
volume. Therefore, the differential quantity pbÝ - n dA is positive for mass 
flowing out of the control volume, and negative for mass flowing into the con- 
trol volume, and its integral over the entire control surface gives the rate of net 
outflow of the property B by mass. 

The properties within the control volume may vary with position, in gen- 
eral. In such a case, the total amount of property B within the control volume 
must be determined by integration: 


Boy = | pb dV (13-9) 
СУ 





Bc 
dt 
time rate of change of the property B content of the control volume. A positive 
value for dBe./dt indicates an increase in the B content, and a negative value 


The term <“ іп Eq. 13-6 is thus equal to 4 | pb dV, and represents the 
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indicates a decrease. Substituting Eqs. 13—8 and 13-9 into Eq. 13-6 yields the 
Reynolds transport theorem, also known as the system-to-control-volume 
transformation for a fixed control volume: 


dt dt 
СУ GS 


dB, q TN 

RTT, fixed CV: = | pbdV+ | pbV-ndA (13-10) 

When the control volume is not moving or deforming with time, the time 
derivative on the right-hand side can be moved inside the integral since the 
domain of integration does not change with time. (In other words, it is irrele- 
vant whether we differentiate or integrate first.) But the time derivative in that 
case must be expressed as a partial derivative (0/dt) since density and the 
quantity b may depend on the position within the control volume. Thus, an al- 
ternate form of the Reynolds transport theorem for a fixed control volume is 


Sys 


Alternate RTT, fixed CV: T | 2. (pb) dV + | pb -n dA (13-11) 
CV CS 





Equation 13-10 was derived for a fixed control volume. However, many 
practical systems such as turbine and propeller blades involve nonfixed con- 
trol volumes. Fortunately, Eq. 13-10 is also valid for moving and/or de- 
forming control volumes provided that the absolute fluid velocity ^ іп the last 
term be replaced by the relative velocity V,, 





Relative velocity: V, =ý- 2 (13-12) FIGURE 13-9 


Relative velocity crossing a control 


where Tes is the local velocity of the control surface (Fig. 13-9). The most surface is found by vector addition of 





general form of the Reynolds transport theorem is thus the absolute velocity of the fluid and 

dB 4 the negative of the local velocity of 

RTT, nonfixed CV: 2 - 4| pbdV+ | pbv,-n dA (13-13) the control surface. 
CV CS 


И : Absolute reference frame: 
Note that for a control volume that moves and/or deforms with time, 


the time derivative must be applied after integration, as in Eq. 13-13. As a 
simple example of a moving control volume, consider a toy car moving at a 


constant absolute velocity y. = 10 km/h to the right. A high-speed jet of wa- 


Ss 


ter (absolute velocity = ‘V;., = 25 km/h to the right) strikes the back of the car 
and propels it (Fig. 13-10). If we draw a control volume around the car, the 
relative velocity is V. = 25 — 10 = 15 km/h to the right. This represents the 
velocity at which an observer moving with the control volume (moving with 
the car) would observe the fluid crossing the control surface. In other words, 
V, is the fluid velocity expressed relative to a coordinate system moving with 
the control volume. 

Finally, by application of Leibnitz theorem, it can be shown that the 
Reynolds transport theorem for a general moving and/or deforming control 
volume (Eq. 13-13) is equivalent to the form given by Eq. 13-11, which is re- 








peated here: FIGURE 13-10 
dB . Reynolds transport theorem applied 

Alternate RTT, nonfixed CV: 2 - | 2 (pb) dV | pb - n dA (13-14) to a control volume moving 
k CV CS at constant velocity. 
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FIGURE 13-11 

The uniform-flow approximation is 
valid across a limited type of inlet 
and/or outlet. Examples include the 
jet exiting from a well-designed 
nozzle, uniform free-stream flow in 
wind tunnels, and well-rounded inlets 
to pipes and ducts. In the pipe 
entrance region sketched here, the 
uniform-flow approximation is 
reasonable at the inlet of the control 
volume, but would be a poor 
approximation at the control volume 
outlet since the flow there is not 
uniform. 
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We emphasize that the velocity vector Y in Eq. 13-14 must be taken as the 
absolute velocity (as viewed from a fixed reference frame) in order to apply 
to a nonfixed control volume. 


Special Case 1: Steady Flow 

During steady flow, the amount of the property B within the control volume 
remains constant, and thus the time derivative in Eq. 13-10 becomes zero. 
Then the Reynolds transport theorem reduces to 


аВ,у; 


RTT, steady flow: Ta | pb -n dA (13-15) 
cs 


Note that unlike the control volume, the property B content of the system may 
still change with time during a steady process. But in this case the change 
must be equal to the net property transported by mass across the control sur- 
face (an advective rather than an unsteady effect). 


Special Case 2: Uniform Inlets and Outlets 

In most practical applications of the RTT, fluid crosses the boundary of the 
control volume at a finite number of inlets and outlets. Furthermore, there are 
some applications where there are nearly uniform properties over the cross 
sections where fluid enters or leaves the control volume (Fig. 13-11). In such 
cases, the control surface integral of Eq. 13-14 can be replaced by an alge- 
braic summation. Since p, V, and b are uniform across the inlet or outlet, the 
Reynolds transport theorem in this case reduces to 


RTT, uniform inlets and outlets: 





ЯВ... 

= 4| pbdV-- W, pbVA — W, pbYA (13-16) 

dt übt EX LU ry 9. Ээж 

for each outlet for each inlet 

or 
dB. 
sys d - . i 

1 -4| m EAD 200 (13-17) 


since at any inlet or outlet, m = pVA. 

Note that the assumption of uniform inlets and outlets simplifies the analy- 
sis greatly, but may not always be valid. In most real cases, the inflow or out- 
flow is not uniform. In such cases we are tempted to simply let p, V, and b be 
the mean density, mean velocity, and mean property across the inlet or outlet 
respectively, and apply Eq. 13-16. However, this leads to errors in the analy- 
sis since the control surface integral of Eq. 13-14 becomes nonlinear when 
property b contains a velocity term (e.g., in the linear momentum equation 
b = V). Fortunately we can eliminate the errors by including correction fac- 
tors in Eq. 13-16, as discussed later in this chapter. 

Equations 13-15 through 13-17 apply to fixed or moving control volumes, 
but as discussed previously the relative velocity must be used for the case of a 
nonfixed control volume. In Eq. 13-17 for example, the mass flow rate is rel- 
ative to the (moving) control surface. 
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The Reynolds transport theorem can be applied to any scalar or vector prop- 
erty. In this chapter, we will apply the Reynolds transport theorem to conser- 
vation of mass, linear momentum, and angular momentum by choosing 
parameter B to be mass, linear momentum, or angular momentum, respec- 
tively. In this fashion we can easily convert from the fundamental system con- 
servation laws (Lagrangian view point) to forms that are valid and useful in a 
control volume analysis (Eulerian view point). 


An Application: Conservation of Mass 

The general conservation of mass relation for a control volume can also be de- 
rived using the Reynolds transport theorem by taking the property B to be the 
mass, m. Then we have b = 1 since dividing the mass by mass to get the prop- 
erty per unit mass gives unity. Also, the mass of a system is constant, and thus 
its time derivative is zero. That is, dm,,,/dt — 0. Then the Reynolds transport 








equation in this case reduces to (Fig. 13-12) dB. 4| pb dV 4 | pb( - 3) dA 
d ад Н 
General conservation of mass: af p dV | p (® -n)dA=0 (13-18) | | | 
EY eS B=m b=1 b= 

It states that the time rate of change of mass within the control volume plus the | | | 
net mass flow rate through the control surface is equal to zero. dmy (4 PON 

This demonstrates that the Reynolds transport theorem is a very powerful й dt 1 2 dV 1 2 C- n) dA 
tool, and we can use it with confidence. 

Splitting the surface integral in Eq. 13—18 into two parts—one for the out- | FIGURE 13-1 2 
going flow streams (positive) and one for the incoming streams (negative)— The conservation of mass equation 


is obtained by replacing B in 
the Reynolds transport theorem by 


mass m, and b by 1 (m per unit 
[os dA — 0 (13-19) mass = m/m = 1). 


the general conservation of mass relation can also be expressed as 


4| pav+ > | ov, ал – У, 
СУ А 


ош in “A 


Using the definition of mass flow rate, it can also be expressed as 


d : : ат : : 
а) ау = Ут = Ут ог a = Ут = =m (13-20) 


out in out 





where the summation signs are used to emphasize that all the inlets and out- 
lets are to be considered. 


13-3 - CHOOSING A CONTROL VOLUME 


We now briefly discuss how to wisely select a control volume. A control vol- 
ume can be selected as any arbitrary region in space through which fluid 
flows, and its bounding control surface can be fixed, moving, and even de- 
forming during flow. The application of a basic conservation law is simply a 
systematic procedure for bookkeeping or accounting of the quantity under 
consideration, and thus it is extremely important that the boundaries of the 
control volume are well defined during an analysis. Also, the flow rate of any 
quantity into or out of a control volume depends on the flow velocity relative 
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Fixed control volume 








Deforming 
control volume 


(c) 


FIGURE 13-13 
Examples of (a) fixed, (b) moving, 
and (c) deforming control volumes. 
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to the control surface, and thus it is essential to know if the control volume re- 
mains at rest during flow or if it moves. 

Many flow systems involve stationary hardware firmly fixed to a stationary 
surface, and such systems are best analyzed using fixed control volumes. 
When determining the reaction force acting on a tripod holding the nozzle of 
a hose, for example, a natural choice for the control volume is one that passes 
perpendicularly through the nozzle exit flow and through the bottom of the tri- 
pod legs (Fig. 13—-13a). This is a fixed control volume, and the water velocity 
relative to a fixed point on the ground is the same as the water velocity rela- 
tive to the nozzle exit plane. 

When analyzing flow systems that are moving or deforming, it is usually 
more convenient to allow the control volume to move or deform. When deter- 
mining the thrust developed by the jet engine of an airplane cruising at con- 
stant velocity, for example, a wise choice of control volume is one that 
encloses the airplane and cuts through the nozzle exit plane (Fig. 13-13»). 
The control volume in this case moves with velocity ly, which is identical to 
the cruising velocity of the airplane relative to a fixed point on earth. When 
determining the quantity of exhaust gases leaving the nozzle, the proper ve- 
locity to use is the velocity of the exhaust gases relative to the nozzle exit 
plane, that is the relative velocity y, Since the entire control volume moves at 
velocity Voy, Eq. 13-12 becomes Y. =ý- Lm where T is the absolute ve- 
locity of the exhaust gases, i.e., the velocity relative to a fixed point on earth. 
Note that y. is the fluid velocity expressed relative to a coordinate system 
moving with the control volume. Also, this is a vector equation, and velocities 
in opposite direction have opposite signs. For example, if the airplane is cruis- 
ing at 500 km/h to the left, and the velocity of the exhaust gases is 800 km/h 
to the right relative to the ground, the velocity of the exhaust gases relative to 
the nozzle exit is 





V.=V—Vey = 8007 — (—5007) = 13007 km/h 


That is, the exhaust gases leave the nozzle at 1300 km/h to the right relative to 
the nozzle exit (in the direction opposite to that of the airplane); this is the ve- 
locity that should be used when evaluating the outflow of exhaust gases 
through the control surface (Fig. 13—13b). Note that the exhaust gases would 
appear motionless to an observer on the ground if the relative velocity were 
equal in magnitude to the airplane velocity. 

When analyzing the purging of exhaust gases from a reciprocating internal 
combustion engine, a wise choice for the control volume is one that comprises 
the space between the top of the piston and the cylinder head (Fig. 13-13c). 
This is a deforming control volume, since part of the control surface moves 
relative to other parts. The relative velocity for an inlet or outlet on the 


deforming part of a control surface is then given by Eq. 13-12, y. = ў – Tos, 
where Y is the absolute fluid velocity and (27 is the control surface velocity, 
both relative to a fixed point outside the control volume. Note that Ves = Vey 
for moving but nondeforming control volumes, and Ys - Vey = 0 for fixed 
ones. 
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13-4 FORCES ACTING ON A CONTROL VOLUME 


The forces acting on a control volume consist of body forces that act through- 
out the entire body of the control volume (such as gravity, electric, and mag- 
netic forces) and surface forces that act on the control surface (such as the 
pressure and viscous forces and reaction forces at points of contact). 

In control volume analysis, the sum of all forces acting on the control 


volume at a particular instant of time is represented by 5 F, and is expressed as 


Total force acting on control volume: SF = S Æ up (13-21) 


Body forces act on each volumetric portion of the control volume. The body 
force acting on a differential element of fluid of volume dV within the control 
volume is shown in Fig. 13-14, and we must perform a volume integral to ac- 
count for the net body force on the entire control volume. Surface forces act 
on each portion of the control surface. A differential surface element of area 
dA and unit outward normal n on the control surface is shown in Fig. 13-14, 
along with the surface force acting on it. We must perform an area integral to 
obtain the net surface force acting on the entire control surface. As sketched, 
the surface force may act in a direction independent of that of the outward 
normal vector. 

The most common body force is that of gravity, which exerts a downward 
force on every differential element of the control volume. While other body 
forces, such as electric and magnetic forces may be important in some analy- 
ses, we consider only gravitational forces here. 

A careful selection of the control volume enables us to write the total force 


acting on the control volume, 5 F, as the sum of more readily available quan- 
tities like weight, pressure, and reaction forces. We recommend the following 
for control volume analysis: 


YF = Rr ЕЗ + Зоо T TF 3l S Ps 


total force body force 


Total force: (13-22) 





surface forces 


The first term on the right-hand side of Eq. 13—22 is the body force weight, 
since gravity is the only body force we are considering. The other three terms 
combine to form the net surface force; they are pressure forces, viscous forces, 


and "other" forces acting on the control surface. > Fe is composed of reac- 
tion forces required to turn the flow, forces at bolts, cables, struts, or walls 
through which the control surface cuts, etc. 

All of these surface forces arise as the control volume is isolated from its 
surroundings for analysis, and the effect of any detached object is accounted 
for by a force at that location. This is similar to drawing a free-body-diagram 
in your statics and dynamics classes. We should choose the control volume 
such that the forces that we are not interested in remain internal, and thus they 
do not complicate the analysis. A well-chosen control volume exposes only 
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Control volume (CV) 
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Control surface (CS) b 
FIGURE 13-14 
The total force acting on a control 
volume is composed of body forces 
and surface forces; body force is 
shown on a differential volume 


element, and surface force is shown 
on a differential surface element. 
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P, (gage) 


With atmospheric 
pressure considered 


FIGURE 13-15 

The atmospheric pressure acts in all 
directions, and thus it can be ignored 
when performing force balances since 
its effect cancels out in every 
direction. 


With atmospheric 











Wraucet 
p Out 


FIGURE 13-16 

Cross section through a faucet 
assembly, illustrating the importance 
of choosing a control volume wisely; 


CV B is much easier to work with than 
CVA. 


ау viv 


pressure cancelled out 


the forces that are to be determined (such as reaction forces) and a minimum 
number of other forces. 

Only external forces are considered in the analysis. The internal forces 
(such as the pressure force between a fluid and the inner surfaces of the flow 
section) are not considered in a control volume analysis unless they are ex- 
posed by passing the control surface through that area. 

A common simplification in the application of Newton's laws of motion is 
to subtract the atmospheric pressure and work with gage pressures. This is be- 
cause the atmospheric pressure acts in all directions, and its effect cancels out 
in every direction (Fig. 13-15). This means we can also ignore the pressure 
forces at outlet sections where the fluid is discharged to the atmosphere since 
the discharge pressures in such cases will very nearly be atmospheric pressure 
at subsonic velocities. 

As an example of how to wisely choose a control volume, consider control 
volume analysis of water flowing steadily through a faucet with a partially 
closed gate valve spigot (Fig. 13-16). It is desired to calculate the net force on 
the flange to ensure that the flange bolts are strong enough. There are many 
possible choices for the control volume. Some authors restrict their control 
volumes to the fluid itself, as indicated by CV A (the colored control volume). 
With this control volume, there are pressure forces that vary along the control 
surface, there are viscous forces along the pipe wall and at locations inside the 
valve, and there is a body force, namely, the weight of the water in the control 
volume. Fortunately, to calculate the net force on the flange, we do not need 
to integrate the pressure and viscous stresses all along the control surface. In- 
stead, we can lump the unknown pressure and viscous forces together into one 
reaction force, representing the net force of the walls on the water. This force, 
plus the weight of the faucet and the water, is equal to the net force on the 
flange. (We must be very careful with our signs, of course.) 

When choosing a control volume, you are not limited to the fluid alone. Of- 
ten it is more convenient to slice the control surface through solid objects such 
as walls, struts, or bolts as illustrated by CV B (the gray control volume) in 
Fig. 13-16. A control volume may even surround an entire object, like the one 
shown here. Control volume B is a wise choice because we are not concerned 
with any details of the flow or even the geometry inside the control volume. 
For the case of CV B, we assign a net reaction force acting at the portions of 
the control surface that slice through the flange. Then, the only other things 
we need to know are the gage pressure of the water at the flange (the inlet to 
the control volume) and the weights of the water and the faucet assembly. The 
pressure everywhere else along the control surface is atmospheric (zero gage 
pressure), and cancels out. This problem is revisited in Section 13-5. 


13-5 = THE LINEAR MOMENTUM EQUATION 


Newton’s second law for a system of mass m subjected to a net force F is ex- 
pressed as 


f= me mo dg 
УЕ = та = т di = mv) (13-23) 
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where mV is the linear momentum of the system. Noting that both the den- 
sity and velocity may change from point to point within the system, Newton’s 
second law can be expressed more generally as 


pF-4/ Vp dv 


Sys 


(13-24) 


where ôm = p dV is the mass of a differential volume element dV, and Vp dV 
is its momentum. Therefore, Newton’s second law can be stated as the sum of 
all external forces acting on a system is equal to the time rate of change of lin- 
ear momentum of the system. This statement is valid for a coordinate system 
that is at rest or moves with a constant velocity, called an inertial coordinate 
system or inertial reference frame. Accelerating systems such as aircraft dur- 
ing takeoff are best analyzed using noninertial (or accelerating) coordinate 
systems fixed to the aircraft. Note that Eq. 13-24 is a vector relation, and thus 
the quantities F and V have direction as well as magnitude. 

The preceding relation is for a given mass of a solid or fluid, and is of lim- 
ited use in fluid mechanics since most flow systems are analyzed using con- 
trol volumes. The Reynolds transport theorem developed in Section 13-2 
provides the necessary tools to shift from the system formulation to the con- 
trol volume formulation. Setting b = V and thus B = тї, the Reynolds 
transport theorem can be expressed for linear momentum as (Fig. 13-17) 


dmv dys d | 
CV 


u a ptave | pV ch -iiyan (13-25) 


С5 

But the left-hand side of this equation is, from Eq. 13—23, equal to SF. Sub- 
stituting, the general form of the linear momentum equation that applies to 
fixed, moving, or deforming control volumes is obtained to be 

(13-26) 


General: 


pF-4/ pv ave | pV(V.-n) dA 
АТ cs 


which can be stated as 


The sum of all The time rate of change of The net flow rate of 


the linear momentum of the | - | linear momentum out of the 


contents of the CV 


external forces | — 


acting on a CV control surface by mass flow 


Here V. = V — Vos is the fluid velocity relative to the control surface (for use 
in mass flow rate calculations at all locations where the fluid crosses the con- 


trol surface), and V is the fluid velocity as viewed from a fixed reference 


frame. The product p(‘V, - 7) dA represents the mass flow rate through area 
element dA into or out of the control volume. 
For a fixed control volume (no motion or deformation of control volume), 


V. = V and the linear momentum equation becomes 


Х6-4| 


СУ 


Fixed CV: pV dV+ | pV (V +n) dA (13-27) 


С5 
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C: 

FIGURE 13-17 

The linear momentum equation is 
obtained by replacing B in the 
Reynolds transport theorem by the 
total momentum mY, and b by the 
momentum per unit mass y. 
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(Pressure 
F, Ry pa force) 


27 
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(Reaction force) 
Fr, 


An 180° elbow supported by the ground 
FIGURE 13-18 


In most cases, the force F consists of 
weights, hydrostatic pressure forces, 
and reaction forces. 
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FIGURE 13-19 
In a typical engineering problem, the 
control volume may contain many 
inlets and outlets; at each inlet or 
outlet we define the mass flow rate 
m and the mean velocity V, 


m 


Aye a 


Note that the momentum equation is a vector equation, and thus each term 
should be treated as a vector. Also, the components of this equation can be re- 
solved along orthogonal coordinates (such as x, y, and z in the rectangular 


coordinate system) for convenience. The force F in most cases consists of 
weights, hydrostatic pressure forces, and reaction forces (Fig. 13-18). The 
momentum equation is commonly used to calculate the forces (usually on 
support systems or connectors) induced by the flow. 


Special Cases 

During steady flow, the amount of momentum within the control volume re- 
mains constant, and thus the time rate of change of linear momentum of the 
contents of the control volume (the derivative in Eq. 13—26) is zero. It gives 


Steady flow: SF= | pV (‘V.-n)dA (13-28) 
С5 


Most momentum problems considered in this text are steady. 

While Eq. 13—27 is exact for fixed control volumes, it is not always conve- 
nient when solving practical engineering problems because of the integrals. 
Instead, as we did for conservation of mass, we would like to rewrite 
Eq. 13-27 in terms of mean velocities and mass flow rates through inlets and 
outlets. In other words, our desire is to rewrite the equation in algebraic rather 
than integral form. In many practical applications, fluid crosses the bound- 
aries of the control volume at one or more inlets and one or more outlets, and 
carries with it some momentum into or out of the control volume. For sim- 
plicity, we always draw our control surface such that it slices normal to the in- 
flow or outflow velocity at each such inlet or outlet (Fig. 13-19). 

The mass flow rate m into or out of the control volume across an inlet or 
outlet is 


Mass flow rate across an inlet or outlet. =m = | pCY -n) dA. = pV,A, — (13-29) 
A, 


Comparing Eq. 13-29 with Eq. 13-27, we notice an extra velocity in the con- 


trol surface integral of Eq. 13—27. If Y were uniform e = 3.) across the inlet 
or outlet, we could simply take it outside the integral. Then we could write the 
rate of inflow or outflow of momentum through the inlet or outlet in simple 
algebraic form, 


Momentum flow rate across a uniform inlet or outlet: 


| pV CP пад, = ола, =, (13-30) 
А, 


The uniform flow approximation is reasonable at some inlets and outlets, e.g., 
the well-rounded entrance to a pipe, the flow at the entrance to a wind tunnel 
test section, and a slice through a water jet moving at nearly uniform speed 
through air (Fig. 13-20). At each such inlet or outlet, Eq. 13-30 can be ap- 
plied directly. 
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, FIGURE 13-20 
Examples of inlets or outlets 
in which the uniform flow 








! 

l 
Nozzle = D approximation is reasonable: 
ын (a) the well-rounded entrance to 
a pipe, (b) the entrance to 
5 a wind tunnel test section, and 
` (c) a slice through a free 
(c) water jet in air. 


Momentum-Flux Correction Factor, ( 

Unfortunately, the velocity across many inlets and outlets of practical engi- 
neering interest is not uniform. Nevertheless, it turns out that we can still con- 
vert the control surface integral of Eq. 13—27 into algebraic form, but a 
dimensionless correction factor B, called the momentum-flux correction fac- 
tor, is required. The algebraic form of Eq. 13—27 for a fixed control volume is 
then written as 


= = а D ran = mE 
ХЕ = [o ау + У Вт, Хв", (13-31) 


out 


where a unique value of momentum-flux correction factor is applied to each 
inlet and outlet in the control surface. Note that (9 = 1 for the case of uniform 
flow over an inlet or outlet, as in Fig. 13-20. For the general case, we define 
P such that the integral form of the momentum flux into or out of the control 
surface at an inlet or outlet of cross-sectional area A, can be expressed in 
terms of mass flow rate m through the inlet or outlet and mean velocity Vp, 
through the inlet or outlet, 


Momentum flux across an inlet or outlet: | рүү -n) dA, = pnt, (13-32) 
А 


For the case in which density is uniform over the inlet or outlet, we solve 
Eq. 13-32 for B, 


2 pY CI - n) dA, 2 pV(V -n) dA, 
A, А, 


В = — = = (13-33) 
тү, pV, AV, 





where we have substituted o^, A, for m in the denominator. The densities 
cancel and since V, is constant, it can be brought inside the integral. Further- 
more, if the control surface slices normal to the inlet or outlet area, we have 


(Ù - n) dA, = VdA,. Thus, Eq. 13-33 simplifies to 


Momentum flux correction factor: В = i| (7) aa, (13-34) 
€ A, т, 
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FIGURE 13-21 

Velocity profile over a cross section 
of pipe in which the flow is fully 
developed and laminar. 
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Note that we have also assumed that ‘V is in the same direction as V, over the 
inlet or outlet. It turns out that for any velocity profile you can imagine, [В 15 
always greater than or equal to unity. 





EXAMPLE 13-1 Momentum-Flux Correction Factor for Laminar 
Pipe Flow 


Consider laminar flow through a very long straight section of round pipe. It is 
shown in Chap. 12 that the velocity profile through a cross-sectional area of the 
pipe is parabolic (Fig. 13-21), with axial velocity component given by 


У = 2, 


r2 
1 -5) (1) 


where RF is the radius of the inner wall of the pipe and Y, is the mean velocity. 
Calculate the momentum-flux correction factor through a cross section of the 
pipe for the case in which the pipe flow represents an outlet of the control vol- 
ume, as sketched in Fig. 13-21. 


SOLUTION For a given velocity distribution we are to calculate the momen- 
tum-flux correction factor. 

Assumptions 1 The flow is incompressible and steady. 2 The control volume 
slices through the pipe normal to the pipe axis, as sketched in Fig. 13-21. 
Analysis We substitute the given velocity profile for '^ in Eq. 13-34 and inte- 
grate, noting that dA, — 2r dr, 


ey 227221 
B= ales dA, = a ( z) 2mr dr (2) 


Defining a new integration variable y = 1 — r?/R? and thus dy — —2r dr/R? 
(also, y= 1 at r= 0, and y = O at r= R) and performing the integration, the 
momentum-flux correction factor for fully-developed laminar flow becomes 





0 y? a4 
Laminar flow: В- -4| з 4) = (3) 
Ї i 


Discussion We have calculated B for an outlet, but the same result would have 
been obtained if we had considered the cross section of the pipe as an inlet to 
the control volume. 








From Example 13-1 we see that £ is not very close to unity for fully devel- 
oped laminar pipe flow, and ignoring £ could potentially lead to significant er- 
ror. If we were to perform the same kind of integration as in Example 13-1 
but for fully developed turbulent rather than laminar pipe flow, we would find 
that 6 ranges from about 1.01 to 1.04. Since these values are so close to unity, 
many practicing engineers completely disregard the momentum-flux correc- 
tion factor. While the neglect of B in turbulent flow calculations may have an 
insignificant effect on the final results, it is wise to keep it in our equations. 
Doing so not only improves the accuracy of our calculations, but reminds us 


—É— 
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to include the momentum-flux correction factor when solving laminar flow 
control volume problems. 


For turbulent flow B may have an insignificant effect at inlets and outlets, 
but for laminar flow B may be important and should not be neglected. It 
is wise to include B in all momentum control volume problems. 


Steady Flow 
If the flow is also steady, the time derivative term in Eq. 13-31 vanishes and 
we are left with 


УЕ = У Вт – У Вт (13-35) 


out in 


Steady linear momentum equation: 


where we dropped the subscript m from mean velocity for convenience. Equa- 
tion 13-35 states that the net force acting on the control volume during steady 
flow is equal to the difference between the rates of outgoing and incoming mo- 
mentum flows. This statement is illustrated in Fig. 13-22. It can also be ex- 
pressed for any direction, since Eq. 13—35 is a vector equation. 


Steady Flow with One Inlet and One Outlet 

Many practical problems involve just one inlet and one outlet (Fig. 13—23). 
The mass flow rate for such single-stream systems remains constant, and 
Eq. 13-35 reduces to 

SF = MBV- BV) (13-36) 


One inlet and one outlet: 


where we have adopted the usual convention that subscript 1 implies the inlet 


and subscript 2 the outlet, and Y, and Y, denote the mean velocities across the 
inlet and outlet, respectively. 

We emphasize again that all the preceding relations are vector equations, 
and thus all the additions and subtractions are vector additions and subtrac- 
tions. Recall that subtracting a vector is equivalent to adding it after reversing 
its direction (Fig. 13—24). Also, when writing the momentum equation along a 
specified coordinate (such as the x-axis), we use the projections of the vectors 
on that axis. For example, Eq. 13—36 can be written along the x-coordinate as 


Along x-coordinate: 


УЕ, = B:N, x ВИ (13-37) 


where =F, is the vector sum of the x-components of the forces, and % ‚ апа 


3, ,are the x-components of the outlet and inlet velocities of the fluid stream, 
respectively. The force or velocity components in the positive x-direction are 
positive quantities, and those in the negative x-direction are negative quanti- 
ties. Also, it is good practice to take the direction of unknown forces in the 
positive directions (unless the problem is very straightforward). A negative 
value obtained for an unknown force indicates that the assumed direction is 
wrong, and should be reversed. 
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The net force acting on the control 
volume during steady flow is equal 
to the difference between the 
outgoing and the incoming 
momentum fluxes by mass. 
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A control volume with only one 
inlet and one outlet. 
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The determination of the reaction 
force on the support caused by 

a change of direction of water 

by vector addition. 
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FIGURE 13-25 
Schematic for Example 13-2. 


"Mw wr" 


No External Forces 

An interesting situation arises when there are no external forces such as 
weight, pressure, and reaction forces acting on the body in the direction of 
motion—a common situation for space vehicles and satellites. For a control 
volume with uniform inlets and exits, Eq. 13—29 reduces in this case to 





дт?!) T T 
0= = — У Ви – У Вт 


ош іп 


No external forces: (13-38) 


This is an expression of the conservation of momentum principle, which can 
be stated as in the absence of external forces, the rate of change of the mo- 
mentum of a control volume is equal to the difference between the rates of in- 
coming and outgoing momentum flow rates. 

When the mass m of the control volume remains constant, the first term of 
the equation above simply becomes mass times acceleration since 


дт Jey 22 d um 


Mcy = constant: 4! c = (та )су (13-39) 


Therefore, the control volume in this case can be treated as a solid body, with 
a net force F = ma = > BmV — >) Bm'V (due to a change of momentum) 


in out 
acting on it. This approach can be used to determine the linear acceleration of 


space vehicles when a rocket is fired. 





E EXAMPLE 13-2 The Force to Hold a Deflector Elbow in Place 


BA reducing elbow is used to deflect water flow at a rate of 14 kg/s in a horizon- 
tal pipe upward 30° while accelerating it (Fig. 13-25). The elbow discharges 
m water into the atmosphere. The cross-sectional area of the elbow is 113 cm? at 
m the inlet and 7 cm? at the exit. The elevation difference between the centers of 
B the exit and the inlet is 30 cm. The weight of the elbow and the water in it is 
Е considered to be negligible. Determine (a) the gage pressure at the center of the 
E ihlet of the elbow and (b) the anchoring force needed to hold the elbow in 
m Place. 
E 
SOLUTION A reducing elbow deflects water upward and discharges it to the 
atmosphere. The pressure at the inlet of the elbow and the force needed to hold 
the elbow in place are to be determined. 








ww» WM TANE OM X ow MM 4241 141 М4 Je VI PM Tage 277 


Assumptions 1 The flow is steady, and the frictional effects are negligible. 
2 The weight of the elbow and the water in it is negligible. 3 The water is dis- 
charged to the atmosphere, and thus the gage pressure at the exit is zero. 4 The 
effect of the momentum-flux correction factor is negligible, and thus 6 ~ 1. 
Properties We take the density of water to be 1000 kg/m?. 
Analysis (a) We take the elbow as the control volume and designate the inlet by 
1 and the outlet by 2. We also take the x- and z-coordinates as shown. The con- 
m equation for this one-inlet, one-outlet, steady-flow system is m4 = m, = 
= 14 kg/s. Noting that m = pA, the inlet and outlet velocities of water are 
m 14 kg/s 


у= 20 = = 1,24 
1 РА; (1000 ке/113)(0.0113 m2) uis 





T Ёл 14 kg/s 20.0 ш/ 
27 pA, (01000kg/m)7 X10 ^m?) ^ nS 





We use the Bernoulli equation as a first approximation to calculate the pressure. 
In a later chapter we will learn how to include frictional losses along the walls. 
Taking the center of the inlet cross section as the reference level (z, = 0) and 
noting that P; = Pam, the Bernoulli equation for a streamline going through the 
center of the elbow is expressed as 





DEN. рг 
Pe og) Oe ne, Us 
y2 — V? 
ШИН 2g наа) 
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(20 m/s)? — (1.24 m/s)? 
P, — Patm = (1000 kg/m?)(9.81 m/s?) + 0.3 —0 


2(9.81 m/s?) | 
P, = 202.2 kN/m? = 202.2 kPa (gage) 


(b) The momentum equation for steady one-dimensional flow is 


225 Yen – Уви 


out 


We let the x- and zcomponents of the anchoring force of the elbow be Fp, and 
Fg, and assume them to be in the positive direction. We also use gage pressure 
since the atmospheric pressure acts on the entire control surface. Then the mo- 
mentum equations along the x- and z-axes become 


Еһ. + РА = т, соѕ Ө — mW, 
Ер, = т, ѕіп Ө 


Solving for Fez, and Fg; and substituting the given values, 


Fr, = m(WV, cos 0 — V) — P,A, 


] kN 
1000 kg - m/s? 











— (14 kg/s)[(20 cos 30? — 1.24) m/s] ne ENGELS (202,200 N/m?)(0.0113 m?) 
1 kg - m/s? 


= 225 — 2285 = —2060 N 


Fp, = mV, sin 0 = (14 kg/s)(20 sin 30° m/s) 9 = 140 М 
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FIGURE 13-26 
Schematic for Example 13-3. 


ay 


LU «P, 


The negative result for Fp, indicates that the assumed direction is wrong, and it 
should be reversed. Therefore, Fp, acts in the negative x-direction. 

Discussion There is a nonzero pressure distribution along the inside walls of 
the elbow, but since the control volume is outside the elbow, these pressures 
do not appear in our analysis. The actual value of Pi gage will be higher than 
that calculated here because of frictional and other irreversible losses in the 
elbow. 








EXAMPLE 13-3 The Force to Hold a Reversing Elbow in Place 


The deflector elbow in the previous example is replaced by a reversing elbow 
such that the fluid makes a 180° U-turn before it is discharged, as shown in 
Fig. 13-26. The elevation difference between the centers of the inlet and the 
exit sections is still 0.3 m. Determine the anchoring force needed to hold the 
elbow in place. 


SOLUTION The inlet and the exit velocities and the pressure at the inlet of the 
elbow remain the same, but the vertical component of the anchoring force at 
the connection of the elbow to the pipe is zero in this case (Fp, = O) since there 
is no other force or momentum flux in the vertical direction. The horizontal 
component of the anchoring force is determined from the momentum equation 
written in the x-direction. Noting that the exit velocity is negative since it is in 
the negative x-direction, we have 


Ер + РА = mN) — mN 


Solving for Fp, and substituting the known values, 


Fr, = —m(V, +V) — PA, 


—(14 kg/s)[(20 + 1.24) m/s] шош (202,200 N/m?)(0.0113 m?) 
1 kg - m/s? 


—297 — 2285 = —2582 N 


Therefore, the horizontal force on the flange is 2582 N acting in the negative 
x-direction (trying to separate the elbow from the pipe). This force is equivalent 
to the weight of about 260 kg mass, and thus the connectors (such as bolts) 
used must be strong enough to withstand this force. 

Discussion The reaction force in the x-direction is larger than that of Example 
13-2 since the walls turn the water over a much greater angle. If the reversing 
elbow is replaced by a straight nozzle (like one used by firefighters) such that 
water is discharged in the positive x-direction, the momentum equation in the 
x-direction becomes 


Fr, + BA, = mV, — mV; > Fe, = mV, —Vi)— BA, 
since both V; and V, are in the positive x-direction. This shows the importance 


of using the correct sign (positive if in the positive direction and negative if in 
the opposite direction) for velocities and forces. 
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EXAMPLE 13-4 Water Jet Striking a Stationary Plate 


Water accelerated by a nozzle strikes a stationary vertical plate at a rate of 
10 kg/s with a normal velocity of 20 m/s (Fig. 13-27). After the strike, the water 
stream splatters off in all directions in the plane of the plate. Determine the force 
needed to prevent the plate from moving horizontally due to the water stream. 


SOLUTION A water jet strikes a vertical stationary plate normally. The force 
needed to hold the plate in place is to be determined. 

Assumptions 1 The flow is steady and one-dimensional. 2 The water splatters 
in directions normal to the approach direction of the water jet. 3 The water jet 
is exposed to the atmosphere, and thus the pressure of the water jet and the 
splattered water is atmospheric pressure, which is disregarded since it acts on 
the entire system. 4 The vertical forces and momentum fluxes are not consid- 
ered since they have no effect on the horizontal reaction force. 5 The effect of 
the momentum-flux correction factor is negligible, and thus B = 1. 

Analysis We draw the control volume for this problem such that it contains the 
entire plate and cuts through the water jet and the support bar normally. The 
momentum equation for steady one-dimensional flow is given as 


DF = D prit - > prvi 


out in 


Writing it for this problem along the x-direction (without forgetting the negative 
sign for forces and velocities in the negative x-direction) and noting V, , = Vj 
and Y, x = O gives 


-F,- —n, 


Substituting the given values, 


F, — nV, — (10 kg/s)(-20 m/s) (ts) = 200 N 


Therefore, the support must apply a 200-N horizontal force (equivalent to the 
weight of about a 20-kg mass) in the negative x-direction (the opposite direc- 
tion of the water jet) to hold the plate in place. 

Discussion The plate absorbs the full brunt of the momentum of the water jet 
since the x-direction momentum at the outlet of the control volume is zero. If the 
control volume were drawn instead along the interface between the water and the 
plate, there would be additional (unknown) pressure forces in the analysis. By 
cutting the control volume through the support, we avoid having to deal with this 
additional complexity. This is an example of a “wise” choice of control volume. 











EXAMPLE 13-5 Power Generation and Wind Loading of a 
Wind Turbine 


A wind generator with a 30-foot-diameter blade span has a cut-in wind speed 
(minimum speed for power generation) of 7 mph, at which velocity the turbine 
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FIGURE 13-27 
Schematic for Example 13-4. 
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generates 0.4 kW of electric power (Fig. 13-28). Determine (a) the efficiency 
of the wind turbine-generator set and (b) the horizontal force exerted by the 
wind on the supporting mast of the wind turbine. What is the effect of doubling 
the wind velocity to 14 mph on power generation and the force exerted? As- 
sume the efficiency remains the same, and take the density of air to be 
0.076 Ibm/ft?. 


SOLUTION The power generation and loading of a wind turbine are to be ana- 
lyzed. The efficiency and the force exerted on the mast are to be determined, 
and the effects of doubling the wind velocity are to be investigated. 
Assumptions 1 The wind flow is steady, one-dimensional, and incompressible. 
2 The efficiency of the turbine-generator is independent of wind speed. 3 The 
frictional effects are negligible, and thus none of the incoming kinetic energy is 
converted to thermal energy. 4 The average velocity of air through the wind tur- 
bine is the same as the wind velocity (actually, it is considerably less—see the 
discussion that follows the example). 5 The wind flow is uniform and thus the 
momentum-flux correction factor is B = 1. 

Properties The density of air is given to be 0.076 Ibm/ft?. 

Analysis Kinetic energy is a mechanical form of energy, and thus it can be 
converted to work entirely. Therefore, the power potential of the wind is its ki- 
netic energy, which is V2/2 per unit mass and mV?/2 for a given mass flow rate: 






2 1.4667 fus] _ 
Үү-(7 21 ] mph ) — 10.27 ft/s 





2 30 ft)? 

т = рі A, = pi = (0.076 Ibm/fe)(10.27 fus) aLi = 551.7 Ibm/s 

. Си 

W nax = Mke; = m 3 
2 (10.27 ft/s)? 1 lbf 1 kW " 
-O5LTPbmS 7 V22lbm-fus/V737561bF Ris) — 1229 KW 


Streamline 


FIGURE 13-28 
Schematic for Example 13-5. 








ww» WM TANE OM X ow MM 4241 141 М4 Je VI PM Tage 27-2 4 j | 





581 
CHAPTER 13 


Therefore, the available power to the wind turbine is 1.225 kW at the wind ve- 
locity of 7 mph. Then the turbine-generator efficiency becomes 


Wa 04kW _ 
T] wind turbine — Worx ас 1.225 КУУ = 0.327 (or 32.7%) 


(b) The frictional effects are assumed to be negligible, and thus the portion of 
incoming kinetic energy not converted to electric power leaves the wind turbine 
as outgoing kinetic energy. Noting that the mass flow rate remains constant, the 
exit velocity is determined to be 


n Vt 


. . . 1 
mke, = mke,(1 7 упа aiino) > m 223 =m Ed а 7 упа найдна) 


or 


Vy = ViV1 — Nina tabine = (10.27 ft/s) V1 — 0.327 = 8.43 ft/s 


We draw a control volume around the wind turbine such that the wind is normal 
to the control surface at the inlet and the exit and the entire control surface is at 
the atmospheric pressure. The momentum equation for steady one-dimensional 
flow is given as 


XF-YBuy- Ys 


Writing it along the x-direction (without forgetting the negative sign for forces 
and velocities in the negative x-direction) and noting that 6; , — Vi and Vg y 
= V, give 


Ер = т, = т = mCV, — Vi) 


Substituting the known values gives 


Fp = m(V, — V) = (551.7 Ibm/s)(8.43 — 10.27 ws Ls) 


32.2 Ibm - ft/s? 
—31.5 Ibf 







Streamline 


The negative sign indicates that the reaction force acts in the negative 
x-direction, as expected. ax 

The power generated is proportional to V° since the mass flow rate is 
proportional to V and the kinetic energy to V?. Therefore, doubling the wind 4 
velocity to 14 mph will increase the power generation by a factor of 2? — 8 to 
0.4 X 8 — 3.2 kW. The force exerted by the wind on the support mast is pro- 
portional to ‘V2. Therefore, doubling the wind velocity to 14 mph will increase Wind 
the wind force by a factor of 2? = 4 to 31.5 X 4 — 126 Ibf. turbine = 


Discussion To gain more insight into the operation of devices with propellers FIGURE 13-29 
such as helicopters, wind turbines, hydraulic turbines, and turbofan engines, The large and small control volumes 
we reconsider the wind turbine and draw the streamlines, as shown in for the analysis of a propeller bounded 
Fig. 13-29. (In the case of power-consuming devices such as a fan and a by the streamlines. 








Streamline 
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helicopter, the streamlines converge rather than diverge since the exit velocity 
will be higher and thus the exit area will be lower.) The upper and lower 
streamlines can be considered to form an "imaginary duct" for the flow of air 
through the propeller. Sections 1 and 2 are sufficiently far from the propeller 
so that Pi = P) = Pam. The momentum equation for this large control volume 
between sections 1 and 2 was obtained to be 


Ер = mV -= V) (1) 


The smaller control volume between sections 3 and 4 encloses the propeller, 
and A; = A, = Aand V3 = V, since it is so slim. The propeller is a device that 
causes a pressure change, and thus the pressures P, and P, are different. The 
momentum equation applied to the smaller control volume gives 


Е,ФР,А-Р,А-0 -» Е, = (Р, – Р.)А (2) 


The Bernoulli equation is not applicable between sections 1 and 2 since the 
path crosses a propeller, but it is applicable separately between sections 1 and 
3 and sections 4 and 2: 

TUS Р; V3 Р, Wi Р, Vj 

гч шэг 
paa EG Qe Ко тоог E 
Adding these two equations and noting that zj; — zo — Z4 — z4, Y 4 — 'Y'4, and 
Pi = Pa = Paim gives 


V3- V} _ P,- P; 
2 0p 








(3) 


Substituting m = pAV; into (1) and then combining it with (2) and (3) gives 


Wi G 
dci ear (4) 
Thus we conclude that the mean velocity of a fluid through a propeller is the 
arithmetic average of the upstream and downstream velocities. Of course, the 
validity of this result is limited by the applicability of the Bernoulli equation. 

Now back to the wind turbine. The velocity through the propeller can be ex- 
pressed as V3 = V,(1 — a), where a < 1 since V3 < Vi. Combining this ex- 
pression with (4) gives V2 = V,(1 — 2a). Also, the mass flow rate through the 
propeller becomes m = pAV3 = pAV,(1 — a). When the frictional effects and 
losses are neglected, the power generated by a wind turbine is simply the dif- 
ference between the incoming and the outgoing kinetic energies: 





AVV)  pAV,( — a)['V? — V3 (1 — 2ay 
W= Ale, [y m( x 3) E рАУ( а)| : i ay] 


= 2pAVia(1 – а)? 


Dividing this by the available power of the wind Wax = mV7/2 gives the effi- 
ciency of the wind turbine in terms of a, 


Twind turbine — 


W — 2pAVia( — ay 
Wax  (pAV,) V3/2 
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The value of a that maximizes the efficiency is determined by setting the de- 
rivative of quina turbine With respect to a equal to zero and solving for a. It gives 
а = %. Substituting this value into the efficiency relation above gives Nwing turbine 
= 1%, = 0.593, which is the upper limit for the efficiency of wind turbines and 
other propellers. This is known as the Betz limit. The efficiency of actual wind 
turbines is about half of this ideal value. 








EXAMPLE 13-6 Repositioning of a Satellite 


An orbiting satellite system has a mass of m,,, = 5000 kg and is traveling at a 
constant velocity of Vo. To alter its orbit, an attached rocket discharges m; = 
100 kg of solid fuel at a velocity 1; — 3000 m/s relative to Vg in a direction op- 
posite to Vo (Fig. 13-30). The fuel discharge rate is constant for two seconds. 
Determine (a) the acceleration of the system during this two-second period, 
(b) the change of velocity of the satellite system during this time period, and 
(c) the thrust exerted on the system. 




















| 
| 
| 
| 
| 
. . n . . . . . I 
SOLUTION The rocket of a satellite is fired in the opposite direction to motion. [V 
The acceleration, the velocity change, and the thrust are to be determined. | "m 
| 
| 
| 
| 
| 
| 
| 





Assumptions 1 The flow of combustion gases is steady and one-dimensional 
during the firing period. 2 There are no external forces acting on the satellite, 
and the effect of the pressure force at the nozzle exit is negligible. 3 The mass 
of discharged fuel is negligible relative to the mass of the satellite, and thus the 
satellite may be treated as a solid body with a constant mass. 4 The effect of 
the momentum-flux correction factor is negligible, and thus B = 1. 

Analysis (a) A body moving at constant velocity can be considered to be sta- 
tionary for convenience. Then the velocities of fluid streams become simply FIGURE 13-30 
their velocities relative to the moving body. We take the direction of motion of 
the satellite as the positive direction along the x-axis. There are no external 
forces acting on the satellite and its mass is nearly constant. Therefore, the 
satellite can be treated as a solid body with constant mass, and the momentum 
equation in this case is simply Eq. 13-38, 






































Schematic for Example 13-6. 


d(mV ey 223 223 аў. . э 
О crn У Вт — У Вт -» it es = = ту; 


out in 


Noting that the motion is on a straight line and the discharged gases move in 
the negative x-direction, we can write the momentum equation using magni- 
tudes as 


DV at 2 ач. т, m,/At 
su qr — mj, =? = т Й 


dt sat sat 
Substituting, the acceleration of the satellite during the first two seconds is de- 
termined to be 


dWa m,/At (100 kg)/(2 s) 
dt — "ua ' 5000kg 











m 





а. = (3000 m/s) = 30 m/s? 


(b) Knowing acceleration, which is constant, the velocity change of the satellite 
during the first two seconds is determined from the definition of acceleration 
а, = а, /а#іо бе 
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| 
Nr 


W, 


water 


Out 


FIGURE 13-31 

Control volume for Example 13-7 
with all forces shown; gage pressure is 
used for convenience. 
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аў = аа > АҮ, = Aq At = (30 m/s2)(2 s) = 60 m/s 


(c) The thrust exerted on the system is simply the momentum flux of the com- 
bustion gases in the reverse direction: 


: 1КМ 
Thrust = Ер = mi = — (100/2 kg/s)(—3000 mis aap s) = 150 kN 
Discussion Note that if this satellite were attached somewhere, it would exert 
a force of 150 kN (equivalent to the weight of 15 tons of mass) to its support. 
This can be verified by taking the satellite as the system, and applying the mo- 
mentum equation. 








EXAMPLE 13-7 Net Force on a Flange 


Water flows at a rate of 18.5 gallons per minute through a flanged faucet with 
a partially closed gate valve spigot (Fig. 13-31). The inner diameter of the pipe 
at the location of the flange is 0.780 in (= 0.0650 ft), and the pressure at that 
location is measured to be 13.0 psig. The total weight of the faucet assembly 
plus the water within it is 12.8 Ibf. Calculate the net force on the flange. 


SOLUTION Water flow through a flanged faucet is considered. The net force 
acting on the flange is to be calculated. 

Assumptions 1 The flow is steady and incompressible. 2 The flow at the inlet 
and at the outlet is uniform. 3 The pipe diameter at the outlet of the faucet is 
the same as that at the flange. 4 The effect of the momentum-flux correction 
factor is negligible, and thus 8 = 1. 

Properties The density of water at room temperature is 62.3 Ibm/ft?. 
Analysis We choose the faucet and its immediate surroundings as the control 
volume, as shown in Fig. 13-31 along with all the forces acting on it. These 
forces include the weight of the water and the weight of the faucet assembly, 
the gage pressure force at the inlet to the control volume, and the net force of 
the flange on the control volume, which we call Fg. We use gage pressure for 
convenience since the gage pressure on the rest of the control surface is zero 
(atmospheric pressure). Note that the pressure through the outlet of the control 
volume is also atmospheric since we are assuming incompressible flow; hence 
the gage pressure is also zero through the outlet. 

We now apply the control volume conservation laws. Conservation of mass is 
trivial here since there is only one inlet and one outlet; namely, the mass flow 
rate into the control volume is equal to the mass flow rate out of the control vol- 
ume. Also, the outflow and inflow mean velocities are identical since the inner 
diameter is constant and the water is incompressible, and are determined to be 


V. V  185gal/min Ge e ( min 


ЕЕЕ A. т024 т(0.065 #)2/44 1 gal 60 8 


) = 12.42 ft/s 


Also, 





з 
m = pV = (62.3 Ibm/ft*)(18.5 gal/min) (e В ЇЇ mm 


A Dc ) - 2.568 Їрш/8 
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Next we apply the momentum equation. The momentum equation for steady 
flow with uniform properties at the inlets and the exits is 


Уғ = Уві – Увпї 
out in 
We let the x- and z-components of the force acting on the flange be Fp, and Fp,, 
and assume them to be in the positive directions. We also use gage pressures 
since the atmospheric pressure acts on the entire control surface, and thus it 
can be ignored. The magnitude of the velocity in the x-direction is +V, at the 
inlet, but zero at the outlet. The magnitude of the velocity in the y-direction is 
zero at the inlet, but —V, at the outlet. Also, the weight of the faucet assembly 
and the water within it acts in the — y-direction as a body force. No pressure or 
viscous forces act on the control volume in the y-direction. 
Then the momentum equations along the x- and y-directions become 


Ер. P,A, 2 0 — m(- Y) 
Fr, Ян Үсек a Warten x mV) miU 
Solving for Fr, and Fg, and substituting the given values, 


Ер. = mV PA 


(0.780 1п)? 
4 


2 1 Ibf Е КР 
(2.568 Ibm/s)(12.42 ft/s) (sri us enar z) (13 Ibf/in2) 


—7.20 lbf 


Е Rz =m їл We нна 


— (2.568 161/5)(12.42 п ( Dibi ) + 12.8 lbf = 11.8 lbf 


32.2 lbm - ft/s? 


Then the net force of the flange on the control volume can be expressed in vec- 
tor form as 


Fp = Еһі + Ер. = —7201 + 11.8 Ibf 


From Newton’s third law, the force of the faucet assembly exerts on the flange 
is the negative of Fp, 


F tauceton fange = —Fe = 7.207 — 11.8k Ibf 


Discussion The faucet assembly pulls to the right and down; this agrees with 
our intuition. Namely, the water exerts a high pressure at the inlet, but the out- 
let pressure is atmospheric. In addition, the momentum of the water at the in- 
let in the x-direction is lost in the turn, causing an additional force to the right 
on the pipe walls. The faucet assembly weighs much more than the momentum 
effect of the water, so we expect the force to be downward. Note that labeling 
forces such as “faucet on flange” clarifies the direction of the force. 








13-6 = THE ANGULAR MOMENTUM EQUATION 


The linear momentum equation discussed earlier was useful in determining the 
relationship between the linear momentum of flow streams and the resultant 
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Direction of 
rotation 


М = РхЕ 
M =Frsin@ 
FIGURE 13-32 . 
The moment of a force F about a point 


O is the vector product of the position 
vector r' and F . 


M=?xF 





Sense of the 
moment 


І 
FIGURE 13-33 
The determination of the direction of 
the moment by the right-hand rule. 
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forces. M any engineering problems involve the moment of the linear momen- 
tum of flow streams, and the rotational effects caused by them. Such problems 
are best analyzed by the angular momentum equation, also called the moment 
of momentum equation. An important class of fluid devices, called turboma- 
chines, which include centrifugal pumps, turbines, and fans, is analyzed by the 
angular momentum equation. 

The moment of a force F about a point O is the vector (or cross) product 
(Fig. 13-32) 


Moment of a force: М =гхЕ (13-40) 


where r is the position vector from point O to any point on the line of ac- 
tion of F . The vector product of two vectors is a vector whose line of action is 


normal to the plane that contains the crossed vectors (r and F in this case) and 
whose magnitude is 


Magnitude of the moment of a force: M —Frsina (13-41) 


where @ is the angle between the lines of action of the vectors r and F. There- 
fore, the magnitude of the moment about point O is equal to the magnitude of 
the force multiplied by the normal distance of the line of action of the force 
from the point O. The sense of the moment vector M is determined by the 
right-hand rule: when the fingers of the right hand are curled in the direction 
that the force tends to cause rotation, the thumb points the direction of the 
moment vector (Fig. 13-33). Note that a force whose line of action passes 
through point O produces zero moment about point O. : 
Replacing the vector F in Eq. 13-40 by the momentum vector m gives the 
moment of momentum, also called the angular momentum, about a point O as 


Moment of momentum: Н =r x m^ (13-42) 


Тһегеѓоге, г х V represents the angular momentum per unit mass, and the ап- 
gular momentum of a differential mass dm = p dV is Н = (г х %)р У. 
Then the angular momentum of a system is determined by integration to be 


Moment of momentum (system): H ys = | (P x Y )p dV (13-43) 


sys 
The rate of change of the moment of momentum is 
dH s, d 2 A 
Rate of change of moment of momentum: dt -&| (r x Y)po dV (13-44) 


Sys 





The angular momentum equation for a system was expressed in Eq. 13-2 as 


> dH ys 
УМ = dt (13-45) 





where Y M 2 Wr х Е is the net torque applied on the system, which is the 


vector sum of the moments of all forces acting on the system, and dH ../dt is 
the rate of change of the angular momentum of the system. It is stated as the 


-6- 
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rate of change of angular momentum of a system is equal to the net torque act- 
ing on the system. This equation is valid for a fixed quantity of mass. This 
statement is valid for an inertial reference frame, i.e., a reference frame that is 
fixed or moves with a constant velocity in a straight path. 

The general control volume formulation of the angular momentum equation 
is obtained by setting b — r X Y and thus B = Н іп ће general Reynolds 
transport theorem. It gives (Fig. 13-34) 





dH, d 2 > 3 = 2 > 
5 4| г х рау + | (r X V)pCV;..- n)dA (13-46) 
t t cv cs 


The left-hand side of this equation is, from Eq. 13—45, equal to XM. Substi- 

tuting, the angular momentum equation for a general control volume (fixed or 

moving, fixed shape or distorting) is obtained to be 

General: Ум = a| Рх Vp dV + | (Fx VV. -n)dA (13-47) 
€ 


V CS 


which can be stated as 


The sum of all The time rate of change of The net flow rate of 
external moments | =| the angular momentum of the | + | angular momentum out of the 
acting on a CV contents of the CV control surface by mass flow 


Again, V. = V — Veg is the fluid velocity relative to the control surface (for 
use in mass flow rate calculations at all locations where the fluid crosses 


the control surface), and Yl is the fluid velocity as viewed from a fixed refer- 


ence frame. The product p(V,-1)dA represents the mass flow rate 
through dA into or out of the control volume, depending on the sign. 
For a fixed control volume (no motion or deformation of control vol- 


ume), V, = V and the angular momentum equation becomes 


rx Tpav+ | (P x Ў)р( - n) dA (13-48) 
CS 


Fixed CV: УМ= 4 | 


CV: 


Also, note that the forces acting on the control volume consist of body 
forces that act throughout the entire body of the control volume such as grav- 
ity, and surface forces that act on the control surface such as the pressure and 
reaction forces at points of contact. The net torque consists of the moments of 
these forces as well as the torques applied on the control volume. 


Special Cases 

During steady flow, the amount of angular momentum within the control vol- 
ume remains constant, and thus the time rate of change of angular momentum 
of the contents of the control volume is zero. Then, 


Steady flow: Ум = | (PX Y )pCV, - n) dA (13-49) 
CS 


In many practical applications, the fluid crosses the boundaries of the control 
volume at a certain number of inlets and outlets, and it is convenient to replace 





587 
CHAPTER 13 


By, а 


sys E 
= — av= | pb(V,.-n)dA 
dt al es 














B=H b=?xV¥ b=?x¥ 

dHys af > 3 3 ў 4 2 
=—| rx pave | #x р-п) аА 

а dt Jey s 


FIGURE 13-34 

The angular momentum equation 
is obtained by replacing B in 

the Reynolds transport theorem by 
the total angular momentum H, and 
b by the angular momentum per 
unit mass r X V. 
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EM-YNPxmY-YrxmY 


out in 


FIGURE 13-35 

The net torque acting on a control 
volume during steady flow is equal to 
the difference between the outgoing 
and incoming angular momentum 
flows. 


the area integral by an algebraic expression written in terms of the average 
properties over the cross-sectional areas where the fluid enters or leaves the 
control volume. In such cases, the angular momentum flow rate can be ex- 
pressed as the difference between the angular momentums of outgoing and in- 
coming streams. The angular momentum equation for this uniform flow case 
reduces to 


Uniform flow: SM = £l (rx V)p dV+ X; x mV — >F x mV (13-50) 
CV out in 


If the flow is steady as well as uniform, the relation above further reduces to 
(Fig. 13-35) 


Steady and uniform flow: Ум = = 7X nV — > 7X mV (13-51) 


out in 


It states that the net torque acting on the control volume during steady flow 
is equal to the difference between the outgoing and incoming angular 
momentum flow rates. This statement can also be expressed for any specified 
direction. 

In many problems, all the significant forces and momentum flows are in the 
same plane, and thus all giving rise to moments in the same plane and about 
the same axis. For such cases, Eq. 13-51 can be expressed in scalar form as 


M= Уу гт – У rmvV (13-52) 
Mas 2, 


out in 


where r represents the normal distance between the point about which mo- 
ments are taken and the line of action of the force or velocity, provided that 
the sign convention for the moments is observed. That is, all moments in the 
counterclockwise direction are positive, and all moment in the clockwise di- 
rection are negative. 


No External Moments 


When there are no external moments applied, the angular momentum equation 
13-50 reduces to 





_ dHey 


pote XV — Ye x it (13-53) 


out in 


No external moments: 0 


This is an expression of the conservation of angular momentum principle 
which can be stated as in the absence of external moments, the rate of change 
of the angular momentum of a control volume is equal to the difference be- 
tween the incoming and outgoing angular momentum fluxes. 

When the moment of inertia / of the control volume remains constant, the 
first term of the last equation simply becomes moment of inertia times angular 
acceleration, la. Therefore, the control volume in this case can be treated as 


a solid body, with a net torque of М=1& = Уг х mv — DEX mV" (due to 


in out 
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Impeller 
shroud 


Frontal view 


Side view 


a change of angular momentum) acting on it. This approach can be used to 
determine the angular acceleration of space vehicles and aircraft when a 
rocket is fired in a direction different than the direction of motion. 


Radial-Flow Devices 

Many rotary flow devices such as the centrifugal pumps and fans involve 
flow in the radial direction normal to the axis of rotation, and are called ra- 
dial-flow devices. In a centrifugal pump, for example, the fluid enters the de- 
vice in the axial direction through the eye of the impeller, turns outward as it 
flows through the passages between the blades of the impeller, collects in the 
scroll, and is discharged in the tangential direction, as shown in Fig. 13-36. 
The axial-flow devices are easily analyzed using the linear momentum equa- 
tion. But the radial-flow devices involve large changes in angular momentum 
of the fluid, and are best analyzed with the help of the angular momentum 
equation. 

To analyze the centrifugal pump, we choose the annular region that encloses 
the impeller section as the control volume, as shown in Fig. 13-37. Note that 
the mean flow velocity, in general, will have normal and tangential compo- 
nents at both the inlet and the exit of the impeller section. Also, when the shaft 
rotates at an angular velocity of w, the impeller blades will have a tangential 
velocity of wr, at the inlet and wr, at the outlet. For steady incompressible 
flow, the conservation of mass equation can be written as 

ІА = V, =V > Qarjb))Wi , — Qa bV, n (13-54) 
where b; and b, are the flow widths at the inlet where r = r; and the outlet 
where r = r,, respectively. (Note that the actual circumferential cross-sectional 
area is somewhat less than 27rrb since the blade thickness is not zero.) Then 
the average normal components V; „ and V, „ of absolute velocity can 


be expressed in terms of the volumetric flow rate V as 
y 


= 2g rib, 





LM and V nEs (13-55) 


The normal velocity components V; „and V, „as well pressure acting on the 
inner and outer circumferential areas pass through the shaft center, and thus 
they do not contribute to torque about the origin. Then only the tangential 
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FIGURE 13-36 


Side and frontal views of a typical 
centrifugal pump. 





Ззэ---э7 


FIGURE 13-37 

An annual control volume that 
encloses the impeller section of a 
centrifugal pump. 
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velocity components contribute to torque, and the application of the angular 


momentum equation Ум = >, rmV — Y гт? to the control volume gives 


out in 


Tas 7 mV, , — т) (13-56) 


which is known as Euler's turbine formula. When the angles a, and a, be- 
tween the direction of absolute flow velocities and the radial direction are 
known, it becomes 


Tan 7 m(rzV. sin a; — r(V, sin aj) (13-57) 
In the idealized case of the tangential fluid velocity being equal to the blade 


angular velocity both at the inlet and the exit, we have Y , — cr, and 
Vz, = wr, and the torque becomes 


T shaft, ideal — me (r3 = rj) (13-58) 


where w = 2777 is the angular velocity of the blades. When the torque is 
known, the shaft power can be determined from Wohar, = @T share = 272T share: 





EXAMPLE 13-8 The Moment Acting at the Base of a Water Pipe 


Underground water is pumped to a sufficient height through a 10-cm-diameter 
pipe that consists of a 2-m-long vertical and 1-m-long horizontal section, as 
shown in Fig. 13-38. Water discharges to atmospheric air at a velocity of 3 m/s, 
and the mass of the horizontal pipe section when filled with water is 12 kg per 
meter length. The pipe is anchored on the ground by a concrete base. Deter- 
mine the moment acting at the base of the pipe (point A), and the required 
length of the horizontal section that will make the moment at point A zero. 


SOLUTION Water is pumped through a piping section. The moment acting at 
the base and the required length of the horizontal section to make this moment 
zero is to be determined. 
Assumptions 1 The flow is steady and uniform. 2 The water is discharged to 
the atmosphere, and thus the gage pressure at the outlet is zero. 
Properties We take the density of water to be 1000 kg/m?. 
Analysis We take the entire L-shaped pipe as the control volume, and designate 
the inlet by 1 and the outlet by 2. We also take the x- and y-coordinates 
as shown. The control volume and the reference frame are fixed. 

The conservation of mass equation for this one-inlet one-outlet steady-flow 
system is m = m, = m, and V = V; = V since A, = constant. The mass flow 
rate and the weight of the horizontal section of the pipe are 


m = pA.V = (1000 kg/m?)[7(0.10 m)*/4](3 m/s) = 23.56 kg/s 
1N 
= = 2 ———ÀÁÀ ЛЭХ 
W = mg = (12 kg/m)(1 m)(9.81 m/s ( ke " 118N 
To determine the moment acting on the pipe at point A, we need to take the 


moment of all forces and momentum flows about that point. This is a steady 
and uniform flow problem, and all forces and momentum flows are in the same 
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FIGURE 13-38 
Schematic for Example 13-8 and 
the free-body diagram. 





plane. Therefore, the angular momentum equation in this case can be ex- 
pressed as 


YM- Yn - Yu 


out in 


where r is the moment arm, all moments in the counterclockwise direction are 
positive, and all in the clockwise direction are negative. 

The free-body diagram of the L-shaped pipe is given in Fig. 13-38. Noting 
that the moments of all forces and momentum flows passing through point A 
are zero, the only force that will yield a moment about point A is the weight W 
of the horizontal pipe section, and the only momentum flow that will yield a mo- 
ment is the exit stream (both are negative since both moments are in the clock- 
wise direction). Then the angular momentum equation about point A becomes 


M, — rW — —rjmW, 


Solving for M, and substituting give 


M, = rW = пт, 


(0.5 m)(118 N) — (2 m)(23.56 kg/s)(3 21 ЕН 7 ; = 58.9 — 141.4 


1kg- m/s 


—825N:m 


The negative sign indicates that the assumed direction for M, is wrong, and 
should be reversed. Therefore, a moment of 82.5 N - m acts at the stem of 
the pipe in the clockwise direction. That is, the concrete base must apply a 
82.5 N- m moment on the pipe stem in the clockwise direction to counteract 
the excess moment caused by the exit stream. 

The weight of the horizontal pipe is W — 118 N per m length. Therefore, the 
weight for a length of Lm is LW with a moment arm of n = L/2. Setting M, = O 
and substituting, the length L of the horizontal pipe that will cause the moment 
at the pipe stem to vanish is determined to be 


0= nW - пт a 0- (L/2)LW — гт, 
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FIGURE 13-39 
Schematic for Example 13-9 and the 
free-body diagram. 
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or 





2r,mV> 2X1414N:m 
a шон Шат A 


Discussion Note that the pipe weight and the momentum of the exit stream 
cause opposing moments at point A. This example shows the importance of ac- 
counting for the moments of momentums of flow streams when performing a 
dynamic analysis and evaluating the stresses in pipe materials at critical cross 
sections. 











EXAMPLE 13-9 Power Generation from a Sprinkler System 


A large lawn sprinkler with four identical arms is to be converted into a turbine 
to generate electric power by attaching a generator to its rotating head, as 
shown in Fig. 13-39. Water enters the sprinkler from the base along the axis of 
rotation at a rate of 20 L/s, and leaves the nozzles in the tangential direction. 
The sprinkler rotates at a rate of 300 rpm in a horizontal plane. The diameter of 
each jet is 1 cm, and the normal distance between the axis of rotation and the 
center of each nozzle is 0.6 m. Estimate the electric power produced. 


SOLUTION A four-armed sprinkler is used to generate electric power. For a 
specified flow rate and rotational speed, the power produced is to be deter- 
mined. 
Assumptions 1 The flow is uniform and cyclically steady (i.e., steady from a 
frame of reference rotating with the sprinkler head). 2 The water is discharged 
to the atmosphere, and thus the gage pressure at the nozzle exit is zero. 3 Gen- 
erator losses and air drag of rotating components are neglected. 
Properties We take the density of water to be 1000 kg/m? — 1 kg/L. 
Analysis We take the disk that encloses the sprinkler arms as the control vol- 
ume, which is a stationary control volume. 

The conservation of mass equation for this steady-flow system is m, — m» — 
m. Noting that the four nozzles are identical, we have myg4, — m/4 or Visus — 


Electric 


m V, 


nozzle 
2 -- Hs — 
nozzle rt | 


У 
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V/4 since the density of water is constant. The average jet exit velocity relative 
to the nozzle is 


9р, == 


La 5 L/s ( 1 m? ) 
юО-Ак | (т(001шу/4| Б 


1000 L 


The angular and tangential velocities of the nozzles are 
]min| 
60 s ) = 31.42 rad/s 


Vozze = ræ = (0.6 m)(31.42 rad/s) = 18.85 m/s 





w = 27n = 277(300 rev/min) ( 


That is, the water in the nozzle is also moving at a velocity of 18.85 m/s in the 
opposite direction when it is discharged. Then the velocity of water jet relative 
to the control volume (or relative to a fixed location on earth) becomes 





Y. E Viet MAS Er 63.66 18.85 T 44.81 m/s 


Noting that this is a steady and uniform flow problem, and all forces and mo- 
mentum flows are in the same plane, the angular momentum equation can be 


ехргеѕѕеа аѕ У М = У, пт – У) ит where ris the moment arm, all mo- 


ments in the counterclockwise direction are positive, and all in the clockwise 
direction are negative. 

The free-body diagram of the disk that contains the sprinkler arms is given in 
Fig. 13-39. Note that the moments of all forces and momentum flows passing 
through the axis of rotation are zero. The momentum flows via the water jets 
leaving the nozzles yield a moment in the clockwise direction and the effect of 
the generator on the control volume is a moment also in the clockwise direction 
(thus both are negative). Then the angular momentum equation about the axis 
of rotation becomes 


шилээ = —4r Mnozze Vy or T shaft zu Hoy 
Substituting, the torque transmitted through the shaft is determined to be 


Т, = г, = (0.6 m)(20 kg/s)(44.81 m/s) (neas) = 537.7N-m 


since Motai = P Vota = (1 kg/L)(20 L/s) = 20 kg/s. 
Then the power generated becomes 


W = 2T gan = WT = (31.32 гай/8)(537.7 N - m) (cathe a) = 16.9 kW 


Therefore, this sprinkler-type turbine has the potential to produce 16.9 kW of 
power. 

Discussion To put the result obtained in perspective, we consider two limiting 
cases. Їп the first limiting case, the sprinkler is stuck and thus the angular 
velocity is zero. The torque developed will be maximum in this case since 
У озде = О апа їћиѕ %, = У. = 63.66 m/s, giving Tshaft, max = 764 N - m. But 
the power generated will be zero since the shaft does not rotate. 
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e Ш i In the second limiting case, the shaft is disconnected from the generator (and 
2 18 thus both the torque and power generation are zero) and the shaft accelerates 
d Г 1 until it reaches an equilibrium velocity. Setting Tsnar = O in the angular mo- 
3 13.5 | | mentum equation gives V, = O and thus Vj = Vrozzie = 63.66 m/s. The corre- 
8 9 sponding angular speed of the sprinkler is 
E asl оО ee SA 
доо H n= m mr 277(0.6 m) h о) xm 

7 200 400 600 800 1000 1200 
rpm At this rpm, the velocity of the jet will be zero relative to an observer on earth 
FIGURE 13-40 (or relative to the fixed disk-shaped control volume selected). 
The variation of power produced The variation of power produced with angular speed is plotted in Fig. 13-40. 
with angular speed. Note that the power produced increases with increasing rpm, reaches a maxi- 
mum (at about 500 rpm in this case), and then decreases. 


-Ф- 











SUMMARY 


This chapter deals mainly with the conservation of momentum 
for finite control volumes. The forces acting on the control 
volume consist of body forces that act throughout the entire 
body of the control volume (such as gravity, electric, and mag- 
netic forces) and surface forces that act on the control surface 
(such as the pressure forces and reaction forces at points of 
contact). The sum of all forces acting on the control volume 
at a particular instant of time is represented by SF , and is 
expressed as 


УЕ = NE udi 5h by шаш + SUE o + NS Eug 


body forces 





total force surface forces 


Newton's second law can be stated as the sum of all external 
forces acting on a system is equal to the time rate of change of 


linear momentum of the system. Setting b = Y and thus B = 


mV in the Reynolds transport theorem and utilizing Newton's 
second law gives the linear momentum equation for a control 
volume as 


SF -4f pvav+ | pV(V,-7) dA 
CV 


CS 


It reduces to the following special cases: 


Steady flow: SF = | рүү. -n)dA 
cs 


Unsteady flow (algebraic form): 
YES - Ae pV av ^ У Вт – Уві 


out 


SF = > pmv - Уви 


out 


Steady flow (algebraic form): 


о ува mi - py 


out 


No external forces: 0 = 


where f is the momentum correction factor whose value is 
nearly 1 for most flows encountered in practice. A control vol- 
ume whose mass m remains constant can be treated as a solid 
body, with a net force of F = mā = > mv — = mV acting 
on it. in out 

Newton’s second law can also be stated as the rate of change 
of angular momentum of a system is equal to the net torque 
acting on the system. Setting b — r X 'Y and thus B = H in the 
general Reynolds transport theorem gives the angular momen- 
tum equation as 


УМ = 4| (7? XV)p dV+ | (P Xx V p(V. - 1) dA 
dt Joy T 
It reduces to the following special cases: 
Steady flow: Ум = | (P X VpCV, - 1) dA 
CS 
Uniform flow: 


xé-i| (r x pav 4 Yr x mV — zr x mV 


out 


Steady and uniform flow: 
УМ = 


Scalar form for one direction: 


Sr x mV — zr x my 


out 


УМ = Ya - Xn 


out 





No external moments: 0 — 
out in 


—— 
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A control volume whose moment of inertial | remains constant 
can be treated as a solid body, with a net torque of M = la = 


dX? x mv — SP x mV acting on it. This relation can be 


in out 


-Ф- 
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used to determine the angular acceleration of spacecraft when 
a rocket is fired. 
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PROBLEMS* 


Newton’s Laws and Conservation of Momentum 


13-1C Name four physical quantities that are conserved, and 
two quantities that are not conserved during a process. 


13-2C Express Newton's first, second, and third laws. 


13-3C 
point? 


13-4C Express the conservation of momentum principle. 
W hat can you say about the momentum of a body if the net 
force acting on it is zero? 


13-5C Express Newton's second law of motion for rotating 
bodies. W hat can you say about the angular velocity and angu- 
lar momentum of a rotating nonrigid body of constant mass if 
the net torque acting on itis zero? 


13-6C Consider two rigid bodies having the same mass and 
angular speed. Do you think these two bodies must have the 
same angular momentum? Explain. 


Is momentum a vector? If so, in what direction does it 


Linear Momentum Equation 


13-7C Explain the importance of the Reynolds transport the- 
orem in fluid mechanics, and describe how the linear momen- 
tum equation is obtained from it. 


13-8C Describe body forces and surface forces, and explain 
how the net force acting on control volume is determined. 
Is fluid weight a body force or surface force? How about 
pressure? 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


13-9C How do surface forces arise in the momentum analy- 
sis of a control volume? How can we minimize the number of 
surface forces exposed during analysis? 


13-10C What is the importance of the momentum-flux cor- 
rection factor in the momentum analysis of slow systems? For 
which type of flow is it significant and must be considered in 
analysis: laminar flow, turbulent flow, or jet flow? 


13-11C Write the momentum equation for steady one 
dimensional flow for the case of no external forces and explain 
the physical significance of its terms. 


13-12C In the application of the momentum equation, ex- 
plain why we can usually disregard the atmospheric pressure 
and work with gage pressures only. 


13-13C Two firemen are fighting a fire with identical water 
hoses and nozzles, except that one is holding the hose straight 
so that the water leaves the nozzle in the same direction it 
comes, while the other holds it backward so that the water 
makes a U-turn before being discharged. W hich fireman will 
experience a greater reaction force? 


13-14C A rocket in space (no friction or resistance to mo- 
tion) can expel gases relative to itself at some high velocity V. 
Is the upper limit to the rocket's ultimate velocity? 


13-15C Describe in terms of momentum and airflow why a 
helicopter hovers. 


FIGURE P13-15C 


13-16C Does it take more, equal, or less power for a heli- 
copter to hover at the top of a high mountain than it does at sea 
level? Explain. 


--Ө3--- 
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13-17C Ina given location, would a helicopter require more 
energy in summer or winter to achieve a specified perfor- 
mance? Explain. 


13-18C A horizontal water jet from a nozzle of constant exit 
cross section impinges normally on a stationary vertical flat 
plate. A certain force F is required to hold the plate against the 
water stream. If the water velocity is doubled, will the neces- 
sary holding force also be doubled? Explain. 


13-19C  Aconstant velocity horizontal water jet from a sta- 
tionary nozzle impinges normally on a vertical flat plate that is 
held in a frictionless track. As the water jet hits the plate, it be- 
gins to move due to the water force. Will the acceleration of the 
plate remain constant or change? Explain. 







Nozzle => 
= 


\ water jet 






FIGURE P13-19C 


13-20C A horizontal water jet of constant velocity V from a 
stationary nozzle impinges normally on a vertical flat plate that 
is held in a frictionless track. As the water jet hits the plate, it 
begins to move due to the water force. What is the highest ve- 
locity the plate can attain? Explain. 


13-21 Show that the force exerted by a liquid jet on a sta- 
tionary nozzle as it leaves with a velocity V is proportional to 
V? or, alternatively, to m7’. 


13-22 A horizontal water jet of constant velocity V impinges 
normally on a vertical flat plate and splashes off the sides in the 
vertical plane. The plate is moving toward the oncoming water 
jet with velocity 4 V. If a force F is required to maintain the 
plate stationary, how much force is required to move the plate 
toward the water jet? 





FIGURE P13-22 


13-23 A 90° elbow is used to direct water flow at a rate of 
25 kg/s in a horizontal pipe upward. The diameter of the entire 
elbow is 10 cm. The elbow discharges water into the atmos- 
phere, and thus the pressure at the exit is the local atmospheric 
pressure. The elevation difference between the centers of the 
exit and the inlet of the elbow is 35 cm. The weight of the el- 
bow and the water in it is considered to be negligible. Deter- 
mine (a) the gage pressure at the center of the inlet of the 
elbow and (b) the anchoring force needed to hold the elbow in 
place. 


35 cm 


Water 
25 kg/s 


FIGURE P13-23 


13-24 Repeat Prob. 13—23 for the case of another (identical) 
elbow being attached to the existing elbow so that the fluid 
makes a U-turn. Answers: (a) 6.87 kPa, (b) 213 N 


13-25E A horizontal water jet impinges against a vertical flat 
plate at 30 ft/s, and splashes off the sides in the vertical plane. 
If a horizontal force of 350 Ibf is required to hold the plate 
against the water stream, determine the volume flow rate of the 
water. 


13-26 A reducing elbow is used to deflect water flow at a 
rate of 30 kg/s in a horizontal pipe upward by an angle 0 — 45? 
from the flow direction while accelerating it. The elbow dis- 
charges water into the atmosphere. The cross-sectional area of 
the elbow is 150 cm? at the inlet and 25 cn? at the exit. The el- 
evation difference between the centers of the exit and the inlet 
is 40 cm. The mass of the elbow and the water in it is 50 kg. 
Determine the anchoring force needed to hold the elbow in 
place. 


25 cm? 
45° 


150 cm? 40 cm 


Water 4 





FIGURE P13-26 
13-27 Repeat Prob. 13-26 for the case of 0 — 110°. 


13-28 Water accelerated by a nozzle to 15 m/s strikes the 
vertical back surface of a cart moving horizontally at a constant 
velocity of 5 m/s in the flow direction. The mass flow rate of 
water is 25 kg/s. After the strike, the water stream splatters off 
in all directions in the plane of the back surface. (a) Determine 
the force that needs to be applied on the brakes of the cart to 







15 m/s 
= 
=) 
\ Water jet 


FIGURE P13-28 
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prevent it from accelerating. (b) If this force were used to 
generate power instead of wasting it on the brakes, determine 
the maximum amount of power that can be generated. 
Answers: (a) 250 N, (b) 1.25 kW 


13-29 Reconsider Prob. 13-28. If the mass of the cart is 300 
kg and the brakes fail, determine the acceleration of the cart 
when the water first strikes it. Assume the mass of water that 
wets the back surface is negligible. 


13-30E A 100-ft?/s water jet is moving in the positive 
x-direction at 20 ft/s. The stream hits a stationary splitter, such 
that half of the flow is diverted upward at 45° and the other half 
is directed downward, and both streams have a final speed of 
20 ft/s. Disregarding gravitational effects, determine the x- 
and y-components of the force required to hold the splitter in 
place against the water force. 


20 ft/s 





Z 
L. 100 ft3/s —> Es 


FIGURE P13—30E 


«SW Reconsider Prob. 13-30E. Using EES (or 

S other) software, investigate the effect of split- 
ter angle on the force exerted on the splitter in the incoming 
flow direction. Letthe half splitter angle vary from 0 to 180° in 
increments of 10°. Tabulate and plot your results, and draw 
some conclusions. 


13-32 A horizontal 5-cm-diameter water jet with a velocity 
of 18 m/s impinges normally upon a vertical plate of mass 
1000 kg. The plate is held in a frictionless track and is initially 
stationary. When the jet strikes the plate, the plate begins to 
move in the direction of the jet. The water always splatters in 
the plane of the retreating plate. D etermine (a) the acceleration 
of the plate when the jet first strikes it (time = 0), (b) the time 
it will take for the plate to reach a velocity of 9 m/s, and (c) the 
plate velocity 20 s after the jet first strikes the plate. Assume 
the velocity of the jet relative to the plate remains constant. 


13-33 Water flowing in a horizontal 30-cm-diameter pipe at 
5 m/s and 300 kPa gage enters a 90? bend reducing section, 
which connects to a 15-cm-diameter vertical pipe. The inlet of 
the bend is 50 cm above the exit. N eglecting any frictional and 
gravitational effects, determine the net resultant force exerted 
on the reducer by the water. 


13-34 Commercially available large wind turbines 
«€» have blade span diameters as large as 100 m 
and generate over 3 MW of electric power at peak design 


13-31E 


—— 
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conditions. Consider a wind turbine with a 90-m blade span 
subjected to 25 km/h steady winds. If the combined turbine- 
generator efficiency of the wind turbine is 32 percent, deter- 
mine (a) the power generated by the turbine and (b) the 
horizontal force exerted by the wind on the supporting mast of 
the turbine. Take the density of air to be 1.25 kg/m, and disre- 
gard frictional effects. 





FIGURE P13-34 
13-35E A 3-in-diameter horizontal water jet having a veloc- 
ity of 140 ft/s strikes a curved plate, which deflects the water 
back in its original direction. How much force is required to 
hold the plate against the water stream? 


Water EN 
140 ft/s -— 







43 in 
140 ft/s —p = 


FIGURE P13-35E 


13-36E A 3-in-diameter horizontal jet of water, with veloc- 
ity 140 ft/s, strikes a bent plate, which deflects the water by 
135° from its original direction. How much force is required to 
hold the plate against the water stream and what is its direc- 
tion? Disregard frictional and gravitational effects. 


13-37 Firemen are holding anozzle at the end of a hose while 
trying to extinguish a fire. If the nozzle exit diameter is 6 cm 
and the water flow rate is 5 m3/min, determine (a) the average 
water exit velocity and (b) the horizontal resistance force re- 
quired of the firemen to hold the nozzle. 

Answers: (a) 29.5 m/s, (b) 2457 N 


5 m3/min 





FIGURE P13-37 
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13-38 A 5-cm-diameter horizontal jet of water with a veloc- 
ity of 30 m/s strikes a flat plate that is moving in the same di- 
rection as the jet at a velocity of 10 m/s. The water splatters in 
all directions in the plane of the plate. How much force does 
the water stream exert on the plate? 


13-39 m% Reconsider Prob. 13-38. Using EES (or other) 

software, investigate the effect of the plate ve- 
locity on the force exerted on the plate. Let the plate velocity 
vary from 0 to 30 m/s, in increments of 3 m/s. Tabulate and 
plot your results. 


13-40E A fan with 24-in-diameter blades moves 2000 cfm 
(cubic feet per minute) of air at 70°F at sea level. Determine 
(a) the force required to hold the fan and (b) the minimum 
power input required for the fan. Choose the control volume 
sufficiently large to contain the fan, and the gage pressure and 
the air velocity on the inlet side to be zero. Assume air ap- 
proaches the fan through a large area with negligible velocity, 
and air exits the fan with a uniform velocity at atmospheric 
pressure through an imaginary cylinder whose diameter is the 
fan blade diameter. 

Answers: (a) 0.82 Ibf, (b) 5.91 W 


13-41 An unloaded helicopter of mass 10,000 kg hovers at 
sea level while itis being loaded. In the unloaded hover mode, 
the blades rotate at 400 rom. The horizontal blades above the he- 
licopter cause a 15-m-diameter air mass to move downward at 
an average velocity proportional to the overhead blade rotational 
velocity (rpm).A load of 15,000 kg is loaded onto the helicopter, 
and the helicopter slowly rises. Determine (a) the volumetric 
airflow rate downdraft that the helicopter generates during un- 
loaded hover and the required power input and (b) the rpm of 
the helicopter blades to hover with the 15,000-kg load and the 
required power input. Take the density of atmospheric air to be 
1.18 kg/m?. Assume air approaches the blades from the top 
through a large area with negligible velocity, and air is forced by 
the blades to move down with a uniform velocity through an 
imaginary cylinder whose base is the blade span area. 


E 
| 







15,000 kg 


FIGURE P13-41 


13-42 Reconsider the helicopter in Prob. 13-41, except that 
itis hovering on top of a 3000-m-high mountain where the air 


—— 


density is 0.79 kg/m?. Noting that the unloaded helicopter 
blades must rotate at 400 rpm to hover at sea level, determine 
the blade rotational velocity to hover at the higher altitude. 
Also determine the percent increase in the required power in- 
put to hover at 3000-m altitude relative to that at sea level. 
Answers: 489 rpm, 22% 


13-43 A sluice gate, which controls flow rate in a channel by 
simply raising or lowering a vertical plate, is commonly used 
in irrigation systems. A force is exerted on the gate due to the 
difference between the water heights y, and y, and the flow ve- 
locities ^, and °/, upstream and downstream from the gate, re- 
spectively. Disregarding the wall shear forces at the channel 
surfaces, develop relations for *//;, *i/;, and the force acting on 
a sluice gate of width w during steady and uniform flow. 
Answer: FR = MN — V) + 1212 - y9 





FIGURE P13-43 


13-44 Water enters a centrifugal pump axially at atmos- 
pheric pressure at a rate of 0.12 m?/s and at a velocity of 7 m/s, 
and leaves in the normal direction along the pump casing, as 
shown in the figure. Determine the force acting on the shaft 
(which is also the force acting on the bearing of the shaft) in 
the axial direction. 






Blade 


Impeller 
- shroud 
0.12 m3Js 


FIGURE P13-44 


Angular Momentum Equation 


13-45C How is the angular momentum equation obtained 
from Reynolds transport equations? 

13-46C Express the unsteady angular momentum equation 
in vector form for a control volume that has a constant moment 
of inertia I, no external moments applied, and one outgoing 
uniform flow stream of velocity J, and mass flow rate rh. 
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13-47C Express the angular momentum equation in scalar 
form about a specified axis of rotation for a fixed control vol- 
ume for steady and uniform flow. 


13-48 Water is flowing through a 12-cm-diameter pipe that 
consists of a 3-m-long vertical and 2-m-long horizontal section 
with a 90° elbow at the exit to force the water to be discharged 
downward, as shown in the figure, in the vertical direction. 
Water discharges to atmospheric air at a velocity of 4 m/s, and 
the mass of the pipe section when filled with water is 15 kg per 
meter length. Determine the moment acting at the intersection 
of the vertical and horizontal sections of the pipe (point A). 
What would your answer be if the flow were discharged up- 
ward instead of downward? 

















FIGURE P13-48 


13-49E A large lawn sprinkler with two identical arms is used 
to generate electric power by attaching a generator to its rotating 
head. Water enters the sprinkler from the base along the axis of 
rotation at a rate of 8 gal/s, and leaves the nozzles in the tangen- 
tial direction. The sprinkler rotates at a rate of 250 rpm in a hor- 
izontal plane. The diameter of each jet is 0.5 in, and the normal 
distance between the axis of rotation and the center of each noz- 
zle is 2 ft. Determine the electric power produced. 


13-50E Reconsider the lawn sprinkler in Prob. 13-49E. If 
the rotating head is somehow stuck, determine the moment act- 
ing on the head. 


13-51 A lawn sprinkler with three identical arms is used to 
water a garden by rotating in a horizontal plane by the impulse 
caused by water flow. Water enters the sprinkler along the axis 
of rotation at a rate of 40 L /s, and leaves the 1.2-cm-diameter 
nozzles in the tangential direction. The bearing applies a re- 
tarding torque of Ty — 50 N - m due to friction at the antici- 
pated operating speeds. For a normal distance of 40 cm 
between the axis of rotation and the center of the nozzles, de- 
termine the angular velocity of the sprinkler shaft. 


13-52 Pelton wheel turbines are commonly used in hydro- 
electric power plants to generate electric power. In these tur- 
bines, a high-speed jet at a velocity of ‘Vj impinges on buckets, 
forcing the wheel to rotate. The buckets reverse the direction of 
the jet, and the jet leaves the bucket making an angle B with the 
direction of the jet, as shown in the figure. Show that the power 


—— 
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produced by a Pelton wheel of radius r rotating steadily at an 
angular velocity of « is Way — por V (Y — er)(1 — cos B), 
where p is the density and V is the volumetric flow rate of the 
fluid. Obtain the numerical value for p = 1000 kg/m?, r = 2 m, 
V = 10 m/s, h = 150 rpm, B = 160°, and ‘Vj = 50 m/s. 





FIGURE P13-52 


13-53 eek Reconsider Prob. 13-52. The turbine will have the 

Ss maximum efficiency when 8 = 180°, but this is 
not practical. Investigate the effect of 8 on the power generation 
by allowing it to vary from 0° to 180°. Do you think we are wast- 
ing a large fraction of power by using buckets with a 6 of 160°? 


13-54 The impeller of a centrifugal blower has a radius of 
15 cm and a blade width of 6.1 cm at the inlet, and a radius of 
30 cm and a blade width of 3.4 cm at the outlet. The blower de- 
livers atmospheric air at 20°C and 95 kPa. Disregarding any 
losses and assuming the tangential components of air velocity at 
the inlet and the outlet to be equal to the impeller velocity at re- 
spective locations, determine the volumetric flow rate of air 
when the rotational speed of the shaft is 800 rom, and the power 
consumption of the blower is 120 W. Also determine the normal 
components of velocity at the inlet and outlet of the impeller. 





FIGURE P13-54 


13-55 Consider a centrifugal blower that has a radius of 20 
cm and a blade width of 8.2 cm at the impeller inlet, and a ra- 
dius of 45 cm and a blade width of 5.6 cm at the outlet. The 
blower delivers air at a rate of 0.70 m?/s at a rotational speed of 
700 rpm. Assuming the air to enter the impeller in radial direc- 
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tion and to exit at an angle of 50° from the radial direction, de- 
termine the minimum power consumption of the blower. Take 
the density of air to be 1.25 kg/m?. 






Impeller region 


FIGURE P13-55 


13-56 Reconsider Prob. 13-55. For the specified flow 

«sz rate, investigate the effect of discharge angle a, 
on the minimum power input requirements. A ssume the air to 
enter the impeller in radial direction (o4 — 0?), and vary o; 
from 0° to 85° in increments of 5°. Plot the variation of power 
input versus a, and discuss your results. 


13-57E Water enters the impeller of a centrifugal pump radi- 
ally at a rate of 80 cfm when the shaft is rotating at 500 rpm. 
The tangential component of absolute velocity of water at the 
exit of the 2-ft outer diameter impeller is 180 ft/s. Determine 
the torque applied to the impeller. 

13-58 Theimpeller of a centrifugal pump has inner and outer 
diameters of 13 cm and 30 cm, respectively, and a flow rate of 
0.15 m?/s at a rotational speed of 1200 rpm. T he blade width of 
the impeller is 8 cm at the inlet and 3.5 cm at the outlet. If wa- 
ter enters the impeller in the radial direction and exits at an an- 
gle of 60° from the radial direction, determine the minimum 
power requirement for the pump. 


Review Problems 


13-59 Water is flowing into and discharging from a pipe 
U-section as shown in the figure. At flange (1), the total 


8 kg/s 


al 


2 
22 Ко/5-4-- SIN 
2 
р. | 
A 30 kg/s —> 


(D 
FIGURE P13-59 


3cm 


—— 


absolute pressure is 200 kPa, and 30 kg/s flows into the pipe. 
At flange (2), the total pressure is 150 kPa. At location (3), 
8 kg/s of water discharges to the atmosphere, which is at 100 
kPa. Determinethe total x- and z-forces atthe two flanges con- 
necting the pipe. Discuss the significance of gravity force for 
this problem. 


13-60 A tripod holding a nozzle, which directs a 5-cm- 
diameter stream of water from a hose, is shown in the figure. 
The nozzle mass is 10 kg when filled with water. The tripod is 
rated to provide 1800 N of holding force. A fireman was stand- 
ing 60 cm behind the nozzle and was hit by the nozzle when 
the tripod suddenly failed and released the nozzle. You have 
been hired as an accident reconstructionist and, after testing the 
tripod, have determined that as water flow rate increased, it did 
collapse at 1800 N. In your final report you must state the wa- 
ter velocity and the flow rate consistent with the failure and the 
nozzle velocity when it hit the fireman. 

Answers: 30.2 m/s, 0.0593 m3/s, 14.7 m/s 





FIGURE P13-60 


13-61 Consider an airplane with a jet engine attached to the 
tail section that expels combustion gases at a rate of 18 kg/s 
With a velocity of ?/ — 250 m/s relative to the plane. During 
landing, a thrust reverser (which serves as a brake for the air- 
craft and facilitates landing on a short runway) is lowered in 
the path of the exhaust jet, which deflects the exhaust from 
rearward to 160°. Determine (a) the thrust (forward force) that 
the engine produces prior to the insertion of the thrust reverser 
and (b) the braking force produced after the thrust reverser is 
deployed. 






reverser 
250 m/s re 


FIGURE P13-61 


13-62 Reconsider Prob. 13-61. Using EES (or other) 

= software, investigate the effect of thrust reverser 
angle on the braking force exerted on the airplane. Let the re- 
verser angle vary from 0° (no reversing) to 180° (full reversing) 
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in increments of 10°. Tabulate and plot your results, and draw 
conclusions. 


13-63E A spacecraft cruising in space at a constant velocity 
of 1500 ft/s has a mass of 18,000 Ibm. To slow down the 
spacecraft, a solid fuel rocket is fired, and the combustion 
gases leave the rocket at a constant rate of 150 Ibm/s at a 
velocity of 5000 ft/s in the same direction as the spacecraft for 
a period of 5 s. Assuming the mass of the spacecraft remains 
constant, determine (a) the deceleration of the spacecraft dur- 
ing this 5-s period, (b) the change of velocity of the spacecraft 
during this time period, and (c) the thrust exerted on the space- 
craft. 


13-64 A 5-cm-diameter horizontal water jet having a veloc- 
ity of 30 m/s strikes a vertical stationary flat plate. The water 
splatters in all directions in the plane of the plate. How much 
force is required to hold the plate against the water stream? 


13-65 A 5-cm-diameter horizontal jet of water, with velocity 
30 m/s, strikes the tip of a horizontal cone, which deflects the 
water by 45° from its original direction. How much force is re- 
quired to hold the cone against the water stream? 


13-66 A 60-kg ice skater is standing on ice with ice skates 
(no friction). She is holding a flexible hose (essentially weight- 
less) that directs a 2-cm-diameter stream of water horizontally 
parallel to her skates. The water velocity at hose outlet is 
10 m/s. If she is initially standing still, determine (a) the veloc- 
ity of the skater and the distance she travels in 5 s and (b) how 
long it will take to move 5 m and the velocity at that moment. 
Answers: (a) 2.62 m/s, 6.54 m, (b) 4.4 s, 2.3 m/s 


Ice skater 





FIGURE P13-66 


13-67 The apocryphal Indiana J ones needs to ascend a 10-m- 
high building. There is a large hose filled with pressurized wa- 
ter hanging down from the building top. He builds a square 
platform and mounts four 5-cm-diameter nozzles pointing 
down at each corner. By connecting hose branches, a water jet 
with 15 m/s velocity can be produced from each nozzle. J ones, 
the platform, and the nozzles have a combined mass of 150 kg. 
Determine (a) the minimum water jet velocity needed to raise 
the system, (b) how long it will take for the system to rise 10 m 
when the water jet velocity is 15 m/s and the velocity of the 
system at that moment, and (c) how much higher the momen- 
tum will raise J ones if he shuts off the water at the moment the 
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FIGURE P13-67 


platform reaches 10 m above the ground. How much time does 
he have to jump from the platform to the roof? 
Answers: (a) 13.7 m/s, (0) 3.2 5, (с) 2.1 т, 1.3 5 


13-68E An engineering student considers using a fan as a 
levitation demonstration. He plans to face the box-enclosed fan 
so the air blast is directed face down through a 3-ft-diameter 
blade span area. The system weights 5 Ibf, and he will secure 
the system from rotating. B y increasing the power to the fan, 
he plans to increase the blade rpm and air exit velocity until the 
exhaust provides sufficient upward force to cause the box fan 
to hover in the air. Determine (a) the air exit velocity to pro- 
duce 5 Ibf, (b) the volumetric flow rate needed, and (c) the 
minimum mechanical power that must be supplied to the 
airstream. Take the air density to be 0.078 Ibm/ft?. 





FIGURE P13-68E 


13-69 A soldier jumps from a plane and opens his parachute 
when his velocity reaches the terminal velocity V. The para- 
chute slows him down to his landing velocity of Vp. After 
the parachute is deployed, the air resistance is proportional 
to the velocity squared (i.e, F = kv?). The soldier, his 


parachute, and his gear have a total mass of m. Show that k — у? 
F 
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and develop a relation for the soldier's velocity after he opens 
the parachute at timet = 0. 
Vy + Vp + (Vy — Vp) e7281 


Answer: V = р. = 
i Vr T Ve = (7 = Yp)? 








FIGURE P13-69 


13-70 A horizontal water jet with a flow rate of V and cross- 
sectional area of A will drive a covered cart of mass m, along a 
level and frictionless path. The jet enters a hole at the rear of 
the cart, and all water that enters the cart is retained, increasing 
the system mass. The relative velocity between the jet of con- 
stant velocity ‘V, and the cart of variable velocity V is V) — V. 
If the cartis initially empty and stationary when the jet action 
is initiated, develop a relation (integral form is acceptable) for 
cart velocity versus time. 





FIGURE P13-70 


13-71 Frictionless vertical guide rails maintain a plate of 
mass m, in a horizontal position, such that it can slide freely in 
the vertical direction. A nozzle can direct a water stream of area 
A against the plate underside. The water jet splatters in the 
plate plane, applying an upward force against the plate. The 
water flow rate m (kg/s) can be controlled. A ssume that times 
are short, so the velocity of the rising jet can be considered 


—$— 


constant with height. (a) Determine the minimum mass flow 
rate Mmin Necessary to just levitate the plate and obtain a rela- 
tion for the steady-state velocity of the upward moving plate 
for M > Mmin: (b) At timet = 0, the plate is at rest, and the wa- 
ter jet with m — mj, is suddenly turned on. A pply a force bal- 
ance to the plate and obtain the integral that relates velocity to 
time (do not solve). 


Guide 





Nozzle 





FIGURE P13-71 


13-72 Water enters a mixed flow pump axially at a rate of 
0.2 m?/s and at a velocity of 5 m/s, and is discharged to the at- 
mosphere at an angle of 60? from the horizontal, as shown in 
the figure. If the discharge flow area is half the inlet area, de- 
termine the force acting on the shaft in the axial direction. 





FIGURE P13-72 


13-73 Water accelerated by a nozzle enters the impeller of a 
turbine through its outer edge of diameter D with a velocity 
of V making an angle æ with the radial direction at a mass flow 
rate of m. Water leaves the impeller in the radial direction. If 
the angular speed of the turbine shaft is n, show that the maxi- 
mum power that can be generated by this radial turbine is 
W shaft = ттр sina. 


13-74 Water enters a two-armed lawn sprinkler along the 
vertical axis at a rate of 60 L/s, and leaves the sprinkler nozzles 
as 2-cm diameter jets at an angle of @ from the tangential di- 
rection, as shown in the figure. The length of each sprinkler 
arm is 0.45 m. Disregarding any frictional effects, determine 
the rate of rotation ñ of the sprinkler in rev/min for (a) @ = 0°, 
(а) ө = 30°, апа (а) ө = 60°. 
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Design and Essay Problem 


13-77 Visita fire station and obtain information about flow 
rates through hoses and discharge diameters. Using this infor- 
mation, calculate the impulse force the firemen are subjected to. 





l 
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FIGURE P13-74 


13-75 E Reconsider Prob. 13-74. For the specified flow 

sz rate, investigate the effect of discharge angle 0 
on the rate of rotation n by varying 0 from 0? to 90? in incre- 
ments of 10°. Plot the rate of rotation versus 6, and discuss 
your results. 


13-76 A stationary water tank of diameter D is mounted on 
wheels and is placed on a frictionless level surface. A smooth 
hole of diameter D, near the bottom of the tank allows water to 
jet horizontally and rearward, and the water jet force propels 
the system forward. The water in the tank is much heavier than 
the tank-and-wheel assembly, so only the mass of water re- 
maining in the tank needs to be considered in this problem. 
Considering the decrease in the mass of water with time, de- 
velop relations for (a) the acceleration, (b) the velocity, and 
(c) the distance traveled by the system as a function of time. 
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luid flow in circular and noncircular pipes is commonly encountered in 

practice. The hot and cold water that we use in our homes is pumped 

through pipes. Water in a city is distributed by extensive piping net- 
works. Oil and natural gas are transported hundreds of miles by large 
pipelines. Blood is carried throughout our bodies by veins. The cooling water 
in an engine is transported by hoses to the pipes in the radiator where it is 
cooled as it flows. Thermal energy in a hydronic space heating system is 
transferred to the circulating water in the boiler, and then it is transported to 
the desired locations in pipes. 

Fluid flow is classified as external and internal, depending on whether the 
fluid is forced to flow over a surface or in a conduit. Internal and external 
flows exhibit very different characteristics. In this chapter we consider inter- 
nal flow where the conduit is completely filled with the fluid, and flow is dri- 
ven primarily by a pressure difference. This should not be confused with 
open-channel flow where the conduit is partially filled by the fluid and thus 
the flow is partially bounded by solid surfaces, as in an irrigation ditch, and 
flow is driven by gravity alone. 

We start this chapter with a general physical description of internal flow and 
the velocity boundary layer. We continue with the discussion of the dimen- 
sionless Reynolds number and its physical significance. We then discuss the 
characteristics of flow inside pipes and introduce the pressure drop correla- 
tions associated with it for both laminar and turbulent flows. Finally, we pre- 
sent the minor losses and determine the pressure drop and pumping power 
requirements for piping systems. 
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14-1 = INTRODUCTION 


Liquid or gas flow through pipes or ducts is commonly used in heating and 
cooling applications, and fluid distribution networks. The fluid in such appli- 
cations is usually forced to flow by a fan or pump through a flow section. We 
pay particular attention to friction, which is directly related to the pressure 
drop and head loss during flow through pipes and ducts. The pressure drop is 
then used to determine the pumping power requirement. A typical piping sys- 
tem involves pipes of different diameters connected to each other by various 
fittings or elbows to direct the fluid, valves to control the flow rate, and pumps 
to pressurize the fluid. 

The terms pipe, duct, and conduit are usually used interchangeably for flow 
sections. In general, flow sections of circular cross section are referred to as 
pipes (especially when the fluid is a liquid), and flow sections of noncircular 
cross section as ducts (especially when the fluid is a gas). Small-diameter 
pipes are usually referred to as tubes. Given this uncertainty, we will use more 
descriptive phrases (such as a circular pipe or a rectangular duct) whenever 
necessary to avoid any misunderstandings. 

You have probably noticed that most fluids, especially liquids, are trans- 
ported in circular pipes. This is because pipes with a circular cross section can 
withstand large pressure differences between the inside and the outside with- 
Water out undergoing significant distortion. Noncircular pipes are usually used in 
50 atm applications such as the heating and cooling systems of buildings where the 
pressure difference is relatively small, the manufacturing and installation costs 
are lower, and the available space is limited for duct work (Fig. 14-1). 

Although the theory of fluid flow is reasonably well understood, theoretical 
solutions are obtained only for a few simple cases such as fully developed 
laminar flow in a circular pipe. Therefore, we must rely on experimental re- 
sults and empirical relations for most fluid-flow problems rather than closed- 
form analytical solutions. Noting that the experimental results are obtained 

Air under carefully controlled laboratory conditions, and that no two systems are 
1.2 atm : : а з 2 
exactly alike, we must not be so naive as to view the results obtained as “ex- 
FIGURE 14-1 : act." An error of 10 percent (or more) in friction factors calculated using the 
Ciréülar p ои withstand large relations in this chapter is the “norm” rather than the “exception.” 
pressure ditioroncss bolwoen ihe The fluid velocity in a pipe changes from zero at the surface because of the 
inside and the outside without : 9n y рт 8 5 : s 
оар ariy distortion, but no-slip condition to a maximum at the pipe center. In fluid flow, it is conve- 
noncicular pipes canit nient to work with an average or mean velocity Va which remains constant in 
incompressible flow when the cross-sectional area of the pipe is constant (Fig. 
14-2). The mean velocity in heating and cooling applications may change 
somewhat because of changes in density with temperature. But, in practice, 
we evaluate the fluid properties at some average temperature and treat them as 
constants. The convenience of working with constant properties usually more 
than justifies the slight loss in accuracy. 

Also, the friction between the fluid layers in a pipe does cause a slight rise in 
fluid temperature as a result of the mechanical energy being converted to sensi- 
ble thermal energy. But this temperature rise due to fictional heating is usually 
FIGURE 14-2 too small to warrant any consideration in calculations and thus is disregarded. 
Mean velocity V, is defined as the For example, in the absence of any heat transfer, no noticeable difference can 
average speed through a cross section. be detected between the inlet and exit temperatures of water flowing in a pipe. 
For fully developed laminar pipe flow, The primary consequence of friction in fluid flow is pressure drop, and thus any 
Vn is half of maximum velocity. significant temperature change in the fluid is due to heat transfer. 






Circular pipe 


Rectangular 
duct 


Y, 


m 








-6- 


cen54261_ch14.qxd 1/13/04 2:40 PM Page 607 F | 


607 
СНАРТЕК 14 





The value of the mean velocity V, is determined from the requirement that 
the conservation of mass principle be satisfied (Fig. 14—2). That is, 


m= pV,A,= | pu(r, x) dA, (14-1) 
А, 


where m is the mass flow rate, p is the density, A, is the cross-sectional area, 
and u(r, x) is the velocity profile. Then the mean velocity for incompressible 
flow in a circular pipe of radius R can be expressed as 


| pu(r, x) dA, | pu(r, x)27r dr 
‘A, А, 





"HL 
Y = = = > d 14-2 
m pA. рт? R? | HO : 


Therefore, when we know the mass flow rate or the velocity profile, the mean 
velocity can be determined easily. 


14-2 = LAMINAR AND TURBULENT FLOWS 





Turbulent 
. . flow 
If you have been around smokers, you probably noticed that the cigarette 
smoke rises in a smooth plume for the first few centimeters and then starts Еч 
fluctuating randomly in all directions as it continues its journey toward the = 
lungs of others (Fig. 14-3). Likewise, a careful inspection of flow in a pipe re- 
veals that the fluid flow is streamlined at low velocities but turns chaotic as FIGURE 14-3 


the velocity is increased above a critical value, as shown in Fig. 14-4. The 
flow regime in the first case is said to be laminar, characterized by smooth 
streamlines and highly-ordered motion, and turbulent in the second case, 
where it is characterized by velocity fluctuations and highly-disordered mo- 
tion. The transition from laminar to turbulent flow does not occur suddenly; 
rather, it occurs over some region in which the flow fluctuates between lami- 
nar and turbulent flows before it becomes fully turbulent. Most flows encoun- ши pe 
tered in practice are turbulent. Laminar flow is encountered when highly Va 
viscous fluids such as oils flow in small pipes or narrow passages. 

We can verify the existence of these laminar, transitional, and turbulent flow 
regimes by injecting some dye streaks into the flow in a glass pipe, as the 
British scientist Osborne Reynolds (1842-1912) did over a century ago. We Ї Рузгор 
observe that the dye streak forms a straight and smooth line at low velocities (a) Laminar flow 
when the flow is laminar (we may see some blurring because of molecular dif- 
fusion), has bursts of fluctuations in the transitional regime, and zigzags 
rapidly and randomly when the flow becomes fully turbulent. These zigzags Dye trace 
and the dispersion of the dye are indicative of the fluctuations in the main 
flow and the rapid mixing of fluid particles from adjacent layers. Ee 

The intense mixing of the fluid in turbulent flow as a result of rapid fluctua- 5 
tions enhances momentum transfer between fluid particles, which increases the 
friction force on the surface and thus the required pumping power. The friction 
factor reaches a maximum when the flow becomes fully turbulent. $ Dye injection 


Laminar and turbulent flow 
regimes of cigarette smoke. 


Dye trace 


(b) Turbulent flow 
Reynolds Number FIGURE 14-4 
The transition from laminar to turbulent flow depends on the geometry, sur- The behavior of colored fluid 


face roughness, flow velocity, surface temperature, and type of fluid, among injected into the flow in laminar 
other things. After exhaustive experiments in the 1880s, Osborne Reynolds and turbulent flows in a pipe. 


—— 
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a Inertial forces 
Viscous forces 
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FIGURE 14-5 

The Reynolds number can be viewed 
as the ratio of the inertial forces to 
viscous forces acting on a fluid 
volume element. 


Circular tube: 





4(пр2/4) 
һар =P 


Square duct: 


E 
aes? 


Rectangular duct: 








_ 4ab  2ab 
^ Qa-b) a+b 
FIGURE 14-6 


The hydraulic diameter D; — 4A,/p 
is defined such that it reduces to 
ordinary diameter for circular tubes. 
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discovered that the flow regime depends mainly on the ratio of the inertial 
forces to viscous forces in the fluid. This ratio is called the Reynolds number 
and is expressed for internal flow in a circular pipe as (Fig. 14—5) 


Inertial forces _ V, D 2 PVD 


~ Viscous forces v ш (14-3) 


where 


V, = mean flow velocity, m/s 
D 


0 = u/p — kinematic viscosity of the fluid, m?/s. 


characteristic length of the geometry (diameter in this case), m 


Note that Reynolds number is a dimensionless quantity. Also, kinematic vis- 
cosity has the unit m?/s, and can be viewed as viscous diffusivity or diffusivity 
for momentum. 

At large Reynolds numbers, the inertial forces, which are proportional to the 
fluid density and the square of the fluid velocity, are large relative to the vis- 
cous forces, and thus the viscous forces cannot prevent the random and rapid 
fluctuations of the fluid. At small Reynolds numbers, however, the viscous 
forces are large enough to overcome the inertial forces and to keep the fluid 
"in line." Thus the flow is turbulent in the first case and laminar in the second. 

The Reynolds number at which the flow becomes turbulent is called the 
critical Reynolds number, Re,,. The value of the critical Reynolds number is 
different for different geometries and flow conditions. For internal flow in a 
circular pipe, the generally accepted value of the critical Reynolds number is 
Re,, — 2300. 

For flow through noncircular pipes, the Reynolds number is based on the 
hydraulic diameter D, defined as (Fig. 14—6) 





Hydraulic diameter: (14-4) 


where A, is the cross-sectional area of the pipe and p is its perimeter. The hy- 
draulic diameter is defined such that it reduces to ordinary diameter D for cir- 
cular pipes, 


. . 4A.  A(rD?/4) 
Circular pipes: Р”, = тр = ab ~ р 

It certainly is desirable to have precise values of Reynolds number for lam- 
inar, transitional, and turbulent flows, but this is not the case in practice. This 
is because the transition from laminar to turbulent flow also depends on the 
degree of disturbance of the flow by surface roughness, pipe vibrations, and 
fluctuations in the flow. Under most practical conditions, the flow in a circu- 
lar pipe is laminar for Re < 2300, turbulent for Re > 4000, and transitional in 
between. That is, 


Re < 2300 
2300 = Re = 4000 
Re > 4000 


laminar flow 
transitional flow 


turbulent flow 
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In transitional flow, the flow switches between laminar and turbulent randomly Laminar Turbulent 
(Fig. 14—7). It should be kept in mind that laminar flow can be maintained 

at much higher Reynolds numbers in very smooth pipes by avoiding flow dis- йг 

turbances and pipe vibrations. In such carefully controlled experiments, lami- шин 

nar flow has been maintained at Reynolds numbers of up to 100,000. For flows We 
approximated as inviscid flow, the Reynolds number is "infinity" since the vis- 

cosity is assumed to be zero. 


14-3 = THE ENTRANCE REGION 4 Dye injection 





Consider a fluid entering a circular pipe at a uniform velocity. Because of the FIGURE 14-7 
no-slip condition, the fluid particles in the layer in contact with the surface of In the transitional flow region of 
the pipe come to a complete stop. This layer also causes the fluid particles in 2300 = Re = 4000, the flow 
the adjacent layers to slow down gradually as a result of friction. To make up switches between laminar and 
for this velocity reduction, the velocity of the fluid at the midsection of the turbulent randomly. 


pipe has to increase to keep the mass flow rate through the pipe constant. As a 
result, a velocity gradient develops along the pipe. 

The region of the flow in which the effects of the viscous shearing forces 
caused by fluid viscosity are felt is called the velocity boundary layer or just 
the boundary layer. The hypothetical boundary surface divides the flow in a 
pipe into two regions: the boundary layer region, in which the viscous ef- 
fects and the velocity changes are significant, and the inviscid flow region, in 
which the frictional effects are negligible and the velocity remains essentially 
constant in the radial direction. 

The thickness of this boundary layer increases in the flow direction until the 
boundary layer reaches the pipe center and thus fills the entire pipe, as shown 
in Fig. 14-8. The region from the pipe inlet to the point at which the bound- 
ary layer merges at the centerline is called the hydrodynamic entrance re- 
gion, and the length of this region is called the hydrodynamic entry length 
L,,. Flow in the entrance region is called hydrodynamically developing flow 
since this is the region where the velocity profile develops. The region beyond 
the entrance region in which the velocity profile is fully developed and re- 
mains unchanged is called the hydrodynamically fully developed region. 
The flow is said to be fully developed when the normalized temperature pro- 
file also remains unchanged. Hydrodynamically developed flow is equivalent 
to fully developed flow when the fluid in the pipe is not heated or cooled since 
the fluid temperature in this case remains essentially constant throughout. The 
velocity profile in the fully developed region is parabolic in laminar flow and 


Irrotational (core) Velocity boundary Developing velocity Fully developed 
flow region layer profile velocity profile 





m 











LII - FIGURE 14-8 
The development of the velocity 
boundary layer in a pipe. (The 
developed mean velocity profile is 
parabolic in laminar flow, as shown, 
Hydrodynamically fully developed region but somewhat blunt in turbulent flow.) 
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FIGURE 14-9 

In the fully developed region of a 
pipe, the velocity profile does not 
change downstream, and thus the wall 
shear stress remains constant as well. 


FIGURE 14—10 

The variation of wall shear stress in 
the flow direction for flow in a pipe 
from the entrance region into the fully 
developed region. 
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somewhat flatter (or fuller) in turbulent flow due to eddy motion and more 
vigorous mixing in the radial direction. The time-averaged velocity profile re- 
mains unchanged when the flow is fully developed, and thus 


ди(г, х) 
дх 





Hydrodynamically fully developed: =0 o9 u-u(r) (14-5) 


The shear stress at the pipe wall 7,, is related to the shear stress at the surface, 
which is related to the slope of the velocity profile at the surface. Noting 
that the velocity profile remains unchanged in the hydrodynamically fully de- 
veloped region, the wall shear stress also remains constant in that region 
(Fig. 14-9). 

Consider fluid flow in the hydrodynamic entrance region of a pipe. The wall 
shear stress is the highest at the pipe inlet where the thickness of the boundary 
layer is zero, and decreases gradually to the fully developed value, as shown 
in Fig. 14-10. Therefore, the pressure drop is higher in the entrance regions of 
a pipe, and the effect of the entrance region is always to increase the average 
friction factor for the entire pipe. This increase can be significant for short 
pipes but negligible for long ones. 


Entry Lengths 

The hydrodynamic entry length is usually taken to be the distance from the 
pipe entrance where the friction factor reaches within about 2 percent of the 
fully developed value. In laminar flow, the hydrodynamic entry length is 
given approximately as [see Kays and Crawford (1993), and Shah and Bhatti 
(1987)] 


Г, laminar ~ 0.05 Rep D (14-6) 
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For Re — 20, the hydrodynamic entry length is about the size of the diameter, 
but increases linearly with velocity. In the limiting laminar case of Re — 2300, 
the hydrodynamic entry length is 115D. 

In turbulent flow, the intense mixing during random fluctuations usually 
overshadows the effects of molecular diffusion. The hydrodynamic entry 
length for turbulent flow can be approximated as [see Bhatti and Shah (1987), 
and Zhi-qing (1982)] 


1, wrbutem = 1.359 Re 44 (14-7) 
The entry length is much shorter in turbulent flow, as expected, and its depen- 
dence on the Reynolds number is weaker. It is 11D at Re = 10,000, and in- 
creases to 43D at Re = 10°. In many pipe flows of practical engineering 
interest, the entrance effects become insignificant beyond a pipe length of 
10 diameters, and the hydrodynamic entry length is approximately taken to be 


Lh, turbulent iad 10D (14-8) 
Precise correlations for calculating the frictional head losses in entrance region 
are available in the literature. However, the pipes used in practice are usually 
several times the length of the entrance region, and thus the flow through the 
pipes is often assumed to be fully developed for the entire length of the pipe. 
This simplistic approach gives reasonable results for long pipes and conserva- 
tive results for short ones since it underpredicts the friction factor. 


14-4 = LAMINAR FLOW IN PIPES 


We mentioned earlier that flow in pipes is laminar for Re < 2300, and that the 
flow is fully developed if the pipe is sufficiently long (relative to the entry 
length) so that the entrance effects are negligible. In this section we consider 
the steady laminar flow of an incompressible fluid with constant properties in 
the fully developed region of a straight circular pipe. We obtain the momen- 
tum equation by applying a momentum balance to a differential volume ele- 
ment, and obtain the velocity profile by solving it. Then we use it to obtain a 
relation for the friction factor. An important aspect of the analysis here is that 
it is one of the few available for viscous flow. 

In fully developed laminar flow, each fluid particle moves at a constant ax- 
ial velocity along a streamline and the velocity profile u(r) remains unchanged 
in the flow direction. There is no motion in the radial direction, and thus the 
velocity component in the direction normal to flow is everywhere zero. There 
is no acceleration since the flow is steady and fully developed. 

Now consider a ring-shaped differential volume element of radius z thick- 
ness dr, and length dx oriented coaxially with the pipe, as shown in Fig. 
14-11. The volume element involves only pressure and viscous effects, and 
thus the pressure and shear forces must balance each other. The pressure force 
acting on a submerged plane surface is the product of the pressure at the cen- 
troid of the surface and the surface area. A force balance on the volume ele- 
ment in the flow direction gives 


Quarr drP), — Qarr drP), 4, - Qarr dxr), — Qarr dxr),,4, = 0 (14-9) 
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P, P, * dx 
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FIGURE 14-11 

Free-body diagram of a ring-shaped 
differential fluid element of radius r, 
thickness dr, and length dx oriented 
coaxially with a horizontal pipe in 
fully developed laminar flow. 
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Force balance: 
aR? P — nR? (P + dR) — 2aR dxt,, =0 


Simplifying: 


doom 
dx Е R 
FIGURE 14-12 


Free-body diagram of a fluid disk 
element of radius R and length dx in 
fully developed laminar flow 

in a horizontal pipe. 
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which indicates that in fully developed flow in a horizontal pipe, the viscous 
and pressure forces balance each other. Dividing by 27 dr dx and rearranging, 


i Paa 7 n (гт), а, = (r7), == 





ET АА 0 (14-10) 
Taking the limit as dr, dx — 0 gives 
„аР Ion - (14-11) 
Substituting T = —j(du/dr) and rearranging gives the desired equation, 
21038: (14-12) 


The quantity du/dr is negative in pipe flow, and the negative sign is included 
to obtain positive values for 7. (Or, du/dr — —du/dy since y — R — r.) The left 
side of Eq. 14-12 is a function of r and the right side is a function of x. 
The equality must hold for any value of r and x, and an equality of the form 
f(r) = g(x) can happen only if both f(r) and g(x) are equal to the same con- 
stant. Thus we conclude that dP/dx = constant. This can be verified by writ- 
ing a force balance on a volume element of radius R and thickness dx (a slice 
of the pipe), which gives (Fig. 14-12) 


ар E 2 T. w 
dx R 





(14-13) 


Here 7,, is constant since the viscosity and the velocity profile are constants in 
the fully developed region. Therefore, dP/dx — constant. 

Equation 14-12 can be solved by rearranging and integrating it twice to 
give 


dP 


u(r) = L2) t C nz C, (14-14) 


The velocity profile u(r) is obtained by applying the boundary conditions 
du/dr = 0 at r = 0 (because of symmetry about the centerline) and u = 0 at 
r = R (the no-slip condition at the pipe surface). We get 


2 2 
vE 


Therefore, the velocity profile in fully developed laminar flow in a pipe is 
parabolic with a maximum at the centerline and minimum (zero) at the pipe 
wall. Also, the axial velocity u is positive for any r, and thus the axial pressure 
gradient dP/dx must be negative (i.e., pressure must decrease in the flow di- 
rection because of viscous effects). 

The mean velocity is determined from its definition by substituting 
Eq. 14-15 into Eq. 14~2, and performing the integration. It gives 


-52:|5 —2 (^n? (dP г? R? [dP 
V, -2/ u(r)r dr = R | e (ey 5) на 5163) (14-16) 


0 


(14-15) 
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Combining the last two equations, the velocity profile is re-written as 


u(r) = n.i = z) (14-17) 
This is a convenient form for the velocity profile since l^, can be determined 
easily from the flow rate information. 

The maximum velocity occurs at the centerline, and is determined from 
Eq. 14—17 by substituting r — 0, 


Umax = 2Vin (14-18) 


Therefore, the mean velocity in laminar pipe flow is one-half of the maximum 
velocity. 


Pressure Drop and Head Loss 

A quantity of interest in the analysis of pipe flow is the pressure drop AP since 
it is directly related to the power requirements of the fan or pump to maintain 
flow. We note that dP/dx — constant, and integrating from x — x, where the 
pressure is P, to x = xı + L where the pressure is P, gives 


ар Р-Р! 
=e (14-19) 
Substituting Eq. 14-19 into the V; 


„n expression in Eq. 14—16, the pressure drop 
can be expressed as 

Р 89, 32213, 
Laminar flow: АР = Р; – Р, = mg ^ p (14-20) 





The symbol A is typically used to indicate the difference between the final and 
initial values, like Ay = y, — yı. But in fluid flow, AP is used to designate pres- 
sure drop, and thus it is P, — P}. A pressure drop due to viscous effects repre- 
sents an irreversible pressure loss, and it is called pressure loss AP, to 
emphasize that it is a loss (just like the head loss h,, which is proportional to it). 

Note from Eq. 14—20 that the pressure drop is proportional to the viscosity 
pw of the fluid, and AP would be zero if there were no friction. Therefore, the 
drop of pressure from P, to P; in this case is due entirely to viscous effects, 
and Eq. 14—20 represents the pressure loss AP; when a fluid of viscosity u 
flows through a pipe of constant diameter D and length L at mean velocity ‘V,,,. 





In practice, it is found convenient to express the pressure loss for all types Lev? 
of fully developed internal flows (laminar or turbulent flows, circular or Pressure loss: AP, — f 5 7 
noncircular pipes, smooth or rough surfaces, horizontal or inclined pipes) as 

i - AP v2 
(Fig. 14-13) | Head loss: =т=" 

L pV, 
Pressure loss: AP, =fp 2 (14-21) 





FIGURE 14-13 
friction factor (also called the Darcy friction factor after French engineer The relation for pressure loss (and 


where pV?./2 is the dynamic pressure and the dimensionless quantity f is the 


head loss) is one of the most general 
relations in fluid mechanics, and it is 

valid for laminar or turbulent flows, 
_ 8ty circular or noncircular pipes, and 


= 14-22 
f pV2. : ) smooth or rough surfaces. 


Henry Darcy, 1803-1858, who first experimentally studied the effects of 
roughness on pipe resistance), 


Darcy friction factor: 
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Wousip =16hp 
D is 
Woump = | hp 
2D —— V,,/4 
FIGURE 14-14 


The pumping power requirement for a 
laminar flow piping system can be 
reduced by a factor of 16 by doubling 
the pipe diameter. 
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It should not be confused with the friction coefficient C, (also called the Fan- 
ning friction factor) which is defined as C, — 27,/(pV7) — f/4. 

Setting Eqs. 14—20 and 14—21 equal to each other and solving for f gives the 
friction factor for fully developed laminar flow in a circular pipe, 


Шэн. 
pDV,, Re 


m 





Circular pipe, laminar: (14-22) 


This equation shows that in laminar flow, the friction factor is a function of the 
Reynolds number only and is independent of the roughness of the pipe surface. 
In the analysis of piping systems, pressure losses are commonly expressed 
in terms of the equivalent fluid column height, called the head loss ^;. Noting 
from fluid statics that AP = pgh and thus a pressure difference of AP corre- 
sponds to a fluid height of h = AP/pg, the pipe head loss is obtained by di- 
viding AP, by pg to give 
V2 


m 


m L 
pe SD 2¢ 


Head loss: h; = 





(14-23) 


The head loss h; represents the additional height that the fluid needs to be 
raised by a pump in order to overcome the frictional losses in the pipe. The 
head loss is caused by viscosity, and it is directly related to the wall shear 
stress. Equations 14—21 and 14—23 are valid for both laminar and turbulent 
flows in both circular and noncircular pipes. 

Once the pressure loss (or head loss) is available, the required pumping 
power to overcome the pressure loss is determined from 


Woump.2 = VAP, = Vpgh, = mgh, (14-24) 


where V is the volume flow rate and m is the mass flow rate. 
The mean velocity for laminar flow in a horizontal pipe is, from Eq. 14—20, 
(Р, – Р)К? (Р, – Р)0? App? 


Horizontal pipe: Vi. = bl m 





(14-25) 


Then the volume flow rate for laminar flow through a horizontal pipe of 

diameter D and length L becomes 

(P, - P)R 
8uL 


»..Фүу-Рутр" АРТ 


TR? = — gul 7 12виг, 04-28 


Horizontal pipe: y- "УА, = 


This equation is known as Poiseuille’s Law, and this flow is called Hagen- 
Poiseuille flow in honor of the works of G. Hagen (1797-1839) and 
J. Poiseuille (1799-1869) on the subject. Note from Eq. 14—26 that for a spec- 
ified flow rate, the pressure drop and thus the required pumping power is pro- 
portional to the length of the pipe and the viscosity of the fluid, but it is 
inversely proportional to the fourth power of the radius (or diameter) of the 
pipe. Therefore, the pumping power requirement for a piping system can be 
reduced by a factor of 16 by doubling the pipe diameter (Fig. 14-14). Of 
course the benefits of the reduction in the energy costs must be weighed 
against the increased cost of construction due to using a larger diameter pipe. 
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The pressure drop AP equals the pressure loss AP, in the case of a horizon- 
tal pipe, but this is not the case for inclined pipes or pipes with variable cross- 
sectional area. This can be demonstrated by writing the energy equation 
for steady incompressible one-dimensional flow in terms of heads as (see 
Chap. 12) 


Pas Va Р, 


V3 
pj t 


2g FZ, 4 отр, u "рд! 2g F 251 l'urbine, e * hy (14-27) 
where hoump, u is the useful pump head delivered to the fluid, Nturbine, e iS the tur- 
bine head extracted from the fluid, and h, is the irreversible head loss between 
sections 1 and 2, and ‘V; and ‘V; are the mean velocities at sections 1 and 2, re- 
spectively (the subscript m has been dropped for convenience). Equation 
14-27 can be rearranged as 





P;—P;- p(V$ — Y1)/2 * pgl(z; — z) 4 l'urbine, e — отр, и +] (14-28) 


Therefore, the pressure drop AP = P, — P; and pressure loss AP, — pgh, for 
a given flow section are equivalent if (1) the flow section is horizontal so that 
there are no hydrostatic or gravity effects (2; = z;), (2) the flow section does 
not involve any work devices such as a pump or a turbine since they change the 
fluid pressure (Noump,u = Mturbine, e= 0), and (3) the cross-sectional area of the 
flow section is constant and thus the mean flow velocity is constant (‘V, = ‘V3). 


Inclined Pipes 

Relations for inclined pipes can be obtained in a similar manner from a force 
balance in the direction of flow. The only additional force in this case is the 
component of the fluid weight in the flow direction, whose magnitude is 


W, = W SIN = PQV aemet SIN O = pg(2ar dr dx) sind (14-29) 


where @ is the angle between the horizontal and the flow direction (Fig. 14-15). 
The force balance in Eq. 14-9 now becomes 


(2ar dr P), — (2arr drP), 44, + (2ar dx 7), — (2ar dX 7), 44, — pg(2ar dr dx) sin 0 = 0 
(14-30) 


which results in the differential equation 


ша дү ар. 
АФ sin 8 (14-31) 


Following the same solution procedure, the velocity profile can be shown to be 





2 2 
u(r) = EE +e sin (| -5) (14-32) FIGURE 14-15 
Free body diagram of a ring-shaped 
differential fluid element of radius r, 
thickness dr, and length dx oriented 
coaxially with an inclined pipe in fully 


(AP — pgL sin 0)zD^ developed laminar flow. 
— үгэ . (14-33) 


It can also be shown that the mean velocity and the volume flow rate relations 
for laminar flow through inclined pipes are 


AP — pgL sin 6)D2 : 


Үнэ 324 128ul 
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APzD^ 
128uL 


Арт онц -D4 
Inclined pipe: eae 





Horizontal pipe: V= 


Uphill flow: @ > 0 and sin 0 2 0 
Downhill flow: 0 « 0 and sin 0 « 0 


FIGURE 14—16 

The relations developed for fully 
developed laminar flow through 
horizontal pipes can also be used for 
inclined pipes by replacing AP with 
AP — pgL sin 0. 
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which are identical to the corresponding relations for horizontal pipes, except 
that AP is replaced by AP — pgL sin 0. Therefore, the results already obtained 
for horizontal pipes can also be used for inclined pipes provided that AP is re- 
placed by AP — pgL sin 0 (Fig. 14-16). Note that 0 — 0 and thus sin 6 > 0 for 
uphill flow, and 0 — 0 and thus sin 0 « 0 for downhill flow. 

In inclined pipes, the combined effect of pressure difference and gravity 
drives the flow. Gravity helps downhill flow but opposes uphill flow. There- 
fore, much greater pressure differences need to be applied to maintain a spec- 
ified flow rate in uphill flow although this becomes important only for liquids, 
because the density of gases is generally low. In the special case of no flow 
(V = 0), we have AP — pgL sin 0, which is what we would obtain from fluid 
statics. 


Laminar Flow in Noncircular Pipes 

The friction factor f relations are given in Table 14—1 for fully developed lam- 
inar flow in pipes of various cross sections. The Reynolds number for flow in 
these pipes is based on the hydraulic diameter D;, — 4A,/p where A, is the 
cross-sectional area of the pipe and p is its perimeter. 


TABLE 14-1 


Friction factor for fully developed /aminar flow in pipes of various cross 
sections (D, = 4A,/p and Re ^ Y, D,/v) 


























alb Friction Factor 
Tube Geometry or 0? f 
Circle — 64.00/Re 
Rectangle alb. 
1 56.92/Re 
2 62.20/Re 
3 68.36/Re 
4 72.92/Re 
6 78.80/Re 
8 82.32/Re 
оо 96.00/Ве 
„аір 
1 64.00/Re 
2 67.28/Re 
4 72.96/Ве 
8 76.60/Re 
16 78.16/Re 
Triangle 0 
10° 50.80/Re 
30° 52.28/Re 
60° 53.32/Re 
90° 52.60/Re 
120° 50.96/Re 
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EXAMPLE 14—1 Flow Rates in Horizontal and Inclined Pipes 


Oil at 20°C (p = 888 kg/m? and u = 0.8 kg/m - s) is flowing through a 5-cm- 
diameter 40-m-long pipe steadily (Fig. 14-17). During the flow, the pressure at Horizontal 
the pipe inlet and exit are measured to be 745 kPa and 97 kPa, respectively. 
Determine the flow rate of oil through the pipe assuming the pipe is (a) hori- 
zontal, (b) inclined 15° upward, (c) inclined 15° downward. Also verify that the 
flow through the pipe is laminar. 


SOLUTION The pressure readings at the inlet and exit of a pipe are given. The 
flow rates are to be determined for three different orientations, and the flow is +15" 
to be shown to be laminar. 

Assumptions 1 The flow is steady and incompressible. 2 The entrance effects 
are negligible, and thus the flow is fully developed. 3 The pipe involves no com- 
ponents such as bends, valves, and connectors. 4 The piping section involves 
no work devices such as a pump or a turbine. 

Properties The density and dynamic viscosity of oil are given to be p = 
888 kg/m? and u = 0.8 kg/m - s, respectively. эн. 
Analysis The pressure drop across the pipe and the pipe cross-sectional area are FIGURE 14-17 





-15* 





ос" END CI BS Schematic for Example 14-1. 
=P, = = 

А, = пр?/4 = п(0.05 т)2/4 = 0.001963 m? 
(a) The flow rate for all three cases can be determined from 


- (AP — pgL sin yr D* 
Е 12864. 


where @ is the angle the pipe makes with the horizontal. For the horizontal case, 
0 — O and thus sin @ = O. Therefore, 








1 kg - m/s? 


4 (648 kPa)m(0.05 m) 2 
АРТ ( а)т(0.05 шу” (1000 М/т ) = 0.00311 m?/s 


Vhoriz = 128uL  128(0.8 kg/m - s)(40 —( 1 kPa )( IN 
(b) For uphill flow with an inclination of 15°, we have 6 = +15°, and 
(AP — pgL sin 0) D^ 
Vs дм 
128uL 
[(648,000 Pa — (888 kg/m?)(9.81 m/s?)(40 m) sin 15?]7(0.05 m)* /1kg : m/s? 
id 128(0.8 kg/m - s)(40 m) IPa: m? 





— 0.00267 m?/s 


(c) For downhill flow with an inclination of 15°, we have @ = —15°, and 
! (AP — pgL sin 0) D^ 
2 701 xxu cT XEM 
1281, 
[(648,000 Pa — (888 kg/m?)(9.81 m/s?)(40 m) sin (—15?)]z(0.05m) /1 kg - m/s? 
128(0.8 kg/m - s)(40 m) 1 Pa- m 





— 0.00354 m?/s 


The flow rate is the highest for downhill flow case, as expected. The mean fluid 
velocity and the Reynolds number in this case are 
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FIGURE 14-18 
Schematic for Example 14-2. 
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_ V _ 0.00354 m3/s _ 

" A, 0.001963 m2 

pV,,D (888 kg/m3)(1.80 m/s)(0.05 m) 
MESE 0.8 kg/m - s 


1.80 m/s 





= 100 


which is less than 2300. Therefore, the flow is /aminar for all three cases, and 
the above analysis is valid. 

Discussion Note that the flow is driven by the combined effect of pressure dif- 
ference and gravity. As can be seen from the rates we calculated, gravity op- 
poses uphill flow, but enhances downhill flow. Gravity has no effect on the flow 
rate in the horizontal case. Downhill flow can occur even in the absence of an 
applied pressure difference. For the case of P; = P»= 97 kPa (i.e., no applied 
pressure difference), the pressure throughout the entire pipe would remain con- 
stant at 97 Pa, and the fluid would flow through the pipe at a rate of 0.00043 
m?/s under the influence of gravity. The flow rate increases as the tilt angle of 
the pipe from the horizontal is increased in the negative direction, and would 
reach its maximum value when the pipe is vertical. 








EXAMPLE 14-2 Pressure Drop and Head Loss in a Pipe 


Water at 4O?F (p — 62.42 Ibm/ft? and џи = 3.74 Ibm/ft - h) is flowing through 
a 0.12-in (= 0.01 ft) diameter 30-ft long horizontal pipe steadily at an average 
velocity of 3 ft/s (Fig. 14-18). Determine (a) the head loss, (6) pressure drop, 
and (c) the pumping power requirement to overcome this pressure drop. 


SOLUTION The average flow velocity in a pipe is given. The head loss, the 
pressure drop, and the pumping power are to be determined. 

Assumptions 1 The flow is steady and incompressible. 2 The entrance effects 
are negligible, and thus the flow is fully developed. 3 The pipe involves no com- 
ponents such as bends, valves, and connectors. 

Properties The density and dynamic viscosity of water are given to be 
p = 62.42 Ibm/ft? and u — 3.74 Ibm/ft - h, respectively. 

Analysis (a) First we need to determine the flow regime. The Reynolds num- 
ber is 


Vp D (62.42 ш/82)(3 ft/s)(0.01 ft 
Ree ee m/ft*)(3 ft/s)( (em ‘) = Gs 


M 3.74 Ibm/ft - h 1h 


which is less than 2300. Therefore, the flow is laminar. Then the friction factor 
and the head loss become 





64 64 
f= Re == 1803 = 0.0355 
LY, 30ft (3 5)? 
h =f zg 709500 f 2322855 29.8 ft 


(b) Noting that the pipe is horizontal and its diameter is constant, the pressure 
drop in the pipe is due entirely to the frictional losses, and is equivalent to the 
pressure loss, 
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гү? 62.42 Ibm/ft*)(3 ft/s)? 
Ага ос 30ft ( m/ft*)( ?( 1 Ibf ) 


Е ои ооо 2 32.2 Ibm - ft/s? 


= 930 Ibf/ft? = 6.46 psi 


(c) The volume flow rate and the pumping power requirements are 
V = VA, = V (TD?14) = (3 ft/s)[7 (0.01 ft)?/4] = 0.000236 ft/s 


: : 1W 
= = 3 2 = 
W pump = VAP = (0.000236 ft*/s)(930 Ibf/ft (577 Ibf ft z) 0.30 W 


Therefore, power input in the amount of 0.30 W is needed to overcome the fric- 
tional losses in the flow due to viscosity. 








14-5 TURBULENT FLOW IN PIPES 


Most flows encountered in engineering practice are turbulent, and thus it is 
important to understand how turbulence affects wall shear stress. However, 
turbulent flow is a complex mechanism dominated by fluctuations, and de- 
spite tremendous amounts of work done in this area by researchers, the theory 
of turbulent flow remains largely undeveloped. Therefore, we must rely on ex- 
periments and the empirical or semi-empirical correlations developed for var- 
ious situations. 

Turbulent flow is characterized by random and rapid fluctuations of 
swirling fluid particles, called eddies, throughout the flow. These fluctuations 





provide an additional mechanism for momentum and energy transfer. In lam- (a) Before (b) After 

inar flow, fluid particles flow in an orderly manner along streamlines, and mo- turbulence turbulence 
mentum and energy are transferred across streamlines by molecular diffusion. FIGURE 14—19 
In turbulent flow, the swirling eddies transport mass, momentum, and energy The intense mixing in turbulent flow 
to other regions of flow much more rapidly than molecular diffusion, greatly brings fluid particles at different 
enhancing mass, momentum, and heat transfer. As a result, turbulent flow is momentums into close contact, and 
associated with much higher values of friction, heat transfer, and mass trans- thus enhances momentum transfer. 


fer coefficients (Fig. 14—19). 

Even when the mean flow is steady, the eddy motion in turbulent flow , 
causes significant fluctuations in the values of velocity, temperature, pressure, 
and even density (in compressible flow). Figure 14—20 shows the variation of 
the instantaneous velocity component u with time at a specified location, as 1 
can be measured with a hot-wire anemometer probe or other sensitive device. w 
We observe that the instantaneous values of the velocity fluctuate about a 
mean value, which suggests that the velocity can be expressed as the sum of a 
mean value i and a fluctuating component u', 


xI 
——*l 





u=utu' (14-34) 
This is also the case for other properties such as the velocity component v in Time, 7 
the y direction, and thus v = D + v', P = P 4 P', and T — T 4 T'. The mean FIGURE 14—20 
value of a property at some location is determined by averaging it over a time Fluctuations of the velocity 
interval that is sufficiently large so that the time average levels off to a con- component u with time at a specified 
stant. Therefore, the time average of fluctuating components is zero, e.g., location in turbulent flow. 
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Tam Тань 
FIGURE 14-21 
The velocity profile and the variation 
of shear stress with radial distance for 
turbulent flow in a pipe. 








FIGURE 14-22 

Fluid particles moving upward 
through a differential area dA as a 
result of the velocity fluctuation v* 
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u’ = 0. The magnitude of w’ is usually just a few percent of u, but the high 
frequencies of eddies (in the order of a thousand per second) makes them very 
effective for the transport of momentum, thermal energy, and mass. In steady 
turbulent flow, the mean values of properties (indicated by an overbar) are in- 
dependent of time. The chaotic fluctuations of fluid particles play a dominant 
role in pressure drop, and these random motions must be considered in analy- 
sis together with the mean velocity. 

Perhaps the first thought that comes to mind is to determine the shear stress 
in an analogous manner to laminar flow from T = — pu du/dr, where u(r) is the 
mean velocity profile for turbulent flow. But the experimental studies show 
that this is not the case, and the shear stress is much larger due to the turbulent 
fluctuations. Therefore, it is convenient to think of the turbulent shear stress as 
consisting of two parts: the laminar component, which accounts for the fric- 
tion between layers in the flow direction (expressed as Tim = —p du/dr), and 
the turbulent component, which accounts for the friction between the fluctu- 
ating fluid particles and the fluid body (denoted as Turp and is related to the 
fluctuation components of velocity). Then the total shear stress in turbulent 
flow can be expressed as 


Tiotal — Tlam T T turb (14-35) 


The typical mean velocity profile and relative magnitudes of laminar and 
turbulent components of shear stress for turbulent flow in a pipe are given in 
Fig. 14—21. Note that although the velocity profile is approximately parabolic 
in laminar flow, it becomes flatter or "fuller" in turbulent flow, with a sharp 
drop near the pipe wall. The fullness increases with the Reynolds number, and 
the velocity profile becomes more nearly uniform, lending support to the com- 
monly utilized uniform velocity profile approximation. 


Turbulent Shear Stress 

Consider turbulent flow in a horizontal pipe, and the upward eddy motion of 
fluid particles in a layer of lower velocity to an adjacent layer of higher ve- 
locity through a differential area dA as a result of the velocity fluctuation v’, 
as shown in Fig. 14—22. The mass flow rate of the eddying fluid particles 
through dA is pv'dA, and its net effect on the layer above dA is a reduction in 
its mean flow velocity because of momentum transfer to the fluid particles 
with lower mean flow velocity. This momentum transfer will cause the hori- 
zontal velocity of the fluid particles to increase by u’, and thus its momentum 
in the horizontal direction to increase at a rate of (pv'dA)u which must be 
equal to the decrease in the momentum of the upper fluid layer. Noting that 
force in a given direction is equal to the rate of change of momentum in that 
direction, the horizontal force acting on a fluid element above dA due to the 
passing of fluid particles through dA is 6F = (pv'dA)(—u') — —pu'v'dA. 
Therefore, the shear force per unit area due to the eddy motion of fluid parti- 
cles dF/dA — —pu'v' can be viewed as the instantaneous turbulent shear 
stress. Then the turbulent shear stress can be expressed as 





Tu 7 —pu'v' (14-36) 


where u'v’ is the time average of the product of the fluctuating velocity com- 
ponents u’ and v’. Note that u’v’ # 0 even though uw’ = 0 and v’ = 0 (and 
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thus u' X v' — 0), and experimental results show that u’v’ is usually a nega- 
tive quantity. Terms such as —pu' v' or — pu" are called Reynolds stresses or 
turbulent stresses. 

Many semi-empirical formulations have been developed that model the 
Reynolds stress in terms of mean velocity gradients in order to provide math- 
ematical closure to the equations of motion. Such models are called turbu- 
lence models. 

The random eddy motion of groups of particles resembles the random mo- 
tion of molecules in a gas—colliding with each other after traveling a certain 
distance and exchanging momentum in the process. Therefore, momentum 
transport by eddies in turbulent boundary layers is analogous to the molecular 
momentum diffusion. In many of the simpler turbulence models, turbulent 
shear stress is expressed in an analogous manner as suggested by the French 
scientist J. Boussinesq in 1877 as 








, if ди 
Tur = -PW U = Hh Fy (14-37) 








where u, is the eddy viscosity or turbulent viscosity, which accounts for 
momentum transport by turbulent eddies. Then the total shear stress can be 
expressed conveniently as 


Laminar flow 


ди ди 
тоа = (и + ш) m — p(v t v) ду (14-38) 


where v, — u/p is the kinematic eddy viscosity or kinematic turbulent vis- 
cosity (also called the eddy diffusivity of momentum). The concept of eddy 
viscosity is very appealing, but it is of no practical use unless its value can be 
determined. In other words, eddy viscosity must be modeled as a function of 
the mean flow variables; we call this eddy viscosity closure. For example, in 
the early 1900s, the German scientist L. Prandtl introduced the concept of 
mixing length /,, which is the distance a particle travels before colliding with 
other particles, and expressed the turbulent shear stress as 


ди дп} 
Tturb = Mr ay ix ple, (3) (14-39) 


But this concept is also of limited use since /,, is not a constant for a given 
flow (in the vicinity of the wall, for example, /,, is nearly proportional to dis- 
tance from the wall), and its determination is not easy. Final mathematical clo- 
sure is obtained only when /,, is written as a function of mean flow variables, 
distance from the wall, etc. 








Eddy motion and thus eddy diffusivities are much larger than their molecu- Turbulent flow 
lar counterparts in the core region of a turbulent boundary layer. The eddy mo- FIGURE 14-23 
tion loses its intensity close to the wall, and diminishes at the wall because of The velocity gradients at the wall, and 
the no-slip condition (u' and v’ are identically zero at a stationary wall). thus the wall shear stress, are much 
Therefore, the velocity and temperature profiles are very slowly changing in larger for turbulent flow than they are 
the core region of a turbulent boundary layer, but very steep in the thin layer for laminar flow, even though the 
adjacent to the wall, resulting in large velocity and temperature gradients at turbulent boundary layer is thicker 
the wall surface. So it is no surprise that the wall shear stress is much larger in than the laminar one for the same 
turbulent flow than it is in laminar flow (Fig. 14—23). value of free-stream velocity. 
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Buffer layer 


Turbulent flow Viscous sublayer 


FIGURE 14-24 

The velocity profile is parabolic in 
laminar flow, but nearly flat in 
turbulent flow. 
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Note that molecular diffusivity of momentum v (as well as u) is a fluid 
property, and its value can be found listed in fluid handbooks. Eddy diffusiv- 
ity v, (as well as u,), however, is not a fluid property, and its value depends on 
flow conditions. Eddy diffusivity v, decreases towards the wall, becoming 
zero at the wall. Its value ranges from zero at the wall to several thousand 
times the value of the molecular diffusivity in the core region. 


Turbulent Velocity Profile 

Unlike laminar flow, the expressions for the velocity profile in a turbulent 
flow are based on both analysis and measurements, and thus they are semi- 
empirical in nature with constants determined from experimental data. Consider 
fully developed turbulent flow in a pipe, and let u denote the time-averaged ve- 
locity in the axial direction (and thus drop the overbar from u for simplicity). 

Typical velocity profiles for fully developed laminar and turbulent flows are 
given in Fig. 14—24. Note that the velocity profile is parabolic in laminar flow 
but is much fuller in turbulent flow, with a sharp drop near the pipe wall. Tur- 
bulent flow along a wall can be considered to consist of four regions, charac- 
terized by the distance from the wall. The very thin layer next to the wall 
where viscous effects are dominant is the viscous (or laminar or linear or 
wall) sublayer. The velocity profile in this layer is very nearly linear, and the 
flow is streamlined. Next to the viscous sublayer is the buffer layer, in which 
turbulent effects are becoming significant, but the flow is still dominated by 
viscous effects. Above the buffer layer is the overlap (or transition) layer, 
also called the inertial sublayer, in which the turbulent effects are much more 
significant, but still not dominant. Above that is the outer (or turbulent) 
layer in the remaining part of the flow in which turbulent effects dominate 
over molecular diffusion (viscous) effects. 

Flow characteristics are quite different in different regions, and thus it is dif- 
ficult to come up with an analytic relation for the velocity profile for the en- 
tire flow as we did for laminar flow. The best approach in the turbulent case 
turns out to be to identify the key variables and functional forms using di- 
mensional analysis, and then to use experimental data to determine the nu- 
merical values of any constants. 

The thickness of the viscous sublayer is very small (typically, much less 
than 1 mm), but this thin layer next to the wall plays a dominant role on flow 
characteristics because of the large velocity gradients it involves. The wall 
dampens any eddy motion, and thus the flow in this layer is essentially lami- 
nar and the shear stress consists of laminar shear stress which is proportional 
to the fluid viscosity. Considering that velocity changes from zero to nearly 
the core region value across a layer no thicker than a hair (almost like a step 
function), we would expect the velocity profile in this layer to be very nearly 
linear, and experiments confirm that. Then the velocity gradient in the viscous 
sublayer remains constant at du/dy = u/y, and the wall shear stress can be ex- 
pressed as 


Tw vu 
Ty = By = роў eo ба (14-40) 


where y is the distance from the wall (note that y = R — r for a circular pipe). 
The quantity 7,,/p is frequently encountered in the analysis of turbulent 
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velocity profiles. The square root of 7,,/p has the dimensions of velocity, and 
thus it is convenient to view it as a fictitious velocity called the friction velocity 
expressed as u = \/7,,/p. Substituting this into Eq. 1440, the velocity profile 
in the viscous sublayer can be expressed in dimensionless form as 


u _ yu 
Us v 





Viscous sublayer: (14-41) 


This equation is known as the law of the wall, and it is found to correlate ex- 
perimental data for smooth surfaces well for 0 - yu«/v X 5. Therefore, the 
thickness of the viscous sublayer is roughly 


50 25v 


Thickness of viscous sublayer: Y= Dubaya ~ k Ta (14-42) 


where us is the flow velocity at the edge of the viscous sublayer, which is 
closely related to the mean velocity in a pipe. Thus we conclude that the 
thickness of the viscous sublayer is proportional to the kinematic viscosity, 
and inversely proportional to the mean flow velocity. In other words, the vis- 
cous sublayer is suppressed and it gets thinner as the velocity (and thus the 
Reynolds number) increases. Consequently, the velocity profile becomes 
nearly flat and thus the velocity distribution nearly uniform at very high 
Reynolds numbers. 

The quantity v/u. has dimensions of length and is called viscous length, 
and it is used to nondimensionalize the distance y from the surface. In bound- 
ary layer analysis, it is convenient to work with normalized distance and nor- 
malized velocity defined as 





Normalized variables: у = and и = = (14-43) 


Then the law of the wall simply becomes 


Normalized law of the wall: уў = и? (14-44) 


Note that the friction velocity u: is used to normalize both y and u, and у" те- 
sembles the Reynolds number expression. 

In the overlap layer, the experimental data for velocity are observed always 
to line up on a straight line when plotted against the logarithm of distance 
from the wall. Dimensional analysis indicates and the experiments confirm 
that the velocity in the overlap layer is proportional to the logarithm of dis- 
tance, and the velocity profile can be expressed as 

и 1, Уй» 


The logarithmic law: вет № у + В (14-45) 


where k and B are constants whose values are determined experimentally to be 
about 0.40 and 5.0, respectively. Eq. 14-45 is known as the logarithmic law. 
Substituting the values of the constant, the velocity profile is determined to be 


уй» 


Overlap layer: x -251n^y + 5.0 (14-46) 
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It turns out that the logarithmic law in Eq. 1446 represents experimental data 
well for the entire flow region except for the regions very close to the wall and 











a ut near the pipe center, as shown in Fig. 14—25, and thus it is viewed as a uni- 

| o a versal velocity profile for turbulent flow in pipes or over surfaces. Note from 
25 2 the figure that the logarithmic law velocity profile is quite accurate for 
20L | y* > 30, but neither velocity profile is accurate in the buffer layer, i.e., the re- 






[ Eq. 14-41 1 gion 5 < y* « 30. Also, the viscous sublayer appears much larger in the fig- 
| Eq. 14-46 ure than it is since we used a logarithmic scale for distance from the wall. 

A good approximation for the outer turbulent layer of pipe flow can be ob- 
Experimental data 1 tained by evaluating the constant B in Eq. 14—45 from the requirement that 
1 maximum velocity in a pipe occurs at the centerline where r = 0. Solving for 





15 


10 
































0 B from Eq. 14-45 by setting y = R — r = Rand u = u,,,, and substituting it 
109 10! 102 103 104 é Pte : 
20 e ушу 3. back into Eq. 14-45 together with k = 0.4 gives 
Viscous Buffer Overlap Turbulent Umax — U R 
sublayer layer layer layer Outer turbulent layer: и 2.5 In Р (14-47) 
FIGURE 14—25 


Comparison of the law of the wall and The deviation of velocity from the centerline value u,,,, — u is called the ve- 
the logarithmic-law velocity profiles locity defect, and Eq. 14—47 is called the velocity defect law. This relation 
with experimental data for fully shows that the normalized velocity profile in the core region of turbulent flow 
developed turbulent flow in a pipe. in a pipe depends on the distance from the centerline, and is independent of 
the viscosity of the fluid. This is not surprising since the eddy motion is dom- 
inant in this region, and the effect of fluid viscosity is negligible. 
Numerous other empirical velocity profiles exist for turbulent pipe flow. 
Among those, the simplest and the best known is the power-law velocity pro- 
file expressed as 





l/n l/n 
Power-law velocity profile: "s - (3) or по - (1 — z) (14-48) 


where the exponent n is a constant whose value depends on the Reynolds 
number. The value of n increases with increasing Reynolds number. The value 
n = 7 approximates many flows in practice well, giving rise to the term one- 
seventh power law velocity profile. 

Various power-law velocity profiles are shown in Fig. 14-26 for n = 6, 8, 
and 10 together with the velocity profile for fully developed laminar flow for 











0.8 











Ї comparison. Note that the turbulent velocity profile is fuller than the laminar 
0.6 : one, and it becomes more flat as n (and thus the Reynolds number) increases. 
& | TOU Also note that the power-law profile cannot be used to calculate wall shear 





0.4 stress since it gives a velocity gradient of infinity there, and it fails to give 
Г ] zero slope at the centerline. But these regions of discrepancy constitute a 
| small portion of flow, and the power-law profile gives highly accurate results 
Да i i : „| for mass, momentum, and energy flow rates through a pipe. 

0 02 04 06 0.8 ! Despite the small thickness of the viscous sublayer (usually much less than 





0.2 1 























Umax 1 percent of the pipe diameter), the characteristics of the flow in this layer are 
FIGURE 14-26 very important since they set the stage for flow in the rest of the pipe. Any ir- 
Power-law velocity profiles for fully regularity or roughness on the surface disturbs this layer and affects the flow. 
developed turbulent flow in a pipe Therefore, unlike laminar flow, the friction factor in turbulent flow is a strong 
for different exponents, and its function of surface roughness. 
comparison with the laminar It should be kept in mind that roughness is a relative concept, and it has sig- 


velocity profile. nificance when its height is comparable to the thickness of the laminar 


sublayer (which is a function of the Reynolds number). All materials appear 
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"rough" under a microscope with sufficient magnification. In fluid mechanics, 
a surface is characterized as being rough when the hills of roughness protrude 
out of the laminar sublayer. A surface is said to be smooth when the sublayer 
submerges the roughness elements. Glass and plastic surfaces are considered 
to be hydrodynamically smooth. 


The Moody Chart 


The friction factor in fully developed turbulent pipe flow depends on the 
Reynolds number and the relative roughness ¢/D, which is the ratio of the 
mean height of roughness of the pipe to the pipe diameter. The functional 
form of this dependence cannot be obtained from a theoretical analysis, and 
all available results are obtained from painstaking experiments using artifi- 
cially roughened surfaces (usually by gluing sand grains of a known size on 
the inner surfaces of the pipes). Most such experiments were conducted by 
Prandtl’s student J. Nikuradse in 1933, followed by the works of others. The 
friction factor was calculated from the measurements of the flow rate and the 
pressure drop. 

The experimental results obtained are presented in tabular, graphical, and 
functional forms obtained by curve-fitting experimental data. In 1939, C. F. 
Colebrook combined all the data for transition and turbulent flow in smooth 
as well as rough pipes into the following implicit relation known as the 
Colebrook equation: 


A 0184 (2 Тан ) (turbulent flow) 


Зи? 3.1 Re V£ 


In 1944, L. F. Moody plotted this formula into the now famous Moody chart, 
given in the Appendix (Fig. A—32). It presents the friction factors for pipe 
flow as a function of the Reynolds number and ¢//D over a wide range. It is 
probably one of the most widely accepted and used charts in engineering. Al- 
though it is developed for circular pipes, it can also be used for noncircular 
pipes by replacing the diameter by the hydraulic diameter. 

Commercially available pipes differ from those used in the experiments in 
that the roughness of pipes in the market is not uniform, and it is difficult to 
give a precise description of it. Equivalent roughness values for some com- 
mercial pipes are given in Table 14—2 as well as on the Moody chart. But it 
should be kept in mind that these values are for new pipes, and the relative 
roughness of pipes may increase with use as a result of corrosion, scale 
buildup, and precipitation. As a result, the friction factor may increase by a 
factor of 5 to 10. Actual operating conditions must be considered in the design 
of piping systems. Also, the Moody chart and its equivalent Colebrook equa- 
tion involve several uncertainties (the roughness size, experimental error, 
curve fitting of data, etc.), and thus the results obtained should not be treated 
as “exact.” It is usually considered to be accurate to +15 percent over the en- 
tire range in the figure. 

The Colebrook equation is implicit in f, and thus the determination of the 
friction factor requires some iteration unless an equation solver such as EES 
is used. An approximate explicit relation for f was given by S. E. Haaland in 


1983 as 
1 6.9 e/D\'"! 





(14-49) 


(14-50) 
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Equivalent roughness values for 


new commercial pipes* 


Roughness, & 





Material ft mm 
Glass, plastic O (smooth) 
Concrete 0.003-0.03 0.9-9 
Wood stave 0.0016 0.5 
Rubber, 

smoothed 0.000033 0.01 
Copper or 

brass tubing 0.000005 0.0015 
Cast iron 0.00085 0.26 
Galvanized 

iron 0.0005 0.15 
Wrought iron 0.00015 0.046 
Stainless steel 0.000007 . 0.002 
Commercial 

steel 0.00015 0.045 


*The uncertainty in these values can be as much 
as +60 percent. 
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The results obtained from this relation are within 2 percent of those obtained 
from the Colebrook equation. If more accurate results are desired, Eq. 14-50 
can be used as a good first guess in a Newton iteration when using a pro- 
grammable calculator or a spreadsheet to solve for f with Eq. 14-49. 

We make the following observations from the Moody chart: 


e For laminar flow, the friction factor decreases with increasing Reynolds 
number, and it is independent of surface roughness. 


* The friction factor is a minimum for a smooth pipe (but still not 
zero because of the no-slip condition) and increases with roughness. 
The Colebrook equation in this case (e — 0) reduces to 
1/\/f = 2.0 log(Re V/f)—0.8 (Fig. 14-27). 
Relative Friction e The transiti ий а а а ева 
E 2 e transition region from the laminar to turbulent regime 


20 Ё (2300 < Re < 4,000) is indicated by the shaded area in the Moody 
chart (Figs. 14—28 and A-32). The flow in this region may be laminar 

















ad i i or turbulent, depending on flow disturbances, or it may alternate 
0.0001 0.013 4 between laminar and turbulent, and thus the friction factor may also 
0.0005 0.0172 alternate between the values for laminar and turbulent flow. The data 
0.001 0.0199 in this range are the least reliable. At small relative roughnesses, the 
0.005 0.0305 friction factor increases in the transition region and approaches the 
0.01 0.0380 value for smooth pipes. 
0.05 0.0716 * At very large Reynolds numbers (to the right of the dashed line on the 
ie seen ARON CIR ae Ee chart) the friction factor curves corresponding to specified relative 
and are calculated from Colebrook equation. ` roughness curves are nearly horizontal, and thus the friction factors are 
independent of the Reynolds number (Fig. 14—28). The flow in that 
FIGURE 14-27 region is called fully rough flow, or completely (or fully) turbulent flow. 


The fiction Tactar de This is because the thickness of the laminar sublayer decreases with 

minimum for a smooth pipe increasing Reynolds number, and it becomes so thin that the surface 

and increases with roughness. roughness protrudes into the flow. The viscous effects in this case are 
produced in the main flow primarily by the protruding roughness 
elements, and the contribution of the laminar sublayer is negligible. 
The Colebrook equation in the completely turbulent zone (Re — oo) 
reduces to 1/ AUT = —2.0 log[(e/D)/3.7] which is explicit in f. 


In calculations, we should make sure that we use the internal diameter of 
the pipe, which may be different than the nominal diameter. For example, the 














FIGURE 14-28 0.1 p Т 
Аге lane Reynolds наван: йна Гатіпаг ee Fully rough pipe flow (flevels off) 
friction factor curves on the Moody mi о 
chart are nearly horizontal, and thus 
the friction factors are independent of f 
the Reynolds number. - 
0.01 z 073 
Smooth turbulent 
0.001 
103 104 105 106 107 108 
Re 
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internal diameter of a steel pipe whose nominal diameter is 1 118 10491: ТЧАВЇЕ 14-3 
(Table 14—3). 





Standard sizes for Schedule 40 





steel pipes 
Types of Fluid Flow Problems Nominal ^ Actual Inside 
In the design and analysis of piping systems that involve the use of the Moody Size, in Diameter, in 
chart (or the Colebrook equation), we usually encounter three types of prob- uA 0.269 
lems (the fluid and the roughness of the pipe are assumed to be specified in all A 0.364 
cases) (Fig. 14—29): 36 0.493 
us : № 0.622 
1. Determining the pressure drop (or head loss) when the pipe length and 3 0.824 
diameter are given for a specified flow rate (or velocity). 1 1.049 
2. Determining the flow rate when the pipe length and diameter are given 1% 1.610 
for a specified pressure drop (or head loss). 2 2.067 
3. Determining the pipe diameter when the pipe length and flow rate are 2 2.469 
given for a specified pressure drop (or head loss). 3 3.068 
Problems of the first type are straightforward and can be solved directly by г os 


using the Moody chart. Problems of the second type and third type are com- 
monly encountered in engineering design (in the selection of pipe diameter, 
for example, that minimizes the sum of the construction and pumping costs), 
but the use of the Moody chart with such problems requires an iterative ap- 
proach unless an equation solver is used. 
In problems of the third type, the diameter is not known and thus the 
Reynolds number and the relative roughness cannot be calculated. Therefore, Problem 


we start calculations by assuming a pipe diameter. The pressure drop calcu- type Given Find 
lated for the assumed diameter is then compared to the specified pressure 1 L, D, V AP (or h,) 
drop, and calculations are repeated with another pipe diameter in an iterative 2 LDAP Y 
fashion until convergence. 3 БАР D 

In problems of the second type, the diameter is given but the flow rate is un-.| ————————————————————— 
known. A good guess for the friction factor in that case is obtained from the FIGURE 14—29 
completely turbulent flow region for the given roughness. This is true for large The three types of problems 
Reynolds numbers, which is often the case in practice. Once the flow rate is encountered in pipe flow. 


obtained, the friction factor can be corrected using the Moody chart or the 
Colebrook equation, and the process is repeated until the solution converges. 
(Typically only a few iterations are required for convergence to three or four 
digits of precision.) 

To avoid tedious iterations in head loss, flow rate, and diameter calcula- 
tions, Swamee and Jain (Ref. 14) proposed the following explicit relations in 
1976 that are accurate to within 2 percent of the Moody chart: 


VL e vD " -2 10-6 < ғ/р < 10-2 
А. = 1.07 41 + 4,62 | —— 14-51 
ot ҮҮН 25 : 22) 3000 < Ке<3х 108 (1431) 


s UN £ (3 1792LY? 
- : Ї - = 14-52 
ү 0 21 Т In 37D n Re — 2000 ( ) 


LV? 4.75 . i 5.2 10.04 1076 e e/D = 1072 
= jas nk a 94| £—. 
В 22 (38) EP gh; 5000 < Re < 3 X 108 шан! 








Note that all quantities are dimensional and the units simplify to the desired 
unit (for example, to m or ft in the last relation) when consistent units are used. 
Noting that the Moody chart is accurate to within 5 percent of experimental 
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FIGURE 14-30 
Schematic for Example 14-3. 
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data, we should have no reservation in using these approximate relations in the 
design of piping systems. 





EXAMPLE 14-3 Determining the Head Loss in a Water Pipe 


Water at 60°F (p — 62.36 Ibm/ft? and u — 2.713 Ibm/ft - h) is flowing steadily 
in a 2-in-diameter horizontal pipe made of stainless steel at a rate of 0.2 ft3/s 
(Fig. 14-30). Determine the pressure drop, the head loss, and the required 
pumping power input for flow over a 200-ft-long section of the pipe. 


SOLUTION The flow rate through a specified water pipe is given. The pressure 
drop, the head loss, and the pumping power requirements are to be determined. 
Assumptions 1 The flow is steady and incompressible. 2 The entrance effects 
are negligible, and thus the flow is fully developed. 3 The pipe involves no com- 
ponents such as bends, valves, and connectors. 4 The piping section involves 
no work devices such as a pump or a turbine. 

Properties The density and dynamic viscosity of water are given to be p = 
62.36 Ірт/ апа w = 2.713 Ibm/ft - h, respectively. 

Analysis We recognize this as a problem of the first type, since flow rate, pipe 
length, and pipe diameter are known. First we calculate the mean velocity and 
the Reynolds number to determine the flow regime: 


V V 0.2 #/5 








a 034 (202074 517 105 
PYD (62.36 Ibm/ftè)(9.17 ft/s)(2/12 ft) /3600 5 
ТЕ рс 2.713 lbm/ft - h ( wm 


which is greater than 4000. Therefore, the flow is turbulent. The relative rough- 
ness of the pipe is calculated using Table 14-2 


_ 0.000007 ft 


A 


= 0.000042 


The friction factor corresponding to this relative roughness and the Reynolds 
number can simply be determined from the Moody chart. To avoid any reading 
error, we determine f from the Colebrook equation: 


1 20. 2,51 1 0.000042 2,51 
doao + 251) > 2 = gag (it, 2st) 
Vi Boom cv: EVI 9 зу 7 12640047 


Using an equation solver ог ап iterative scheme, the friction factor is deter- 
mined to be f= 0.0174. Then the pressure drop (which is equivalent to pres- 
sure loss in this case), head loss, and the required power input become 

















Вр 
AP — AP, - fg 2 = 0.0174 


200 ft (62.36 Ibm/ft3)(9.17 ft/s)? 1 Ibf 
2/12 ft 2 


= 1700 Ibf/ft? = 11.8 psi 





APL LY 200 ft (9.17 ft/s)? 
ороо о эл212(372 72787 
1W 
ae = 3 2) | тэтлн 
W pump = VAP = (0.2 ft3/s)(1700 Ibf/ft (577 a nz) 461W 


—— 


32.2 Ibm - ft/s? 


j 
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Therefore, power input in the amount of 461 W is needed to overcome the fric- 
tional losses in the pipe. 

Discussion |t is common practice to write our final answers to three significant 
digits, even though we know that the results are accurate to at most two signif- 
icant digits because of inherent inaccuracies in the Colebrook equation, as dis- 
cussed previously. The friction factor also could be determined easily from the 
explicit Haaland relation (Eq. 14—50). It would give f = 0.0172, which is suf- 
ficiently close to 0.0174. Also, the friction factor corresponding to e = O in this 
case is 0.0171, which indicates that stainless steel pipes can be assumed to be 
smooth with negligible error. 











EXAMPLE 14—4 Determining the Diameter of an Air Duct 


Heated air at 1 atm and 35°C is to be transported in a 150-m-long circular 
plastic duct at a rate of 0.35 m3/s (Fig. 14-31). If the head loss in the pipe is 
not to exceed 20 m, determine the minimum diameter of the duct. 


SOLUTION The flow rate and the head loss in an air duct are given. The di- 
ameter of the duct is to be determined. 
Assumptions 1 The flow is steady and incompressible. 2 The entrance effects 
are negligible, and thus the flow is fully developed. 3 The duct involves no 
components such as bends, valves, and connectors. 4 Air is an ideal gas. 
5 The duct is smooth since it is made of plastic. 6 The flow is turbulent (to be 
verified). 
Properties Тһе density, dynamic viscosity, and kinematic viscosity of air at 
35*C are p — 1.145 kg/m?, u — 1.895 x 10^? kg/m - s, and v — 1.655 x 
10-5 m?/s (Table A-22). 
Analysis This is a problem of the third type since it involves the determination 
of diameter for specified flow rate and head loss. We can solve this problem by 
three different approaches: (1) an iterative approach by assuming a pipe diam- 
eter, calculating the head loss, comparing the result to the specified head loss, 
and repeating calculations until the calculated head loss matches the specified 
value; (2) writing all the relevant equations (leaving the diameter as an un- 
known) and solving them simultaneously using an equation solver; and (3) us- 
ing the third Swamee-Jain formula. Below we demonstrate the use of the last 
two approaches. 

The average velocity, the Reynolds number, the friction factor, and the head 
loss relations can be expressed as (D is in m, and Y is in m/s, Re and f are 
dimensionless) 








pe eV 05 mis 
A. 7D?/4 at D?/4 
-VD VD 
Re = a ict t 
V 1.655 х 10-5 т2/ 

1 e/D , 2.51 2.51 
—- -— —2.01og Е аР ) = —2.0 Т| ) 
Vf Т Re Vf 

а шоо. 
ооа Епос) 
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FIGURE 14-31 
Schematic for Example 144. 
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The roughness is approximately zero for a plastic pipe (Table 14-2). Therefore, 
this is a set of four equations in four unknowns, and solving them with an equa- 
tion solver such as EES gives 


D = 0.267 m, f= 0.0180, V = 6.24 m/s, and Re = 100,800 
Therefore, the diameter of the duct should be more than 26.7 cm if the head 
loss is not to exceed 20 m. Note that Re > 4000, and thus the turbulent flow 
assumption is verified. 

The diameter can also be determined directly from the third Swamee—Jain 


formula to be 


D — 0.66 2125 РЭ 0194 (Ep ue 
gh, gh, 


= 0.66 + (1.655 X 107? m?/s)(0.35 mis 





150m y 0.04 
(9.81 m/s?)(20 m) | 


= 0.271 т 


Discussion Note that the difference between the two results is less than 2 per- 
cent. Therefore, the simple Swamee-Jain relation can be used with confidence. 
Finally, the first (iterative) approach requires an initial guess for D. If we use the 
Swamee and Jain result as our initial guess, the diameter converges to D — 
0.267 m in short order. 








EXAMPLE 14-5 Determining the Flow Rate of Air in a Duct 


Reconsider Example 14—4. Now the duct length is doubled while its diameter 
is maintained constant. If the total head loss is to remain constant, determine 
the drop in the flow rate through the duct. 


SOLUTION The diameter and the head loss in an air duct are given. The flow 
rate is to be determined. 
Analysis This is a problem of the second type since it involves the determina- 
tion of the flow rate for a specified pipe diameter and head loss. The solution in- 
volves an iterative approach since the flow rate (and thus the flow velocity) is not 
known. 

The average velocity, Reynolds number, friction factor, and the head loss rela- 
tions can be expressed as (D is in m, and Y is in m/s, Re and fare dimensionless) 

















pe ee 297. 
A. "DIA 77(0.267 m)2/4 
| YD .. 30.267 m) 
By cod BO esses nes 
1 e/D , 2.51 1 2.51 
= —2.0 о ( is ) » = —2.0 о ( ) 
Vi 37 Кеүў Vi Re Vf. 
E m WV 
“ID 


2 300 
h; 27 


2  20-f926! m 29.81 m/s) 
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This is a set of four equations in four unknowns, and solving them with an equa- 
tion solver such as EES gives 


V =0.24m?/s, f= 0.0195, V = 4.23 m/s, and Re - 68,300 


Then the drop in the flow rate becomes 


Vaop = Voa — Vaew = 0-35 — 0.24 = 0.11 m/s (a drop of 31%) 


Therefore, for a specified head loss (or available head or fan pumping power), 
the flow rate drops by about 31% from 0.35 to 0.24 m3/s when the duct length 
doubles. 

Alternative Solution \f a computer is not available (as in an exam situation), an- 
other option is to set up a manual iteration loop. We have found that the best 
convergence is usually realized by first guessing the friction factor f, then solv- 
ing for the velocity V. The equation for V as a function of f is 


Mean velocity through the pipe: y - [28 
ean velocity through the pipe: = FLID 


Now that V is known, the Reynolds number can be calculated, from which a 
corrected friction factor is obtained from the Moody chart or the Colebrook 
equation. We repeat the calculations with the corrected value of f until conver- 
gence. We guess f = 0.04 for illustration: 








Iteration f (guess) V (m/s) Re Corrected f 
1 0.04 2955 4.724 x 10^ 0.0212 
2 0.0212 4.059 6.489 x 10^ 0.01973 
3 0.01973 4.207 wr OS 0.01957 
4 0.01957 4.224 6.754 x 10^ 0.01956 
5 0.01956 4.225 6.756 x 10^ 0.01956 


Notice that the iteration has converged to three digits in only three iterations, 
and to four digits in only five iterations. The final results are identical to those 
obtained with EES, yet do not require a computer. 

Discussion The new flow rate can also be determined directly from the second 
Swamee-Jain formula to be 


gD | = (31702105 
15 0.965( i ) nl 575 + 2ож, 


(9.81 m/s2)(0.267 m)*(20 m) E 
300m ш 





601965 ( 


— 0.24 m?/s 


Note that the result from the Swamee-Jain relation is the same (to two signifi- 
cant digits) as that obtained with the Colebrook equation using EES or using our 
manual iteration technique. Therefore, the simple Swamee-Jain relation can be 
used with confidence. 
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FIGURE 14-32 

The loss coefficient of a component 
(such as the gate valve shown) is 
determined by measuring the pressure 
loss it causes and dividing it by the 
dynamic pressure in the pipe. 











Р 


FIGURE 14-33 

The head loss caused by a 

component (such as the angle 

valve shown) is equivalent to the head 
loss caused by a section of the pipe 
whose length is the equivalent length. 





equiv Ч 
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14-6 = MINOR LOSSES 


The fluid in a typical piping system passes through various fittings, valves, 
bends, elbows, tees, inlets, exits, enlargements, and contractions in addition to 
the pipes. These components interrupt the smooth flow of the fluid and cause 
additional losses because of the flow separation and mixing they induce. In a 
typical system with long pipes, these losses are minor compared to the total 
head loss in the pipes (the major losses) and are called minor losses. Although 
this is generally true, in some cases the minor losses may be greater than the 
major losses. This is the case in systems with several turns and valves in a 
short distance. The head loss introduced by a completely open valve, for ex- 
ample, may be negligible. But a partially closed valve may cause the largest 
head loss in the system, as evidenced by the drop in the flow rate. Flow 
through valves and fittings is very complex, and a theoretical analysis is gen- 
erally not plausible. Therefore, minor losses are determined experimentally, 
usually by the manufacturers of the components. 

Minor losses are usually expressed in terms of the loss coefficient K;, 
defined as (Fig. 14-32) 


K, = №, 
Бо Э2/(28) 





Loss coefficient: (14-54) 


When the inlet diameter equals outlet diameter, the loss coefficient of a com- 
ponent can also be determined by measuring the pressure loss across the com- 
ponent and dividing it by the dynamic pressure, K, = AP,/(0.5 pV7). When 
the loss coefficient for a component is available, the head loss for that com- 
ponent is determined from 


гү? 


Minor loss: h = K, 28 (14-55) 


The loss coefficient, in general depends on the geometry of the component 
and the Reynolds number, just like the friction factor. However, it is usually 
assumed to be independent of the Reynolds number. This is a reasonable ap- 
proximation since most flows in practice have large Reynolds numbers and 
the loss coefficients (including the friction factor) tend to be independent of 
the Reynolds number at large Reynolds numbers. 

Minor losses are also expressed in terms of the equivalent length Lequiv 
defined as (Fig. 14—33) 


Leguiv y? 
D 2g 


Equivalent ee 
length: a 2g 





> dose (14-56) 


‘equiv = T 


where fis the friction factor and D is the diameter of the pipe that contains the 
component. The head loss caused by the component is equivalent to the head 
loss caused by a section of the pipe whose length is Lequiv- Therefore, the con- 
tribution of a component to the head loss can be accounted for by simply 
adding Lequiv tO the total pipe length. 

Both approaches are used in practice, but the use of loss coefficients is more 
common. Therefore, we will also use that approach in this book. Once all the 
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loss coefficients are available, the total head loss in a piping system can be de- 
termined from 


Total head loss (general): By eet = hpne T Binna 


L, V2 Ve 
toa + 


= У iD, Zg У к. (14-57) 


where i represents each pipe section with constant diameter and j represents 
each component that causes a minor loss. If the entire piping system being an- 
alyzed has a constant diameter, the last relation reduces to 

L гү? 
hy, total — (r р F >, к) 2g 


Total head loss (D — constant): (14-58) 


where ‘V is the average flow velocity through the entire system (note that 
V = constant since D = constant). 

Representative loss coefficients K, are given in Table 14—4 for inlets, exits, 
bends, sudden and gradual area changes, and valves. There is considerable 
uncertainty in these values since the loss coefficients, in general, vary with 
the pipe diameter, the surface roughness, the Reynolds number, and the de- 
tails of the design. The loss coefficients of two seemingly identical valves by 
two different manufacturers, for example, can differ by a factor of 2 or more. 
Therefore, the particular manufacturer’s data should be consulted in the final 
design of piping systems rather than relying on the representative values in 
handbooks. 

The head loss at the inlet of a pipe is a strong function of geometry. It is al- 
most negligible for well-rounded inlets (K, = 0.03 for r/D > 0.2), but in- 
creases to about 0.50 for sharp-edged inlets (Fig. 14—34). That is, a 
sharp-edged inlet causes half of the velocity head to be lost as the fluid enters 
the pipe. This is because the fluid cannot make sharp 90° turns easily, espe- 
cially at high velocities. As a result, the flow separates at the corners, and the 
flow is constricted into the vena contracta region formed in the midsection of 
the pipe (Fig. 14-35). Therefore, a sharp-edged inlet acts like a flow constric- 
tion. The velocity increases in the vena contracta region (and the pressure de- 
creases) because of the reduced effective flow area, and then decreases as the 
flow fills the entire cross section of the pipe. There would be negligible loss 
if the pressure were increased in accordance with Bernoulli’s equation (the 
velocity head would simply be converted into pressure head). However, this 
deceleration process is far from being ideal and the viscous dissipation caused 
by intense mixing and the turbulent eddies convert part of the kinetic energy 
into frictional heating, as evidenced by a slight rise in fluid temperature. The 
end result is a drop in velocity without much pressure recovery, and the inlet 
loss is a measure of this irreversible pressure drop. 

Even slight rounding of the edges can result in significant reduction of 
K,, as shown in Fig. 14-36. The loss coefficient rises sharply (to about 
K, = 0.8) when the pipe protrudes into the reservoir since some fluid near the 
edge in this case is forced to make a 180° turn. The loss coefficient for a sub- 
merged exit is K, = 1 (actually, K; = the kinetic energy correction factor, 
which is nearly 1) since the fluid loses its entire kinetic energy and the veloc- 
ity head through mixing and comes to rest when it discharges into a reservoir 
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Sharp-edged inlet 
K, = 0.50 







Recirculating flow 


Well-rounded inlet 
K, = 0.03 






FIGURE 14-34 

The head loss at the inlet of a pipe is 
almost negligible for well-rounded 
іпеѓѕ (К; = 0.03 for r/D > 0.2) but 
increases to about 0.50 for sharp- 
edged inlets. 
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Loss coefficients K, of various pipe components for turbulent flow 
(for use in the relation h, = K, V2/(2g) where Y is the mean velocity in the pipe that contains the component)* 





Pipe Entrance 
Reentrant: K, — 0.80 Sharp-edged: K, = 0.50 Well-rounded (r/D > 0.2): K, = 0.03 
(t< Dand /~ 0.1D) Slightly rounded (r/D = 0.1): K, = 0.12 
(see Fig. 14-36) 








Pipe Exit 
Reentrant: K, = 1.0 Sharp-edged: K, = 1.0 Rounded: K, = 1.0 














Sudden Expansion and Contraction (based on the velocity in the smaller-diameter pipe) 


: агү 
Sudden expansion: K, = ¢ - 9) 















> 


Sudden contraction: See chart. 


K, for sudden 
contraction 


























0.2 0.4 0.6 0.8 1.0 
dp? 





Gradual Expansion and Contraction (based on the velocity in the smaller-diameter pipe) 

Expansion: Contraction (for 0 — 20?): 
K, = 0.02 for @ = 20° K, = 0.30 for d/D = 0.2 
K, = 0.04 for @ = 45° K, = 0.25 for a/D = 0.4 
K, = 0.07 for 6 = 60° K, = 0.15 for d/D — 0.6 
K, = 0.10 for d/D — 0.8 
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Bends and Branches 
90? smooth bend: 90? miter bend 90? miter bend 45? threaded elbow: 
Flanged: K, = 0.3 (without vanes): K, — 1.1 | (with vanes): K, = 0.2 К, = 0.4 

Threaded: K, = 0.9 
























180? return bend: Tee (branch flow): Tee (line flow): Threaded union: 
Flanged: K, = 0.2 Flanged: K, = 1.0 Flanged: K, = 0.2 K, = 0.08 


Threaded: K, = 1.5 Threaded: K, = 2.0 Threaded: K, = 0.9 


ши 























Valves 

Globe valve, fully open: K, = 10 Gate valve, fully open: K, = 0.2 
Angle valve, fully open: K, = 5 1 closed: К; = 0.3 
Ball valve, fully open: K, = 0.05 4 closed: К; = 2.1 
Swing check valve: К; = 2 3 closed: А; = 17 





*These are representative values for loss coefficients. Actual values strongly depend on the design and manufacture of the components and may differ from the 
given values considerably (especially for valves). Actual manufacturer’s data should be used in the final design. 


Pressure head 
converted to 
velocity head 


Total 
head 





Head 









K,V7/2g¢ 






Lost velocity head 





Remainin, 
Ip 77 g 
MGE velocity head 
P, — — — Remaining 
pg pressure head 





> 


FIGURE 14-35 

Graphical representation of 
flow contraction and the 
Separated associated head loss at a 
flow sharp-edged pipe inlet. 





Vena contracta 
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FIGURE 14-36 

The effect of rounding of a pipe inlet 
on the loss coefficient (from ASHRAE 
Handbook of Fundamentals). 








Submerged 


Entrained 
ambient fluid 


FIGURE 14—37 

All of the kinetic energy of the flow is 
“lost” (turned into thermal energy) 
through friction as the jet decelerates 
and mixes with ambient fluid 
downstream of a submerged outlet. 


Flanged 
elbow 
K, = 0.3 


Sharp turn 
K, 214 


FIGURE 14—38 

The losses during changes of direction 
can be minimized by making the turn 
"easy" on the fluid by using circular 
arcs instead of sharp turns. 
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regardless of the shape of the exit (Fig. 14-37). Therefore, there is no need to 
round the pipe exits. 

Piping systems often involve sudden or gradual expansion or contraction 
sections to accommodate changes in flow rates or properties such as density 
and velocity. The losses are usually much greater in the case of sudden expan- 
sion and contraction (or wide-angle expansion) because of flow separation. By 
combining the conservation of mass, momentum, and energy equations, the 
loss coefficient for the case of sudden expansion is determined to be 





sari М : 
К,-(1- (sudden expansion) (14-59) 


where Asman and Ajage are the cross-sectional areas of the small and large pipes, 
respectively. Note that K, — 0 when there is no area change (Ass = Alarge) 
апа К; = 1 when a pipe discharges into a reservoir (Aj. © Asmal), aS €x- 
pected. No such relation exists for a sudden contraction, and ће К; values in 
that case can be read from the chart in Table 14-4. The losses due to expan- 
sion and contraction can be reduced significantly by installing conical gradual 
area changers (nozzles and diffusers) between the small and large pipes. The 
K, values for representative cases of gradual expansion and contraction are 
given in Table 14—4. Note that in head loss calculations, the velocity in the 
small pipe is to be used. Losses during expansion are usually much higher 
than the losses during contraction because of flow separation. 

Piping systems also involve changes in direction without a change in di- 
ameter, and such flow sections are called bends or elbows. The losses in these 
devices are due to flow separation (just like a car being thrown off the road 
when it enters a turn too fast) on the inner side and the swirling secondary 
flows caused by different path lengths. The losses during changes of direc- 
tion can be minimized by making the turn "easy" on the fluid by using circu- 
lar arcs (like the 90? elbow) instead of sharp turns (like the miter bends) 
(Fig. 14—38). But the use of sharp turns (and thus suffering a penalty in loss 
coefficient) may be necessary when the turning space is limited. In such 
cases, the losses can be minimized by utilizing properly placed guide vanes 
to help the flow turn in an orderly manner without being thrown off the 
course. The loss coefficients for some elbows and miter bends as well as tees 
are given in Table 14—4. These coefficients do not include the frictional 
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losses along the pipe bend. Such losses should be calculated as in straight 
pipes (using the length of the centerline as the pipe length) and added to other 
losses. 

Valves are commonly used in piping systems to control the flow rates by 
simply altering the head loss until the desired flow rate is achieved. For 
valves it is desirable to have a very low loss coefficient when they are fully 
open so that they cause minimal head loss during full-load operation. Several 
different valve designs, each with its own advantages and disadvantages, are 
in common use today. The gate valve slides up and down like a gate, the 
globe valve closes a hole placed in the valve, the angle valve is a globe valve 
with a 90? turn, and the check valve allows the fluid to flow only in one di- 
rection like a diode in an electric circuit. Table 14—4 lists the representative 
loss coefficients of the popular designs. Note that the loss coefficient in- 





creases drastically as a valve is closed (Fig. 14—39). Also, the deviation in the Veonstriction > V1 
loss coefficients for different manufacturers is greatest for valves because of FIGURE 14-39 
their complex geometries. The large head loss in a partially 


closed valve is due to irreversible 
deceleration, flow separation, 
and mixing of high-velocity 
EXAMPLE 14-6 Head Loss and Pressure Rise during Gradual fluid coming from the 
Expansion narrow valve passage. 





A 6-cm-diameter horizontal water pipe expands gradually to a 9-cm-diameter 
pipe (Fig. 14-40). The walls of the expansion section are angled 30° from the 
horizontal. The mean velocity and pressure of water before the expansion sec- 
tion are 7 m/s and 150 kPa, respectively. Determine the head loss in the ex- 
pansion section, and the pressure in the larger-diameter pipe. 





SOLUTION A horizontal water pipe expands gradually into a larger-diameter FIGURE 14—40 
pipe. The head loss and pressure after the expansion are to be determined. Schematic for Example 14—6. 
Assumptions The flow is steady and incompressible. 

Properties Ne take the density of water to be p — 1000 kg/m?. The loss coef- 
ficient for gradual expansion of @ = 60° total included angle is K, = 0.07 
(Table 14-4). 

Analysis Noting that the density of water remains constant, the downstream 
velocity of water is determined from conservation of mass to be 


Жо A, Di 
шэг тэ sc M 
2 2 


_ (0.06 my 


= EE (7 m/s) = 3.11 m/s 


Then the head loss in the expansion section becomes 


h, = K, = (0.07) om _ = 0.175 
podra eU ImDI M 





Noting that z = z and there are no pumps or turbines involved, the energy 
equation for the expansion section can be expressed in terms of heads as 
Py Vi 2-0 P, V3 2» 0 е 


p8 | 2g 1-8 + "апр = pg t зо 237 шив + А, = pons c pp 





+ 
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FIGURE 14-41 


A piping network in an industrial 
facility. (Courtesy of UMDE 
Engineering, Contracting, and 
Trading.) 


A 


B 
1 2 
fg Lg D. 
тр, ppp 
Va Vg 
Аро = a +h; g 
FIGURE 14—42 


For pipes in series, the flow rate is 
the same in each pipe, and the total 
head loss is the sum of the head 
losses in individual pipes. 


-Ф- 


Solving for P; and substituting, 


V3 — 13 
ооа 


(7 m/s)? — (3.11 m/s)? 1kN 1 kPa 
х pomi — (9.81 m/s2)(0.175 з) h цаа.) 


Л = (150 КРа) + (1000 kg/m?) 





= 168 kPa 


Therefore, despite the head (and pressure) loss, the pressure increases from 
150 kPa to 168 kPa after the expansion. This is due to the conversion of dy- 
namic pressure to static pressure when the mean flow velocity is decreased in 
the larger pipe. 

Discussion |t is common knowledge that higher pressure upstream is neces- 
sary to cause flow, and it may come as a surprise to you that the downstream 
pressure has increased after the expansion, despite the loss. This is because 
the flow is driven by the sum of the three heads that comprise the total head 
(namely, the pressure head, velocity head, and elevation head). During flow ex- 
pansion, the higher velocity head upstream is converted to pressure head down- 
stream, and this increase outweighs the non-recoverable head loss. Also, you 
may be tempted to solve this problem using the Bernoulli equation. Such a so- 
lution would ignore the head (and the associated pressure) loss, and result in a 
higher pressure for the fluid downstream. 








14-7 = PIPING NETWORKS AND PUMP SELECTION 


Most piping systems encountered in practice such as the water distribution 
systems in cities or commercial or residential establishments involve numer- 
ous parallel and series connections as well as several sources (supply of fluid 
into the system) and loads (discharges of fluid from the system) (Fig. 14—41). 
A piping project may involve the design of a new system or the expansion of 
an existing system. The engineering objective in such projects is to design a 
piping system that will deliver the specified flow rates at specified pressures 
reliably at minimum total (initial plus operating and maintenance) cost. Once 
the layout of the system is prepared, the determination of the pipe diameters 
and the pressures throughout the system, while remaining within the budget 
constraints, typically requires solving the system repeatedly until the optimal 
solution is reached. Computer modeling and analysis of such systems make 
this tedious task a simple chore. 

Piping systems typically involve several pipes connected to each other in 
series or in parallel, as shown in Figs. 14—42 and 14—43. When the pipes are 
connected in series, the flow rate through the entire system remains constant 
regardless of the diameters of the individual pipes in the system. This is a nat- 
ural consequence of the conservation of mass principle for steady incom- 
pressible flow. The total head loss in this case is equal to the sum of the head 
losses in individual pipes in the system, including the minor losses. The ex- 
pansion or contraction losses at connections are considered to belong to the 
smaller-diameter pipe since the expansion and contraction loss coefficients are 
defined on the basis of the mean velocity in the smaller-diameter pipe. 
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fiL Dy 
A 
—P- Ae B => 
Oo e | FIGURE 14—43 
For pipes in parallel, the head loss is 
748, the same in each pipe, and the total 
he (ahs flow rate is the sum of the flow 
ал Ys y rates in individual pipes. 


For a pipe that branches out into two (or more) parallel pipes and then re- 
joins at a junction downstream, the total flow rate is the sum of the flow rates 
in the individual pipes. The pressure drop (or head loss) in each individual 
pipe connected in parallel must be the same since AP — P, — P5 and the junc- 
tion pressures P, and P; are the same for all of the individual pipes. For a sys- 
tem of two parallel pipes 1 and 2 between junctions A and B, this can be 
expressed as 


Ly Ni L, ‘V3 
hy, — hys > fD, 2g ~ 2 D, 2g 
Then the ratio of the mean velocities and the flow rates in the two parallel 
pipes become 


LA т (2 Ly 2 and V, = Aci Vi E Di (3 L, 2 


Vy V, A.2V2 03ХЛ 14 Р, 


fi Li D, 





Therefore, the relative flow rates in parallel pipes are established from the re- 
quirement that the head loss in each pipe be the same. This result can be ex- 
tended to any number of pipes connected in parallel. The result is also valid 
for pipes for which the minor losses are significant if the equivalent lengths 
for components that contribute to minor losses are added to the pipe length. 
Note that the flow rate in one of the parallel branches is proportional to the 
2.5th power of the diameter and is inversely proportional to the square root of 
its length and friction factor. 

The analysis of piping networks, no matter how complex they are, is based 
on two simple principles: 


1. Conservation of mass throughout the system must be satisfied. This is 
done by requiring the total flow into a junction to be equal to the total 
flow out of the junction for all junctions in the system. Also, the flow 
rate must remain constant in pipes connected in series regardless of the 
changes in diameters. 

2. Pressure drop (and thus head loss) between two junctions must be the 
same for all paths between the two junctions. This is because pressure is 
a point function and it cannot have two values at a specified point. In 
practice this rule is used by requiring that the algebraic sum of head 
losses in a loop (for all loops) be equal to zero. (A head loss is taken to 
be positive for flow in the clockwise direction and negative for flow in 
the counterclockwise direction.) 
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FIGURE 14-44 

W hen a pump moves a fluid from 
one reservoir to another, the useful 
pump head requirement is equal 

to the elevation difference between 
the two reservoirs plus the head loss. 
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Piu 


2 Pump 


f pump; ù = (2, » 2) +h, 


W pump, и PV Ih pump, u 


Therefore, the analysis of piping networks is very similar to the analysis of 
electric circuits, with flow rate corresponding to electric current and pressure 
corresponding to electric potential. H owever, the situation is much more com- 
plex here since, unlike the electric resistance, the “flow resistance” is a highly 
nonlinear function. Therefore, the analysis of piping networks requires the 
solution of a system of nonlinear equations simultaneously. The analysis of 
such systems is beyond the scope of this introductory text. 


Energy Equation Revisited 
When a piping system involves a pump and/or turbine, the steady-flow energy 
equation on a unit mass basis can be expressed as (see Section 12-4) 


Ё vi Pa 3 i 
p^ 2 + 921 + Woump =p 4 ? + QZ) + Wrurbine + Oh, (14-60) 





It can also be expressed in terms of heads as 


р q2 Р, Va 
mx яр Pun = р) +39 +2 ЗР Пыл, е + hy (14-61) 


where Noump,u = Wpump, u/g is the useful pump head delivered to the fluid, hip. 
= Wturbine, e/9 15 the turbine head extracted from the fluid,, and h, is the total 
head loss in piping (including the minor losses if they are significant) between 
points 1 and 2. The pump head is zero if the piping system does not involve a 
pump or a fan, the turbine head is zero if the system does not involve a turbine, 
and both are zero if the system does not involve any mechanical work-produc- 
ing or work-consuming devices. 

M any practical piping systems involve a pump to move a fluid from one 
reservoir to another. Taking points 1 and 2 to be at the free surfaces of the 
reservoirs, the energy equation in this case reduces for the useful pump head 
required to (Fig. 14-44) 


А окр, и = (2, = 21) + hy (14-62) 


since the velocities at free surfaces are negligible and the pressures are at- 
mospheric pressure. Therefore, the useful pump head is equal to the elevation 
difference between the two reservoirs plus the head loss. If the head loss is 
negligible compared to z; — z,, the useful pump head is simply equal to the el- 
eva-tion difference between the two reservoirs. In the case of z; > z, (the first 
reservoir being at a higher elevation than the second one) with no pump, the 
flow is driven by gravity at a flow rate that causes a head loss equal to the 
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Motor 
Nmotor = 0-90 





elevation difference. A similar argument can be given for the turbine head for 
a hydroelectric power plant by replacing Npump,u in Eg. 14-62 by —Nturbine, e 

Once the useful pump head is known, the mechanical power that needs to 
be delivered by the pump to the fluid and the electric power consumed by the 
motor of the pump for a specified flow rate are determined from 


pVgh pump, u 
Npump 







E p Техас u 
and W elect = "mo etr (14-63) 


W pump, shaft — 
WhETE Npump-motor I5 the efficiency of the pump-motor combination, which is the 
product of the pump and the motor efficiencies (Fig. 14-45). The pump-motor 
efficiency is defined as the ratio of the net mechanical energy delivered to the 
fluid by the pump to the electric energy consumed by the motor of the pump, 
and it usually ranges between 50 and 85 percent. 
The head loss of a piping system increases (usually quadratically) with the 
flow rate. A plot of required useful pump head hoump, y aS a function of flow rate 


is called the system (or demand) curve. The head produced by apumpisnot "^ 

a constant either. Both the pump head and the pump efficiency vary with the “pump = 0.70 

flow rate, and pump manufacturers supply this variation in tabular or graphical Tipump-motor = "IpumpTmator — 

form, as shown in Fig. 14-46. These experimentally determined hyump, , and = 0702x030 = 0.63 

Npump, u VErsus V curves are called characteristic (or supply) curves. N ote that FIGURE 14—45 

the flow rate of a pump increases as the required head decreases. The intersec- The efficiency of the pump- 

tion point of the pump head curve with the vertical axis represents the maxi- motor combination is the product 

mum head the pump can provide, while the intersection point with the of the pump and the motor 

horizontal axis indicates the maximum flow rate the pump can supply. efficiencies. 
The efficiency of a pump is sufficiently high for a certain range of head and (© Yunus Çengel) 


flow rate combination. Therefore, a pump that can supply the required head 
and flow rate is not necessarily a good choice for a piping system unless the 
efficiency of the pump at those conditions is sufficiently high. The pump in- 
stalled in a piping system will operate at the point where the system curve and 
the characteristic curve intersect. This point of intersection is called the op- 
erating point, as shown in Fig. 14-46. The useful head produced by the pump 
at this point matches the head requirements of the system at that flow rate. 


Pump exit is closed to produce maximum head 
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Also, the efficiency of the pump during operation is the value corresponding 
to that flow rate. 





EXAMPLE 14-7 Pumping Water through Two Parallel Pipes 


Water at 20°C is to be pumped from a reservoir (Zz, = 5 m) to another reservoir 
at a higher elevation (zg — 13 m) through two 36-m-long pipes connected in 
parallel, as shown in Fig. 14-47. The pipes are made of commercial steel, and 
the diameters of the two pipes are 4 cm and 8 cm. Water is to be pumped by a 
70 percent efficient motor-pump combination that draws 8 kW of electric power 
during operation. The minor losses and the head loss in pipes that connect the 
parallel pipes to the two reservoirs are considered to be negligible. Determine 
the total flow rate between the reservoirs and the flow rate through each of the 
parallel pipes. 


SOLUTION The pumping power input to a piping system with two parallel 
pipes is given. The flow rates are to be determined. 

Assumptions 1 The flow is steady and incompressible. 2 The entrance effects 
are negligible, and thus the flow is fully developed. 3 The elevations of the 
reservoirs remain constant. 4 The minor losses and the head loss in pipes other 
than the parallel pipes are said to be negligible. 5 Flows through both pipes are 
turbulent (to be verified). 

Properties The density and dynamic viscosity of water at 20°C are p = 
998 kg/m? and w = 1.002 x 10^? kg/m - s (Table A-15). The roughness of 
commercial steel pipe is s — 0.000045 m (Table 14-2 or Fig. A-32). 

Analysis This problem cannot be solved directly since the velocities (or flow 
rates) in the pipes are not known. Therefore, we would normally use a trial- 
and-error approach here. However, nowadays equation solvers such as EES 
are widely available, and thus below we will simply set up the equations to be 
solved by an equation solver. The useful head supplied by the pump to the fluid 
is determined from 


ГҮЙ ори (998 kg/m3)V (9.81 m/S2)Noump, u ^ 


Т)ритр-тоог E 8000 W — 0.70 





elect — 


We choose points A and B at the free surfaces of the two reservoirs. Noting that 
the fluid at both points is open to the atmosphere (and thus Py = Pg = Pam) 





L,=36m System 

















FIGURE 141-7  . | JEU o 
The piping system discussed in D,-8cm 
Example 14-7. L,=36m 
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and that the fluid velocities at both points are zero (V4 = Vg = O), the energy 
equation between these two points simplifies to 


Py y? Py 912 
PI t 2g +24 + рар = pg + 2g Aa = Doump, u= (23 — Z4) -F hi 
or 
Dump, u = (13'— 5) + hy (2) 
where 
ПЕ о (3)(4) 


We designate the 4-cm-diameter pipe by 1 and the 8-cm-diameter pipe by 2. 
The average velocity, the Reynolds number, the friction factor, and the head loss 
in each pipe are expressed as 
































22-16 ша шиг (5) 
1 Ас) 701471! m(004 myj4 
MONS = тоон (6) 
2“ Ас: тра 2 т(008тиу/ 
E pViDi x (998 kg/m3)9/,(0.04 m) Е 
= ә А 1002х10-3К0/т-5 ED 
= ә Reé-i0]x103kgm.s g 
1 2410: 2.51 ) 1 (2200005 2.51 ) 
===) (lo ( + » “Эр 1: 222. (9) 
v HON UE Vi, 437х004 Re VF, 
mes sD; 2.51 ) 1 (mme 2.51 ) 
41 --2010 ( + » =\=2.0 log) 14-53 | (ej 
УБ, ? AJ В, vh Vo я 3.7 х 0.08 Re Vf, 
9 Nm 
Be => hi1 = f1 004m 29.81 m/s?) (11) 
L, V3 |. 36m Y? 
№ = Б, 0, 29 » hz 5 0.08 m 2(9.81 m/s2) (12) 


This is a system of 13 equations in 13 unknowns, and their simultaneous solu- 
tion by an equation solver gives 


V = 0.0300 ms, — V,— 0.00415 m*/s, — V; — 0.0259 m?/s 
Vi = BIS m/s, Y = 55115) m/s, h, = сл = Ї 2 = 11.1 m, Nme = 19.1 m 
Вег 141600 Re 1000 2 2022 OOG 


Note that Re > 4000 for both pipes, and thus the assumption of turbulent flow 
is verified. 

Discussion The two parallel pipes are identical, except the diameter of the first 
pipe is half the diameter of the second one. But only 14 percent of the water 
flows through the first pipe. This shows the strong dependence of the flow rate 
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FIGURE 14-48 
The piping system discussed in 
Example 14-8. 
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(and the head loss) on diameter. Also, it can be shown that if the free surfaces 
of the two reservoirs were at the same elevation (and thus Z4 = Zp), the flow rate 
would increase by 20 percent from 0.0300 to 0.0361 m/s. Alternately, if the 
reservoirs were as given but the irreversible head losses were negligible, the flow 
rate would become 0.0715 m3/s (an increase of 138 percent). 











EXAMPLE 14-8 Gravity-Driven Water Flow in a Pipe 


Water at 10°C flows from a large reservoir to a smaller one through a 5-cm- 
diameter cast iron piping system, as shown in Fig. 14-48. Determine the ele- 
vation z, for a flow rate of 6 L/s. 


SOLUTION The flow rate through a piping system connecting two reservoirs is 
given. The elevation of the source is to be determined. 
Assumptions 1 The flow is steady and incompressible. 2 The elevations of the 
reservoirs remain constant. 3 There are no pumps or turbines in the line. 
Properties The density and dynamic viscosity of water at 10°C are p = 999.7 
kg/m? and u = 1.307 х 10-3 kg/m - s (Table A-15). The roughness of cast iron 
pipe is e = 0.00026 m (Fig. A-32). 
Analysis The piping system involves 89 m of piping, a sharp-edged entrance 
(K, — 0.5), two standard flanged elbows (K, — 0.3 each), a fully open gate 
valve (K, — 0.2), and a submerged exit (K, = 1.0). We choose points 1 and 2 
at the free surfaces of the two reservoirs. Noting that the fluid at both points is 
open to the atmosphere (and thus P, = P> = Pam) and that the fluid velocities 
at both points are zero (V1 = V, = 0), the energy equation for a control volume 
between these two points simplifies to 

D NETT 


р 2g Си SP fey oP Le => zz th, 


where 





IE, (2 
h; = hy, total —_ 7 major H hy. minor —_ (Ф H > к) 2g 





Sharp-edged 

entrance, K, = 0.5 

Standard elbow, 
flanged, K, — 0.3 
















D=5cm 


Gate valve 
fully open 


9m 
System 
boundary 








Б 80 т 4 “вы к = 
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since the diameter of the piping system is constant. The average velocity in the 
pipe and the Reynolds number are 


V |— V .. 0.006 m/s 

A. т024 m(0.05 my/4 
pVD (999.7 kg/m)(3.06 m/s)(0.05 m) 

"UM —— 1301 X102 kg/m-s 


y= = 3.06 m/s 





= 117,000 


The flow is turbulent since Re > 4000. Noting that s/D = 0.00026/0.05 = 
0.0052, the friction factor can be determined from the Colebrook equation (or 
the Moody chart), 








1 BD. 251 1 00052 2.51 
21225206 (2+ ) + = -2010 ( +231) 
Vi гт 9A 37 — 117000 f 


It gives f — 0.0315. The sum of the loss coefficients is 





У К = К, ctrance + 2K, tow + Ki waive Knag = 05 2X03- 02-10-23 








Then the total head loss and the elevation of the source become 


iE y2 89 (3.06 m/s)? 
h, = (Ф +> ky = (0.0315 ПО + 2з) оеша. = 27.9 т 


Zi =Z + h; = 4 + 27.9 = 31.9 т 





Therefore, the free surface of the first reservoir must be 31.9 m above the ground 
level to ensure water flow between the two reservoirs at the specified rate. 
Discussion Note that fL/D = 56.1 in this case, which is about 24 times the to- 
tal minor loss coefficient. Therefore, ignoring the sources of minor losses in this 
case would result in about 4 percent error. 

It can be shown that the total head loss would be 35.9 m (instead of 27.9 m) 
if the valve were three-fourths closed, and it would drop to 24.8 m if the pipe 
between the two reservoirs were straight at the ground level (thus eliminating 
the elbows and the vertical section of the pipe). The head loss could be reduced 
further (from 24.8 to 24.6 m) by rounding the entrance. The head loss can be 
reduced from 27.9 to 16.0 m by replacing the cast iron pipes by smooth pipes 
such as those made of plastic. 








EXAMPLE 14-9 Effect of Flushing on Flow Rate from a Shower 


The bathroom plumbing of a building consists of 1.5-cm-diameter copper 
pipes with threaded connectors, as shown in Fig. 14-49. (a) If the gage pres- 
sure at the inlet of the system is 200 kPa during a shower and the toilet reser- 
voir is full, determine the flow rate of water through the shower head. (5) 
Determine the effect of flushing of the toilet on the flow rate through the 
shower head. Take the loss coefficients of the shower head and the reservoir to 
be 12 and 14, respectively. 


SOLUTION The plumbing system of a bathroom is given. The flow rate 
through the shower and the effect of flushing the toilet on the flow rate are to 
be determined. 








FIGURE 14-49 
Schematic for Example 14-9. 
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Showerhead 



























Reservoir 
2m 
Globe valve, 
Cold 1m fully open 
water 5m i 4m 


Assumptions 1 The flow is steady and incompressible. 2 The flow is turbulent 
and fully developed. 3 The reservoir is open to the atmosphere. 4 The velocity 
heads are negligible. 

Properties The properties of water at 20°C are p = 998 kg/m’, u = 1.002 х 
10-3 kg/m - s, and v= p/p = 1.004 x 10-76 m?/s (Table A-15). The roughness 
of copper pipes is e — 1.5 x 10-9 m (Fig. A-32). 

Analysis This is a problem of the second type since it involves the determination 
of the flow rate for a specified pipe diameter and pressure drop. The solution in- 
volves an iterative approach since the flow rate (and thus the flow velocity) is 
not known. 


(a) The piping system of the shower alone involves 11 m of piping, a tee with line 
flow (K, = 0.9), two standard elbows (K, = 0.9 each), a fully open globe valve 
(K, = 10), and a shower head (K, = 12). Therefore, >K, = 0.9+ 2 x 0.9 + 
10 + 12 = 24.7. Noting that the shower head is open to the atmosphere, and 
the velocity heads are negligible, the energy equation between points 1 and 2 
simplifies to 


Р; vie Р, V3 Pia 








рд ар 20 F 21 отр, = рд + 20 ae at lk o h > “рд (z2—z) + hi 
Therefore, the head loss is 
2 
па 200000 2m 2 184m 


(998 kg/m3)(9.81 m/s?) 


Also, 


(+ 22 (p Um aoe ees 
ie ( Dt УК) m S ( 0.015 m* 21 m/s?) 


since the diameter of the piping system is constant. The average velocity in the 
pipe, the Reynolds number, and the friction factor are 











шиг = V 
Deco M e a 
YD .... (0.015 m) 
hor E Me mS 
1 21) 251 1 15x10-m. 251 
шээт01 (224 )o d- 200 (xum, ) 
Vi eG “Reve © i 37(0015m) Rev 
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This is a set of four equations with four unknowns, and solving them with an 
equation solver such as EES gives 


V — 0.00053 m/s, f— 0.0218, V = 2.98 m/s, and Re = 44,550 


Therefore, the flow rate of water through the showerhead is 0.53 L/s. 


(b) When the toilet is flushed, the float moves and opens the valve. The dis- 
charged water starts to refill the reservoir, resulting in parallel flow after the tee 
connection. The head loss and minor loss coefficient for the shower branch 
were determined in (a) to be Ay, 2 = 18.4 mand К, 2 = 24.7 The correspond- 
ing quantities for the reservoir branch can be determined similarly to be 


200,000 N/m? 
L3 (998 kg/m*)(9.81 m/s?) 


Kj472-- 10-- 0.9 + 14 = 26.9 





1m = 194 т 


The relevant equations in this case are: 











Y, = У, Е V3 
5m Vi 6m 12: 
= аг SS SS а 
hia fi 0.015 m 2(9.81 m/s?) (^ QUEE 7) 2(9.81 m/s?) Е 
5 т Vi 1m V3 
= БЕ 2 = ? 
Бал 0.015 m 2(9.81 m/s?) (^ 01 22 9) 2(9.81 m/s?) Is 
V, V, V3 





p 


dus тг(0.015 п)2/47 ду (0.015 m)2/4’ ioe (0.015 m)2/4 


¥ (0.015 m) 30.015 m) 30.015 m) 
71004 Х10:522/5 '? 1004x10-5m'/s ^? 1004X 10-5m2/s 


1.5 х 10-6 т , 2.51 ) 
= =2 0log ——— —— , 
: E m) Rev, 


1.5 х 10-6 т 251 ) 
Е 
: [LE m) Re Vf 

шинэ, 2.51 ) 
3.7(0.015m) Re, V/f, 





Re, 








Solving these 12 equations in 12 unknowns simultaneously using an equation 
solver, the flow rates are determined to be 


V, — 0.00090 m?/s, V, = 0.00042 m?/s, and V3 = 0.00048 m3/s 


Therefore, the flushing of the toilet reduces the flow rate through the shower by 
2196 from 0.53 L/s to 0.42 L/s (Fig. 14—50). 
Discussion |f the velocity heads were considered, the flow rate through the 
shower would be 0.43 L/s instead of 0.42 L/s. Therefore, the assumption of 
negligible velocity heads is reasonable in this case. 

Note that a leak in a piping system will cause the same effect, and thus an 
unexplained drop in flow rate at an end point may signal a leak in the system. 
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FIGURE 14—50 


Flow rate through a shower may be 
affected significantly by the flushing 
of a nearby toilet. 
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SUMMARY 


In internal flow, a pipe is completely filled with a fluid. Lami- 
nar flow is characterized by smooth streamlines and highly or- 
dered motion, and turbulent flow is characterized by velocity 
fluctuations and highly disordered motion. The Reynolds num- 
ber is defined as 


_ Inertial forces _ Va D 2 pV,,D 
Viscous forces v ш 


Under most practical conditions, the flow in a pipe is lami- 
nar at Re < 2300, turbulent at Re > 4000, and transitional in 
between. 

The region of the flow in which the effects of the viscous 
shearing forces are felt is called the velocity boundary layer. 
The region from the pipe inlet to the point at which the bound- 
ary layer merges at the centerline is called the hydrodynamic 
entrance region, and the length of this region is called the hy- 
drodynamic entry length L,. It is given by 


Ly, laminar e 0.05 Re D and Lp, turbulent ex 10 D 


The friction coefficient in the fully developed flow region re- 
mains constant. The maximum and mean velocities in fully de- 
veloped laminar flow in a circular pipe are 


_ APD? 
"cS 





u 


max — 20 and 


The volume flow rate and the pressure drop for laminar flow in 
a horizontal pipe are 


32uLV,, 
and АР = p 


" АР! 


V= Vin Ac Е 12801. 





The above results for horizontal pipes can also be used for 
inclined pipes provided that AP is replaced by AP — pgL 
sin 6, 


.. (AP — pgL sin 0)D* 
т 32uL 


(AP — pgL sin 0) D^ 


and Ү- 128uL 


The pressure loss and head loss for all types of internal flows 
(laminar or turbulent, in circular or noncircular pipes, smooth 
or rough surfaces) are expressed as 


V2 AP Yy2 
ap, = fe sid ipe eq 





p8 "D2g 





where pl 2/2 is the dynamic pressure and the dimensionless 


quantity f is the friction factor. For fully developed laminar 
flow in a circular pipe, the friction factor is f = 64/Re. 

For non-circular pipes, the diameter in the above relations is 
replaced by the hydraulic diameter defined as D, = 4A,/p, 
where A, is the cross-sectional area of the pipe and p is its 
perimeter. 

In fully developed turbulent flow, the friction factor depends 
on the Reynolds number and the relative roughness iD. The 
friction factor in turbulent flow is given by the Colebrook 
equation, expressed as 





l.- 210g (2+ 2 ) 


VF 37 ReVf 


The plot of this formula is known as the Moody chart. The de- 
sign and analysis of piping systems involve the determination 
of the head loss, flow rate, or the pipe diameter. Tedious itera- 
tions in these calculations can be avoided by the approximate 
Swamee and Jain formulas expressed as 


V2L ë vD "| -2 
+4, —— 

[siae i) 

gD Vs | oe — (3.70LV5 

V osss( L ) 8 52р 4 E | 


D — 0.66| 2125 LV? 2 E vV?4 L го 
! gh, gh 


The losses that occur in the piping components such as the fit- 
tings, valves, bends, elbows, tees, inlets, exits, enlargements, 
and contractions are called minor losses. The minor losses are 
usually expressed in terms of the loss coefficient Kj. The head 
loss for a component is determined from 


1076 < g/D — 10? 


i 3000 < Re < 3 x 108 














Re > 2000 


1076 < g/D — 10? 
5000 < Re < 3 X 108 


72 
= Kos 


When all the loss coefficients are available, the total head loss 
in a piping system is determined from 


LY; Vi 
hy, total — hy, major F hy, minor — Ah D. 2g F >X Ka 2g 


If the entire piping system has a constant diameter, the total 
head loss reduces to 


L y? 
hy, total — (r D + Ук) 20 
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The analysis of a piping system is based on two simple princi- 
ples: (1) The conservation of mass throughout the system must 
be satisfied and (2) the pressure drop between two points must 
be the same for all paths between the two points. When the 
pipes are connected in series, the flow rate through the entire 
system remains constant regardless of the diameters of the indi- 
vidual pipes. For a pipe that branches out into two (or more) 
parallel pipes and then rejoins ata junction downstream, the to- 
tal flow rate is the sum of the flow rates in the individual pipes. 

When a piping system involves a pump and/or turbine, the 
steady-flow energy equation is expressed as 


P, 17 р, 13 


pg * 2g * A * Meum, u = og + 20 


pg T Z2 + Пеле, е + hy 


When the useful pump head hyump, y is known, the mechanical 
power that needs to the supplied by the pump to the fluid and 
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the electric power consumed by the motor of the pump for a 
specified flow rate are determined from 


pVg h pump, u 
Т)ритр-тоюг 


. pV 9 h pump, u 
W pump, shaft — and 


T]pump elet 


WHEE Noump-motor 1S the efficiency of the pump-motor combi- 
nation, which is the product of the pump and the motor 
efficiencies. . 

The plot of the head loss versus the flow rate V is called the 
system curve. The head produced by a pump is not a constant 
either. The Noump, u ANd 44, versus V curves of pumps are 
called the characteristic curves. A pump installed in a piping 
System operates at the operating point, which is the point of in- 
tersection of the system curve and the characteristic curve. 
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PROBLEMS* 


-Ф- 





Laminar and Turbulent Flow 

14-1C Why are liquids usually transported in circular pipes? 
14-2C What is the physical significance of the Reynolds 
number? How is it defined for (a) flow in a circular pipe of in- 


ner diameter D and (b) flow in a rectangular duct of cross sec- 
tion a X D? 








FIGURE P14—2C 


14-3C Consider a person walking first in air and then in wa- 
ter at same speed. For which motion will the Reynolds number 
be higher? 

14-4C Show that the Reynolds number for flow in a circular 
pipe of diameter D can be expressed as Re = Am/(z Dia). 


14-5C Which fluid at room temperature requires a larger 
pump to flow at a specified velocity in a given pipe: water or 
engine oil? Why? 

14-6C What is the generally accepted value of the Reynolds 
number above which the flow in smooth pipes is turbulent? 


14-7C Consider the flow of air and water in pipes of the 
same diameter, at the same temperature, and at the same mean 
velocity. Which flow is more likely to be turbulent? Why? 


14-8C What is hydraulic diameter? How is it defined? What 
is it equal to for a circular pipe of diameter D? 


14-9C How is the hydrodynamic entry length defined for 
flow in a pipe? Is the entry length longer in laminar or turbu- 
lent flow? 


14-10C Consider laminar flow in a circular pipe. Will the 
wall shear stress 7,, be higher near the inlet of the pipe or near 
the exit? Why? What would your response be if the flow were 
turbulent? 


14-11C How does surface roughness affect the pressure drop 
in a pipe if the flow is turbulent? What would your response be 
if the flow were laminar? 

14-12C How does the wall shear stress 7,, vary along the 
flow direction in the fully developed region in (a) laminar flow 
and (b) turbulent flow? 





*Problems designated by a "C" are concept questions, and students 
are encouraged to answer them all. Problems designated by an "E" 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon ($ are solved using EES, and complete 
solutions together with parametric studies are included on the 
enclosed CD. Problems with a computer-EES icon & are compre- 
hensive in nature, and are intended to be solved with a computer, 
preferably using the EES software that accompanies this text. 


Fully Developed Flow in Pipes 


14-13C What fluid property is responsible for the develop- 
ment of the velocity boundary layer? For what kinds of fluids 
will there be no velocity boundary layer in a pipe? 


14-14C In the fully developed region of flow in a circular 
pipe. will the velocity profile change in the flow direction? 


14-15C How is the friction factor for flow in a pipe related 
to the pressure loss? How is the pressure loss related to the 
pumping power requirement for a given mass flow rate? 


14-16C Someone claims that the shear stress at the center of 
a circular pipe during fully developed laminar flow is zero. Do 
you agree with this claim? Explain. 


14-17C Someone claims that in fully developed turbulent 
flow in a pipe, the shear stress is a maximum at the pipe sur- 
face. Do you agree with this claim? Explain. 


14-18C Consider fully developed flow in a circular pipe 
with negligible entrance effects. If the length of the pipe is dou- 
bled, the head loss will (a) double, (b) more than double, (c) 
less than double, (d) reduce by half, or (e) remain constant. 


14-19C Someone claims that the volume flow rate in a cir- 
cular pipe with laminar flow can be determined by measuring 
the velocity at the centerline in the fully developed region, 
multiplying it by the cross-sectional area, and dividing the re- 
sult by 2. Do you agree? Explain. 


14-20C Someone claims that the average velocity in a circu- 
lar pipe in fully developed laminar flow can be determined by 
simply measuring the velocity at R/2 (midway between the 
wall surface and the centerline). Do you agree? Explain. 


14-21C Consider fully developed laminar flow in a circular 
pipe. If the diameter of the pipe is reduced by half while the 
flow rate and the pipe length are held constant, the head loss 
will (a) double, (b) triple, (c) quadruple, (d) increase by a fac- 
tor of 8, (e) increase by a factor of 16. 


14-22C  Whatis the physical mechanism that causes the fric- 
tion factor to be higher in turbulent flow? 


14-23C What is turbulent viscosity? What is it caused by? 


14—4C The head loss for a certain circular pipe is given by 
2 

h; = 0.0826 fL - where f is the friction factor (dimension- 

less), L is the pipe length, V is the volumetric flow rate, and D 

is the pipe diameter. Determine if the 0.0826 is a dimensional 

or dimensionless constant. Is this equation dimensionally ho- 

mogeneous as it stands? 


14-25C Consider fully developed laminar flow in a circular 
pipe. If the viscosity of the fluid is reduced by half by heating 
while the flow rate is held constant, how will the head loss 
change? 
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14-26C How is head loss related to pressure loss? For a 
given fluid, explain how you would convert head loss to 
pressure loss. 


14-27C Consider laminar flow of air in a circular pipe with 
perfectly smooth surfaces. Do you think the friction factor for 
this flow will be zero? Explain. 


14-28C Explain why the friction factor is independent of the 
Reynolds number at very large Reynolds numbers. 


14-29E Oil at 80°F (p = 56.8 Ibm/ft? and = 0.0278 Ibm/ft 
- S) is flowing steadily in a 0.5-in-diameter, 120-ft-long pipe. 
During the flow, the pressure at the pipe inlet and exit is 
measured to be 120 psi and 14 psi, respectively. Determine 
the flow rate of oil through the pipe assuming the pipe is 
(a) horizontal, (b) inclined 20° upward, and (c) inclined 20° 
downward. 


14-30 Oil with a density of 850 kg/m? and kinematic 
viscosity of 0.00062 m?/s is being discharged by a 5-mm- 
diameter, 40-m-long horizontal pipe from a storage tank open 
to the atmosphere. The height of the liquid level above the 
center of the pipe is 3 m. Disregarding the minor losses, 
determine the flow rate of oil through the pipe. 





FIGURE P14—30 


14-31 Water at 10°C (p = 999.7 kg/m? and w = 1.307 х 
10? kg/m - s) is flowing steadily in a0.20-cm-diameter, 15-m- 
long pipe at an average velocity of 1.2 m/s. Determine (a) the 
pressure drop, (b) the head loss, and (c) the pumping power re- 
quirement to overcome this pressure drop. 

Answers: (a) 188 kPa, (b) 19.2 m, (c) 0.71 W 

14-32 Water at 15°C (p = 999.1 kg/m? and u = 1.138 х 10? 
kg/m - s) is flowing steadily in a 30-m-long and 4-cm-diameter 
horizontal pipe made of stainless steel at a rate of 8 L/s. Deter- 
mine (a) the pressure drop, (b) the head loss, and (c) the pump- 
ing power requirement to overcome this pressure drop. 


E e e 


FIGURE P14—32 


14-33E Heated air at 1 atm and 100°F is to be transported in 
a 400-ft-long circular plastic duct at a rate of 12 ft3/s. If the 
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head loss in the pipe is not to exceed 50 ft, determine the min- 
imum diameter of the duct. 


14-34 In fully developed laminar flow in a circular pipe, the 
velocity at R/2 (midway between the wall surface and the cen- 
terline) is measured to be 6 m/s. Determine the velocity at the 
center of the pipe. Answer: 8 m/s 


14-35 Thevelocity profile in fully developed laminar flow in 
a circular pipe of inner radius R — 2 cm, in m/s, is given by 
u(r) = 4(1 — r?/R?). Determine the mean and maximum ve- 
locities in the pipe and the volume flow rate. 








FIGURE P14—35 


14-36 Repeat Prob. 14-35 for a pipe of inner radius 7 cm. 


14-37 Consider an air solar collector that is 1 m wide and 
5 m long and has a constant spacing of 3 cm between the glass 
cover and the collector plate. Air flows at an average tempera- 
ture of 45°C at a rate of 0.15 m?/s through the 1-m-wide edge 
of the collector along the 5-m-long passageway. Disregarding 
the entrance and roughness effects, determine the pressure drop 
inthe collector. Answer: 29 Pa 


Air 
Glass cover 0) 15 m3/s 






Collector plate 


Insulation 


FIGURE P14—37 


14-38 Consider the flow of oil with p — 894 kg/m? and 
u = 2.33 kg/m - s in a 40-cm-diameter pipeline at an average 
velocity of 0.5 m/s. A 300-m-long section of the pipeline 
passes through the icy waters of a lake. Disregarding the en- 
trance effects, determine the pumping power required to over- 
come the pressure losses and to maintain the flow of oil in the 
pipe. 

14-39 Consider laminar flow of a fluid through a square 
channel with smooth surfaces. Now the mean velocity of the 
fluid is doubled. Determine the change in the head loss of the 
fluid. Assume the flow regime remains unchanged. 
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14-40 Repeat Prob. 14—39 for turbulent flow in smooth pipes 
for which the friction factor is given as f = 0.184 Re ??. What 
would your answer be for fully turbulent flow in a rough pipe? 


14-41 Air enters a 7-m-long section of a rectangular duct of 
cross section 15 cm X 20 cm made of commercial steel at 1 
atm and 35°C at an average velocity of 7 m/s. Disregarding the 
entrance effects, determine the fan power needed to overcome 
the pressure losses in this section of the duct. Answer: 4.9 W 





Air 
7 m/s 


20 cm 
FIGURE Р14-41 


14-42E Water at 60°F passes through 0.75-in-internal- 
diameter copper tubes at a rate of 1.2 Ibm/s. Determine the 
pumping power per ft of pipe length required to maintain this 
flow at the specified rate. 


14-43 Oil with p = 876 kg/m? and - 0.24 Ка/ш * s is 
flowing through a 1.5-cm-diameter pipe that discharges into 
the atmosphere at 88 kPa. The absolute pressure 15 m before 
the exit is measured to be 135 kPa. Determine the flow rate of 
oil through the pipe if the pipe is (a) horizontal, (5) inclined 8? 
upward from the horizontal, and (c) inclined 8? downward 


from the horizontal. 
Ё-- 15 ш 
135 КРа EN 
ст 





FIGURE P14—43 


14-44 Glycerin at 40°C with p = 1252 kg/m? and wp = 
0.27 kg/m - s is flowing through a 2-cm-diameter, 25-m-long 
pipe that discharges into the atmosphere at 100 kPa. The flow 
rate through the pipe is 0.035 L/s. (a) Determine the absolute 
pressure 25 m before the pipe exit. (b) At what angle 0 must the 
pipe be inclined downwards from the horizontal for the pres- 
sure in the entire pipe to be atmospheric pressure and the flow 
rate to be maintained the same? 


14-45 In an air heating system, heated air at 40°C and 105 
kPa absolute is distributed through a 0.2 m X 0.3 m rectangu- 
lar duct made of commercial steel duct at a rate of 0.5 m?/s. 
Determine the pressure drop and head loss through a 40-m- 
long section of the duct. Answers: 128 Pa, 93.8 m 


14-46 Glycerin at 40°C with p = 1252 kg/m? and wp = 
0.27 kg/m - s is flowing through a 5-cm-diameter horizontal 


-Ф- 


smooth pipe with a mean velocity of 3.5 m/s. Determine the 
pressure drop per 10 m of the pipe. 


14-47 I Reconsider Prob. 14—46. Using EES (or other) 

S software, investigate the effect of the pipe diam- 
eter on the pressure drop for the same constant flow rate. Let 
the pipe diameter vary from 1 cm to 10 cm in increments of 
1 cm. Tabulate and plot the results, and draw conclusions. 


14-48E  Airat 1 atm and 60?F is flowing through a 1 ft X 1 ft 
square duct made of commercial steel at a rate of 1200 cfm. 
Determine the pressure drop and head loss per ft of the duct. 





Air 
1200 ft?/min ын 
FIGURE P14-48E 


14—49 Liquid ammonia at —20°C is flowing through a 30-m- 
long section of a 5-mm-diameter copper tube at a rate of 
0.15 kg/s. Determine the pressure drop, the head loss, and the 
pumping power required to overcome the frictional losses in 
the tube. Answers: 4792 kPa, 743 m, 1.08 kW 


14-50 (a P. Shell-and-tube heat exchangers with hundreds 
K of tubes housed in a shell are commonly used in 
practice for heat transfer between two fluids. Such a heat ex- 
changer used in an active solar hot-water system transfers heat 
from a water-antifreeze solution flowing through the shell and 
the solar collector to fresh water flowing through the tubes at 
an average temperature of 60°C at a rate of 15 L/s. The heat ex- 
changer contains 80 brass tubes 1 cm in inner diameter and 1.5 
m in length. Disregarding inlet, exit, and header losses, deter- 
mine the pressure drop across a single tube and the pumping 
power required by the tube-side fluid of the heat exchanger. 
After operating a long time, 1-mm-thick scale builds up on 
the inner surfaces with an equivalent roughness of 0.4 mm. For 
the same pumping power input, determine the percent reduc- 
tion in the flow rate of water through the tubes. 


80 tubes 





Water 


FIGURE P14—50 
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Minor Losses 


14-51C What is minor loss in pipe flow? How is the minor 
loss coefficient K, defined? 


14-52C Define equivalent length for minor loss in pipe flow. 
How is it related to the minor loss coefficient? 


14-53C The effect of rounding of a pipe inlet on the loss co- 
efficient is (a) negligible, (b) somewhat significant, (c) very 
significant. 


14-54C The effect of rounding of a pipe exit on the loss co- 
efficient is (a) negligible, (b) somewhat significant, (c) very 
significant. 


14-55C Which has a greater minor loss coefficient during 
pipe flow: gradual expansion or gradual contraction? Why? 


14-56C  Apiping system involves sharp turns, and thus large 
minor head losses. One way of reducing the head loss is to re- 
place the sharp turns by circular elbows. What is another way? 


14-57C During a retrofitting project of a fluid-flow system 
to reduce the pumping power, it is proposed to install vanes 
into the miter elbows or to replace the sharp turns in 90? miter 
elbows by smooth curved bends. Which approach will result in 
a greater reduction in pumping power requirements? 


14-58 Water is to be withdrawn from a 3-m-high water reser- 
voir by drilling a 1.5-cm-diameter hole at the bottom surface. 
Determine the flow rate of water through the hole if (a) the 
entrance of the hole is well-rounded and (b) the entrance is 
sharp-edged. 


14-59 Consider flow from a water reservoir through a circu- 
lar hole of diameter D at the side wall at a vertical distance H 
from the free surface. The flow rate through an actual hole with 
a sharp-edged entrance (K, — 0.5) will be considerably less 
than the flow rate calculated assuming "frictionless" flow and 
thus zero loss for the hole. Obtain a relation for the "equivalent 
diameter" of the sharp-edged hole for use in frictionless flow 
relations. 


I 2 | pn 
| | 


Actual flow 


FIGURE P14—59 


14-60 Repeat Prob. 14—59 for a slightly rounded entrance 
(К, = 0.12). 


14-61 A horizontal pipe has an abrupt expansion from D, — 
8 cm to D, — 16 cm. The water velocity in the smaller section 
is 10 m/s, and the flow is turbulent. The pressure in the smaller 


Frictionless flow 
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section is P, — 300 kPa. Determine the downstream pressure 
P,, and estimate the error that would have occurred if 
Bernoulli’s equation had been used. Answers: 319 kPa, 28 kPa 


D,=8cm 






Water 
——— 


10 m/s 
300 kPa 


FIGURE P14—61 


Piping Systems and Pump Selection 


14-62C A piping system involves two pipes of different di- 
ameters (but of identical length, material, and roughness) con- 
nected in series. How would you compare the (a) flow rates 
and (b) pressure drops in these two pipes? 


14-63C A piping system involves two pipes of different di- 
ameters (but of identical length, material, and roughness) con- 
nected in parallel. How would you compare the (a) flow rates 
апа (р) pressure drops in these two pipes? 


14-64C  Apiping system involves two pipes of identical di- 
ameters but of different lengths connected in parallel. How 
would you compare the pressure drops in these two pipes? 


14-65C Water is pumped from a large lower reservoir to a 
higher reservoir. Someone claims that if the head loss is negli- 
gible, the required pump head is equal to the elevation differ- 
ence between the free surfaces of the two reservoirs. Do you 
agree? 

14-66C A piping system equipped with a pump is operating 
steadily. Explain how the operating point (the flow rate and the 
head loss) is established. 


14-67C For a piping system, define the system curve, the 
characteristic curve, and the operating point on a head versus 
flow rate chart. 


14-68 Water at 20°C is to be pumped from a reservoir 

«^ (z, — 2 m) to another reservoir at a higher ele- 
vation (z; — 9 m) through two 25-m-long plastic pipes con- 
nected in parallel. The diameters of the two pipes are 3 cm and 


Reservoir B 
zaa S 9m 











25m 





Reservoir A 
ZA = 2m 





Pump 
FIGURE P14—68 
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5 cm. Water is to be pumped by a 68 percent efficient 
motor/pump unit that draws 7 kW of electric power during op- 
eration. The minor losses and the head loss in pipes that con- 
nect the parallel pipes to the two reservoirs are considered to be 
negligible. Determine the total flow rate between the reservoirs 
and the flow rates through each of the parallel pipes. 


14-69E Water at 70°F flows by gravity from a large reservoir 
at a high elevation to a smaller one through a 120-ft-long, 2-in- 
diameter cast iron piping system that involves four standard 
flanged elbows, a well-rounded entrance, a sharp-edged exit, 
and a fully open gate valve. Taking the free surface of the 
lower reservoir as the reference level, determine the elevation 
z, of the higher reservoir for a flow rate of 10 ft?/min. 

Answer: 23.1 ft 


14-70 A 3-m-diameter tank is initially filled with water 2 m 
above the center of a sharp-edged 10-cm-diameter orifice. The 
tank water surface is open to the atmosphere, and the orifice 
drains to the atmosphere. Calculate (a) the initial velocity from 
the tank and (5) the time required to empty the tank. Does the 
loss coefficient of the orifice cause a significant increase in the 
draining time of the tank? 





NT Sharp-edged 


orifice 


FIGURE P14—70 


14-71  A3-m-diameter tank is initially filled with water 2 m 
above the center of a sharp-edged 10-cm-diameter orifice. The 
tank water surface is open to the atmosphere, and the orifice 
drains to the atmosphere through a 100-m-long pipe. The fric- 
tion coefficient of the pipe can be taken to be 0.015. Determine 
(a) the initial velocity from the tank and (5) the time required 
to empty the tank. 


14-72  Reconsider Prob. 14—71. In order to drain the tank 
faster, a pump is installed near the tank exit. Determine how 
much pump power input is necessary to establish an average 
water velocity of 4 m/s when the tank is full at z — 2 m. Also, 
assuming the discharge velocity to remain constant, estimate 
the time required to drain the tank. 

Someone suggested that it makes no difference whether the 
pump is located at the beginning or at the end of the pipe, and 
that the performance will be the same in either case, but an- 
other person argued that placing the pump near the end of the 
pipe may cause cavitation. The water temperature is 30°C, so 


—— 


the water vapor pressure is P, = 4.246 kPa = 0.43 m-H,O, and 
the system is located at sea level. Investigate if there is the pos- 
sibility of cavitation and if we should be concerned about the 
location of the pump. 





FIGURE P14—72 


14-73 Oil at 20°C is flowing through a vertical glass funnel 
that consists of a 15-cm-high cylindrical reservoir and a 1-cm- 
diameter, 25-cm-high pipe. The funnel is always maintained 
full by the addition of oil from a tank. Assuming the entrance 
effects to be negligible, determine the flow rate of oil through 
the funnel and calculate the “funnel effectiveness,” which can 
be defined as the ratio of the actual flow rate through the fun- 
nel to the maximum flow rate for the “frictionless” case. 
Answers: 4.09 x 1079 m3/s, 1.86 percent 


E. 
d 


15cm 


L. 1 

| Lem 25 cm 
Oil 

FIGURE P14—73 


14-74 Repeat Prob. 14-73 assuming (a) the diameter of the 
pipe is doubled and (b) the length of the pipe is doubled. 


14-75 Water at 15°C is drained from a large reservoir using 
two horizontal plastic pipes connected in series. The first pipe 
is 20 m long and has a 10-cm diameter while the second pipe is 





FIGURE P14—75 
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35 m long and has a 4-cm diameter. The water level in the 
reservoir is 18 m above the centerline of the pipe. The pipe en- 
trance is sharp-edged, and the contraction between the two 
pipes is sudden. Determine the discharge rate of water from the 
reservoir. 


14-76E A farmer is to pump water at 70°F from a river to a 
water storage tank nearby using a total of 125 ft-long, 5-in- 
diameter plastic pipes with three flanged 90° smooth bends. 
The water velocity near the river surface is 6 ft/s, and the pipe 
inlet is placed in the river normal to the flow direction of water 
to take advantage of the dynamic pressure. The elevation dif- 
ference between the free surface of the tank and the river is 
12 ft. For a flow rate of 1.5 ft?/s and an overall pump efficiency 
of 70 percent, determine the required electric power input to 
the pump. 
14-77E е) Reconsider Prob. 14-76E. Using EES (or 
== other) software, investigate the effect of the 
pipe diameter on the required electric power input to the pump. 
Let the pipe diameter vary from 1 to 10 in, in increments of 
] in. Tabulate and plot the results, and draw conclusions. 


14-78 A water tank filled with solar-heated water is to be 
used for showers in a field using gravity-driven flow. The sys- 
tem involves 20 m of 1.5-cm-diameter galvanized iron piping 
with four miter bends (90?) without vanes and a wide-open 
globe valve. If water is to flow at a rate of 0.7 L/s through the 
shower head, determine how high the water level in the tank 
must be from the exit level of the shower. Disregard the losses 
at the entrance and at the shower head, and take the water tem- 
perature to be 40°C. 


14-79 Two water reservoirs A and B are connected to each 
other through a 40-m-long, 2-cm-diameter cast iron pipe with 
a sharp-edged entrance. The pipe also involves a swing check 
valve and a fully open gate valve. The water level in both reser- 
voirs is the same, but reservoir A is pressurized by compressed 
air while reservoir B is open to the atmosphere at 88 kPa. If the 
initial flow rate through the pipe is 1.2 L/s, determine the ab- 
solute air pressure on top of reservoir A. Take the water 
temperature to be 10°C. Answer: 733 kPa 





FIGURE P14—79 


14-80 A tanker is to be filled with fuel oil with p — 
920 kg/m? and pp = 0.045 kg/m - s from an underground reser- 
voir using a 20-m-long, 5-cm-diameter plastic hose with a 
slightly rounded entrance and two 90° smooth bends. The ele- 
vation difference between the oil level in the reservoir and the 
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top of the tanker where the hose is discharged is 5 m. The 
capacity of the tanker is 18 m?, and the filling time is 30 min. 
Assuming an overall pump efficiency of 82 percent, determine 
the required power input to the pump. 


Tanker 
18 m? 





FIGURE P14—80 


14-81 Two pipes of identical length and material are con- 
nected in parallel. The diameter of pipe A is twice the diameter 
of pipe B. Assuming the friction factor to be the same in both 
cases and disregarding minor losses, determine the ratio of the 
flow rates in the two pipes. 


14-82  Acertain part of cast iron piping of a water distribu- 
tion system involves a parallel section. Both parallel pipes have 
a diameter of 30 cm, and the flow is fully turbulent. One of the 
branches (pipe A) is 1000 m long while the other branch (pipe 
B) is 3000 m long. If the flow rate through pipe A is 0.4 m/s, 
determine the flow rate through pipe B. Disregard minor losses 
and assume the water temperature to be 15?C. Show that the 
flow is fully turbulent, and thus the friction factor is indepen- 
dent of Reynolds number. Answer: 0.231 m°/s 





FIGURE P14—82 


14-83 Repeat Prob. 14—82 assuming pipe A has a halfway- 
closed gate valve (K, = 2.1) while pipe B has a fully open 
globe valve (K, = 10), and the other minor losses are negligi- 
ble. Assume the flow to be fully turbulent. 


14-84 A geothermal district heating system involves the 
transport of geothermal water at 110°C from a geothermal well 
to a city at about the same elevation for a distance of 12 km at a 
rate of 1.5 m?/s in 60-cm-diameter stainless steel pipes. The 
fluid pressures at the wellhead and the arrival point in the city 
are to be the same. The minor losses are negligible because of 
the large length-to-diameter ratio and the relatively small num- 
ber of components that cause minor losses. (a) Assuming the 
pump-motor efficiency to be 74 percent, determine the electric 
power consumption of the system for pumping. Would you 
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recommend the use of a single large pump or several smaller 
pumps of the same total pumping power scattered along the 
pipeline? Explain. (b) Determine the daily cost of power con- 
sumption of the system if the unit cost of electricity is 
$0.06/kW h. (c) The temperature of geothermal water is esti- 
mated to drop 0.5°C during this long flow. Determine if the fric- 
tional heating during flow can make up for this drop in 
temperature. 

14-85 Repeat Prob. 14-84 for cast iron pipes of the same 
diameter. 

14-86E A clothes drier discharges air at 1 atm and 120°F at 
a rate of 1.2 ft?/s when its 5-in-diameter, well-rounded vent 
with negligible loss is not connected to any duct. Determine 
the flow rate when the vent is connected to a 15-ft-long, 5-in- 
diameter duct made of galvanized iron, with three 90? flanged 
smooth bends. Take the friction factor of the duct to be 0.019, 
and assume the fan power input to remain constant. 


Hot air 


Ж Ш 


Clothes drier 15 ft 


5 in 





FIGURE P14—86E 


14-87 In large buildings, hot water in a water tank is circu- 
lated through a loop so that the user doesn't have to wait for all 
the water in long piping to drain before hot water starts coming 
out. A certain recirculating loop involves 40-m-long, 1.2-cm- 
diameter cast iron pipes with six 90? threaded smooth bends 
and two fully open gate valves. If the mean flow velocity 
through the loop is 2.5 m/s, determine the required power input 
for the recirculating pump. Take the average water temperature 
to be 60?C and the efficiency of the pump to be 70 percent. 
Answer: 0.217 kW 
14-88 Sy Reconsider Prob. 14-87. Using EES (or other) 
== software, investigate the effect of the mean flow 
velocity on the power input to the recirculating pump. Let the 
velocity vary from 0 m/s to 3 m/s in increments of 0.3 m/s. 
Tabulate and plot the results. 


14-89 Repeat Prob. 14-87 for plastic pipes. 


Review Problems 


14-90 The compressed air requirements of a manufacturing 
facility are met by a 150-hp compressor that draws in air from 
the outside through an 8-m-long, 20-cm-diameter duct made of 


—— 


thin galvanized iron sheets. The compressor takes in air at a 
rate of 0.27 m?/s at the outdoor conditions of 15°C and 95 kPa. 
Disregarding any minor losses, determine the useful power 
used by the compressor to overcome the frictional losses in 
this duct. Answer: 9.66 W 


Air, 0.27 m3/s 
15°С, 95 kPa 


ull 

















[20 
пру 
Air 
compressor 
150 hp 
2 —— 


FIGURE P14—90 


14-91 A house builton a riverside is to be cooled in summer 
by utilizing the cool water of the river. A 15-m-long section of 
a circular stainless steel duct of 20-cm diameter passes through 
the water. Air flows through the underwater section of the duct 
at 3 m/s at an average temperature of 15°C. For an overall fan 
efficiency of 62 percent, determine the fan power needed to 
overcome the flow resistance in this section of the duct. 


Air, 3 m/s 


| 


— Air 


River 


FIGURE P14—91 


14-92 The velocity profile in fully developed laminar flow 
in a circular pipe, in m/s, is given by u(r) = 6(1 — 100r?), 
where r is the radial distance from the centerline of the pipe 
in m. Determine (a) the radius of the pipe, (b) the mean 
velocity through the pipe, and (c) the maximum velocity in 
the pipe. 


14-93E The velocity profile in fully developed laminar flow 
of water at 40°F in a 80-ft-long horizontal circular pipe, in ft/s, 
is given by u(r) = 0.8(1 — 625r2) wherer is the radial distance 
from the centerline of the pipe in ft. Determine (a) the volume 
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flow rate of water through the pipe, (5) the pressure drop across 
the pipe, and (c) the useful pumping power required to over- 
come this pressure drop. 


14-94E Repeat Prob. 14—93E assuming the pipe is inclined 
12? from the horizontal and the flow is uphill. 


14-95 Consider flow from a reservoir through a horizontal 
pipe of length L and diameter D that penetrates into the side 
wall at a vertical distance H from the free surface. The flow 
rate through an actual pipe with a reentrant section (K; = 0.8) 
will be considerably less than the flow rate through the hole 
calculated assuming “frictionless” flow and thus zero loss. Ob- 
tain a relation for the “equivalent diameter” of the reentrant 
pipe for use in relations for frictionless flow through a hole and 
determine its value for a pipe friction factor, length, and diam- 
eter of 0.018, 10 m, and 0.04 m, respectively. Assume the fric- 
tion factor of the pipe to remain constant. 


14-96 Water is to be withdrawn from a 5-m-high water 
reservoir by drilling a well-rounded 3-cm-diameter hole with 
negligible loss at the bottom surface and attaching a horizontal 
90° bend of negligible length. Determine the flow rate of water 
through the bend if (a) the bend is a flanged smooth bend and 
(b) the bend is a miter bend without vanes. 

Answers: (a) 0.00614 m3/s, (b) 0.00483 m3/s 





FIGURE P14—96 
14-97 (d » In a geothermal district heating 


d system, 
«S» 10,000 kg/s of hot water must be delivered a 
distance of 10 km in a horizontal pipe. The minor losses are 
negligible, and the only significant energy loss will arise from 
pipe friction. The friction factor can be taken to be 0.015. Spec- 
ifying a larger diameter pipe would reduce water velocity, ve- 
locity head, pipe friction, and thus power consumption. But a 
larger pipe also would cost more money initially to purchase 
and install. Otherwise stated, there is an optimum pipe diame- 
ter that will minimize the sum of pipe cost and future electric 
power cost. 

Assume the system will run 24 h/day, every day, for 
30 years. During this time the cost of electricity will remain 
constant at $0.06/kWh. Assume system performance stays con- 
stant over the decades (this may not be true, especially if highly 
mineralized water is passed through the pipeline—scale may 
form). The pump has an overall efficiency of 80 percent. The 
cost to purchase, install, and insulate a 10-km pipe depends on 
the diameter D and is given by Cost — $109 D?, where D is in 
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m. Assuming zero inflation and interest rate for simplicity and 
zero salvage value and zero maintenance cost, determine the 
optimum pipe diameter. 


14-98 Water at 15°C is to be discharged from a reservoir at a 
rate of 18 L/s using two horizontal cast iron pipes connected in 
series and a pump between them. The first pipe is 20 m long 
and has a 6-cm diameter, while the second pipe is 35 m long 
and has a 4-cm diameter. The water level in the reservoir is 
30 m above the centerline of the pipe. The pipe entrance is 
sharp-edged, and losses associated with the connection of the 
pump are negligible. Determine the required pumping head 
and the minimum pumping power to maintain the indicated 
flow rate. 





FIGURE P14—98 


14-99 Reconsider Prob. 14-98. Using EES (or other) 

= software, investigate the effect of the second 
pipe diameter on the required pumping head to maintain the 
indicated flow rate. Let the diameter vary from 1 cm to 10 cm 
in increments of 1 cm. Tabulate and plot the results. 


14-100 Two pipes of identical diameter and material are con- 
nected in parallel. The length of pipe A is twice the length of 
pipe B. Assuming the flow is fully turbulent in both pipes and 
thus the friction factor is independent of the Reynolds number 
and disregarding minor losses, determine the ratio of the flow 
rates in the two pipes. Answer: 0.707 


14-101 Ip, A pipeline that transports oil at 40°C at a rate of 

<>? З m?/s branches out into two parallel pipes 
made of commercial steel that reconnect downstream. Pipe A is 
500 m long and has a diameter of 30 cm while pipe B is 800 m 


A 500 m 





"B 80m 
FIGURE P14—101 
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long and has a diameter of 45 cm. The minor losses are consid- 
ered to be negligible. Determine the flow rate through each of 
the parallel pipes. 


14-102 Repeat Prob. 14-101 for hot-water flow of a district 
heating system at 100°C. 


14-103E A water fountain is to be installed at a remote loca- 
tion by attaching a cast iron pipe directly to a water main 
through which water is flowing at 70°F and 60 psig. The en- 
trance to the pipe is sharp-edged, and the 50-ft-long piping 
system involves three 90° miter bends without vanes, a fully 
open gate valve, and an angle valve with a loss coefficient of 5 
when fully open. If the system is to provide water at a rate of 
20 gal/min and the elevation difference between the pipe and 
the fountain is negligible, determine the minimum diameter of 
the piping system. Answer: 0.76 in 


50 ft 20 gpm 


FIGURE P14—103E 
14-104E Repeat Prob. 14—103E for plastic pipes. 


14-105 In a hydroelectric power plant, water at 20°C is sup- 
plied to the turbine at a rate of 0.8 m?/s through a 200-m-long, 
0.35-m-diameter cast iron pipe. The elevation difference be- 
tween the free surface of the reservoir and the turbine discharge 
is 70 m, and the combined turbine-generator efficiency is 
84 percent. Disregarding the minor losses because of the large 
length-to-diameter ratio, determine the electric power output of 
this plant. 


14-106 In Prob. 14-105, the pipe diameter is tripled in order 
to reduce the pipe losses. Determine the percent increase in the 
net power output as a result of this modification. 


14-107E The drinking water needs of an office are met by 
large water bottles. One end of a 0.35-in-diameter, 6-ft-long 
plastic hose is inserted into the bottle placed on a high stand, 
while the other end with an on/off valve is maintained 3 ft be- 
low the bottom of the bottle. If the water level in the bottle is 
1 ft when it is full, determine how long it will take to fill an 
8-oz glass (— 0.00835 ft?) (a) when the bottle is first opened 
and (b) when the bottle is almost empty. Take the total minor 
loss coefficient, including the on/off valve, to be 2.8 when it is 
fully open. Assume the water temperature to be the same as the 
room temperature of 70?F. Answers: (a) 2.4 s, (b) 2.85 


14-108E fS Reconsider Prob. 14-107E. Using EES (or 

other) software, investigate the effect of the 
hose diameter on the time required to fill a glass when the bot- 
tle is full. Let the diameter vary from 0.2 to 2 in, in increments 
of 0.2 in. Tabulate and plot the results. 


—$— 





FIGURE P14—107E 


14-109E Reconsider Prob. 14—107E. The office worker who 
set up the siphoning system purchased a 12-ft-long reel of the 
plastic tube and wanted to use the whole thing to avoid cutting 
it in pieces, thinking that it is the elevation difference that 
makes siphoning work, and the length of the tube is not impor- 
tant. So he used the entire 12-ft-long tube. Assuming there are 
no additional turns or constrictions in the tube (being very op- 
timistic), determine the time it takes to fill a glass of water for 
both cases. 


14-110 A circular water pipe has an abrupt expansion from 
diameter D, = 15 cm to D, = 20 cm. The pressure and the 
mean water velocity in the smaller pipe are P, — 120 kPa and 
10 m/s, and the flow is turbulent. By applying the continuity, 
momentum, and energy equations, show that the loss coeffi- 
cient for sudden expansion is Kj; — (1 — D7/D3)*, and calculate 
K; and P, for the given case. 





V, = 10 m/ 


FIGURE P14-110 


14-111 The water at 20°C in a 10-m-diameter, 2-m-high 
above-the-ground swimming pool is to be emptied by unplug- 
ging a 3-cm-diameter, 25-m-long horizontal plastic pipe at- 
tached to the bottom of the pool. Determine the initial rate of 
discharge of water through the pipe and the time it will take to 





E— — — 10 m 





25m 3cm 


FIGURE P14-111 
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empty the swimming pool completely assuming the entrance to 
the pipe is well-rounded with negligible loss. Take the friction 
factor of the pipe to be 0.022. Using the initial discharge ve- 
locity, check if this is a reasonable value for the friction factor. 


14-112 Reconsider Prob. 14-111. Using EES (or other) 

=< software, investigate the effect of the discharge 
pipe diameter on the time required to empty the pool com- 
pletely. Let the diameter vary from 1 to 10 cm, in increments of 
1 cm. Tabulate and plot the results. 


14-113 Repeat Prob. 14-111 for a sharp-edged entrance to 
the pipe with K, = 0.5. 


14-114 A system that consists of two interconnected cylin- 
drical tanks with D, — 30 cm and D; — 12 cm is to be used to 
determine the discharge coefficient of a short Dy — 5 mm 
diameter orifice. At the beginning (t — O s), the fluid heights in 
the tanks are h, = 50 cm and hy = 15 cm, as shown in the fig- 
ure. If it takes 170 s for the fluid levels in the two tanks to 
equalize and the flow to stop, determine the discharge coeffi- 
cient of the orifice. Disregard any other losses associated with 
this flow. 























hy h 
hy 
Zo V e ene ee ee 
a 
Tank1 Tank2 
Orifice 


FIGURE P14-114 


14-115 A highly viscous liquid discharges from a large con- 
tainer through a small diameter tube in laminar flow. Disre- 
garding entrance effects and velocity heads, obtain a relation 
for the variation of fluid depth in the tank with time. 
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Discharge 
2 tube 





FIGURE P14-115 


14-116 A student is to determine the kinematic viscosity of 
an oil using the system shown in the previous problem. The ini- 
tial fluid height in the tank is H = 40 cm, the tube diameter is 
d — 6 mm, the tube length is L — 0.65 m, and the tank diame- 
ter is D — 0.63 m. The student observes that it takes 2842 s 
for the fluid level in the tank to drop to 36 cm. Find the fluid 
viscosity . 


Design and Essay Problems 


14-117 Electronic boxes such as computers are commonly 
cooled by a fan. Write an essay on forced air cooling of elec- 
tronic boxes and on the selection of the fan for electronic 
devices. 


14-118 Design an experiment to measure the viscosity of 
liquids using a vertical funnel with a cylindrical reservoir of 
height h and a narrow flow section of diameter D and length L. 
Making appropriate assumptions, obtain a relation for viscos- 
ity in terms of easily measurable quantities such as density and 
volume flow rate. Is there a need for the use of a correction 
factor? 


14-119 A pump is to be selected for a waterfall in a garden. 
The water collects in a pond at the bottom, and the elevation 
difference between the free surface of the pond and the loca- 
tion where the water is discharged is 3 m. The flow rate of wa- 
ter is to be at least 8 L/s. Select an appropriate motor-pump unit 
for this job and identify three manufacturers with product 
model numbers and prices. Make a selection and explain why 
you selected that particular product. Also estimate the cost of 
annual power consumption of this unit assuming continuous 
operation. 
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n Chap. 14, we considered the flow of fluids inside pipes, with emphasis on 
pressure drop and head losses and their relations to flow rate. In this chap- 
ter, we consider the flow of fluids over bodies that are immersed in a fluid, 
called external flow, with emphasis on the resulting lift and drag forces. Ex- 
ternal flow is characterized by a freely growing boundary layer surrounded by 
an outer flow region that involves small velocity and temperature gradients. 

In internal flows, the entire flow field is dominated by viscous effects, while 
in external flow, the viscous effects are confined to a portion of flow field such 
as the boundary layers and waters. 

When a fluid moves over a solid body, it exerts pressure forces normal to the 
surface and shear forces parallel to the surface along the outer surface of the 
body. We are usually interested in the resultant of the pressure and shear forces 
acting on the body rather than the details of the distributions of these forces 
along the entire surface of the body. The component of the resultant pressure 
and shear forces that acts in the flow direction is called the drag force, and the 
component that acts normal to the flow direction is called the lift. 

We start this chapter with a discussion of drag and lift and explore the con- 
cepts of pressure drag, friction drag, and flow separation. We continue with 
the drag coefficients of various two- and three-dimensional geometries en- 
countered in practice and determine the drag force using experimentally de- 
termined drag coefficients. We then examine the development of the velocity 
boundary layer during parallel flow over a flat surface, and develop relations 
for the skin friction coefficient for flow over flat plates, cylinders, and 
spheres. Finally, we discuss the lift developed by airfoils and the factors that 
affect the lift characteristics of bodies. 
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FIGURE 15-1 
Flow past bodies is commonly 
encountered in practice. 
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15-1 = INTRODUCTION 


Fluid flow over solid bodies frequently occurs in practice, and it is responsi- 
ble for numerous physical phenomena such as the drag force acting on auto- 
mobiles, power lines, trees, and underwater pipelines; the lift developed by 
airplane wings; upward draft of rain, snow, hail, and dust particles in high 
winds; the transportation of red blood cells by blood flow; the entrainment 
and disbursement of liquid droplets by sprays; the vibration and noise gener- 
ated by bodies moving in a fluid; and the power generated by wind turbines 
(Fig. 15-1). Therefore, developing a good understanding of external flow is 
important in the design of many engineering systems such as aircraft, auto- 
mobiles, buildings, ships, submarines, and all kinds of turbines. Late-model 
cars, for example, have been designed with particular emphasis on aerody- 
namics. This has resulted in significant reductions in fuel consumption and 
noise, and considerable improvement in handling. 

Sometimes a fluid moves over a stationary body (such as the wind blowing 
over a building), and other times a body moves through a quiescent fluid (such 
as a car moving through air). These two seemingly different processes are 
equivalent to each other; what matters is the relative motion between the fluid 
and the body. Such motions are conveniently analyzed by fixing the coordi- 
nate system on the body and are referred to as flow over bodies or external 
flow. The aerodynamic aspects of different airplane wing designs, for exam- 
ple, are studied conveniently in a lab by placing the wings in a wind tunnel 
and blowing air over them by large fans. 

The flow fields and geometries for most external flow problems are too 
complicated to be solved analytically, and thus we have to rely on correlations 
based on experimental data. The availability of high-speed computers has 
made it possible to conduct series of “numerical experimentations” quickly by 
solving the governing equations numerically, and to resort to the expensive 
and time-consuming testing and experimentation only in the final stages of 
design. Such testing is done in wind tunnels. H. F. Phillips (1845-1912) built 
the first wind tunnel in 1894 and measured lift and drag. In this chapter we 
will mostly rely on relations developed experimentally. 

The velocity of the fluid approaching a body is called the free-stream ve- 
locity, and is denoted by V’. It is also denoted by u.. or U,, when the flow is 
aligned with the x-axis since u is used to denote the x-component of velocity. 
The fluid velocity ranges from zero at the surface (the no-slip condition) to the 
free-stream value away from the surface, and the subscript “infinity” serves as 
a reminder that this is the value at a distance where the presence of the body 
is not felt. The free-stream velocity may vary with location and time (e.g., the 
wind blowing past a building). But in the design and analysis, the free-stream 
velocity is usually assumed to be uniform and steady for convenience, and this 
is what we will do in this chapter. 

The shape of a body has a profound influence on the flow over the body 
and the velocity field. The flow over a body is said to be two-dimensional 
when the body is very long and of constant cross section and the flow is nor- 
mal to the body. The wind blowing over a long pipe perpendicular to its axis is 
an example of two-dimensional flow. Note that the velocity component in the 
axial direction is zero in this case, and thus the velocity is two-dimensional. 
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The two-dimensional idealization is appropriate when the body is suffi- 
ciently long so that the end effects are negligible and the approach flow is uni- 
form. Another simplification occurs when the body possesses symmetry along 
an axis in the flow direction. The flow in this case is also two-dimensional and 
is said to be axisymmetric. A bullet piercing through air is an example of 
axisymmetric flow. The velocity in this case varies with the axial distance x 
and the radial distance r. Flow over a body that cannot be modeled as two- 
dimensional or axisymmetric such as flow over a car is three-dimensional 
(Fig. 15-2). 

Flow over bodies can also be classified as incompressible flows (e.g., flows 
over automobiles, submarines, and buildings) and compressible flows (e.g., 
flows over high-speed aircraft, rockets, and missiles). Compressibility effects 
are negligible at velocities below about 100 m/s (or 360 km/h), and such flows 
can be treated as incompressible. Compressible flow and flows that involve 
partially immersed bodies with a free surface (such as a ship cruising in wa- 
ter) are beyond the scope of this introductory text. 

Bodies subjected to fluid flow are classified as being streamlined or blunt, 
depending on their overall shape. A body is said to be streamlined if a con- 
scious effort is made to align its shape with the anticipated streamlines in the 
flow. Streamlined bodies such as race cars and airplanes appear to be con- 
toured and sleek. Otherwise, a body (such as a building) tends to block the 
flow and is said to be bluff or blunt. Usually it is much easier to force a 
streamlined body through a fluid, and thus streamlining has been of great im- 
portance in the design of vehicles and airplanes (Fig. 15-3). 

Variations in velocity during internal or external flow, in general, are ac- 
companied by changes in pressure in accordance with the Bernoulli equation 
(when the viscous effects are negligible). For liquid flow, the pressure at some Car (3-D) 
points may drop below the vapor pressure of the liquid, causing the liquid to FIGURE 15-2 
vaporize or “boil” at those locations and to form small vapor bubbles, called 
cavitation bubbles (see Chap. 10). At 15°C, for example, the vapor pressure 
of water is 1.7 kPa. Therefore, water may cavitate at locations where the pres- 
sure drops below this value (due to high velocities) such as in the constrictions 
in a valve or the tips of impeller blades. 


15-2 DRAG AND LIFT 


It is acommon experience that a body meets some resistance when it is forced 
to move through a fluid, especially a liquid. As you may have noticed, it is 
very difficult to walk in water because of the much greater resistance it offers 





Two-dimensional, axisymmetric, 
and three-dimensional flows. 
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FIGURE 15-3 

Usually it is much easier to force a 
streamlined body than a blunt body 
through a fluid. 
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FIGURE 15-4 


High winds knock down trees, 
power lines, and even people 
as a result of the drag force. 


FIGURE 15-5 

The pressure and viscous forces acting 
on atwo-dimensional body and the 
resultant lift and drag forces. 
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to motion compared to air. Also, you may have seen high winds knocking 
down trees, power lines, and even trailers and felt the strong “push” the wind 
exerts on your body (Fig. 15-4). You experience the same feeling when you 
extend your arm out of the window of a moving car. A fluid may exert forces 
and moments on a body in and about various directions. The force a flowing 
fluid exerts on a body in the flow direction is called drag. The drag force can 
be measured directly by simply attaching the body subjected to fluid flow to 
a calibrated spring and measuring the displacement in the flow direction 
(just like measuring weight with a spring scale). M ore sophisticated drag- 
measuring devices, called drag balances, use flexible beams fitted with strain 
gages to measure the drag electronically. 

Drag is usually an undesirable effect, like friction, and we do our best to 
minimize it. Reduction of drag is closely associated with the reduction of fuel 
consumption in automobiles, submarines, and aircraft; improved safety and 
durability of structures subjected to high winds; and reduction of noise and vi- 
bration. Butin some cases drag produces a very beneficial effect and we try to 
maximize it. Friction, for example, is a “life saver” in the brakes of automo- 
biles. Likewise, it is the drag that makes it possible for people to parachute, 
for pollens to fly to distant locations, and for us all to enjoy the waves of the 
oceans and the relaxing movements of the leaves of trees. 

A stationary fluid exerts only normal pressure forces on the surface of a 
body immersed in it. A moving fluid, however, also exerts tangential shear 
forces on the surface because of the no-slip condition caused by viscous ef- 
fects. Both of these forces, in general, have components in the direction of 
flow, and thus the drag force is due to the combined effects of pressure and 
wall shear forces in the flow direction. The components of the pressure and 
wall shear forces in the direction normal to the flow tend to move the body in 
that direction, and their sum is called lift. 

For two-dimensional flows, the resultant of the pressure and shear forces 
can be split into two components: one in the direction of flow, which is the 
drag force, and another in the direction normal to flow, which is the lift, as 
shown in Fig. 15-5. For three-dimensional flows, there is also a side force 
component in the direction normal to page that tends to move the body in that 
direction. 

The fluid forces also may generate moments and cause the body to rotate. 
The moment about the flow direction is called the rolling moment, the 
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moment about the lift direction is called the yawing moment, and the moment 
about the side force direction is called the pitching moment. For bodies that 
possess symmetry about the lift-drag plane such as cars, airplanes, and ships, 
the side force, the yawing moment, and the rolling moment are zero when the 
wind and wave forces are aligned with the body. W hat remain for such bodies 
are the drag and lift forces and the pitching moment. For axisymmetric bodies 
aligned with the flow, such as a bullet, the only force exerted by the fluid on 
the body is the drag force. 

The pressure and shear forces acting on a differential area dA on the surface 
are P dA and 7,,dA, respectively. The differential drag force and the lift force 
acting on dA in two-dimensional flow are (Fig. 15-5) 


dF p = —P dA cos 0 + т, dA sino (15-1) 


and 


dF, — —P dA sin 0 — 7, dA cos ө (15-2) 
where 6 is the angle the outer normal of dA makes with the positive flow di- 
rection. The total drag and lift acting on the body can be determined by inte- 
grating the last relations over the entire surface of the body, 


Drag force: Fo = fer, = [ir COS 0 +7, sin @) dA (15-3) 
A A 
and 
Lift force: Е, = |j. - -f sin 0 4 7, Cos 0) dA (15-4) 
А А 


These are the equations used to predict the net drag and lift forces on bodies 
when the flow is simulated on a computer. However, when we perform exper- 
imental analyses, Eqs. 15-3 and 15-4 are not practical since the detailed dis- 
tributions of pressure and shear forces are difficult to obtain by measurements. 
Fortunately, this information is often not needed. Usually all we need to know 
is the resultant drag force and lift acting on the entire body, which can be mea- 
sured directly and easily in a wind tunnel. 

Equations 15-1 and 15-2 show that both the skin friction (wall shear) and 
pressure, in general, contribute to the drag and the lift. In the special case of a 
thin flat plate aligned parallel to the flow direction, the drag force depends on 
the wall shear only and is independent of pressure since 6 = 90°. When the 
flat plate is placed normal to the flow direction, however, the drag force de- 
pends on the pressure only and is independent of wall shear since the shear 
stress in this case acts in the direction normal to flow and 6 = 0° (Fig. 15-6). 
If the flat plate is tilted at an angle 6 relative to the flow direction, then the 
drag force depends on both the pressure and the shear stress. 

The wings of airplanes are shaped and positioned specifically to generate 
lift with minimal drag. This is done by maintaining an angle of attack during 
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Boundary layer 























High pressure 


Low pressure 





Wall shear 


FIGURE 15-6 

Drag force acting on a flat plate 
parallel to flow depends on wall shear 
only (top); drag force acting on a flat 
plate normal to flow depends on the 
pressure only and is independent of 
the wall shear, which acts normal to 
flow (bottom ). 
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Lift 





FIGURE 15-7 

Airplane wings are shaped and 
positioned to generate sufficient lift 
during flight while keeping drag at a 
minimum. 
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cruising, as shown in Fig. 15-7. Both lift and drag are strong functions of the 
angle of attack, as we discuss later. The pressure difference between the top 
and bottom surfaces of the wing generates an upward force that tends to lift 
the wing and thus the airplane to which it is connected. For slender bodies 
such as wings, the shear force acts nearly parallel to the flow direction, and 
thus its contribution to the lift is small. The drag force for such slender bodies 
is mostly due to shear forces (the skin friction). 

The drag and lift forces depend on the density p of the fluid, the upstream 
velocity V, and the size, shape, and orientation of the body, among other 
things, and it is not practical to list these forces for a variety of situations. 
Instead, it is found convenient to work with appropriate dimensionless num- 
bers that represent the drag and lift characteristics of the body. These num- 
bers are the drag coefficient Cp, and the lift coefficient C;, and they are 
defined as 








Fp 
Drag coefficient: Cp = (15-5) 
8 coeffi D Бут 
Li ici С; = E (15-6) 
ift coefficient: - 
5 зрУЗА 


where A is ordinarily the frontal area (the area projected on a plane normal 
to the direction of flow) of the body. In other words, A is the area that would 
be seen by a person looking at the body from the direction of the approach- 
ing fluid. The frontal area of a cylinder of diameter D and length L, for ex- 
ample, is A = LD. In lift calculations of some bodies, such as airfoils, A is 
taken to be the planform area, which is the area seen by a person looking 
at the body from above in a direction normal to the body. The drag and lift 
coefficients are primarily functions of the shape of the body, but in some 
cases they also depend on the Reynolds number and the surface roughness. 
The term 2 p? is the dynamic pressure. 

The local drag and lift coefficients vary along the surface as a result of the 
changes in the velocity boundary layer in the flow direction. We are usually 
interested in the drag and lift forces for the entire surface, which can be de- 
termined using the average drag and lift coefficients. Therefore, we present 
correlations for both local (identified with the subscript x) and average drag 
and lift coefficients. When relations for local drag and lift coefficients for a 
surface of length L are available, the average drag and lift coefficients for the 
entire surface can be determined by integration from 


1 L 
Cp = 1f C, , dx (15-7) 
0 
and 
1 L 
C, = 1f С, „х (15-8) 
0 
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When a body is dropped into the atmosphere or a lake, it first accelerates 
under the influence of its weight. The motion of the body is resisted by the 
drag force, which acts in the direction opposite to motion. As the velocity of 
the body increases, so does the drag force. This continues until all the forces 
balance each other and the net force acting on the body (and thus its accel- 
eration) is zero. Then the velocity of the body remains constant during the 
rest of its fall if the properties of the fluid in the path of the body remain es- 
sentially constant. This is the maximum velocity a falling body can attain 
and is called the terminal velocity (Fig. 15-8). The forces acting on a 
falling body are usually the drag force, the buoyant force, and the weight of 
the body. 








үл. 
EXAMPLE 15-1 Measuring the Drag Coefficient of a Car terminal 


The drag coefficient of a car at the design conditions of 1 atm, 70?F, and 
60 mph is to be determined experimentally in a large wind tunnel in a full-scale 


Fp 


testing. The height and width of the car are 4.2 ft and 5.3 ft, respectively Fp=W- Fp 
(Fig. 15-9). If the force acting on the car in the flow direction is measured to (No acceleration) 
be 68 Ibf, determine the drag coefficient of this car. FIGURE 15-8 
During a free fall, a body reaches 
SOLUTION The drag force acting on a car is measured in a wind tunnel. The its terminal velocity when the 
drag coefficient of the car at the test conditions is to be determined. drag force equals the weight of 
Assumptions 1 The flow of air is steady and incompressible. 2 The cross sec- the body minus the buoyant force. 


tion of the tunnel is large enough to simulate free flow over the car. 3 The bot- 

tom of the tunnel is also moving at the speed of air to approximate actual 

driving conditions or this effect is negligible. 

Properties The density of air at 1 atm and 70*F is p — 0.07489 Ibm/ft? 

(Table A-22E). 

Analysis The drag force acting on a body and the drag coefficient are given by 
TS 2F5 


Fp = Cp A 5 and Со = AV 








— * Wind tunnel 





FIGURE 15-9 
Schematic for Example 15-1. 
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where A is the frontal area. Substituting and noting that 1 mph = 1.467 ft/s, 
the drag coefficient of the car is determined to be 


E 2 X (68150) 32.2 Ibm = ft/s) _ 9 44 
(0.07489 Ibm/ft*)(4.2 x 5.3 ft?)(60 X 1.467 ft/s)? 1 Ibf i 





Cp 


Discussion Note that the drag coefficient depends on the design conditions, 
and its value may be different at different conditions. Therefore, the published 
drag coefficients of different vehicles can be compared meaningfully only if 
they are determined under similar conditions. This shows the importance of de- 
veloping standard testing procedures in industry. 








15-3 - FRICTION AND PRESSURE DRAG 


As mentioned earlier, the drag force is the net force exerted by a fluid on a 
body in the direction of flow due to the combined effects of wall shear and 
pressure forces. It is often instructive to separate the two effects, and study 
them separately. 

The part of drag that is due directly to wall shear stress 7,, is called the skin 
friction drag (or just friction drag Fp, friction) Since it is caused by frictional ef- 
fects, and the part that is due directly to pressure P is called the pressure drag 
(also called the form drag because of its strong dependence on the form or 
shape of the body). The friction and pressure drag coefficients are defined as 

Fp, friction Fp, pressure 


Cp, friction — 19Y?A and Cp, pressure mS а РУЗА (15-9) 





When the friction and pressure drag coefficients or forces are available, the to- 
tal drag coefficient or drag force can be determined by simply adding them, 


Cp = Cp, friction + Co, pressure and Fp = Fp, friction + Fp, pressure (15-10) 


The friction drag is the component of the wall shear force in the direction of 
flow, and thus it depends on the orientation of the body as well as the magni- 
tude of the wall shear stress 7,,. The friction drag is zero for a flat surface nor- 
mal to flow, and maximum for a flat surface parallel to flow since the friction 
drag in this case equals the total shear force on the surface. Therefore, for par- 
allel flow over a flat surface, the drag coefficient is equal to the friction drag 
coefficient, or simply the friction coefficient. Friction drag is a strong function 
of viscosity, and increases with increasing viscosity. 

The Reynolds number is inversely proportional to the viscosity of the fluid. 
Therefore, the contribution of friction drag to total drag for blunt bodies is less 
at higher Reynolds numbers, and may be negligible at very high Reynolds 
numbers. The drag in such cases is mostly due to pressure drag. At low 
Reynolds numbers, most drag is due to friction drag. This is especially the 
case for highly streamlined bodies such as airfoils. The friction drag is also 
proportional to the surface area. Therefore, bodies with a larger surface area 
experiences a larger friction drag. Large commercial airplanes, for example, 
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reduce their total surface area and thus their drag by retracting their wing ex- 
tensions when they reach cruising altitudes to save fuel. The friction drag co- 
efficient is independent of surface roughness in laminar flow, but is a strong 
function of surface roughness in turbulent flow due to surface roughness ele- 
ments protruding further into the viscous sublayer. The friction drag coeffi- 
cient is analogous to the friction factor in pipe flow discussed in Chap. 14, and 
its value depends on the flow regime. 

The pressure drag is proportional to the frontal area, and to the difference 
between the pressures acting on the front and back of the immersed body. 
Therefore, the pressure drag is usually dominant for blunt bodies, negligible for 
streamlined bodies such as airfoils, and zero for thin flat plates parallel to the 
flow (Fig. 15-10). The pressure drag becomes most significant when the ve- 
locity of the fluid is too high for the fluid to be able to follow the curvature of 
the body, and thus the fluid separates from the body at some point and creates 
a very low pressure region in the back. The pressure drag in this case is due to 
the large pressure difference between the front and back sides of the body. 


Reducing Drag by Streamlining 

The first thought that comes to mind to reduce drag is to streamline a body in 
order to reduce flow separation and thus to reduce pressure drag. Even car 
salesmen are quick to point out the low drag coefficients of their cars, owing 
to streamlining. But streamlining has opposite effects on pressure and friction 
drags. It decreases pressure drag by delaying boundary layer separation and 
thus reducing the pressure difference between the front and back of the body 
and increases the friction drag by increasing the surface area. The end result 
depends on which effect dominates. Therefore, any optimization study to re- 
duce the drag of a body must consider both effects and must attempt to mini- 
mize the sum of the two, as shown in Fig. 15-11. The minimum total drag 
occurs at D/L = 0.25 for the case shown in Fig. 15-11. For the case of a cir- 





cular cylinder with the same thickness as the streamlined shape of Fig. 15-11, FIGURE 15-10 
the drag coefficient would be about five times as much. Therefore, itis possi- Drag is due entirely to friction drag 
ble to reduce the drag of a cylindrical component to one-fifth by the use of for a flat plate parallel to flow; itis 
proper fairings. due entirely to pressure drag for a flat 


plate normal to flow; and it is due to 
both (but mostly pressure drag) for a 


<r C 
зүс aS D cylinder normal to flow. The total drag 
Fo — || coefficient Cp is lowest for a parallel 















































8 1рүлр == flat plate, highest for a vertical flat 
0.12 plate, and in between (but close to that 
"T E tendi of a vertical flat plate) for a cylinder. 
Total drag (from G. M. Homsy, et al.) 
0.08 
0.06 
0.04 FIGURE 15-11 
The variation of friction, pressure, and 
0.02 Бар ан total drag coefficients of a streamlined 
0 | strut with thickness-to-chord length 
0 0.1 0.2 0.3 0.4 ratio for Re — 4 x 10^ (from A bbott 


D/L and von Doenhoff). 
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FIGURE 15-12 

The variation of the drag coefficient of 
a long elliptical cylinder with aspect 
ratio based on the frontal area bD 
(from Blevins). 





FIGURE 15-13 


Flow separation in a waterfall. 
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The effect of streamlining on the drag coefficient can be described best Бу 
considering long elliptical cylinders with different aspect (or length-to-width) 
ratios L/D, where L is the length in the flow direction and D is the thickness, 
as shown in Fig. 15-12. Note that the drag coefficient decreases drastically as 
the ellipse becomes slimmer. For the special case of L/D — 1 (a circular cylin- 
der), the drag coefficient is Cp ~ 1 at this Reynolds number. As the aspect ra- 
tio is decreased and the cylinder resembles a flat plate, the drag coefficient 
increases to 1.9, the value for a flat plate normal to flow. Note that the curve 
becomes nearly flat for aspect ratios greater than about 4. Therefore, for a 
given diameter D, elliptical shapes with an aspect ratio of about L/D ~ 4 
usually offer good compromise between the total drag coefficient and length 
L. The reduction in the drag coefficient at high aspect ratios is primarily due 
to the boundary layer staying attached to the surface longer and the resulting 
pressure recovery. The friction drag on an elliptical cylinder with an aspect ra- 
tio of 4 is negligible (less than 2 percent of total drag). 

As the aspect ratio of an elliptical cylinder is increased by flattening it (i.e., 
decreasing D while holding L constant), the drag coefficient starts increasing 
and tends to infinity as L/D — c (i.e., as the ellipse resembles a flat plate par- 
allel to flow). This is due to the frontal area, which appears in the denomina- 
tor in the definition of Cp, approaching zero. It does not mean that the drag 
force increases drastically (actually, the drag force decreases) as the body be- 
comes flat. This shows that the frontal area is inappropriate for use in the drag 
force relations for slim bodies such as thin airfoils and flat plates. In such 
cases, the drag coefficient is defined on the basis of the planform area, which 
is simply the surface area for a flat plate. This is quite appropriate since for 
slim bodies the drag is almost entirely due to friction drag, which is propor- 
tional to the surface area. 

Streamlining has the added benefit of reducing vibration and noise. Stream- 
lining should be considered only for blunt bodies that are subjected to high- 
velocity fluid flow (and thus high Reynolds numbers) for which flow 
separation is a real possibility. It is not necessary for bodies that typically in- 
volve low Reynolds number flows (e.g., creeping flows in which Re < 1, 
since the drag in those cases is almost entirely due to friction drag, and 
streamlining will only increase the surface area and thus the total drag. There- 
fore, careless streamlining may actually increase drag instead of decreasing it. 


Flow Separation 

When driving on country roads, it is a common safety measure to slow down at 
sharp turns in order to avoid being thrown off the road. Many drivers have 
learned the hard way that a car will refuse to comply when forced to turn curves 
at excessive speeds. We can view this phenomenon as "the separation of cars" 
from the roads. This phenomenon is also observed when fast vehicles jump off 
hills. At low velocities, the wheels of the vehicle always remain in contact with 
the road surface. But at high velocities, the vehicle is too fast to follow the cur- 
vature of the road and takes off at the hill, losing contact with the road. 

A fluid acts the same way when forced to flow over a curved surface at high 
velocities. A fluid climbs the uphill portion of the curved surface with no 
problem, but it has difficulty remaining attached to the surface on the down- 
hill side. At sufficiently high velocities, the fluid stream detaches itself from 
the surface of the body. This is called flow separation (Fig. 15—13). Flow can 


—— 
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separate from a surface even if itis fully submerged in a liquid or immersed in Separation point  Reattachment point 
a gas (Fig. 15-14). The location of the separation point depends on several 

factors such as the Reynolds number, the surface roughness, and the level of 

fluctuations in the free stream, and it is usually difficult to predict exactly 

where separation will occur, unless there are sharp corners or abrupt changes 

in the shape of the solid surface. 

When a fluid separates from a body, it forms a separated region between the 
body and the fluid stream. This low pressure region behind the body where re- 
circulating and back flows occur is called the separated region. The larger Separated flow region 
the separated region, the larger the pressure drag. The effects of flow separa- FIGURE 15-14 
tion are felt far downstream in the form of reduced velocity (relative to the up- = Flow separation over a backward- 
stream velocity). The region of flow trailing the body where the effects of the — facing step along a wall. 
body on velocity are felt is called the wake (Fig. 15- 15). The separated region 
comes to an end when the two flow streams reattach. T herefore, the separated 
region is an enclosed volume, whereas the wake keeps growing behind the 
body until the fluid in the wake region regains its velocity and the velocity 
profile becomes nearly flat again. Viscous and rotational effects are the most 
significant in the boundary layer, the separated region, and the wake. The flow 
outside these regions can be considered to be irrotational. 

The occurrence of separation is not limited to blunt bodies. Separation may 
also occur on a streamlined body such as an airplane wing at a sufficiently 
large angle of attack (larger than about 16? for most airfoils), which is the an- 
glethe incoming fluid stream makes with the chord (the line that connects the 
nose and the end) of the body. Flow separation on the top surface of a wing re- 
duces lift drastically and may cause the airplane to stall. Stalling has been 
blamed for many airplane accidents and loss of efficiencies in turbomachinery 
(Fig. 15- 16). 

N ote that drag and lift are strongly dependent on the shape of the body, and 
any effect that causes the shape to change has a profound effect on the drag 
and lift. For example, snow accumulation and ice formation on airplane 
wings may change the shape of the wings sufficiently to cause significant 
loss of lift. This phenomenon has caused many airplanes to lose altitude and 
crash and many others to abort takeoff. Therefore, it has become a routine 
Safety measure to check for ice or snow buildup on critical components of 
airplanes before takeoff in bad weather. This is especially important for air- 
planes that have waited a long time on the runway before takeoff because of 
heavy traffic. 








FIGURE 15-15 


Flow separation during flow over a 
tennis ball, and the wake region. 
(Courtesy NASA and Cislunar 

A erospace, Inc.) 





(a) 5? (b) 15? (c) 30? 
FIGURE 15-16 
Atlarge angles of attack (usually larger than 15), flow may separate completely from the top surface of an airfoil, 
reducing lift drastically and causing the airfoil to stall. (from G. M . Homsy, et al.) 
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FIGURE 15-17 

The drag coefficients for most 
geometries (but not all) remain 
essentially constant at Reynolds 
numbers above about 10^. 


cen54261_ch15.qxd 1/9/04 12:33 PM Page 672 F 


An important consequence of flow separation is the formation and shedding 
of circulating fluid chunks, called vortices, in the wake region. The continual 
generation of these vortices downstream is referred to as vortex shedding. 
This phenomenon usually occurs during normal flow over long cylinders or 
spheres for Re = 90. The vibrations generated by vortices near the body may 
cause the body to resonate to dangerous levels if the frequency of the vortices 
is close to the natural frequency of the body—a situation that must be avoided 
in the design of equipment that is subjected to high-velocity fluid flow such 
as the wings of airplanes and suspended bridges subjected to steady high 
winds. 


15-4 = DRAG COEFFICIENTS OF COMMON 
GEOMETRIES 


The concept of drag has important consequences in daily life, and the drag be- 
havior of various natural and man-made bodies is characterized by their drag 
coefficients measured under typical operating conditions. Although drag is 
caused by two different effects (friction and pressure), it is usually difficult to 
determine them separately. Besides, in most cases, we are interested in the to- 
tal drag rather than the individual drag components, and thus usually the total 
drag coefficient is reported. The determination of drag coefficients has been 
the topic of numerous studies (mostly experimental), and there is a huge 
amount of drag coefficient data in the literature for just about any geometry of 
practical interest. 

The drag coefficient, in general, depends on the Reynolds number, espe- 
cially for Reynolds numbers below about 10^. At higher Reynolds numbers, 
the drag coefficients for most geometries remain essentially constant (Fig. 
15-17). This is due to the flow at high Reynolds numbers becoming fully tur- 
bulent. However, this is not the case for rounded bodies such as circular cylin- 
ders and spheres, as we discuss later. The reported drag coefficients are 
usually applicable only to flows at high Reynolds numbers. 

The drag coefficient exhibits different behavior in the low (creeping), mod- 
erate (laminar), and high (turbulent) regions of Reynolds number. The inertia 
effects are negligible in low Reynolds number flows (Re « 1), called creep- 
ing flows, and the fluid wraps around the body smoothly. The drag coefficient 
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Sphere Hemisphere 
: д и b | 
Cp = 24/Re Cp = 22.2/Re 
Circular disk Circular disk 
(normal to flow) (parallel to flow) 


Drag coefficients Cp at low 
velocities (Re = 1 where 


-D 5 n 2 FIGURE 15-18 
р) 


Cp = 20.4/Re Cp = 13.6/Re Re = VD/v and 
А = тИ). 








in this case is inversely proportional to the Reynolds number, and for a sphere 
it is determined to be 


Sphere: Cp = = (Ве = 1) (15-11) 


Then the drag force acting on a spherical object at low Reynolds numbers be- 
comes 


pV? 24 рҮ? 24 тр2рҮ? 


Fp- CoA 3 — 86^ 2 ^ pYDig 4 2 


— 3yu YD (15-12) 


which is known as Stokes law, after British mathematician and physicist 
G. G. Stokes (1819-1903). This relation shows that at very low Reynolds 
numbers, the drag force acting on spherical objects is proportional to the di- 
ameter, the velocity, and the viscosity of the fluid. This relation is often ap- 


plicable to dust particles in the air and suspended solid particles in water. A hemisphere at two different orientations 
The drag coefficients for low Reynolds number flows past some other for Re > 10* 
geometries are given in Fig. 15-18. Note that at low Reynolds numbers, the | 
shape of the body does not have a major influence on the drag coefficient. 
The drag coefficients for various two- and three-dimensional bodies are v— i pc 0 
given in Tables 15-1 and 15-2 for large Reynolds numbers. We can make 


several observations from these tables about the drag coefficient at high 
Reynolds numbers. First of all, the orientation of the body relative to the di- 
rection of flow has a major influence on the drag coefficient. For example, the у y Су-12 
drag coefficient for flow over a hemisphere is 0.4 when the spherical side 
faces the flow, but it increases threefold to 1.2 when the flat side faces the 


flow (Fig. 15-19). This shows that the rounded nose of a bullet serves another FIGURE 15-19 
purpose in addition to piercing: reducing drag and thus increasing the range of The drag coefficient of a body may 
the gun. change drastically by changing its 

For blunt bodies with sharp corners, such as flow over a rectangular block orientation (and thus shape) relative to 
or a flat plate normal to flow, separation occurs at the edges of the front and the direction of flow. 
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TABLE 15-1 


Drag coefficients Cp of various two-dimensional bodies for Re > 104 based on the frontal area A = bD, where b is the 
length in direction normal to paper (for use in the drag force relation Fp = CpApV2/2 where V is the upstream velocity) 
































Square rod Rectangular rod LID C 

2. р 

L 
s D Sharp шэн | m S i. 
Cp=2.2 Y Sharp 0.5 2.5 
= D corners: 1 ! 
1.0 2.2 

т $ 2.0 1.7 
qr Round corners 3.0 1.3 
— D (11D = 0.2): *Corresponds to thin plate 

Cp = 1.2 
Л 0.5 1.2 
Y Round 
M | Db — quede: 1.0 0.9 
ЕЯ 2.0 0.7 
4.0 0:7 

Circular rod (cylinder) Elliptical rod 

7 Laminar: ie & y Ch 

В Cp= 1.2 T: ——— 
Turbulenk Y D L/D Laminar Turbulent 
EN Cp = 0.3 d 2 0.60 0.20 
4 0.35 0.15 
8 0.25 0.10 
Equilateral triangular rod Semicircular shell Semicircular rod 
y 
+ D Су-15 — D. (223 L р Су-12 
Vv 

e D Cp = 2.0 — D Cp = 1.2 as. D Су-17 














back surfaces, with no significant change in the character of flow. Therefore, 
the drag coefficient of such bodies is nearly independent of the Reynolds 
number. Note that the drag coefficient of a long rectangular rod can be re- 
duced almost by half from 2.2 to 1.2 by rounding the corners. 


Biological Systems and Drag 

The concept of drag also has important consequences for biological systems. 
For example, the bodies of fish, especially the ones that swim fast for long dis- 
tances (such as dolphins), are highly streamlined to minimize drag (the drag 
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Representative drag coefficients Cp for various three-dimensional bodies for Re 7 10^ based on the frontal area 
(for use in the drag force relation F5 — Cp ApY?/2 where V is the upstream velocity) 





























Cube, A = D? Thin circular disk, A = z D?/A Cone (for 6 = 30°), A = 7D2/4 
Зэс р C, 211 ie D Cy 205 
2 C, -105 
Sphere, A = v D?/4 Ellipsoid, A = 7D2/4 E 
T Laminar: Бь--25---4 L/D Laminar Turbulent 
у 8 Cp =0.5 + 
Turbulent: s D 0.75 0.5 0.2 
Cp =0.2 1 0.5 0.2 
en = 2 0.3 0:1 
4 0.3 0.1 
8 0.2 0.1 
Hemisphere, A = 7D?/4 Short cylinder, vertical, A = L/D Short cylinder, horizontal, A = 7D?/4 
| р | LID Cp L/D Cp 
+ 1 06 7 T 05 1l 
y 2 0.7 —- D 1 0.9 
= L 5 08 2 0.9 
10 0.9 | L | EE! 0.9 
a 8 1.0 




















(continued) 


coefficient of dolphins based on the wetted skin area is about 0.0035, compa- 
rable to the value for a flat plate in turbulent flow). So itis no surprise that we 
build submarines that mimic large fish. Tropical fish with fascinating beauty 
and elegance, on the other hand, swim gracefully short distances only. Obvi- 
ously grace, not high speed and drag, was the primary consideration in their 
design. Birds teach us alesson on drag reduction by extending their beak for- 
ward and folding their feet backward during flight (Fig. 15-20). Airplanes, 
which look somewhat like big birds, retract their wheels after takeoff in order 






Beak extended 
forward 


to reduce drag and thus fuel consumption. Feet 
The flexible structure of plants enables them to reduce drag at high winds folded 
by changing their shapes. Large flat leaves, for example, curl into a low-drag back 
conical shape at high wind speeds, while tree branches cluster to reduce drag. FIGURE 15-20 
Flexible trunks bend under the influence of the wind to reduce drag, and the Birds teach us a lesson on drag 
bending moment is lowered by reducing frontal area. reduction by extending their beak 
If you watch the Olympic games, you have probably observed many in- forward and folding their feet 
stances of conscious effort by the competitors to reduce drag. Some examples: backward during flight. 


—— 
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TABLE 15-2 (Concluded) 


Streamlined body, A = z D?/4 Parachute, A = 7D?/4 Tree, A = frontal area 
D 

es [D C5-004 || | 

Cp=13 








Person (average) 


А Standing, CA = 9 ft? = 0.84 m? 


Upright: с Drafting: 
A=5.5 ft? =0.51 m? А = 3.9 #2 = 0.36 т2 


w^ Qu -602- 2 
| Sitting, CpA = 6 ft" = 0.56 m 65-14 =( 4 9) c, 20.50 


With fairing: 
A =5.0 ft? = 0.46 m? 
Cp=0.12 





Semitruck (A = frontal area) High-rise buildings (A = frontal area) 


1 20 Minivan, 
Without fairing: 


Cp = 0.96 


With fairing: 
С» = 0.76 

D Passenger car, 

Cp = 0.3 











During 100-m running, the runners hold their fingers together and straight and 
move their hands parallel to the direction of motion to reduce the drag on their 
hands. Swimmers with long hair cover their head with a tight and smooth 
cover to reduce head drag. They also wear well-fitting one-piece swimming 
suits. Horse and bicycle riders lean forward as much as they can to reduce 
drag (by reducing both the drag coefficient and frontal area). Speed skiers do 
the same thing. Fairings are commonly used in motorcycles to reduce drag. 


Drag Coefficients of Vehicles 

The term drag coefficient is commonly used in various areas of daily life. Car 
manufacturers try to attract consumers by pointing out the low drag coeffi- 
cients of their cars (Fig. 15—21). The drag coefficients of vehicles range from 
about 1.0 for large semi-trucks to 0.4 for minivans, and to 0.3 for passenger 
cars. In general, the more blunt the vehicle, the higher the drag coefficient. 


--Ө3--- 
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Installing a fairing reduces the drag coefficient of tractor-trailer rigs by about 
20 percent by making the frontal surface more streamlined. As a rule of 
thumb, the percentage of fuel savings due to reduced drag is about half the 
percentage of drag reduction. 

From the drag point of view, the ideal shape of a vehicle is the basic 
teardrop, with a drag coefficient of about 0.1 for the turbulent flow case. B ut 
this shape needs to be modified to accommodate several necessary external Flow à Rez 404 Potential Flow - 
components such as wheels, mirrors, axles, antennas, and so on. Also, the ve- 
hicle must be high enough for comfort and there must be a minimum clear- st 2 Бэй) 
ance from the road. Further, a vehicle cannot be too long to fit in garages and dunes | Ер ues an 
parking spaces. Controlling the material and manufacturing costs requires °° a у cee 2. Ai sar 
minimizing or eliminating any “dead” volume that cannot be utilized. The re- шаг ai ts fes potential 
sult is a shape that resembles more of a "box" than a "teardrop," and this was flow (assumes negligible friction) 
the shape of early cars with a drag coefficient of 0.8 in the 1920s. This wasn't resulting in a low drag coefficient. 
a problem in those days since the velocities were low and drag was not a ma- (from G. M. Homsy, et at.) 
jor design consideration. 

The average drag coefficients of cars dropped to about 0.70 in the 1940s, to 
0.55 in the 1970s, to 0.45 in the 1980s, and to 0.30 in the 1990s as a result of 
improved manufacturing techniques for metal forming and paying more at- 
tention to the shape of the car and streamlining. The drag coefficient for well- 
built racing cars is about 0.2, but this is achieved after making the comfort of 
drivers a secondary consideration. Noting that the theoretical lower limit of 
Cp is about 0.1 and the value for racing cars is 0.2, it appears that there is only 
little room for further improvement in the drag coefficient of passenger cars 
from the current value of 0.3. For trucks and buses, the drag coefficient can be 
reduced further by optimizing the front and rear contours (by rounding, for ex- 
ample) to the extent it is practical while keeping the overall length of the ve- 
hicle the same. 

W hen traveling as a group, a sneaky way of reducing drag is drafting, a 
phenomenon well known by bicycle riders and car racers. It involves ap- 
proaching a moving body from behind and being drafted into the low-pressure 
region in the rear of the body. The drag coefficient of a racing bicyclist, for ex- 
ample, can be reduced from 0.9 to 0.5 by drafting, as shown in Table 15-2 
(Fig. 15-22), 

We also can help reduce the overall drag of a vehicle and thus fuel con- 
sumption by being more conscientious drivers. For example, drag force is pro- 
portional to the square of velocity. Therefore, driving over the speed limit on 
the highways not only increases the chances of getting speeding tickets, but it 
also increases the amount of fuel consumption per mile. Therefore, driving at 
moderate speeds is safe and economical. Also, anything that extends from the 
car, even an arm, increases the drag coefficient. Driving with the windows 
rolled down also increases the drag and fuel consumption. At highway speeds, 


Б--- 8 — 
Potential Flow 





FIGURE 15-22 

The drag coefficients of bodies 
following other moving bodies closely 
can be reduced considerably due to 
drafting (i.e., falling into the vacuum 
created by the body in front). 
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Flat mirror 


95 km/h а 
Rounded 
mirror —B- р-13ст 
95 km/h 

FIGURE 15-23 


Schematic for Example 15-2. 
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a driver can save fuel in hot weather by running the air conditioner instead 
of driving with the windows rolled down. Usually the turbulence and addi- 
tional drag generated by open windows consume more fuel than does the air 
conditioner. 


Superposition 

The shapes of many bodies encountered in practice are not simple. B ut such 
bodies can be treated conveniently in drag force calculations by considering 
them to be composed of two or more simple bodies. A satellite dish mounted 
on a roof with a cylindrical bar, for example, can be considered to be a com- 
bination of a hemispherical body and a cylinder. Then the drag coefficient of 
the body can be determined approximately by using superposition. Such a 
simplistic approach does not account for the effects of components on each 
other, and thus the results obtained should be interpreted accordingly. 





EXAMPLE 15-2 Effect of Mirror Design on the Fuel Consumption 
of a Car 


As part of the continuing efforts to reduce the drag coefficient and thus to im- 
prove the fuel efficiency of cars, the design of side rearview mirrors has 
changed drastically from a simple circular plate to a streamlined shape. Deter- 
mine the amount of fuel and money saved per year as a result of replacing a 13- 
cm-diameter flat mirror by one with a hemispherical back (Fig. 15-23). Assume 
the car is driven 24,000 km a year at an average speed of 95 km/h. Take the 
density and price of gasoline to be 0.8 kg/L and $0.60/L, respectively; the heat- 
ing value of gasoline to be 44,000 kJ/kg; and the overall efficiency of the en- 
gine to be 30 percent. 


SOLUTION The flat mirror of a car is replaced by one with a hemispherical 
back. The amount of fuel and money saved per year as a result are to be deter- 
mined. 
Assumptions 1 The car is driven 24,000 km a year at an average speed of 
95 km/h. 2 The effect of the car body on the flow around the mirror is negligi- 
ble (no interference). 3 The average density of air is 1.20 kg/m?. 
Properties The densities of air and gasoline are taken to be 1.20 kg/m? and 
800 kg/m, respectively. The heating value of gasoline is given to be 44,000 
kJ/kg. The drag coefficients Cp are 1.1 for a circular disk and 0.40 for a hemi- 
spherical body (Table 15-2). 
Analysis Тһе drag force acting on a body is determined from 

pY? 


Fp 7 CpA75- 


where A is the frontal area of the body, which is A — z D?/4 for both the flat and 
rounded mirrors. The drag force acting on the flat mirror is 


(0.13 m)? (1.20 kg/m?)(95 km/h)? /. 1 m/s V IN 
4 2 3.6 km/h/ \1 kg - m/s? 





F;-11 )- влом 
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Noting that work is force times distance, the amount of work done to overcome 
this drag force and the required energy input for a distance of 24,000 km are 


Worag = Fp X L = (6.10 N)(24,000 km/year) — 146,400 kJ/year 


TE Were _ 146,400 kJ/year 
in Near 0.3 





= 488,000 kJ/year 


Then the amount and costs of the fuel that supplies this much energy are 


хэ TS таа ESQ/HV — (488,000 kJ/year)/(44,000 kJ/kg) 1 
ountoffue] - 5,7 — —5 = 0.8 kg/L = 13.9 L/year 


Cost = (Amount of fuel)(Unit cost) = (13.9 L/year)($0.60/L) = $8.32/year 











That is, the car uses 13.9 L of gasoline at a cost of $8.32 per year to overcome 
the drag generated by a flat mirror extending out from the side of a car. 

The drag force and the work done to overcome it are directly proportional 
to the drag coefficient. Then the percent reduction in the fuel consumption due 
to replacing the mirror is equal to the percent reduction in the drag coefficient: 


C at — C emis; = 
Reduction ratio — — P LI- Ut 0.636 
Cp. tiat ill 
Fuel reduction = (Reduction ratio)(Amount of fuel) 
= 0.636(13.9 L/year) = 8.84 L/year 


Cost reduction = (Reduction ratio)(Cost) = 0.636($8.32/year) = $5.29/year 





Therefore, replacing a flat mirror by a hemispherical one reduces the fuel con- 
sumption due to mirror drag by 63.6 percent. 


Discussion Note from this example that significant reductions in drag and fuel 
consumption can be achieved by streamlining the shape of various components 
and the entire car. So it is no surprise that the sharp corners are replaced in late 
model cars by rounded contours. This also explains why large airplanes retract 
their wheels after takeoff and small airplanes use contoured fairings around 
their wheels. 








Example 15-2 is indicative of the tremendous amount of effort put in recent 
years into redesigning various parts of cars such as the window moldings, the 
door handles, the windshield, and the front and rear ends in order to reduce 
aerodynamic drag. For a car moving on a level road at constant speed, the 
power developed by the engine is used to overcome rolling resistance, friction 
between moving components, aerodynamic drag, and driving the auxiliary 
equipment. The aerodynamic drag is negligible at low speeds, but becomes 
significant at speeds above about 30 mph. Reduction of the frontal area of the 
cars (to the dislike of tall drivers) has also contributed greatly to the reduction 
of drag and fuel consumption. 


15-5 = PARALLEL FLOW OVER FLAT PLATES 


Consider the flow of a fluid over a flat plate, as shown in Fig. 15-24. Surfaces 
that are slightly contoured such as turbine blades can also be approximated as 


—— 
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Laminar boundary 


Transition 


Turbulent boundary 


layer 





FIGURE 15-24 









region 


layer 


Turbulent 
layer 





_— Overlap layer 
sa — Buffer layer 
Viscous sublayer 














Boundary-layer thickness, 6 


The development of the boundary layer for flow over a flat plate, and the different flow regimes. 








Relative 
velocities 
of fluid layers 
y LY 
— гт 
= >| Zero 
H] 
—- 0.993/— -— | velocity 
E Е at the 
= ô | л surface 
FIGURE 15-25 


The development of a boundary 
layer on a surface is due to the 
no-slip condition. 


Cp, pressure = 

Cp ES Cp, friction ^ C, 

E D, pressure =0 pv? 

Fp= Fp, friction 7 Цан CA ES 
FIGURE 15-26 


For parallel flow over a flat plate, 

the pressure drag is zero, and thus the 
drag coefficient is equal to the friction 
coefficient and the drag force is 

equal to the friction force. 


flat plates with reasonable accuracy. The x-coordinate is measured along the 
plate surface from the leading edge of the plate in the direction of the flow, 
and y is measured from the surface in the normal direction. The fluid ap- 
proaches the plate in the x-direction with a uniform velocity V, which is 
equivalent to the velocity over the plate away from the surface. 

For the sake of discussion, we can consider the fluid to consist of adjacent 
layers piled on top of each other. The velocity of the particles in the first fluid 
layer adjacent to the plate becomes zero because of the no-slip condition. This 
motionless layer slows down the particles of the neighboring fluid layer as a 
result of friction between the particles of these two adjoining fluid layers at 
different velocities. This fluid layer then slows down the molecules of the next 
layer, and so on. Thus, the presence of the plate is felt up to some normal dis- 
tance ô from the plate beyond which the free-stream velocity remains un- 
changed. As a result, the x-component of the fluid velocity, u, will vary from 
0 at y = 0 to nearly V at y = ô (Fig. 15-25). 

The region of the flow above the plate bounded by 6 in which the effects of 
the viscous shearing forces caused by fluid viscosity are felt is called the ve- 
locity boundary layer. The boundary layer thickness, 6, is typically defined 
as the distance y from the surface at which u = 0.99 'V’. 

The hypothetical line of u = 0.99 V divides the flow over a plate into two 
regions: the boundary layer region, in which the viscous effects and the ve- 
locity changes are significant, and the irrotational flow region, in which the 
frictional effects are negligible and the velocity remains essentially constant. 

For parallel flow over a flat plate, the pressure drag is zero, and thus the 
drag coefficient is equal to the friction drag coefficient, or simply the friction 
coefficient (Fig. 15-26). That is, 


Flat plate: Cp = Cp, friction = Су (15-13) 
Once the average friction coefficient C,is available, the drag (or friction) force 
over the surface can be determined from 

Friction force on a flat plate: p= f= 4 C, AY? (15-14) 
where A is the surface area of the plate exposed to fluid flow. When both sides 
of a thin plate are subjected to flow, A becomes the total area of the top and 
bottom surfaces. Note that the friction coefficient, in general, varies with lo- 


cation along the surface. 


-6- 
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Typical mean velocity profiles in laminar and turbulent flow are also given 
in Fig. 15—24. Note that the velocity profile in turbulent flow is much fuller 
than that in laminar flow, with a sharp drop near the surface. The turbulent 
boundary layer can be considered to consist of four regions, characterized by 
the distance from the wall. The very thin layer next to the wall where viscous 
effects are dominant is the viscous sublayer. The velocity profile in this layer 
is very nearly linear, and the flow is streamlined. Next to the viscous sublayer 
is the buffer layer, in which turbulent effects are becoming significant, but the 
flow is still dominated by viscous effects. Above the buffer layer is the over- 
lap layer, in which the turbulent effects are much more significant, but still 
not dominant. Above that is the turbulent layer in which turbulent effects 
dominate over viscous effects. Note that the turbulent boundary layer profile 
on a flat plate closely resembles the boundary layer profile in fully developed 
turbulent pipe flow. 

The transition from laminar to turbulent flow depends on the surface geom- 
etry, surface roughness, upstream velocity, surface temperature, and the type 
of fluid, among other things, and is best characterized by the Reynolds num- 
ber. The Reynolds number at a distance x from the leading edge of a flat plate 
is expressed as 


Ве, = == (15-15) 


where V is the upstream velocity and x is the characteristic length of the 
geometry, which, for a flat plate, is the length of the plate in the flow direction. 
Note that unlike pipe flow, the Reynolds number varies for a flat plate along 
the flow, reaching Re, = VL/v at the end of the plate. For any point on a flat 
plate, the characteristic length is the distance x of the point from the leading 
edge in the flow direction. 

For flow over a flat plate, transition from laminar to turbulent begins at 
about Re ~ 1 X 10°, but does not become fully turbulent before the Reynolds 
number reaches much higher values. A generally accepted value for the criti- 
cal Reynolds number is 


p 
Re, a = Ё 


- - 5 
ка = д = 5X 10 





This generally accepted value of the critical Reynolds number for a flat plate 
may vary somewhat from about 10° to 3 X 10° depending on the surface 
roughness, the turbulence level, and the variation of pressure along the surface. 


Friction Coefficient 

The friction coefficient for a flat plate can be determined theoretically by solv- 
ing the conservation of mass and momentum equations approximately or 
numerically. It can also be determined experimentally and expressed by 
empirical correlations. 

The local friction coefficient varies along the surface of the flat plate as a re- 
sult of the changes in the velocity boundary layer in the flow direction. We are 
usually interested in the drag force on the entire surface, which can be deter- 
mined using the average friction coefficient. But sometimes we are also inter- 
ested in the drag force at a certain location, and in such cases, we need to know 
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FIGURE 15-27 

The variation of the local friction 
coefficient for flow over a flat plate. 
Note that the vertical scale of the 
boundary layer is greatly exaggerated 
in this sketch. 
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FIGURE 15-28 

The average friction coefficient over 
a surface is determined by integrating 
the local friction coefficient over the 
entire surface. The values shown here 
are for a laminar flat plate boundary 
layer. 
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the /ocal value of the friction coefficient. With this in mind, below we present 
correlations for both local (identified with the subscript x) and average friction 
coefficients over a flat plate for laminar, turbulent, and combined laminar and 
turbulent flow conditions. Once the local values are available, the average 
friction coefficient for the entire plate can be determined by integration from 


1 L 
G=7 | С, dx (15-16) 
0 


Based on analysis, the boundary layer thickness and the local friction coeffi- 
cient at location x for laminar flow over a flat plate were determined to be 


4.91х 
Ве!? 


х 


0.664 


8- 
1/2 ? 
Re; 








Laminar: аа С, = Re, <5 X 10° (15-17) 


The corresponding relations for turbulent flow are 


. 0.059 


Turbulent: - 
1/5 ? 
Re, 


5 X 10° S Re, = 10’ (15-18) 


where x is the distance from the leading edge of the plate and Re, = Vx/v is 
the Reynolds number at location x. Note that C; , is proportional to 1/Re7? 
and thus to x!” for laminar flow. Therefore, C; , is supposedly infinite at the 
leading edge (x = 0) and decreases by a factor of x~'” in the flow direction. 
The variation of the boundary layer thickness ô and the friction coefficient C; , 
along a flat plate is shown in Fig. 15-27. The local friction coefficients are 
higher in turbulent flow than they are in laminar flow because of the intense 
mixing that occurs in the turbulent boundary layer. Note that C, , reaches its 
highest values when the flow becomes fully turbulent, and then decreases by 
a factor of x! in the flow direction, as shown in the figure. 

The average friction coefficient over the entire plate is determined by sub- 
stituting the preceding relations into Eq. 15—16 and performing the integra- 
tions (Fig. 15-28). We get 


1.328 





Laminar: C= Re}? Re, « 5 X 10 (15-19) 
Turbulent: += 2 5X 10° = Re, = 10’ (15-20) 


The first of these relations gives the average friction coefficient for the entire 
plate when the flow is laminar over the entire plate. The second relation gives 
the average friction coefficient for the entire plate only when the flow is tur- 
bulent over the entire plate, or when the laminar flow region of the plate is 
negligibly small relative to the turbulent flow region (that is, x,, «€ L where 
the length of the plate x., over which the flow is laminar can be determined 
from Re,, = 5 X 10° = Vx,,/v). 

In some cases, a flat plate is sufficiently long for the flow to become turbu- 
lent, but not long enough to disregard the laminar flow region. In such 
cases, the average friction coefficient over the entire plate is determined by 
performing the integration in Eq. 15—16 over two parts: the laminar region 
0 X x X x, and the turbulent region x,, < x = Las 


-6- 
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1 Xer L 
ал | Се x, laminar OX + | Сэра tx) (15-21) 
0 Xer 





Note that we included the transition region with the turbulent region. A gain 
taking the critical Reynolds number to be Re, — 5 x 10? and performing 
these integrations after substituting the indicated expressions, the average 
friction coefficient over the entire plate is determined to be 


0.0/4. 1742 
' Re5 Re’ 





5 x10? x Re, = 10’ (15-22) 


The constants in this relation will be different for different critical Reynolds 
numbers. Also, the surfaces are assumed to be smooth, and the free stream to 
be of very low turbulence intensity. For laminar flow, the friction coefficient 
depends on only the Reynolds number, and the surface roughness has no ef- 
fect. For turbulent flow, however, surface roughness causes the friction coef- 
ficient to increase several fold, to the point that in fully turbulent regime the Relati s 
o Бол : : À elative Friction 
friction coefficient is a function of surface roughness alone, and independent | sou a 
: T 22221 ghness, coefficient 
of Reynolds number (Fig. 15-29). This is analogous to flow in pipes. 21 C, 
A curve fit of experimental data for the average friction coefficient in this 








regime is given by Schlichting as 1 E 2 
E 15x 1954 0.0049 
Rough surface, turbulent: C; —|1.89 — 1.62 log Г (15-23) 1 х 10-3 0.0084 


*Smooth surface for Re — 107. Others 


where e is the surface roughness and L is the length of the plate in the flow di- | сасшава from Eq. 15-23. 
rection. In the absence of a better relation, the relation above can be used for 











turbulent flow on rough surfaces for Re > 106, especially when s/L > 10:24, FIGURE 15-29 
Friction coefficients C; for parallel flow over smooth and rough flat plates For turbulent flow, surface roughness 
are plotted in Fig. 15-30 for both laminar and turbulent flows. Note that C; in- may cause the friction coefficient 
creases several fold with roughness in turbulent flow. Also note that С, 15 to increase severalfold. 
0.014 i 560 
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(БЖ ша Friction coefficient for parallel flow 
105 108 10° over smooth and rough flat plates. 
Re, (from White) 














VY =2 m/s 
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L | | 
А L=5m | 
FIGURE 15-31 


Schematic for Example 15-3. 
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independent of Reynolds number in the fully rough region. This chart is the 
flat-plate analog of the Moody chart for pipe flows. 





EXAMPLE 15-3 Flow of Hot Oil over a Flat Plate 


Engine oil at 40°C flows over a 5-m-long flat plate with a free stream velocity of 
2 m/s (Fig. 15-31). Determine the drag force acting on the plate per unit width. 


SOLUTION Engine oil flows over a flat plate. The drag force per unit width of 
the plate is to be determined. 

Assumptions 1 The flow is steady and incompressible. 2 The critical Reynolds 
number is Re, = 5 X 10°. 

Properties The density and kinematic viscosity of engine oil at 40°C are p = 
876 kg/m? and v — 2.485 x 10-^ m?/s (Table A-19). 

Analysis Noting that L = 5 m, the Reynolds number at the end of the plate is 


Bae VL E (2 m/s)(5 m) 
EDO 2485 10 “ms 


= 4,024 x 104 
which is less than the critical Reynolds number. Thus we have /aminar flow over 
the entire plate, and the average friction coefficient is 


С; = 1.328 Rez — 1.328 X (4.024 x 10*) 95 — 0.00662 


Noting that the pressure drag is zero and thus Cp — C; for parallel flow over a 
flat plate, the drag force acting on the plate per unit width becomes 


pir? (876 kg/m?)(2 m/s)? 1N 
= mma: a(n ale = 58. 
е о 2 0.00662 X (5 X 1 m) p 1 kg - m/s? SUN 


The total drag force acting on the entire plate can be determined by multiplying 
the value just obtained by the width of the plate. 

Discussion The force per unit width corresponds to the weight of a mass of 
about 6 kg. Therefore, a person who applies an equal and opposite force to the 
plate to keep it from moving will feel like he or she is using as much force as is 
necessary to hold a 6-kg mass from dropping. 








15-6 = FLOW ACROSS CYLINDERS AND SPHERES 


Flow across cylinders and spheres is frequently encountered in practice. For 
example, the tubes in a shell-and-tube heat exchanger involve both internal 
flow through the tubes and external flow over the tubes, and both flows must 
be considered in the analysis of the heat exchanger. Also, many sports such as 
soccer, tennis, and golf involve flow over spherical balls. 

The characteristic length for a circular cylinder or sphere is taken to be the 
external diameter D. Thus, the Reynolds number is defined as Re = VD/v 
where V is the uniform velocity of the fluid as it approaches the cylinder or 
sphere. The critical Reynolds number for flow across a circular cylinder or 
sphere is about Re,, ~ 2 X 10°. That is, the boundary layer remains laminar 
for about Re < 2 X 10° and becomes turbulent for Re = 2 X 10°. 


--Ө3--- 
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FIGURE 15-32 

Laminar boundary layer separation 
with a turbulent wake; flow over a 
circular cylinder at Re — 2000. 
(Courtesy ONERA, photograph 

by Werle). 
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FIGURE 15-33 

f Average drag coefficient for cross- 
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flow over a smooth circular cylinder 
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Re Schlichting. Used with permission.) 














ooo 




















































































































2 
29 
бэ 





5 


Cross-flow over a cylinder exhibits complex flow patterns, as shown in 
Fig. 15-32. The fluid approaching the cylinder branches out and encircles the 
cylinder, forming a boundary layer that wraps around the cylinder. The fluid 
particles on the midplane strike the cylinder at the stagnation point, bringing 
the fluid to a complete stop and thus raising the pressure at that point. The 
pressure decreases in the flow direction while the fluid velocity increases. 

At very low upstream velocities (Re < 1), the fluid completely wraps 
around the cylinder and the two arms of the fluid meet on the rear side of the 
cylinder in an orderly manner. Thus, the fluid follows the curvature of the 
cylinder. At higher velocities, the fluid still hugs the cylinder on the frontal 
side, but it is too fast to remain attached to the surface as it approaches the top 
of the cylinder. As a result, the boundary layer detaches from the surface, 
forming a separation region behind the cylinder. Flow in the wake region is 
characterized by periodic vortex formation and pressures much lower than the 
stagnation point pressure. 

The nature of the flow across a cylinder or sphere strongly affects the total 
drag coefficient Cp. Both the friction drag and the pressure drag can be sig- 
nificant. The high pressure in the vicinity of the stagnation point and the low 
pressure on the opposite side in the wake produce a net force on the body in 
the direction of flow. The drag force is primarily due to friction drag at low 
Reynolds numbers (Re < 10) and to pressure drag at high Reynolds numbers 
(Re > 5000). Both effects are significant at intermediate Reynolds numbers. 

The average drag coefficients Cp for cross-flow over a smooth single circu- 
lar cylinder and a sphere are given in Fig. 15-33. The curves exhibit different 
behaviors in different ranges of Reynolds numbers: 
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FIGURE 15-34 

Flow visualization of flow over (a) a 
smooth sphere at Re = 15,000, and 
(b) a sphere at Re — 30,000 with a trip 
wire. The delay of boundary layer 
separation is clearly seen by 
comparing the two photographs. 
(Courtesy, ONERA, photograph 

by Werle). 
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e For Re < 1, we have creeping flow, and the drag coefficient decreases 
with increasing Reynolds number. For a sphere, it is Cp = 24/Re. There is 
no flow separation in this regime. 


e At about Re = 10, separation starts occurring on the rear of the body with 
vortex shedding starting at about Re ~ 90. The region of separation 
increases with increasing Reynolds number up to about Re = 10°. At this 
point, the drag is mostly (about 95 percent) due to pressure drag. The drag 
coefficient continues to decrease with increasing Reynolds number in this 
range of 10 < Re < 10°. (A decrease in the drag coefficient does not 
necessarily indicate a decrease in drag. The drag force is proportional to 
the square of the velocity, and the increase in velocity at higher Reynolds 
numbers usually more than offsets the decrease in the drag coefficient.) 


* In the moderate range of 10? < Re < 10°, the drag coefficient remains 
relatively constant. This behavior is characteristic of blunt bodies. The 
flow in the boundary layer is laminar in this range, but the flow in the 
separated region past the cylinder or sphere is highly turbulent with a 
wide turbulent wake. 


* There is a sudden drop in the drag coefficient somewhere in the range of 
10° < Re < 10° (usually, at about 2 X 10°). This large reduction in Cp is 
due to the flow in the boundary layer becoming turbulent, which moves the 
separation point further on the rear of the body, reducing the size of the 
wake and thus the magnitude of the pressure drag. This is in contrast to 
streamlined bodies, which experience an increase in the drag coefficient 
(mostly due to friction drag) when the boundary layer becomes turbulent. 


Flow separation occurs at about 6 ~ 80° (measured from the stagnation 
point) when the boundary layer is laminar and at about 6 ~ 140° when it is 
turbulent (Fig. 15-34). The delay of separation in turbulent flow is caused by 
the rapid fluctuations of the fluid in the transverse direction, which enables the 
turbulent boundary layer to travel farther along the surface before separation 
occurs, resulting in a narrower wake and a smaller pressure drag. In the range 
of Reynolds numbers where the flow changes from laminar to turbulent, even 
the drag force Fp decreases as the velocity (and thus Reynolds number) in- 
creases. This results in a sudden decrease in drag of a flying body (sometimes 
called the drag crisis) and instabilities in flight. 


Effect of Surface Roughness 

We mentioned earlier that surface roughness, in general, increases the drag co- 
efficient in turbulent flow. This is especially the case for streamlined bodies. For 
blunt bodies such as a circular cylinder or sphere, however, an increase in the 
surface roughness may actually decrease the drag coefficient, as shown in Fig. 
15-35 for a sphere. This is done by tripping the boundary layer into turbulence 
at a lower Reynolds number, and thus causing the fluid to close in behind the 
body, narrowing the wake and reducing pressure drag considerably. This results 
in a much smaller drag coefficient and thus drag force for a rough-surfaced 
cylinder or sphere in a certain range of Reynolds number compared to a smooth 
one of identical size at the same velocity. At Re = 105, for example, Cp = 0.1 
for a rough sphere with e/D = 0.0015, whereas Cp = 0.5 for a smooth one. 
Therefore, the drag coefficient in this case is reduced by a factor of 5 by simply 
roughening the surface. Note, however, that at Re = 10°, Cp = 0.4 for the rough 
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sphere while Cp = 0.1 for the smooth one. Obviously, roughening the sphere in 
this case will increase the drag by a factor of 4 (Fig. 15-36). 

The preceding discussion shows that roughening the surface can be used to 
great advantage in reducing drag, but it can also backfire on us if we are not 
careful— specifically, if we do not operate in the right range of Reynolds num- 
ber. With this consideration, golf balls are intentionally roughened to induce 
turbulence at a lower Reynolds number to take advantage of the sharp drop in 
the drag coefficient at the onset of turbulence in the boundary layer (the typi- 
cal velocity range of golf balls is 15 to 150 m/s, and the Reynolds number 
is less than 4 x 10°). The critical Reynolds number of dimpled golf balls is 
about 4 x 10*. The occurrence of turbulent flow at this Reynolds number 
reduces the drag coefficient of a golf ball by half, as shown in Fig. 15-35. For 
a given hit, this means a longer distance for the ball. Experienced golfers also 
give the ball a spin during the hit, which helps the rough ball develop a lift and 
thus travel higher and farther. A similar argument can be given for a tennis 
ball. For atabletennis ball, however, the distances are very short, and the balls 
never reach the speeds in the turbulent range. T herefore, the surfaces of table 
tennis balls are made smooth. 

Oncethe drag coefficient is available, the drag force acting on a body in cross- 
flow can be determined from Eq. 15- 1 where A is the frontal area (A — LD for 
a cylinder of length L and A — zD?/4 for a sphere). It should be kept in mind 
that free-stream turbulence and disturbances by other bodies in flow (such as 
flow over tube bundles) may affect the drag coefficients significantly. 





EXAMPLE 15-4 Drag Force Acting on a Pipe in a River 


A 2.2-cm-outer-diameter pipe is to cross a river at a 30-m-wide section while 
being completely immersed in water (Fig. 15-37). The average flow velocity of 
water is 4 m/s and the water temperature is 15°C. Determine the drag force ex- 
erted on the pipe by the river. 


SOLUTION A pipe is crossing a river. The drag force that acts on the pipe is to 
be determined. 
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FIGURE 15-35 

The effect of surface roughness on the 
drag coefficient of a sphere (from 
Blevins, Ref. 5). 








Cp 
Smooth Rough surface, 
Re surface e/L = 0.0015 
109 0.5 0.1 
106 0.1 0.4 
FIGURE 15-36 


Surface roughness may increase 
or decrease the drag coefficient 
of aspherical object, depending on 
the value of the Reynolds number. 
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FIGURE 15-37 
Schematic for Example 15-4. 
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Assumptions 1 The outer surface of the pipe is smooth so that Fig. 15-30 can 
be used to determine the drag coefficient. 2 Water flow in the river is steady. 
3 The direction of water flow is normal to the pipe. 4 Turbulence in river flow is 
not considered. 

Properties The density and dynamic viscosity of water at 15°C are p = 
999.1 kg/m? and w = 1.138 x 10-3 kg/m - s (Table A-15). 

Analysis Noting that D = 0.022 m, the Reynolds number is 


yp pVD — (999.1 kg/m?)(4 m/s)(0.022 m) - 


Шил тиг: 7 





113 х 109 


The drag coefficient corresponding to this value is, from Fig. 15-33, Cp = 1.0. 
Also, the frontal area for flow past a cylinder is A = LD. Then the drag force act- 
ing on the pipe becomes 





pv? 


= 5275 № 


а 1N ) 
2 1 kg - m/s? 


Discussion Note that this force is equivalent to the weight of a mass over 500 
kg. Therefore, the drag force the river exerts on the pipe is equivalent to hang- 
ing a total of over 500 kg in mass on the pipe supported at its ends 30 m apart. 
The necessary precautions should be taken if the pipe cannot support this 
force. If the river were to flow at a faster speed, turbulent fluctuations in the 
river might be significant, and the drag force would be even larger. Unsteady 
forces on the pipe might then be significant. 








15-7 = LIFT 


Lift was defined earlier as the component of the net force (due to viscous and 
pressure forces) that is perpendicular to the flow direction, and the lift coeffi- 
cient was expressed as 

ЕС 





Cr (15-6) 


where A in this case is normally the planform area, which is the area that 
would be seen by a person looking at the body from above in a direction nor- 
mal to the body, and 'Y/ is the upstream velocity of the fluid (or, equivalently, 
the velocity of a flying body in a quiescent fluid). For an airfoil of width (or 
span) b and chord length c (the length between the leading and trailing edges), 


—— 
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area, bc 





FIGURE 15-38 
Angle of Chord, č Definition of various terms 
attack associated with an airfoil. 


the planform area is A — bc. The distance between the two ends of a wing or 
airfoil is called the wingspan or just span. For an aircraft, the wingspan is 
taken to be the total distance between the tips of the two wings, which in- 
cludes the width of the fuselage between the wings (Fig. 15-38). The average 
lift per unit planform area F’,/A is called the wing loading, which is simply the 
ratio of the weight of the aircraft to the planform area of the wings (since lift 
equals the weight during flying at constant altitude). 

Airplane flights is based on lift, and thus developing a better understanding 
of lift as well as improving the lift characteristics of bodies have been the fo- 
cus of numerous studies. Our emphasis in this section is on devices such as 
airfoils that are specifically designed to generate lift while keeping the drag at 
a minimum. But it should be kept in mind that some devices such as the spoil- 
ers and inverted airfoils on racing cars are designed for the opposite purpose 
of avoiding lift or even generating negative lift to improve traction and con- 
trol (some early cars actually “took off" at high speeds as a result of the lift 
produced, which alerted the engineers to come up with ways to reduce lift in 
their design). 

For devices that are intended to generate lift such as airfoils, the contribu- 
tion of viscous effects to lift is usually negligible since the bodies are stream- 
lined, and wall shear is parallel to the surfaces of such devices and thus nearly 
normal to the direction of lift (Fig. 15-39). Therefore, lift in practice can be Direction 
taken to be due entirely to the pressure distribution on the surfaces of the of lift 
body, and thus the shape of the body has the primary effect on lift. Then the 
primary consideration in the design of airfoils is minimizing the average pres- 
sure at the upper surface while maximizing it at the lower surface. The 28 
Bernoulli equation can be used as a guide in identifying the high- andlow- y „ -7S 
pressure regions: Pressure is low at locations where the flow velocity is high, 2% 
and pressure is high at locations where the flow velocity is low. Also, lift is 
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practically independent of the surface roughness since roughness affects the wall shear 

wall shear, not the pressure. The contribution of shear to lift is usually signif- FIGURE 15-36 
icant for very small (lightweight) bodies that can fly at low velocities (and For airfoils, the contribution of 
thus very low Reynolds numbers). viscous effects to lift is usually 


Noting that the contribution of viscous effects to lift is negligible, we should negligible since wall shear is parallel 
be able to determine the lift acting on an airfoil by simply integrating the pres- to the surfaces and thus nearly normal 
sure distribution around the airfoil. The pressure changes in the flow direction to the direction of lift. 
along the surface, but it remains essentially constant through the boundary 
layer in a direction normal to the surface. Therefore, it seems reasonable to 
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Stagnation 
points 


(a) Inviscid flow past a symmetrical 
airfoil (zero lift) 


FIGURE 15-40 
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Stagnation 
points 





(b) Inviscid flow past a (c) Actual flow past a 
nonsymmetrical airfoil (zero lift) nonsymmetrical airfoil (positive lift) 


Inviscid (ideal) and actual flow past symmetrical and nonsymmetrical airfoils at zero angle of attack. 


Clockwise 


circulation . 
Counterclockwise 


circulation 







Starting 
vortex 


FIGURE 15-41 

Shortly after a sudden increase in 
angle of attack, a counterclockwise 
starting vortex is shed from the airfoil, 
while clockwise circulation appears 
around the airfoil, causing lift to be 
generated. 


ignore the very thin boundary layer on the airfoil and calculate the pressure 
distribution around the airfoil from the relatively simple potential flow theory 
(zero vorticity, irrotational flow) for which net viscous forces are zero for flow 
past an airfoil. 

The flow fields obtained from such calculations are sketched in Fig. 15—40 
for both symmetrical and nonsymmetrical airfoils by ignoring the thin bound- 
ary layer. At zero angle of attack, the lift produced by the symmetrical airfoil 
is zero, as expected because of symmetry, and the stagnation points are at the 
leading and trailing edges. For the nonsymmetrical airfoil, the front stagnation 
point has moved down below the leading edge, and the rear stagnation point 
has moved up to the upper surface close to the trailing edge. To our surprise, 
the lift produced is calculated again to be zero—a clear contradiction of ex- 
perimental observations and measurements. Obviously, the theory needs to be 
modified to bring it in line with the observed phenomenon. 

The source of inconsistency is the rear stagnation point being at the upper 
surface instead of the trailing edge. This requires the lower side fluid to make 
a nearly U-turn and flow around the trailing edge toward the stagnation point 
while remaining attached to the surface, which is a physical impossibility 
since the observed phenomenon is the separation of flow at sharp turns (imag- 
ine a car attempting to make this turn at high speed). Therefore, if separation 
is to occur at a point (instead of over a region, which may occur at large an- 
gles of attack), it must occur at the trailing edge, and the stagnation point at 
the upper surface must move to the trailing edge. This way the two flow 
streams from the top and the bottom sides of the airfoil meet at the trailing 
edge, yielding a smooth flow downstream parallel to the chord line. Lift is 
generated because the flow velocity at the top surface is higher, and thus the 
pressure on that surface is lower due to the Bernoulli effect. 

The potential flow theory and the observed phenomenon can be reconciled 
as follows: Flow starts out as predicted by theory, with no lift, but the lower 
fluid stream separates at the trailing edge when the velocity reaches a certain 
value. This forces the separated upper fluid stream to close in at the trailing 
edge, initiating clockwise circulation around the airfoil. This clockwise circu- 
lation increases the velocity of the upper stream while decreasing that of the 
lower stream, causing lift. A starting vortex of opposite sign (counterclock- 
wise circulation) is then shed downstream (Fig. 15-41), and smooth stream- 
lined flow is established over the airfoil. When the potential flow theory is 
modified by the addition of an appropriate amount of circulation to move the 
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stagnation point down to the trailing edge, excellent agreement is obtained be- 
tween theory and experiment for both the flow field and the lift. 

Itis desirable for airfoils to generate the most lift while producing the least 
drag. Therefore, a measure of performance for airfoils is the lift-to-drag 
ratio, which is equivalent to the ratio of the lift-to-drag coefficients C,/Cp. 
This information is provided by either plotting C, versus C; for different 
values of the angle of attack (a lift-drag polar) or by plotting the ratio C/C 
versus the angle of attack. The latter is done for a particular airfoil design in 
Fig. 15-42. Note that the C, /C; ratio increases with the angle of attack until 
the airfoil stalls, and the value of the lift-to-drag can be in the order of 100. 

One obvious way to change the lift and drag characteristics of an airfoil is 
to change the angle of attack. On an airplane, for example, the entire plane is 
pitched up to increase lift, since the wings are fixed relative to the fuselage. 
A nother approach is to change the shape of the airfoil by the use of movable 
leading edge and trailing edge flaps, as is commonly done in modern large 
aircraft (Fig. 15-43). The flaps are used to alter the shape of the wings during 
takeoff and landing to maximize lift and to enable the aircraft to land or take 
off at low speeds. The increase in drag during this takeoff and landing is not 
much of a concern because of the relatively short time periods involved. Once 
at cruising altitude, the flaps are retracted, and the wing is returned to its “nor- 
mal” shape with minimal drag coefficient and adequate lift coefficient to min- 
imize fuel consumption while cruising at a constant altitude. Note that even a 
small lift coefficient can generate a large lift force during normal operation 
because of the large cruising velocities of aircraft and the proportionality of 
lift to the square of flow velocity. 

The effects of flaps on the lift and drag coefficients are shown in Fig. 15-44 
for an airfoil. Note that the maximum lift coefficient increases from about 1.5 
for the airfoil with no flaps to 3.5 for the double-slotted flap case. But also 
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FIGURE 15-42 

The variation of the lift-to-drag 

ratio with angle of attack for a 
two-dimensional airfoil (from A bbott, 
von Doenhoff, and Stivers). 


FIGURE 15-43 

The lift and drag characteristics of an 
airfoil during takeoff and landing can 
be changed by changing the shape of 
the airfoil by the use of movable flaps. 
(© Yunus Cengel) 


FIGURE 15-44 

Effect of flaps on the lift and 

drag coefficients of an airfoil (from 
Abbott and von Doenhoff, Ref. 2, 
for NACA 23012), 
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FIGURE 15-45 
A flapped airfoil with a slot 
to increase the lift coefficient. 
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Flap 


note that the maximum drag coefficient increases from about 0.06 for the air- 
foil with no flaps to about 0.3 for the double-slotted flap case. This is a five- 
fold increase in the drag coefficient, and the engines must work much harder 
to provide the necessary thrust to overcome this drag. The angle of attack of 
the flaps can be increased to maximize the lift coefficient. Also, the leading 
and trailing edges extend the chord length, and thus enlarge the wing area A. 
The Boeing 727 uses a triple-slotted flap at the trailing edge and a slot at the 
leading edge. 

The minimum flight velocity can be determined from the requirement that 
the total weight W of the aircraft be equal to lift and C; — C, ,,,,. That is, 


smal 2 sal WwW 
w= Ra 9 Са тах PV iin A => V min нэ pC, me (15-24) 


For a given weight, the landing or takeoff speed can be minimized by maxi- 
mizing the product of the lift coefficient and the wing area, Cz, max A. One way 
of doing that is to use flaps, as already discussed. Another way is to control 
the boundary layer, which can be accomplished simply by leaving flow sec- 
tions (slots) between the flaps, as shown in Fig. 15—45. Slots are used to pre- 
vent the separation of the boundary layer from the upper surface of the wings 
and the flaps. This is done by allowing air to move from the high-pressure re- 
gion under the wing into the low-pressure region at the top surface. Note that 
the lift coefficient reaches its maximum value C; = Cz, max, and thus the flight 
velocity reaches its minimum, at stall conditions, which is a region of unstable 
operation and must be avoided. The Federal Aviation Administration (FAA) 
does not allow operation below 1.2 times the stall speed for safety. 

Another thing we notice from this equation is that the minimum velocity for 
takeoff or landing is inversely proportional to the square root of density. Not- 
ing that air density decreases with altitude (by about 15 percent at 1500 m), 
longer runways are required at airports at higher altitudes such as Denver to 
accommodate higher minimum takeoff and landing velocities. The situation 
becomes even more critical on hot summer days since the density of air is in- 
versely proportional to temperature. 


End Effects of Wing Tips 


For airplane wings and other airfoils of finite size, the end effects at the tips 
become important because of the fluid leakage between the lower and upper 
surfaces. The pressure difference between the lower surface (high-pressure 
region) and the upper surface (low-pressure region) drives the fluid at the tips 
upwards while the fluid is swept toward the back because of the relative 
motion between the fluid and the wing. This results in a swirling motion that 
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spirals along the flow, called the tip vortex, at the tips of both wings. Vortices 
are also formed along the airfoil between the tips of the wings. These distrib- 
uted vortices collect toward the edges after being shed from the trailing edges 
of the wings and combine with the tip vortices to form two streaks of power- 
ful trailing vortices along the tips of the wings (Figs. 15-46 and 15-47). 
Trailing vortices generated by large aircraft continue to exist for a long time 
for long distances (over 10 km) before they gradually disappear due to viscous 
dissipation. Such vortices and the accompanying downdraft are strong enough 
to cause a small aircraft to lose control and flip over. Therefore, following a 
large aircraft closely (within 10 km) poses a real danger for smaller aircraft. In 
nature, this effect is used to advantage by birds that migrate in V-formation by 
utilizing the updraft generated by the bird in front. It has been determined that 
the birds in a typical flock can fly to their destination in V-formation with one- 
third less energy. Military jets also occasionally fly in V-formation for the 
same reason. 

Tip vortices that interact with the free stream impose forces on the wing tips Traili ; FIGURE 18-48 
: et : : a ; railing vortices from a rectangular 
in all directions, including the flow direction. The component of the force in wing with vortex cores leaving the 
the flow direction adds to drag and is called induced drag. The total drag of trailing edge at the tips 
a wing is then the sum of the induced drag (3-D effects) and the drag of the 
airfoil section. 

The ratio of the square of the average span of an airfoil to the planform area 
is call the aspect ratio. For an airfoil with a rectangular planform of chord c 
and span b, itis expressed as 





——— 

eH 

= 
p 


2 2 
me pa 


Therefore, the aspect ratio is a measure of how narrow an airfoil is in the flow 
direction. The lift coefficient of wings, in general, increases while the drag co- 
efficient decreases with increasing aspect ratio. This is because along narrow 
wing (large aspect ratio) has a shorter tip length and thus smaller tip losses and 
smaller induced drag than a short and wide wing of the same planform area. 
Therefore, bodies with large aspect ratios fly more efficiently, but they are less 
maneuverable because of their larger moment of inertia (owing to the greater 
distance from the center). Bodies with smaller aspect ratios maneuver better 
since the wings are closer to the central part. So it is no surprise that fighter 


FIGURE 15-47 

A crop duster flies through smoky air 
to illustrate the tip vortices produced 
at the tips of the wing. (NASA 
Langley Research Center) 
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FIGURE 15-48 

Induced drag is reduced by 

(a) wing tip feathers on bird wings 
and (b) endplates or other disruptions 
on airplane wings. 
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(a) A bird with its wing tip feathers fanned out 


E 





(b) Winglets are used on this sailplane to reduce induced drag. (Courtesy Schempp-H irth) 


planes (and fighter birds like falcons) have short and wide wings while large 
commercial planes (and soaring birds like albatrosses) have long and narrow 
wings. 

The end effects can be minimized by attaching endplates at the tips of the 
wings perpendicular to the top surface. The endplates function by blocking 
some of the leakage around the wing tips, which results in considerable re- 
duction in the strength of thetip vortices and the induced drag. Wing tip feath- 
ers on birds fan out for the same purpose (Fig. 15-48). 

The development of efficient (low-drag) airfoils was the subject of intense 
experimental investigations in the 1930s. These airfoils were standardized by 
the National Advisory Committee for Aeronautics (NACA, which is now 
NASA), and extensive lists of data on lift coefficients were reported. The vari- 
ation of the lift coefficient C, with the angle of attack for two airfoils (NACA 
0012 and NACA 2412) is given in Fig. 15-49. We make the following obser- 
vations from this figure: 


e The lift coefficient increases almost linearly with the angle of attack a, 
reaches a maximum at about a = 16°, and then starts to decrease sharply. 
This decrease of lift with further increase in the angle of attack is called 
stall, and it is caused by flow separation and the formation of a wide 
wake region over the top surface of the airfoil. Stall is highly undesirable 
since it also increases drag. 
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FIGURE 15-49 
The variation of the lift 
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0 | The variation of the drag coefficient 











ч ч 5 12 co of an airfoil with the angle of attack 
Angle of attack, œ (degrees) (from Abbott and von Doenhoff). 


° At zero angle of attack (a = 0°), the lift coefficient is zero for 
symmetrical airfoils but nonzero for nonsymmetrical ones with greater 
curvature at the top surface. Therefore, planes with symmetrical wing 
sections must fly with their wings at higher angles of attack in order to 
produce the same lift. 


e The lift coefficient can be increased by severalfold by adjusting the 
angle of attack (from 0.25 at a = 0° for the nonsymmetrical airfoil to 
1.25 at a = 10°). 


* The drag coefficient also increases with the angle of attack, often 
exponentially (Fig. 15-50). Therefore, large angles of attack should be 
used sparingly for short periods of time for fuel efficiency. 


Lift Generated by Spinning 

You have probably experienced giving a spin to a tennis ball or making a drop 
shot on a tennis or ping-pong ball by giving a fore spin in order to alter the lift 
characteristics and cause the ball to produce a more desirable trajectory and 
bounce of the shot. Golf, soccer, and baseball players also utilize spin in their 


—5-—— 
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Stagnation High velocity, 


low pressure 



































FIGURE 15-51 4 E 
Generation of lift in uniform flow - Е 
through rotation during “idealized” eo 7 ee, 
potential flow (the actual flow high en 
involves flow separation in the 
waste region). (a) Uniform flow over a stationary cylinder (b) Uniform flow over a rotating cylinder 
0.8 
0.6 
J 
à 
U 
0.4 
0.2 
FIGURE 15-52 Re- 70 = 6x104 
The variation of lift and drag цас IMS 
coefficients of a smooth sphere 
with the rate of rotation for 05 1 2 3 1 5 
Ве = VD/v = 6 X 104 (from i 
Goldstein). TOE 


games. The phenomenon of producing lift by the rotation of a solid body is 
called the M agnus effect after the German scientist Heinrich M agnus (1802- 
1870), who was the first to study the lift of rotating bodies, which is illustrated 
in Fig. 15-51. When the ball is not spinning, the lift is zero because of top- 
bottom symmetry. But when the cylinder is rotated about its axis, the cylinder 
drags some fluid around because of the no-slip condition and the flow field re- 
flects the superposition of the spinning and nonspinning flows. The stagnation 
points shift down, and the flow is no longer symmetric about the horizontal 
plane that passes through the center of the cylinder. The average pressure on the 
upper half is less than the average pressure at the lower half because of the 
Bernoulli effect, and thus there is a net upward force (lift) acting on the cylin- 
der. A similar argument can be given for the lift generated on a spinning ball. 

The effect of the rate of rotation on the lift and drag coefficients of a smooth 
sphere is shown in Fig. 15-52. N ote that the lift coefficient strongly depends 


--Ө3--- 
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on the rate of rotation, especially at low angular velocities. The effect of the 
rate of rotation on the drag coefficient is small. Roughness also affects the 
drag and lift coefficients. In a certain range of the Reynolds number, rough- 
ness produces the desirable effect of increasing the lift coefficient while 
decreasing the drag coefficient. Therefore, golf balls with the right amount of 
roughness travel higher and farther than smooth balls for the same hit. 





EXAMPLE 15-5 Lift and Drag of a Commercial Airplane 


A commercial airplane has a total mass of 70,000 kg and a wing planform area 
of 150 m? (Fig. 15-53). The plane has a cruising speed of 558 km/h and a 
cruising altitude of 12,000 m, where the air density is 0.312 kg/m?. The plane 
has double-slotted flaps for use during takeoff and landing, but it cruises with 
all flaps retracted. Assuming the lift and the drag characteristics of the wings 
can be approximated by NACA 23012 (Fig. 15-44), determine (a) the minimum 





150 m2, double-flapped 


safe speed for takeoff and landing with and without extending the flaps, (b) the жт” 
angle of attack to cruise steadily at the cruising altitude, and (c) the power that 558 km/h 12,000 m 
needs to be supplied to provide enough thrust to overcome wing drag. FIGURE 15-53 


Schematic for Example 15-5. 
SOLUTION The cruising conditions of a passenger plane and its wing charac- 
teristics are given. The minimum safe landing and takeoff speeds, the angle of 
attack during cruising, and the power required are to be determined. 
Assumptions 1 The drag and lift produced by parts of the plane other than the 
wings, such as the fuselage drag, are not considered. 2 The wings are assumed 
to be two-dimensional airfoil sections, and the tip effects of the wings are not 
considered. 3 The lift and the drag characteristics of the wings can be approxi- 
mated by NACA 23012 so that Fig. 15-44 is applicable. 4 The average density 
of air on the ground is 1.20 kg/m?. 

Properties The densities of air are 1.20 kg/m? on the ground and 0.312 kg/m? 
at cruising altitude. The maximum lift coefficients C}, max of the wings are 3.48 
and 1.52 with and without flaps, respectively (Fig. 15-44). 

Analysis (a) The weight and cruising speed of the airplane are 








1N 
= = D гн 
W = mg = (70,000 kg)(9.81 m/s ( Ese Lu] 686,700 N 
= 1m/s |. 
V = (558 kmin( ee тА. = 155 m/s 
The minimum velocity corresponding to the stall conditions without and with 
flaps are 
2W 2(686,700 N) 1 kg - m/s? 
и 1. maiÁ — ҮГ (12 Кв/т (1.52) (150 zl Ne: 








2W 2(686,700 N) ( kg - =) 
V xin? = = = 46. 
no Vz men m kg/m )3.48)(150m)\ IN са 
Then the “safe” minimum velocities to avoid the stall region are obtained by 


multiplying the values above by 1.2: 


Without flaps: Vpn, ate = 1-2V min 1 = 1.2 X (70.9 m/s) = 85.1 m/s = 306 km/h 
With flaps: Уыз а = 129 pin > = 1.2 X (46.8 m/s) = 56.2 m/s = 202 km/h 





-6- 





698 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 





FIGURE 15-54 
Schematic for Example 15-6. 


ESO 2 — (0.03)(150 m2) 
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since 1 m/s = 3.6 km/h. Note that the use of flaps allows the plane to take off 
and land at considerably lower velocities, and thus on a shorter runway. 

(b) When an aircraft is cruising steadily at a constant altitude, the lift must be 
equal to the weight of the aircraft, F, = W. Then the lift coefficient is deter- 
mined to be 





C, 





F, 686,700 N ( kg: 2) 
lpV?A  1(0.312 kg/m5)(155 m/s (150 m?) 


For the case of no flaps, the angle of attack corresponding to this value of C, is 
determined from Fig. 15-44 to be a = 10°. 


(c) When the aircraft is cruising steadily at a constant altitude, the net force 
acting on the aircraft is zero, and thus thrust provided by the engines must be 
equal to the drag force. The drag coefficient corresponding to the cruising lift 
coefficient of 1.22 is determined from Fig. 15-44 to be Cp ~ 0.03. Then the 
drag force acting on the wings becomes 


y (0.312 kg/m3)(155 m/s? IKN 
2 1000 kg - m/s 


Noting that power is force times velocity (distance per unit time), the power re- 
quired to overcome this drag is equal to the thrust times the cruising velocity: 


1 КУ 





; —16.9 kN 


Power = Thrust X Velocity = FpV = (16.9 kN)(155 20-23 - 2620 КУУ 


1kN- m/s 


Therefore, the engines must supply 2620 kW of power to overcome the drag 
during cruising. For a propulsion efficiency of 30 percent (i.e., 30 percent of 
the energy of the fuel is utilized to propel the aircraft), the plane requires en- 
ergy input at a rate of 8733 kJ/s. 

Discussion The power determined above is the power to overcome the drag 
that acts on the wings only and does not include the drag that acts on the re- 
maining parts of the aircraft (the fuselage, the tail, etc.). Therefore, the total 
power required during cruising will be much greater. Also, it does not consider 
induced drag which can be dominant during takeoff when the angle of attack is 
high (Fig. 15-44 is for a 2-D airfoil, and does not include 3-D effects). 








EXAMPLE 15-6 Effect of Spin on a Tennis Ball 


A tennis ball with a mass of 0.125 Ibm and a diameter of 2.52 in is hit at 45 
mph with a backspin of 4800 rpm (Fig. 15-54). Determine if the ball will fall 
or rise under the combined effect of gravity and lift due to spinning shortly af- 
ter being hit in air at 1 atm and 80°F. 


SOLUTION A tennis ball is hit with a backspin. It is to be determined whether 
the ball will fall or rise after being hit. 

Assumptions 1 The surfaces of the ball are smooth enough for Fig. 15-52 to be 
applicable. 2 The ball is hit horizontally so that it starts its motion horizontally. 
Properties The density and kinematic viscosity of air at 1 atm and 80°F are 
p — 0.07350 Ibm/ft? and v = 0.6110 ft?/h = (Table A-22E). 
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Analysis The ball is hit horizontally, and thus it would normally fall under the 
effect of gravity without the spin. The backspin generates a lift, and the ball will 
rise if the lift is greater than the weight of the ball. The lift can be determined 
from 
pv? 

F, = CLA EM 
where A is the frontal area of the ball, which is A — zD?/4. The translational 
and angular velocities of the ball are 


Y = (45 mi 280 ny Е: ) ЕСС 





lmi /\3600 s 








о = (4800 revimin) 27 aa) min) = 502 rad/s 


Then, 


wD _ (502 rad/s)(2.52/12 ft) _ 
2y — 2(66 ft/s) шэг 


From Fig. 15-52, the lift coefficient corresponding to this value is C, = 0.21. 
Then the lift acting on the ball is 





7(2.52/12 ft)? (0.0735 lbm/ft*)(66 ft/s)? 1 lbf 
F, = (0.21) En 2 SoG IRE) 0.036 Ibf 
The weight of the ball is 
W = mg = (0.125 Ibm)(32.2 rust{ UBL) — 0.125 Ibf 
32.2 Ibm - ft/s? 


which is more than the lift. Therefore, the ball will drop under the combined ef- 
fect of gravity and lift due to spinning after hitting with a net force of 0.125 — 
0.036 = 0.089 Ibf. 

Discussion This example shows that the ball can be hit much farther by giving 
it a backspin. Note that a topspin has the opposite effect (negative lift) and 
speeds up the drop of the ball to the ground. Also, the Reynolds number for this 
problem is 8 x 10^, which is sufficiently close to the 6 x 10^ for which Fig. 
15-52 is prepared. 








SUMMARY 


In this chapter, we studied flow of fluids over immersed bodies 
with emphasis on the resulting lift and drag forces. A fluid may 
exert forces and moments on a body in and about various di- 
rections. The force a flowing fluid exerts on a body in the flow 
direction is called drag. The components of the pressure and 
wall shear forces in the normal direction to flow tend to move 
the body in that direction and are called lift. The part of drag 
that is due directly to wall shear stress 7,, is called the skin fric- 
tion drag since it is caused by frictional effects, and the part 


that is due directly to pressure P is called the pressure drag or 
form drag because of its strong dependence on the form or 
shape of the body. 

The drag coefficient Cp and the lift coefficient C, are di- 
mensionless numbers that represent the drag and the lift char- 
acteristics of a body and are defined as 


Fp F; 
эс and С. = 1 
2 рҮ?А 2 pV^A 








Cp 


—— 
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where A is usually the frontal area (the area projected on a 
plane normal to the direction of flow) of the body. For plates 
and airfoils, A is taken to be the planform area, which is the 
area that would be seen by a person looking at the body from 
above in a direction normal to the body. The drag coefficient, 
in general, depends on the Reynolds number, especially for 
Reynolds numbers below 10^. At higher Reynolds numbers, 
the drag coefficients for most geometries remain essentially 
constant. 

A body is said to be streamlined if a conscious effort is made 
to align its shape with the anticipated streamlines in the flow in 
order to reduce drag. Otherwise, a body (such as a building) 
tends to block the flow and is said to be blunt or bluff. At suf- 
ficiently high velocities, the fluid stream detaches itself from 
the surface of the body. This is called flow separation. Whena 
fluid stream separates from the body, it forms a separated re- 
gion between the body and the fluid stream. Separation also 
may occur on a streamlined body such as an airplane wing at a 
sufficiently large angle of attack, which is the angle the incom- 
ing fluid stream makes with the chord (the line that connects 
the nose and the end) of the body. Flow separation on the top 
surface of a wing reduces lift drastically and may cause the air- 
plane to stall. 

The region of flow above a surface bounded by 8, in which 
the effects of the viscous shearing forces caused by fluid vis- 
cosity are felt is called the velocity boundary layer or just the 
boundary layer. The thickness of the boundary layer, à, is de- 
fined as the distance from the surface at which the velocity is 
0.99“. Т he hypothetical line of velocity 0.99*// divides the flow 
over a plate into two regions: the boundary layer region, in 
which the viscous effects and the velocity changes are signifi- 
cant, and the irrotational outer flow region, in which the fric- 
tional effects are negligible and the velocity remains essentially 
constant. 

For external flow, the Reynolds number is expressed as 


рҮ VL 
RS ere 


where ‘Vis the upstream velocity and L is the characteristic 
length of the geometry, which is the length of the plate in the 
flow direction for a flat plate and the diameter D for a cylinder 
or sphere. The average friction coefficients over an entire flat 
plate are 








Laminar flow: С; = Lxx Re «5x10 
Re 
Turbulent flow: С; = ст 5x 10°<Re x 107 
L 


—— 


The first relation gives the average friction coefficient for the 
entire plate when the flow is laminar over the entire plate. For 
a critical Reynolds number of Re, = 5 x 105, the average fric- 
tion coefficient over an entire flat plate is 


_ 0.074 1722 


~ Res Re, 





C; 5x 105 —Re, — 107 


A curve fit of experimental data for the average friction coeffi- 
cient in this regime is 


-25 
Rough surface: С, = (19 — 1.62 log | 


where s is the surface roughness and L is the length of the plate 
in the flow direction. In the absence of a better relation, the re- 
lation above can be used for turbulent flow on rough surfaces 
for Re > 10°, especially when s/L > 1074. 

Surface roughness, in general, increases the drag coefficient 
in turbulent flow. For blunt bodies such as a circular cylinder or 
sphere, however, an increase in the surface roughness may de- 
crease the drag coefficient. This is done by tripping the flow 
into turbulence at a lower Reynolds number, and thus causing 
the fluid to close in behind the body, narrowing the wake and 
reducing pressure drag considerably. It is desirable for airfoils 
to generate the most lift while producing the least drag. T here- 
fore, a measure of performance for airfoils is the lift-to-drag 
ratio, C, /Cp. 

The minimum flight velocity of an aircraft can be deter- 


mined from 
2W 
Vmin = 1| -үх 
"n PCL max A 


For a given weight, the landing or takeoff speed can be mini- 
mized by maximizing the product of the lift coefficient and the 
wing area, C, max A. For airplane wings and other airfoils of fi- 
nite size, the pressure difference between the lower and the up- 
per surfaces drives the fluid at the tips upward. This results in 
a swirling motion that spirals along the flow, called the tip vor- 
tex. Tip vortices that interact with the free stream impose 
forces on the wing tips in all directions, including the flow di- 
rection. The component of the force in the flow direction adds 
to drag and is called induced drag. The total drag of a wing is 
then the sum of the induced drag (3-D effects) and the drag of 
the airfoil section. It is observed that lift develops when a 
cylinder or sphere in flow is rotated at a sufficiently high rate. 
The phenomenon of producing lift by the rotation of a solid 
body is called the M agnus effect. 
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PROBLEMS* 


Drag, Lift, and Drag Coefficients of Common Geometries 


15-1C Explain when an external flow is two-dimensional, 
three-dimensional, and axisymmetric. What type of flow is the 
flow of air over a car? 


15-2C  Whatis the difference between the upstream velocity 
and the free-stream velocity? For what types of flow are these 
two velocities equal to each other? 


15-3C What is the difference between streamlined and blunt 
bodies? Is a tennis ball a streamlined or blunt body? 


15-4C What is cavitation? Under what conditions does it oc- 
cur? Why do we try to avoid cavitation? 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


15-5C What is drag? What causes it? Why do we usually try 
to minimize it? 

15-6C What is lift? What causes it? Does wall shear con- 
tribute to the lift? 


15-7C During flow over a given body, the drag force, the up- 
stream velocity, and the fluid density are measured. Explain 
how you would determine the drag coefficient. What area 
would you use in calculations? 


15-8C During flow over a given slender body such as a 
wing, the lift force, the upstream velocity, and the fluid density 
are measured. Explain how you would determine the lift coef- 
ficient. What area would you use in calculations? 


15-9C Define frontal area of a body subjected to external 
flow. When is it appropriate to use the frontal area in drag and 
lift calculations? 


15-10C Define planform area of a body subjected to external 
flow. When is it appropriate to use the planform area in drag 
and lift calculations? 


15-11C What is terminal velocity? How is it determined? 


—— 
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15-12C What is the difference between skin friction drag 
and pressure drag? Which is usually more significant for slen- 
der bodies such as airfoils? 


15-13C What is the effect of surface roughness on the fric- 
tion drag coefficient in laminar and turbulent flows? 


15-14C In general, how does the drag coefficient vary with 
the Reynolds number at (a) low and moderate Reynolds num- 
bers and (b) at high Reynolds numbers (Re > 10*)? 


15-15C  Fairings are attached to the front and back of a cylin- 
drical body to make it look like an airfoil. What is the effect of 
this modification on the (a) friction drag, (b) pressure drag, and 
(c) total drag? Assume the Reynolds number is high enough so 
that the flow is turbulent for both cases. 


y Fairings 


Cylinder 
FIGURE P15-15C 


15-16C What is the effect of streamlining on (a) friction 
drag and (b) pressure drag? Does the total drag acting on a 
body necessarily decrease as a result of streamlining? Explain. 


15-17C What is flow separation? What causes it? What is 
the effect of flow separation on the drag coefficient? 


15-18C What is drafting? How does it affect the drag coeffi- 
cient of the drafted body? 


15-19C Which car is more likely to be more fuel-efficient: 
the one with sharp corners or the one that is contoured to re- 
semble an ellipse? Why? 


15-20С Which bicyclist is more likely to go faster: the one 
who keeps his head and his body in the most upright position 
or the one who leans down and brings his body closer to his 
knees? Why? 


15-21 The drag coefficient of a car at the design conditions 
of 1 atm, 25°C, and 90 km/h is to be determined experimentally 
in a large wind tunnel in a full-scale testing. The height and 
width of the car are 1.40 m and 1.65 m, respectively. If the hor- 
izontal force acting on the car is measured to be 300 N, deter- 
mine the total drag coefficient of this car. Answer: 0.35 


15-22 Acar is moving at a constant velocity of 80 km/h. De- 
termine the upstream velocity to be used in fluid flow analysis 
if (a) the air is calm, (b) wind is blowing against the direction 
of motion of the car at 30 km/h, and (c) wind is blowing in the 
same direction of motion of the car at 50 km/h. 


15-23 The resultant of the pressure and wall shear forces act- 
ing on a body is measured to be 700 N, making 35° with the 


-Ф- 


direction of flow. Determine the drag and the lift forces acting 
on the body. 


Fp = 700 N 


— 35? 


FIGURE P15-23 


15-24 During a high Reynolds number experiment, the total 
drag force acting on a spherical body of diameter D — 12 cm 
subjected to air flow at 1 atm and 5?C is measured to be 5.2 N. 
The pressure drag acting on the body is calculated by integrat- 
ing the pressure distribution (measured by the use of pressure 
sensors throughout the surface) to be 4.9 N. Determine the fric- 
tion drag coefficient of the sphere. 

Answer: 0.0115 


15-25E To reduce the drag coefficient and thus to improve 
the fuel efficiency, the frontal area of a car is to be reduced. De- 
termine the amount of fuel and money saved per year as a re- 
sult of reducing the frontal area from 18 ft? to 15 f?. Assume 
the car is driven 12,000 miles a year at an average speed of 
55 mph. Take the density and price of gasoline to be 50 Ibm/ft? 
and $2.20/gal, respectively; the density of air to be 0.075 
Ibm/ft?, the heating value of gasoline to be 20,000 Btu/Ibm; 
and the overall efficiency of the engine to be 32 percent. 


15-26E Reconsider Prob. 15-25E. Using EES (or 

= other) software, investigate the effect of frontal 
area on the annual fuel consumption of the car. Let the frontal 
area vary from 10 to 30 ft? in increments of 2 ft?. Tabulate and 
plot the results. 


15-27 (a > A circular stop sign has a diameter of 50 cm and 

< is subjected to winds up to 150 km/h at 10°C 
and 100 kPa. Determine the drag force acting on the sign. Also 
determine the bending moment at the bottom of its pole whose 
height from the ground to the bottom of the sign is 1.5 m. Dis- 
regard the drag on the pole. 


150 km/h SMOR 


FIGURE P15-27 


15-28E Wind loading is a primary consideration in the de- 
sign of the supporting mechanisms of billboards, as evidenced 
by many billboards being knocked down during high winds. 
Determine the wind force acting on an 8-ft-high 20-ft-wide 
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billboard due to 90-mph winds in the normal direction when 
the atmospheric conditions are 14.3 psia and 40°F. 
Answer: 6684 Ibf 


15-29 Advertisement signs are commonly carried by taxi- 
cabs for additional income, but they also increase the fuel cost. 
Consider a sign that consists of a 0.30-m-high, 0.9-m-wide, 
and 0.9-m-long rectangular block mounted on top of a taxicab 
such that the sign has a frontal area of 0.3 m by 0.9 m from all 
four sides. Determine the increase in the annual fuel cost of 
this taxicab due to this sign. Assume the taxicab is driven 
60,000 km a year at an average speed of 50 km/h and the over- 
all efficiency of the engine is 28 percent. Take the density, unit 
price, and heating value of gasoline to be 0.75 kg/L, $0.50/L, 
and 42,000 kJ/kg, respectively, and the density of air to be 1.25 


kg/m. 
ZTN 


























FIGURE P15-29 


15-30 Itis proposed to meet the water needs of a recreational 
vehicle (RV) by installing a 2-m-long, 0.5-m-diameter cylin- 
drical tank on top of the vehicle. Determine the additional 
power requirement of the RV at a speed of 95 km/h when the 
tank is installed such that its circular surfaces face (a) the front 
and back and (b) the sides of the RV. Assume atmospheric con- 
ditions are 87 kPa and 20°C. Answers: (a) 1.67 kW, (b) 7.55 kW 














FIGURE P15-30 


15-31E At highway speeds, the power generated by car en- 
gines is mostly used to overcome aerodynamic drag, and thus 
the fuel consumption is nearly proportional to the drag force on 
a level road. Determine the percentage increase in fuel con- 
sumption of a car per unit time when a person who normally 
drives at 55 mph now starts driving at 75 mph. 


15-32 A 4-mm-diameter plastic sphere whose density is 
1150 kg/m? is dropped into water at 20°C. Determine the ter- 
minal velocity of the sphere in water. 


15-33 During major windstorms, high vehicles such as RVs 
and semitrucks may be thrown off the road and boxcars off 
their tracks, especially when they are empty and in open areas. 
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Consider a 5000-kg semitruck that is 8 m long, 2 m high, and 2 
m wide. The distance between the bottom of the truck and 
the road is 0.75 m. Now the truck is exposed to winds from its 
side surface. Determine the wind velocity that will tip the truck 
over to its side. Take the air density to be 1.1 kg/m?. 






5000 kg 2m 


VA 





ug ———— 


0.75 т-/ 
FIGURE P15—33 


15-34 An 80-kg bicyclist is riding his 15-kg bicycle down- 
hill on a road with a slope of 12° without pedaling or breaking. 
The bicyclist has a frontal area of 0.45 m? and a drag coeffi- 
cient of 1.1 in the upright position, and a frontal area of 0.4 m? 
and a drag coefficient of 0.9 in the racing position. Disregard- 
ing the rolling resistance and friction at the bearings, determine 
the terminal velocity of the bicyclist for both positions. Take 
the air density to be 1.25 kg/m?. | Answers: 90 km/h, 106 km/h 


15-35 A wind turbine with two or four hollow hemispherical 
cups connected to a pivot is commonly used to measure wind 
speed. Consider a wind turbine with two 8-cm-diameter cups 
with a center-to-center distance of 25 cm, as shown in the fig- 
ure. The pivot is stuck as a result of some malfunction, and the 
cups stopped rotating. For a wind speed of 15 m/s and air den- 
sity of 1.25 kg/m?, determine the maximum torque this turbine 
applies on the pivot. 


ш 
эвт 
шог 


FIGURE P15-35 


15-36 Reconsider Prob. 15—35. Using EES (or other) 

= software, investigate the effect of wind speed оп 
the torque applied on the pivot. Let the wind speed vary from 0 
to 50 m/s in increments of 5 m/s. Tabulate and plot the results. 


15-37E A 5-ft-diameter spherical tank completely sub- 
merged in fresh water is being towed by a ship at 12 ft/s. As- 
suming turbulent flow, determine the required towing power. 


15-38 During steady motion of a vehicle on a level road, the 
power delivered to the wheels is used to overcome aerody- 
namic drag and rolling resistance (the product of the rolling re- 
sistance coefficient and the weight of the vehicle), assuming 
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the friction at the bearings of the wheels is negligible. Consider 
a car that has a total mass of 950 kg, a drag coefficient of 0.32, 
a frontal area of 1.8 m?, and a rolling resistance coefficient of 
0.04. The maximum power the engine can deliver to the wheels 
is 80 kW. Determine (a) the speed at which the rolling resis- 
tance is equal to the aerodynamic drag force and (b) the maxi- 
mum speed of this car. Take the air density to be 1.20 kg/m?. 


15-39 Sy Reconsider Prob. 15-38. Using EES (or other) 

«e software, investigate the effect of car speed on 
the required power to overcome (a) rolling resistance, (b) the 
aerodynamic drag, and (c) their combined effect. Let the car 
speed vary from 0 to 150 km/h in increments of 15 km/h. Tab- 
ulate and plot the results. 


15-40 A submarine can be treated as an ellipsoid with a di- 
ameter of 5 m and a length of 25 m. Determine the power re- 
quired for this submarine to cruise horizontally and steadily at 
40 km/h in seawater whose density is 1025 kg/m?. Also deter- 
mine the power required to tow this submarine in air whose 
density is 1.30 kg/m?. Assume the flow is turbulent in both 


Cases. 
m 


FIGURE P15-40 


15-41 An 0.80-m-diameter, 1.2-m-high garbage can is found 
in the morning tipped over due to high winds during the night. 
Assuming the average density of the garbage inside to be 150 
kg/m? and and taking the air density to be 1.25 kg/m?, estimate 
the wind velocity during the night when the can was tipped 
over. Take the drag coefficient of the can to be 0.7. — Answer: 
186 km/h 


15-42E The drag coefficient of a vehicle increases when its 
windows are rolled down or its sunroof is opened. A sports car 
has a frontal area of 18 ft? and a drag coefficient of 0.32 when 
the windows and sunroof are closed. The drag coefficient in- 


Sunroof 









Sunroof 
open 


Cp =0.41 
FIGURE P15-42E 
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creases to 0.41 when the sunroof is open. Determine the addi- 
tional power consumption of the car when the sunroof is 
opened at (a) 35 mph and (b) 70 mph. Take the density of air to 
be 0.075 Ibm/ft?. 


Flow over Flat Plates 


15-43C What fluid property is responsible for the develop- 
ment of the velocity boundary layer? For what kind of fluids 
will there be no velocity boundary layer on a flat plate? 


15-44C What does the friction coefficient represent in flow 
over a flat plate? How is it related to the drag force acting on 
the plate? 


15-45C Consider laminar flow over a flat plate. Will the fric- 
tion coefficient change with position? 


15-46C How is the average friction coefficient determined 
in flow over a flat plate? 


15-47E Light oil at 75°F flows over a 15-ft-long flat plate 
with a free-stream velocity of 6 ft/s. Determine the total drag 
force per unit width of the plate. 


15-48 The local atmospheric pressure in Denver, Colorado 
(elevation 1610 m), is 83.4 kPa. Air at this pressure and at 
25°C flows with a velocity of 6 m/s over a 2.5-m x 8-m flat 
plate. Determine the drag force acting on the top surface of the 
plate if the air flows parallel to the (a) 8-m-long side and 
(b) the 2.5-m-long side. 


15-49 During a winter day, wind at 55 km/h and 5°C is blow- 
ing parallel to a 4-m-high and 10-m-long wall of a house. A s- 
suming the wall surfaces to be smooth, determine the drag 
force acting on the wall. What would your answer be if the 
wind velocity has doubled? Answers: 16 N, 58 N 






Air = W 4m 
РЕ = 
55 km/h 











10m 


FIGURE P15-49 


15-50E «c Air at 70°F flows over a 10-ft-long flat plate at 

25 ft/s. Determine the local friction coefficient 
at intervals of 1 ft and plot the results against the distance from 
the leading edge. 


15-51 The forming section of a plastics plant puts out a con- 
tinuous sheet of plastic that is 1.2 m wide and 2 mm thick at a 
rate of 15 m/min. The sheet is subjected to air flow at a veloc- 
ity of 3 m/s on both sides along its surfaces normal to the di- 
rection of motion of the sheet. The width of the air cooling 
section is such that a fixed point on the plastic sheet passes 
through that section in 2 s. U sing properties of air at 1 atm and 
60°C, determine the drag force the air exerts on the plastic 
sheet in the direction of airflow. 
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15 m/min 


FIGURE P15-51 


15-52 The top surface of the passenger car of a train moving 
at a velocity of 70 km/h is 3.2 m wide and 8 m long. If the out- 
doors air is at 1 atm and 25°C, determine the drag force acting 
on the top surface of the car. 


Air 
25°C 





70 km/h 





FIGURE P15-52 


15-53 The weight of a thin flat plate 50 cm X 50 cm in size 
is balanced by a counterweight that has a mass of 2 kg, as 
shown in the figure. Now a fan is turned on, and air at 1 atm 
and 25?C flows downward over both surfaces of the plate with 
a free-stream velocity of 10 m/s. Determine the mass of the 
counterweight that needs to be added in order to balance the 
plate in this case. 


Air 
25°C, 10 m/s 








FIGURE P1553 


15-54 Consider laminar flow of a fluid over a flat plate. Now 
the free-stream velocity of the fluid is doubled. Determine the 
change in the drag force on the plate. Assume the flow to re- 
main laminar. Answer: A 2.83-fold increase 


15-55E Consider a refrigeration truck traveling at 65 mph at 
a location where the air temperature is at 1 atm and 80°F. The 
refrigerated compartment of the truck can be considered to be 


—— 


705 
CHAPTER 15 


a 9-ft-wide, 8-ft-high, and 20-ft-long rectangular box. Assum- 
ing the airflow over the entire outer surface to be turbulent, de- 
termine the drag force acting on the top and side surfaces and 
the power required to overcome this drag. 


Air, 80°F 
V = 65 mph 


20 ft 






Refrigeration 
8 ft truck 

















FIGURE P15—55E 


15-56E Reconsider Prob. 15-55E. Using EES (or 

= other) software, investigate the effect of truck 
speed on the total drag force acting on the top and side sur- 
faces, and the power required to overcome it. Let the truck 
speed vary from 0 to 100 mph in increments of 10 mph. Tabu- 
late and plot the results. 


15-57 Air at 25°C and 1 atm is flowing over a long flat plate 
with a velocity of 8 m/s. Determine the distance from the lead- 
ing edge of the plate where the flow becomes turbulent, and the 
thickness of the boundary layer at that location. 


15-58 Repeat Prob. 15—57 for water. 


Flow Across Cylinders and Spheres 


15-59C In flow over cylinders, why does the drag coefficient 
suddenly drop when the flow becomes turbulent? Isn't turbu- 
lence supposed to increase the drag coefficient instead of de- 
creasing it? 


15-60C In flow over blunt bodies such as a cylinder, how 
does the pressure drag differ from the friction drag? 


15-61C Why is flow separation in flow over cylinders de- 
layed in turbulent flow? 


15-62E A 1.2-in-outer-diameter pipe is to cross a river at a 
105-ft-wide section while being completely immersed in water. 
The average flow velocity of water is 10 ft/s, and the water 
temperature is 70°F. Determine the drag force exerted on the 
pipe by the river. Answer: 1320 Ibf 


15-63 A long 8-cm-diameter steam pipe passes through 
some area open to the winds. Determine the drag force acting 
on the pipe per unit of its length when the air is at 1 atm and 
5°C and the wind is blowing across the pipe at a velocity of 
50 km/h. 


15-64E A person extends his uncovered arms into the windy 
air outside at 1 atm and 60?F and 20 mph in order to feel nature 
closely. Treating the arm as a 2-ft-long and 3-in-diameter cylin- 
der, determine the drag force on both arms. Answer: 1.02 lbf 
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Air 
60°F, 20 mph 





FIGURE P15-64E 


15-65 A 6-mm-diameter electrical transmission line is ex- 
posed to windy air. Determine the drag force exerted on a 120- 
m-long section of the wire during a windy day when the air is 
at 1 atm and 15°C and the wind is blowing across the transmis- 
sion line at 40 km/h. 


15-66 Consider 0.8-cm-diameter hail that is falling freely in 
atmospheric air at 1 atm and 5°C. Determine the terminal ve- 
locity of the hail. Take the density of hail to be 910 kg/m?. 


15-67 A 0.1-mm-diameter dust particle whose density is 
2.1 g/cm? is observed to be suspended in the air at 1 atm and 
25°C at a fixed point. Estimate the updraft velocity of air mo- 
tion at that location. Assume the Stokes law to be applicable. Is 
this a valid assumption? Answer: 0.62 m/s 


15-68 Dust particles of diameter 0.05 mm and density 
1.8 g/cm? are unsettled during high winds and rise to a height 
of 350 m by the time things calm down. Estimate how long it 
will take for the dust particles to fall back to the ground in air 
at 1 atm and 15°C, and their velocity. Disregard the initial 
transient period during which the dust particles accelerate to 
their terminal velocity, and assume Stokes law to be applicable. 


15-69 A 2-m-long, 0.2-m-diameter cylindrical pine log 
Фу (density — 513 kg/m?) is suspended by a crane 





0. 
FIGURE P15-69 


io 
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in the horizontal position. The log is subjected to normal winds 
of 40 km/h at 5°C and 88 kPa. Disregarding the weight of the 
cable and its drag, determine the angle 0 the cable will make 
with the horizontal and the tension on the cable. 


15-70 One of the popular demonstrations in science muse- 
ums involves the suspension of a ping-pong ball by an upward 
air jet. Children are amused by the ball always coming back to 
the center when it is pushed by a finger to the side of the jet. 
Explain this phenomenon using the Bernoulli equation. Also 
determine the velocity of air if the ball has a mass of 2.6 g and 
a diameter of 3.8 cm. Assume air is at 1 atm and 25?C. 


FIGURE P15-70 


Lift 


15-71C Why is the contribution of viscous effects to lift 
usually negligible for airfoils? 


15-72C Air is flowing past a symmetrical airfoil at zero an- 
gle of attack. Will the (a) lift and (b) drag acting on the airfoil 
be zero or nonzero? 


15-73C Air is flowing past a nonsymmetrical airfoil at zero 
angle of attack. Will the (a) lift and (5) drag acting on the air- 
foil be zero or nonzero? 


15-74C Air is flowing past a symmetrical airfoil at an angle 
of attack of 5°. Will the (a) lift and (b) drag acting on the airfoil 
be zero or nonzero? 


15-75C What is stall? What causes an airfoil to stall? Why 
are commercial aircraft not allowed to fly at conditions near 
stall? 


15-76C Both the lift and the drag of an airfoil increase with 
an increase in the angle of attack. In general, which increases 
at a much higher rate, the lift or the drag? 


15-77C Why are flaps used at the leading and trailing edges 
of the wings of large aircraft during takeoff and landing? Can 
an aircraft take off or land without them? 


15-78C How do the flaps affect the lift and the drag of the 
wings? 
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15-79C What is the effect of wing tip vortices (the air circu- 
lation from the lower part of the wings to the upper part) on the 
drag and the lift? 


15-80C What is induced drag on wings? Can induced drag 
be minimized by using long and narrow wings or short and 
wide wings? 


15-81C Airis flowing past a spherical ball. Will the lift ex- 
erted on the ball be zero or nonzero? Answer the same question 
if the ball is spinning. 


15-82 A tennis ball with a mass of 57 g and a diameter of 
6.4 cm is hit with an initial velocity of 92 km/h and a backspin 
of 4200 rpm. Determine if the ball will fall or rise under the 
combined effect of gravity and lift due to spinning shortly after 
hitting. Assume air is at 1 atm and 25°C. 





FIGURE P15-82 


15-83 Consider an aircraft, which takes off at 190 km/h 
when it is fully loaded. If the weight of the aircraft is increased 
by 20 percent as a result of overloading, determine the speed at 
which the overloaded aircraft will take off. Answer: 208 km/h 


15-84 Consider an airplane whose takeoff speed is 220 km/h 
and that takes 15 s to take off at sea level. For an airport at an 
elevation of 1600 m (such as Denver), determine (a) the take- 
off speed, (5) the takeoff time, and (c) the additional runway 
length required for this airplane. Assume constant acceleration 
for both cases. 


220 km/h 
eee 





FIGURE P15-84 


15-85E An airplane is consuming fuel at a rate of 5 gal/min 
when cruising at a constant altitude of 10,000 ft at constant 
speed. Assuming the drag coefficient to remain the same, 
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determine the rate of fuel consumption at an altitude of 30,000 ft 
at the same speed. 


15-86 A jumbo jet airplane has a mass of about 400,000 kg 
when fully loaded with over 400 passengers and takes off at a 
speed of 250 km/h. Determine the takeoff speed when the air- 
plane has 100 empty seats. Assume each passenger with lug- 
gage is 140 kg and the wing and flap settings are maintained 
the same. Answer: 246 km/h 


15-87 Reconsider Prob. 15-86. Using EES (or other) 

== software, investigate the effect of passenger 
count on the takeoff speed of the aircraft. Let the number of 
passengers vary from 0 to 500 in increments of 50. Tabulate 
and plot the results. 


15-88 A small aircraft has a wing area of 30 m?, a lift coeffi- 
cient of 0.45 at takeoff settings, and a total mass of 2800 kg. 
Determine (a) the takeoff speed of this aircraft at sea level at 
standard atmospheric conditions, (b) the wing loading, and 
(c) the required power to maintain a constant cruising speed of 
300 km/h for a cruising drag coefficient of 0.035. 


С, = 0.45 





FIGURE P15-88 


15-89 A small airplane has a total mass of 1800 kg and a 
wing area of 42 m?. Determine the lift and drag coefficients of 
this airplane while cruising at an altitude of 4000 m at a con- 
stant speed of 280 km/h and generating 190 kW of power. 


15-90 The NACA 64(1)-412 airfoil has a lift-to-drag ratio of 
50 at 0? angle of attack, as shown in Fig. 15-42. At what angle 
of attack will this ratio increase to 80? 


15-91 Consider a light plane that has a total weight of 
15,000 N and a wing area of 46 n? and whose wings resemble 
the NACA 23012 airfoil with no flaps. Using data from 
Fig. 15-44, determine the takeoff speed at an angle of attack of 
5? at sea level. Also determine the stall speed. 

Answer: 94 km/h 


15-92 (a P. An airplane has a mass of 50,000 kg, a wing 

«&S^ area of 300 m?, a maximum lift coefficient of 
3.2, and a cruising drag coefficient of 0.03 at an altitude of 
12,000 m. Determine (a) the takeoff speed at sea level, assum- 
ing it is 20 percent over the stall speed, and (5) the thrust that 
the engines must deliver for a cruising speed of 700 km/h. 


15-93E  A2.-in-diameter smooth ball rotating at 500 rpm is 
dropped in a water stream at 60°F flowing at 4 ft/s. Determine 
the lift and the drag force acting on the ball when it is first 
dropped in water. 
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Review Problems 


15-94 An automotive engine can be approximated as a 
0.4-m-high, 0.60-m-wide, and 0.7-m-long rectangular block. 
The ambient air is at 1 atm and 15°C. Determine the drag force 
acting on the bottom surface of the engine block as the car trav- 
els at a velocity of 85 km/h. Assume the flow to be turbulent 
over the entire surface because of the constant agitation of the 
engine block. Answer: 0.65 N 





FIGURE P15-94 


15-95 Calculate the thickness of the boundary layer 

Ew during flow over a 2.5-m-long flat plate at inter- 
vals of 25 cm and plot the boundary layer over the plate for the 
flow of (a) air, (b) water, and (c) engine oil at 1 atm and 20°C 
at an upstream velocity of 3 m/s. 


15-96E The passenger compartment of a minivan traveling 
at 60 mph in ambient air at 1 atm and 80°F can be modeled as 
a 3.2-ft-high, 6-ft-wide, and 11-ft-long rectangular box. The air 
flow over the exterior surfaces can be assumed to be turbulent 
because of the intense vibrations involved. Determine the drag 
force acting on the top and the two side surfaces of the van and 
the power required to overcome it. 





FIGURE P15—96E 


15-97 A 1-m-external-diameter spherical tank is located out- 
doors at 1 atm and 25°C and is subjected to winds at 35 km/h. 
Determine the drag force exerted on it by the wind. 

Answer: 3.5 N 


15-98 A 2-m-high, 4-m-wide rectangular advertisement 
panel is attached to a 4-m-wide, 0.15-m-high rectangular con- 
crete block (density — 2300 kg/m?) by two 5-cm-diameter, 
4-m-high (exposed part) poles, as shown in the figure. If the 
sign is to withstand 150 km/h winds from any direction, deter- 
mine (a) the maximum drag force on the panel, (5) the drag 
force acting on the poles, and (c) the minimum length L of the 
concrete block for the panel to resist the winds. Take the den- 
sity of air to be 1.30 kg/m?. 


—— 





FIGURE P15-98 


15-99 Aplastic boat whose bottom surface can be approxi- 
mated as a 1.5-m-wide, 2-m-long flat surface is to move 
through water at 15?C at speeds up to 30 km/h. Determine the 
friction drag exerted on the boat by water and the power 
needed to overcome it. 


30 km/h D 


m g 


FIGURE P15-99 


15-100 C Reconsider Prob. 15-99. Using EES (or other) 

== software, investigate the effect of boat speed on 
the drag force acting on the bottom surface of the boat, and the 
power needed to overcome it. Let the boat speed vary from 0 to 
100 km/h in increments of 10 km/h. Tabulate and plot the 
results. 


15-101E I», A commercial airplane has a total mass of 

150,000 Ibm and a wing planform area of 
1800 f£. The plane has a cruising speed of 550 mph and a 
cruising altitude of 38,000 ft where the air density is 0.0208 
Ibm/ft?. The plane has double-slotted flaps for use during take- 
off and landing, but it cruises with all flaps retracted. Assuming 
the lift and drag characteristics of the wings can be approxi- 
mated by NACA 23012, determine (a) the minimum safe speed 
for takeoff and landing with and without extending the flaps, 
(b) the angle of attack to cruise steadily at the cruising altitude, 
and (c) the power that needs to be supplied to provide enough 
thrust to overcome drag. Take the air density on the ground to 
be 0.075 Ibm/ft. 


15-102 An 8-cm-diameter smooth ball has a velocity of 
36 km/h during a typical hit. Determine the percent increase in 
the drag coefficient if the ball is given a spin of 3500 rpm in air 
at 1 atm and 25°С. 
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15-103 A paratrooper and his 8-m-diameter parachute weigh 
950 N. Taking the average air density to be 1.2 kg/m3, deter- 
mine the terminal velocity of the paratrooper. 

Answer: 4.9 m/s 


8m 








n 


FIGURE P15-103 


15-104 A 17,000-kg tractor-trailer rig has a frontal area of 
9.2 nv, a drag coefficient of 0.96, a rolling resistance coeffi- 
cient of 0.05 (multiplying the weight of a vehicle by the rolling 
resistance coefficient gives the rolling resistance), a bearing 
friction resistance of 350 N, and a maximum speed of 
110 km/h on a level road during steady cruising in calm 
weather with an air density of 1.25 kg/m?. Now a fairing is in- 
stalled to the front of the rig to suppress separation and to 
streamline the flow to the top surface, and the drag coefficient 
is reduced to 0.76. Determine the maximum speed of the rig 
with the fairing. Answer: 133 km/h 


15-105 Stokes law can be used to determine the viscosity of 
a fluid by dropping a spherical object in it and measuring the 
terminal velocity of the object in that fluid. This can be done by 
plotting the distance traveled against time and observing when 
the curve becomes linear. During such an experiment a 3-mm- 
diameter glass ball (p — 2500 kg/m?) is dropped into a fluid 
whose density is 875 kg/m?, and the terminal velocity is mea- 
sured to be 0.12 m/s. Determine the viscosity of the fluid. 


Glass 


ball 
0.12 m/s 


FIGURE P15-105 
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15-106 During an experiment, three aluminum balls (p, — 
2600 kg/m?) having diameters 2 mm, 4 mm, and 10 mm are 
dropped into a tank filled with glycerin at 22°C (p; = 
1274 kg/m? and u = 1 kg/m - s). The terminal settling veloci- 
ties of the balls are measured to be 3.2 mm/s, 12.8 mm/s, and 
60.4 mm/s, respectively. Compare these values with the veloc- 
ities predicted by Stokes law for drag force Fy = 3apuDV, 
which is valid for very low Reynolds numbers (Re < 1). De- 
termine the error involved for each case, and assess the accu- 
racy of Stokes law. 


15-107 Repeat Prob. 15-106 by considering the general form 
of Stokes law expressed aS Fy = 3auDV + (97/16)p.V2D?. 


15-108 A small aluminum ball with D = 2 mm and p, = 
2700 kg/m? is dropped into a large container filled with oil at 
40°C (p; = 876 kg/m? and yx = 0.2177 kg/m - s). The Reynolds 
number is expected to be low and thus Stroke's law for drag 
force Fy = 3apuD‘V to be applicable. Show that the variation 


of velocity with time can be expressed as V = pil = е0) 


where a = g(1 — p;/p,) andb = 18u/(p, D2). Plot the variation 
of velocity with time, and calculate the time it takes for the ball 
to reach 99 percent of its terminal velocity. 


15-109 een Engine oil at 40°C is flowing over a long flat 

== plate with a velocity of 4 m/s. Determine the 
distance x,, from the leading edge of the plate where the flow 
becomes turbulent and calculate and plot the thickness of the 
boundary layer over a length of 2x,,. 


Design and Essay Problems 


15-110 Write a report on the history of the reduction of the 
drag coefficients of cars and obtain the drag coefficient data for 
some recent car models from the catalogs or car manufacturers. 


15-111 Write a report on the flaps used at the leading and 
trailing edges of the wings of large commercial aircraft. Dis- 
cuss how the flaps affect the drag and lift coefficients during 
takeoff and landing. 


15-112 Large commercial airplanes cruise at high altitudes 
(up to about 40,000 ft) to save fuel. Discuss how flying at high 
altitudes reduces drag and saves fuel. Also discuss why small 
planes fly at relatively low altitudes. 


15-113 Many drivers turn off their air conditioners and roll 
down the car windows in hopes of saving fuel. But itis claimed 
that this apparent "free cooling" actually increases the fuel con- 
sumption of the car. Investigate this matter and write a report 
on which practice will save gasoline under what conditions. 
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he science of thermodynamics deals with the amount of heat transfer as 

a system undergoes a process from one equilibrium state to another, and 

makes no reference to how long the process will take. But in engineer- 
ing, we are often interested in the rate of heat transfer, which is the topic of 
the science of heat transfer. 

In this chapter, we present an overview of the three basic mechanisms of 
heat transfer, which are conduction, convection, and radiation, and discuss 
thermal conductivity. Conduction is the transfer of energy from the more en- 
ergetic particles of a substance to the adjacent, less energetic ones as a result 
of interactions between the particles. Convection is the mode of heat transfer 
between a solid surface and the adjacent liquid or gas that is in motion, and it 
involves the combined effects of conduction and fluid motion. Radiation is 
the energy emitted by matter in the form of electromagnetic waves (or pho- 
tons) as a result of the changes in the electronic configurations of the atoms 
or molecules. We close this chapter with a discussion of simultaneous heat 
transfer. 
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Heat conduction through a large plane 
wall of thickness Ax and area A. 
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16-1 = INTRODUCTION 


In Chap. 2 we defined heat as the form of energy that can be transferred from 
one system to another as a result of temperature difference. A thermodynamic 
analysis is concerned with the amount of heat transfer as a system undergoes 
a process from one equilibrium state to another. The science that deals with 
the determination of the rates of such energy transfers is the heat transfer. 
The transfer of energy as heat is always from the higher-temperature medium 
to the lower-temperature one, and heat transfer stops when the two mediums 
reach the same temperature. 

Heat can be transferred in three different modes: conduction, convection, 
and radiation. All modes of heat transfer require the existence of a tempera- 
ture difference, and all modes are from the high-temperature medium to a 
lower-temperature one. Here we give a brief description of each mode. A de- 
tailed study of these modes is given in later chapters of this text. 


16-2 = CONDUCTION 


Conduction is the transfer of energy from the more energetic particles of a 
substance to the adjacent less energetic ones as a result of interactions be- 
tween the particles. Conduction can take place in solids, liquids, or gases. In 
gases and liquids, conduction is due to the collisions and diffusion of the 
molecules during their random motion. In solids, itis due to the combination 
of vibrations of the molecules in a lattice and the energy transport by free 
electrons. A cold canned drink in a warm room, for example, eventually 
warms up to the room temperature as a result of heat transfer from the room 
to the drink through the aluminum can by conduction. 

Therate of heat conduction through a medium depends on the geometry of 
the medium, its thickness, and the material of the medium, as well as the tem- 
perature difference across the medium. We know that wrapping a hot-water 
tank with glass wool (an insulating material) reduces the rate of heat loss from 
the tank. The thicker the insulation, the smaller the heat loss. We also know 
that a hot-water tank will lose heat at a higher rate when the temperature of the 
room housing the tank is lowered. Further, the larger the tank, the larger the 
surface area and thus the rate of heat loss. 

Consider steady heat conduction through a large plane wall of thickness 
AX — L and area A, as shown in Fig. 16-1. The temperature difference across 
the wall is AT — T; — T,. Experiments have shown that the rate of heat trans- 
fer Q through the wall is doubled when the temperature difference AT across 
the wall or the area A normal to the direction of heat transfer is doubled, but is 
halved when the wall thickness L is doubled. Thus we conclude that the rate 
of heat conduction through a plane layer is proportional to the temperature 
difference across the layer and the heat transfer area, but is inversely propor- 
tional to the thickness of the layer. That is, 


(A rea)(T emperature difference) 





Rate of heat conduction « 





Thickness 
or, 
; n-t AT 
Q cona = KA E 2- CAS (W) (16-1) 
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where the constant of proportionality k is the thermal conductivity of the 
material, which is a measure of the ability of a material to conduct heat 
(Fig. 16-2). In the limiting case of Ax — 0, reduces to the differential form 


: dT 
Q cond = —kA dx 


(W) (16-2) 
which is called Fourier's law of heat conduction after J. Fourier, who ex- 
pressed it first in his heat transfer text in 1822. Here dT/dx is the temperature 
gradient, which is the slope of the temperature curve on a T-x diagram (the 
rate of change of T with x), at location x. This relation indicates that the rate of 
heat conduction in a direction is proportional to the temperature gradient in 
that direction. Heat is conducted in the direction of decreasing temperature, 
and the temperature gradient becomes negative when temperature decreases 
with increasing x. The negative sign in Eq. 16-2 ensures that heat transfer in 
the positive x direction is a positive quantity. 

The heat transfer area A is always normal to the direction of heat transfer. 
For heat loss through a 5-m-long, 3-m-high, and 25-cm-thick wall, for exam- 
ple, the heat transfer area is A — 15 m?. Notethat the thickness of the wall has 
no effect on A (Fig. 16-3). 





EXAMPLE 16-1 The Cost of Heat Loss through a Roof 


The roof of an electrically heated home is 6 m long, 8 m wide, and 0.25 m 
thick, and is made of a flat layer of concrete whose thermal conductivity is 
k — 0.8 W/m - *C (Fig. 16-4). The temperatures of the inner and the outer sur- 
faces of the roof one night are measured to be 15°C and 4°C, respectively, for a 
period of 10 hours. Determine (a) the rate of heat loss through the roof that 
night and (b) the cost of that heat loss to the home owner if the cost of elec- 
tricity is $0.08/kWh. 


SOLUTION The inner and outer surfaces of the flat concrete roof of an electri- 
cally heated home are maintained at specified temperatures during a night. The 
heat loss through the roof and its cost that night are to be determined. 
Assumptions 1 Steady operating conditions exist during the entire night since 
the surface temperatures of the roof remain constant at the specified values. 
2 Constant properties can be used for the roof. 
Properties The thermal conductivity of the 
k = 0.8 W/m - °C. 

Analysis (a) Noting that heat transfer through the roof is by conduction and 
the area of the roof is A= 6m x 8 m — 48 m^?, the steady rate of heat trans- 
fer through the roof is determined to be 


П 
Е 


roof is given to be 


(15 — 4)°C 


Т, 
- mo 2 
= (0.8 W/m: °C)(48 m2) 025m 


Q =kA = 1690 W = 1.69 kw 





(b) The amount of heat lost through the roof during a 10-h period and its cost 
are determined from 
Q =Q At = (1.69 kW )(10 h) = 16.9 kWh 
Cost = (A mount of energy)(U nit cost of energy) 
= (16.9 kWh)($0.08/kWh) = $1.35 
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FIGURE 16-2 
The rate of heat conduction through a 
solid is directly proportional to 
its thermal conductivity. 





FIGURE 16-3 

In heat conduction analysis, A represents 
the area normal to the direction 

of heat transfer. 


Concrete roof Р 0.25 т 





FIGURE 16-4 
Schematic for Example 16- 1. 
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TABLE 16-1 


The thermal conductivities of some 
materials at room temperature 





Material k, W/m - °C* 
Diamond 2300 
Silver 429 
Copper 401 
Gold 317 
Aluminum 237 

lron 80.2 
Mercury (l) 8.54 
Glass 0.78 
Brick 0.72 
Water (I) 0.613 
Human skin 0.37 
Wood (oak) 0.17 
Helium (g) 0.152 
Soft rubber 0.13 
Glass fiber 0.043 
Air (g) 0.026 
Urethane, rigid foam 0.026 


*Multiply by 0.5778 to convert to Btu/h - ft - °F. 

















Electric 
heater 
\ 
Insulation 
Sample 
^^ material 
c T; 
9 
B8 
Ё [^A 
We 
Insulation 
L . 
k = == 
A(T, - Т) Q 
FIGURE 16-5 


A simple experimental setup to 
determine the thermal conductivity 
of a material. 
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Discussion The cost to the home owner of the heat loss through the roof that 
night was $1.35. The total heating bill of the house will be much larger since 
the heat losses through the walls are not considered in these calculations. 





Thermal Conductivity 

We have seen that different materials store heat differently, and we have de- 
fined the property specific heat C, as a measure of a material's ability to store 
thermal energy. For example, C, — 4.18 kJ/kg : *C for water and C, = 0.45 
kJ/kg : °С for iron at room temperature, which indicates that water can store 
almost 10 times the energy that iron can per unit mass. Likewise, the thermal 
conductivity k is a measure of a material's ability to conduct heat. For exam- 
ple, k = 0.608 W/m - °C for water and k — 80.2 W/m: °C for iron at room 
temperature, which indicates that iron conducts heat more than 100 times 
faster than water can. Thus we say that water is a poor heat conductor relative 
to iron, although water is an excellent medium to store thermal energy. 

Equation 16-2 for the rate of conduction heat transfer under steady condi- 
tions can also be viewed as the defining equation for thermal conductivity. 
Thus the thermal conductivity of a material can be defined as the rate of 
heat transfer through a unit thickness of the material per unit area per unit 
temperature difference. The thermal conductivity of a material is a measure of 
the ability of the material to conduct heat. A high value for thermal conduc- 
tivity indicates that the material is a good heat conductor, and a low value 
indicates that the material is a poor heat conductor or insulator. The thermal 
conductivities of some common materials at room temperature are given in 
Table 16- 1. The thermal conductivity of pure copper at room temperature is 
k = 401 W/m: °C, which indicates that a 1-m-thick copper wall will conduct 
heat at a rate of 401 W per m? area per °C temperature difference across the 
wall. Note that materials such as copper and silver that are good electric con- 
ductors are also good heat conductors, and have high values of thermal con- 
ductivity. M aterials such as rubber, wood, and Styrofoam are poor conductors 
of heat and have low conductivity values. 

A layer of material of known thickness and area can be heated from one side 
by an electric resistance heater of known output. If the outer surfaces of the 
heater are well insulated, all the heat generated by the resistance heater will be 
transferred through the material whose conductivity is to be determined. Then 
measuring the two surface temperatures of the material when steady heat 
transfer is reached and substituting them into Eq. 16-2 together with other 
known quantities give the thermal conductivity (Fig. 16-5). 

The thermal conductivities of materials vary over a wide range, as shown in 
Fig. 16-6. The thermal conductivities of gases such as air vary by a factor of 
10^ from those of pure metals such as copper. N ote that pure crystals and met- 
als have the highest thermal conductivities, and gases and insulating materials 
the lowest. 

Temperature is a measure of the kinetic energies of the particles such as the 
molecules or atoms of a substance. In a liquid or gas, the kinetic energy of the 
molecules is due to their random translational motion as well as their 
vibrational and rotational motions. When two molecules possessing differ- 
ent kinetic energies collide, part of the kinetic energy of the more energetic 
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(higher-temperature) molecule is transferred to the less energetic (lower- 
temperature) molecule, much the same as when two elastic balls of the same 
mass at different velocities collide, part of the kinetic energy of the faster 
ball is transferred to the slower one. The higher the temperature, the faster the 
molecules move and the higher the number of such collisions, and the better 
the heat transfer. 

The kinetic theory of gases predicts and the experiments confirm that the 
thermal conductivity of gases is proportional to the square root of the abso- 
lute temperature T, and inversely proportional to the square root of the molar 
mass M . Therefore, the thermal conductivity of a gas increases with increas- 
ing temperature and decreasing molar mass. So it is not surprising that the 
thermal conductivity of helium (M = 4) is much higher than those of air 
(M = 29) and argon (M = 40). 

The thermal conductivities of gases at 1 atm pressure are listed in Table 
A-23. However, they can also be used at pressures other than 1 atm, since the 
thermal conductivity of gases is independent of pressure in a wide range of 
pressures encountered in practice. 

The mechanism of heat conduction in aliquid is complicated by the fact that 
the molecules are more closely spaced, and they exert a stronger intermolecu- 
lar force field. The thermal conductivities of liquids usually lie between those 
of solids and gases. The thermal conductivity of a substance is normally high- 
est in the solid phase and lowest in the gas phase. Unlike gases, the thermal 
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FIGURE 16-6 
The range of thermal conductivity of 
various materials at room temperature. 
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FIGURE 16-7 
The mechanisms of heat conduction in 
different phases of a substance. 


TABLE 16-2 


The thermal conductivity of an 
alloy is usually much lower than 
the thermal conductivity of either 
metal of which it is composed 





Pure metal or k, W/m - °C, 
alloy at 300 K 
Copper 401 
Nickel 91 
Constantan 

(55% Cu, 45% Ni) 23 
Copper 401 
Aluminum 237 
Commercial bronze 

(90% Cu, 10% Al) 52 
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conductivities of most liquids decrease with increasing temperature, with wa- 
ter being a notable exception. Like gases, the conductivity of liquids decreases 
with increasing molar mass. Liquid metals such as mercury and sodium have 
high thermal conductivities and are very suitable for use in applications where 
a high heat transfer rate to a liquid is desired, as in nuclear power plants. 

In solids, heat conduction is due to two effects: the lattice vibrational waves 
induced by the vibrational motions of the molecules positioned at relatively 
fixed positions in a periodic manner called a lattice, and the energy trans- 
ported via the free flow of electrons in the solid (Fig. 16-7). The ther- 
mal conductivity of a solid is obtained by adding the lattice and electronic 
components. T he relatively high thermal conductivities of pure metals are pri- 
marily due to the electronic component. The lattice component of thermal 
conductivity strongl y depends on the way the molecules are arranged. For ex- 
ample, diamond, which is a highly ordered crystalline solid, has the highest 
known thermal conductivity at room temperature. 

Unlike metals, which are good electrical and heat conductors, crystalline 
solids such as diamond and semiconductors such as silicon are good heat con- 
ductors but poor electrical conductors. A s a result, such materials find wide- 
spread use in the electronics industry. Despite their higher price, diamond heat 
sinks are used in the cooling of sensitive electronic components because of the 
excellent thermal conductivity of diamond. Silicon oils and gaskets are com- 
monly used in the packaging of electronic components because they provide 
both good thermal contact and good electrical insulation. 

Pure metals have high thermal conductivities, and one would think that 
metal alloys should also have high conductivities. One would expect an alloy 
made of two metals of thermal conductivities kı and k, to have a conductivity 
k between k; and k. B ut this turns out not to be the case. The thermal conduc- 
tivity of an alloy of two metals is usually much lower than that of either metal, 
as shown in Table 16-2. Even small amounts in a pure metal of “foreign” mol- 
ecules that are good conductors themselves seriously disrupt the flow of heat 
in that metal. For example, the thermal conductivity of steel containing just 
1 percent of chrome is 62 W/m : °C, while the thermal conductivities of iron 
and chromium are 83 and 95 W/m : °C, respectively. 

The thermal conductivities of materials vary with temperature (Table 16-3). 
The variation of thermal conductivity over certain temperature ranges is neg- 
ligible for some materials, but significant for others, as shown in Fig. 16-8. 
The thermal conductivities of certain solids exhibit dramatic increases at tem- 
peratures near absolute zero, when these solids become superconductors. For 
example, the conductivity of copper reaches a maximum value of about 
20,000 W/m: °C at 20 K, which is about 50 times the conductivity at room 
temperature. The thermal conductivities and other thermal properties of various 
materials are given in Tables A-15 to A-20, A-22, A-23, andA-27 toA-29. 

The temperature dependence of thermal conductivity causes considerable 
complexity in conduction analysis. Therefore, it is common practice to evalu- 
ate the thermal conductivity k at the average temperature and treat it as a con- 
stant in calculations. 

In heat transfer analysis, a material is normally assumed to be isotropic; that 
is, to have uniform properties in all directions. This assumption is realistic for 
most materials, except those that exhibit different structural characteristics in 
different directions, such as laminated composite materials and wood. The 
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thermal conductivity of wood across the grain, for example, is different than 
that parallel to the grain. 


Thermal Diffusivity 
The product pC, which is frequently encountered in heat transfer analysis, is 
called the heat capacity of a material. Both the specific heat C, and the heat 
capacity pC, represent the heat storage capability of a material. But C, ex- 
presses it per unit mass whereas pC, expresses it per unit volume, as can be 
noticed from their units J/kg : *C апа Ј/т? · °C, respectively. 

Another material property that appears in the transient heat conduction 
analysis is the thermal diffusivity, which represents how fast heat diffuses 
through a material and is defined as 


. Heatconducted — k 


“~~ Heat stored ^ 5C, n 


(m?/s) 


Note that the thermal conductivity k represents how well a material con- 
ducts heat, and the heat capacity pC, represents how much energy a material 
stores per unit volume. Therefore, the thermal diffusivity of a material can be 
viewed as the ratio of the heat conducted through the material to the heat 
stored per unit volume. A material that has a high thermal conductivity or a 
low heat capacity will obviously have a large thermal diffusivity. The larger 
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FIGURE 16-8 

The variation of the thermal 
conductivity of various solids, 
liquids, and gases with temperature. 


TABLE 16-3 


Thermal conductivities of materials 
vary with temperature 





TK Copper Aluminum 
100 482 302 
200 413 237 
300 401 237 
400 393 240 
600 379 231 
800 366 218 
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Material a, m?2/s* 

Silver 149 x 10-6 
Gold 127 х 1056 
Соррег 113 x 10-6 
Aluminum 97.5 х 1056 
Iron 22.8 х 1056 
Мегсигу (1) 4.7 х 1056 
Marble 1.2 x 10-6 
Ice 1.2 х 106 
Сопсгеїе 0.75 х 1056 
Brick 0.52 х 10-6 
Heavy soil (dry) 0.52 х 1056 
Glass 0.34 x 10-76 
Glass wool 0.23 х 1056 
Water (1) 0.14 х 1056 
Beef 0.14 x 10-76 
Wood (oak) 0.13 x 10-6 


*Multiply by 10.76 to convert to ft?/s. 
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the thermal diffusivity, the faster the propagation of heat into the medium. 
A small value of thermal diffusivity means that heat is mostly absorbed by the 
material and a small amount of heat will be conducted further. 

The thermal diffusivities of some common materials at 20°C are given in 
Table 16-4. Note that the thermal diffusivity ranges from a = 0.14 x 10° 
m2/s for water to 149 x 10-6 m?/s for silver, which is a difference of more 
than a thousand times. Also note that the thermal diffusivities of beef and wa- 
ter are the same. This is not surprising, since meat as well as fresh vegetables 
and fruits are mostly water, and thus they possess the thermal properties of 
water. 





EXAMPLE 16-2 Measuring the Thermal Conductivity of a Material 


A common way of measuring the thermal conductivity of a material is to sand- 
wich an electric thermofoil heater between two identical samples of the ma- 
terial, as shown in Fig. 16-9. The thickness of the resistance heater, including 
its cover, which is made of thin silicon rubber, is usually less than 0.5 mm. 
A circulating fluid such as tap water keeps the exposed ends of the samples 
at constant temperature. The lateral surfaces of the samples are well insulated 
to ensure that heat transfer through the samples is one-dimensional. Two 
thermocouples are embedded into each sample some distance L apart, and a 
differential thermometer reads the temperature drop AT across this distance 
along each sample. When steady operating conditions are reached, the total 
rate of heat transfer through both samples becomes equal to the electric power 
drawn by the heater, which is determined by multiplying the electric current by 
the voltage. 

In a certain experiment, cylindrical samples of diameter 5 cm and length 
10 cm are used. The two thermocouples in each sample are placed 3 cm apart. 
After initial transients, the electric heater is observed to draw 0.4 A at 110 V, 
and both differential thermometers read a temperature difference of 15°C. De- 
termine the thermal conductivity of the sample. 


SOLUTION The thermal conductivity of a material is to be determined by en- 
suring one-dimensional heat conduction, and by measuring temperatures when 
steady operating conditions are reached. 

Assumptions 1 Steady operating conditions exist since the temperature 
readings do not change with time. 2 Heat losses through the lateral surfaces 
of the apparatus are negligible since those surfaces are well insulated, and 
thus the entire heat generated by the heater is conducted through the samples. 
3 The apparatus possesses thermal symmetry. 

Analysis The electrical power consumed by the resistance heater and con- 
verted to heat is 


W, = VI = (110 V )(0.4 A) = 44W 
The rate of heat flow through each sample is 
0 = 0, = 1 х (44W) = 22W 


since only half of the heat generated will flow through each sample because of 
symmetry. Reading the same temperature difference across the same distance 
in each sample also confirms that the apparatus possesses thermal symmetry. 
The heat transfer area is the area normal to the direction of heat flow, which is 
the cross-sectional area of the cylinder in this case: 
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A =} D2 =} 7(0.05 m)? = 0.00196 m? 
Noting that the temperature drops by 15°C within 3 cm in the direction of heat 
flow, the thermal conductivity of the sample is determined to be 
QL (22 W)(0.03 m) 
AAT (0.00196 т2)(15°С) 





d-a >k = 22.4W/m «°C 
Discussion Perhaps you are wondering if we really need to use two samples in 
the apparatus, since the measurements on the second sample do not give any 
additional information. It seems like we can replace the second sample by in- 
sulation. Indeed, we do not need the second sample; however, it enables us to 
verify the temperature measurements on the first sample and provides thermal 
symmetry, which reduces experimental error. 








EXAMPLE 16-3 Conversion between SI and English Units 


An engineer who is working on the heat transfer analysis of a brick building in 
English units needs the thermal conductivity of brick. But the only value he can 
find from his handbooks is 0.72 W/m - °C, which is in SI units. To make mat- 
ters worse, the engineer does not have a direct conversion factor between the 
two unit systems for thermal conductivity. Can you help him out? 


SOLUTION The situation this engineer is facing is not unique, and most engi- 
neers often find themselves in a similar position. A person must be very careful 
during unit conversion not to fall into some common pitfalls and to avoid some 
costly mistakes. Although unit conversion is a simple process, it requires utmost 
care and careful reasoning. 

The conversion factors for W and m are straightforward and are given in con- 
version tables to be 


1W = 3.41214 Btu/h 
1m = 3.2808 ft 


But the conversion of °C into °F is not so simple, and it can be a source of er- 
ror if one is not careful. Perhaps the first thought that comes to mind is to re- 
place °C by (°F — 32)/1.8 since 7(°C) = [7(°F) — 32]/1.8. But this will be 
wrong since the °C in the unit W/m - °C represents per °C change in tempera- 
ture. Noting that 1°C change in temperature corresponds to 1.8°F, the proper 
conversion factor to be used is 


ПЕС 018956 
Substituting, we get 
зор — 341214 Btu/sh  _ ES 
IW/m- °C = (3.2808 f)(1.8°F) ~ 0.5778 Btu/h - ft: °F 


which is the desired conversion factor. Therefore, the thermal conductivity of 
the brick in English units is 
Kprick = 0.72 W/m Е Ç 
= 0.72 х (0.5778 Btu/h: ft: °F) 
= 0.42 Btu/h : ft: °F 
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k =0.72 W/m-°C 
= 0.42 Btu/h-ft-°F 





FIGURE 16-10 

The thermal conductivity value in 
English units is obtained by multiplying 
the value in SI units by 0.5778. 
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FIGURE 16-12 
The cooling of a boiled egg 
by forced and natural convection. 
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Discussion Note that the thermal conductivity value of a material in English 
units is about half that in SI units (Fig. 16-10). Also note that we rounded the 
result to two significant digits (the same number in the original value) since ex- 
pressing the result in more significant digits (such as 0.4160 instead of 0.42) 
would falsely imply a more accurate value than the original one. 





16-3 = CONVECTION 


Convection is the mode of energy transfer between a solid surface and the 
adjacent liquid or gas that is in motion, and it involves the combined effects of 
conduction and fluid motion. The faster the fluid motion, the greater the 
convection heat transfer. In the absence of any bulk fluid motion, heat trans- 
fer between a solid surface and the adjacent fluid is by pure conduction. The 
presence of bulk motion of the fluid enhances the heat transfer between the 
solid surface and the fluid, but it also complicates the determination of heat 
transfer rates. 

Consider the cooling of a hot block by blowing cool air over its top surface 
(Fig. 16- 11). Energy is first transferred to the air layer adjacent to the block 
by conduction. This energy is then carried away from the surface by convec- 
tion, that is, by the combined effects of conduction within the air that is due to 
random motion of air molecules and the bulk or macroscopic motion of the air 
that removes the heated air near the surface and replaces it by the cooler air. 

Convection is called forced convection if the fluid is forced to flow over 
the surface by external means such as a fan, pump, or the wind. In contrast, 
convection is called natural (or free) convection if the fluid motion is caused 
by buoyancy forces that are induced by density differences due to the varia- 
tion of temperature in the fluid (Fig. 16-12). For example, in the absence of a 
fan, heat transfer from the surface of the hot block in Fig. 16-11 will be by 
natural convection since any motion in the air in this case will be due to the 
rise of the warmer (and thus lighter) air near the surface and the fall of the 
cooler (and thus heavier) air to fill its place. Heat transfer between the block 
and the surrounding air will be by conduction if the temperature difference be- 
tween the air and the block is notlarge enough to overcome the resistance of 
air to movement and thus to initiate natural convection currents. 

H eat transfer processes that involve change of phase of a fluid are also con- 
sidered to be convection because of the fluid motion induced during the 
process, such as the rise of the vapor bubbles during boiling or the fall of the 
liquid droplets during condensation. 

Despite the complexity of convection, the rate of convection heat transfer is 
observed to be proportional to the temperature difference, and is conveniently 
expressed by Newton’s law of cooling as 

oii = ПА, (Т; =a 


(Ww) (16-4) 


where h is the convection heat transfer coefficient in W/m? - °C or Btu/h : ft? : °F, 
A, is the surface area through which convection heat transfer takes place, T, is 
the surface temperature, and T. is the temperature of the fluid sufficiently far 
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from the surface. Note that at the surface, the fluid temperature equals the sur- 
face temperature of the solid. 

The convection heat transfer coefficient h is not a property of the fluid. Itis 
an experimentally determined parameter whose value depends on all the vari- 
ables influencing convection such as the surface geometry, the nature of fluid 
motion, the properties of the fluid, and the bulk fluid velocity. Typical values 
of h are given in Table 16-5. 

Some people do not consider convection to be a fundamental mechanism of 
heat transfer since it is essentially heat conduction in the presence of fluid mo- 
tion. But we still need to give this combined phenomenon a name, unless we 
are willing to keep referring to it as “conduction with fluid motion.” Thus, it 
is practical to recognize convection as a separate heat transfer mechanism de- 
spite the valid arguments to the contrary. 





EXAMPLE 16-4 Measuring Convection Heat Transfer Coefficient 


A 2-m-long, 0.3-cm-diameter electrical wire extends across a room at 15°C, as 
shown in Fig. 16-13. Heat is generated in the wire as a result of resistance 
heating, and the surface temperature of the wire is measured to be 152°C in 
steady operation. Also, the voltage drop and electric current through the wire 
are measured to be 60 V and 1.5 A, respectively. Disregarding any heat transfer 
by radiation, determine the convection heat transfer coefficient for heat trans- 
fer between the outer surface of the wire and the air in the room. 


SOLUTION The convection heat transfer coefficient for heat transfer from an 
electrically heated wire to air is to be determined by measuring temperatures 
when steady operating conditions are reached and the electric power consumed. 
Assumptions 1 Steady operating conditions exist since the temperature read- 
ings do not change with time. 2 Radiation heat transfer is negligible. 

Analysis When steady operating conditions are reached, the rate of heat loss 
from the wire will equal the rate of heat generation in the wire as a result of 
resistance heating. That is, 


OSE ee = Vil — (60 (LS Al —00W 
The surface area of the wire is 
А, = трі = 2(0.003 m)(2 m) = 0.01885 m? 
Newton’s law of cooling for convection heat transfer is expressed as 
2 AST me) 


Disregarding any heat transfer by radiation and thus assuming all the heat loss 

from the wire to occur by convection, the convection heat transfer coefficient is 

determined to be 
Oan 


or WINES mE 


90 W 


= 2:420 
(0.01885 m2)(152 — 15)*C 34.9 М/т2 · °С 


Discussion Note that the simple setup described above can be used to deter- 
mine the average heat transfer coefficients from a variety of surfaces in air. 
Also, heat transfer by radiation can be eliminated by keeping the surrounding 
surfaces at the temperature of the wire. 
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Typical values of convection heat 


transfer coefficient 





Type of 
convection h, W/m? . °C* 
Free convection of 

gases 2-25 
Free convection of 

liquids 10-1000 
Forced convection 

of gases 25-250 
Forced convection 

of liquids 50-20,000 
Boiling and 


condensation 


2500-100,000 


*Multiply by 0.176 to convert to Btu/h - ft? - °F. 





T, -15*C 
m 152°C 
СЧС 
|. 60V | 
FIGURE 16-13 


Schematic for Example 16-4. 
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= 4 
emit, тах | оТ, 


= 1452 W/m2 


T, 2400K 







Blackbody (e =1) 


FIGURE 16-14 

Blackbody radiation represents the 
maximum amount of radiation that 
can be emitted from a surface 

at a specified temperature. 


TABLE 16-6 


Emissivities of some materials 
at 300 K 





Material Emissivity 
Aluminum foil 0.07 
Anodized aluminum 0.82 
Polished copper 0.03 
Polished gold 0.03 
Polished silver 0.02 
Polished stainless steel 0.17 
Black paint 0.98 
White paint 0.90 
White paper 0.92-0.97 
Asphalt pavement 0.85-0.93 
Red brick 0.93-0.96 
Human skin 0.95 
Wood 0.82-0.92 
Soil 0.93-0.96 
Water 0.96 
Vegetation 0.92-0.96 
Q incident 


Q ref =(1- a) Q ncident 





0 =O © павет 


FIGURE 16-15 
The absorption of radiation incident on 
an opaque surface of absorptivity a. 
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16-4 = RADIATION 


Radiation is the energy emitted by matter in the form of electromagnetic 
waves (or photons) as a result of the changes in the electronic configurations 
of the atoms or molecules. Unlike conduction and convection, the transfer of 
energy by radiation does not require the presence of an intervening medium. 
In fact, energy transfer by radiation is fastest (at the speed of light) and it 
suffers no attenuation in a vacuum. This is how the energy of the sun reaches 
the earth. 

In heat transfer studies we are interested in thermal radiation, which is the 
form of radiation emitted by bodies because of their temperature. It differs 
from other forms of electromagnetic radiation such as X-rays, gamma rays, 
microwaves, radio waves, and television waves that are not related to temper- 
ature. All bodies at a temperature above absolute zero emit thermal radiation. 

Radiation is a volumetric phenomenon, and all solids, liquids, and gases 
emit, absorb, or transmit radiation to varying degrees. However, radiation is 
usually considered to be a surface phenomenon for solids that are opaque to 
thermal radiation such as metals, wood, and rocks since the radiation emitted 
by the interior regions of such material can never reach the surface, and the 
radiation incident on such bodies is usually absorbed within a few microns 
from the surface. 

The maximum rate of radiation that can be emitted from a surface at an ab- 
solute temperature T, (in K or R) is given by the Stefan- Boltzmann law as 


Чи max — oA T? (w) (16-5) 
where a = 5.67 x 10? W/m? - K^ or 0.1714 x 10? Btu/h · ft? - R^ is the 
Stefan- Boltzmann constant. The idealized surface that emits radiation at this 
maximum rate is called a blackbody, and the radiation emitted by a black- 
body is called blackbody radiation (Fig. 16-14). The radiation emitted by all 
real surfaces is less than the radiation emitted by a blackbody at the same tem- 


perature, and is expressed as 


Qenit = EAT $ (w) (16-6) 
where e is the emissivity of the surface. T he property emissivity, whose value 
isin the range 0 = « <1, is ameasure of how closely a surface approximates 
a blackbody for which s = 1. The emissivities of some surfaces are given in 
Table 16-6. 

Another important radiation property of a surface is its absorptivity a, 
which is the fraction of the radiation energy incident on a surface that is ab- 
sorbed by the surface. Like emissivity, its value isin the range0 =a <1. 
A blackbody absorbs the entire radiation incident on it. That is, a blackbody is 
a perfect absorber (a = 1) as it is a perfect emitter. 

In general, both s and «œ of a surface depend on the temperature and the 
wavelength of the radiation. K irchhoff's law of radiation states that the emis- 
sivity and the absorptivity of a surface at a given temperature and wavelength 
are equal. In many practical applications, the surface temperature and the tem- 
perature of the source of incident radiation are of the same order of mag- 
nitude, and the average absorptivity of a surface is taken to be equal to its 
average emissivity. The rate at which a surface absorbs radiation is determined 
from (Fig. 16-15) 
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Q absorbed = aQ incident (W) (16-7) Surrounding 
Ps surfaces at 


T curr 






where Q incident iS the rate at which radiation is incident on the surface and a is 
the absorptivity of the surface. For opaque (nontransparent) surfaces, the 
portion of incident radiation not absorbed by the surface is reflected back. 

T he difference between the rates of radiation emitted by the surface and the 
radiation absorbed is the net radiation heat transfer. If the rate of radiation ab- 
sorption is greater than the rate of radiation emission, the surface is said to be 
gaining energy by radiation. Otherwise, the surface is said to belosing energy 
by radiation. In general, the determination of the net rate of heat transfer by ra- 


Q emitted 


£, As T; 






diation between two surfaces is a complicated matter since it depends on the rad = EOA(T S- T Sure) 
properties of the surfaces, their orientation relative to each other, and the in- FIGURE 16-16 
teraction of the medium between the surfaces with radiation. Radiation heat transfer between a 


When a surface of emissivity e and surface area A, at an absolute tempera- surface and the surfaces surrounding it. 
ture T, is completely enclosed by a much larger (or black) surface at absolute 
temperature T urr separated by a gas (such as air) that does not intervene with 
radiation, the net rate of radiation heat transfer between these two surfaces is 
given by (Fig. 16-16) 


Qu; 7 ecA,(T4 — T44) (W) (16-8) 


In this special case, the emissivity and the surface area of the surrounding sur- 
face do not have any effect on the net radiation heat transfer. 

Radiation heat transfer to or from a surface surrounded by a gas such as air 
occurs parallel to conduction (or convection, if there is bulk gas motion) be- 
tween the surface and the gas. Thus the total heat transfer is determined by 
adding the contributions of both heat transfer mechanisms. For simplicity and 
convenience, this is often done by defining a combined heat transfer co- 
efficient h.,,.5,.4, that includes the effects of both convection and radiation. 
Then the total heat transfer rate to or from a surface by convection and radia- 
tion is expressed as 


баа = combined As (Т; spa (W) (16-9) 


Note that the combined heat transfer coefficient is essentially a convection 
heat transfer coefficient modified to include the effects of radiation. 

Radiation is usually significant relative to conduction or natural convection, 
but negligible relative to forced convection. Thus radiation in forced convec- 
tion applications is usually disregarded, especially when the surfaces involved 
have low emissivities and low to moderate temperatures. 





EXAMPLE 16-5 Radiation Effect on Thermal Comfort 


It is a common experience to feel “chilly” in winter and “warm” in summer in 
our homes even when the thermostat setting is kept the same. This is due to the 
so called “radiation effect” resulting from radiation heat exchange between our 
bodies and the surrounding surfaces of the walls and the ceiling. 

Consider a person standing in a room maintained at 22°C at all times. The 
inner surfaces of the walls, floors, and the ceiling of the house are observed to 
be at an average temperature of 10°C in winter and 25°C in summer. Determine 
the rate of radiation heat transfer between this person and the surrounding sur- 





-6- 





126 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 
Room 
NEAR 





30°C — У 
14m? Qrad 











FIGURE 16-17 
Schematic for Example 16-5. 
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FIGURE 16-18 

Although there are three mechanisms of 
heat transfer, a medium may involve 
only two of them simultaneously. 
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faces if the exposed surface area and the average outer surface temperature of 
the person are 1.4 m? and 30°C, respectively (Fig. 16-17). 


SOLUTION The rates of radiation heat transfer between a person and the sur- 
rounding surfaces at specified temperatures are to be determined in summer 
and winter. 

Assumptions 1 Steady operating conditions exist. 2 Heat transfer by convection 
is not considered. 3 The person is completely surrounded by the interior sur- 
faces of the room. 4 The surrounding surfaces are at a uniform temperature. 
Properties The emissivity of a person is s = 0.95 (Table 16-6). 

Analysis The net rates of radiation heat transfer from the body to the sur- 
rounding walls, ceiling, and floor in winter and summer are 


OUS = ЕОА: (її: y Ш 
— (0.95)(5.67 x 10-8 W/m? - K4(1.4 m?) 
x [(30 + 273)4 — (10 4 273^] K^ 
= 152W 


and 


One summer — 20А, (їг z E summer: 
— (0.95)(5.67 x 10-8 W/m? - K^(1.4 m?) 
x [(30 + 273)4 — (25 + 273)4] K4 


= 40.9W 


Discussion Note that we must use absolute temperatures in radiation calcula- 
tions. Also note that the rate of heat loss from the person by radiation is almost 
four times as large in winter than it is in summer, which explains the “chill” we 
feel in winter even if the thermostat setting is kept the same. 








16-5 = SIMULTANEOUS HEAT TRANSFER 
MECHANISMS 


We mentioned that there are three mechanisms of heat transfer, but not all 
three can exist simultaneously in a medium. For example, heat transfer is 
only by conduction in opaque solids, but by conduction and radiation in 
semitransparent solids. Thus, a solid may involve conduction and radiation 
but not convection. However, a solid may involve heat transfer by convection 
and/or radiation on its surfaces exposed to a fluid or other surfaces. For 
example, the outer surfaces of a cold piece of rock will warm up in a warmer 
environment as a result of heat gain by convection (from the air) and radiation 
(from the sun or the warmer surrounding surfaces). But the inner parts of the 
rock will warm up as this heat is transferred to the inner region of the rock by 
conduction. 

H eat transfer is by conduction and possibly by radiation in a still fluid (no 
bulk fluid motion) and by convection and radiation in a flowing fluid. In the 
absence of radiation, heat transfer through a fluid is either by conduction or 
convection, depending on the presence of any bulk fluid motion. Convection 
can be viewed as combined conduction and fluid motion, and conduction in a 
fluid can be viewed as a special case of convection in the absence of any fluid 
motion (Fig. 16- 18). 


—— 


cen54261_chl6.qxd 1/22/04 1:54 PM Page 727 F 


Thus, when we deal with heat transfer through a fluid, we have either con- 
duction or convection, but not both. Also, gases are practically transparent to 
radiation, except that some gases are known to absorb radiation strongly at 
certain wavelengths. Ozone, for example, strongly absorbs ultraviolet radia- 
tion. But in most cases, a gas between two solid surfaces does not interfere 
with radiation and acts effectively as a vacuum. Liquids, on the other hand, 
are usually strong absorbers of radiation. 

Finally, heat transfer through a vacuum is by radiation only since conduc- 
tion or convection requires the presence of a material medium. 





EXAMPLE 16-6 Heat Loss from a Person 


Consider a person standing in a breezy room at 20°C. Determine the total rate 
of heat transfer from this person if the exposed surface area and the average 
outer surface temperature of the person are 1.6 m? and 29°C, respectively, and 
the convection heat transfer coefficient is 6 W/m? - °C (Fig. 16-19). 


SOLUTION The total rate of heat transfer from a person by both convection 
and radiation to the surrounding air and surfaces at specified temperatures is to 
be determined. 


Assumptions 1 Steady operating conditions exist. 2 The person is completely 
surrounded by the interior surfaces of the room. 3 The surrounding surfaces are 
at the same temperature as the air in the room. 4 Heat conduction to the floor 
through the feet is negligible. 


Properties The emissivity of a person is e = 0.95 (Table 16-6). 


Analysis The heat transfer between the person and the air in the room will be 
by convection (instead of conduction) since it is conceivable that the air in the 
vicinity of the skin or clothing will warm up and rise as a result of heat transfer 
from the body, initiating natural convection currents. It appears that the exper- 
imentally determined value for the rate of convection heat transfer in this case 
is 6 W per unit surface area (m?) per unit temperature difference (in K or °C) 
between the person and the air away from the person. Thus, the rate of convec- 
tion heat transfer from the person to the air in the room is 


Оо Е hA, (Т, = Iles) 
— (6 W/m? - *C)(1.6 m2)(29 — 20)°C 
= 86.4W 


The person will also lose heat by radiation to the surrounding wall surfaces. 
We take the temperature of the surfaces of the walls, ceiling, and floor to be 
equal to the air temperature in this case for simplicity, but we recognize that 
this does not need to be the case. These surfaces may be at a higher or lower 
temperature than the average temperature of the room air, depending on the 
outdoor conditions and the structure of the walls. Considering that air does not 
intervene with radiation and the person is completely enclosed by the sur- 
rounding surfaces, the net rate of radiation heat transfer from the person to the 
surrounding walls, ceiling, and floor is 


Qus = coh, (k z DE 


= (0.95)(5.67 X 10-8 W/m? - K 4)(1.6 m?) 
21129 52275 — (20) i 223) I 


= 81.7W 





-6- 


721 
CHAPTER 16 








Room 
air 


20°C 


29°C 











\ 
Q cona 
FIGURE 16-19 
Heat transfer from the person 
described in Example 16-6. 
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FIGURE 16-20 
Schematic for Example 16-7. 
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Note that we must use absolute temperatures in radiation calculations. Also 
note that we used the emissivity value for the skin and clothing at room tem- 
perature since the emissivity is not expected to change significantly at a slightly 
higher temperature. 

Then the rate of total heat transfer from the body is determined by adding 
these two quantities: 


Oma = Оо» ар О = (86.4 + 81.7) W = 1681W 


Discussion The heat transfer would be much higher if the person were not 
dressed since the exposed surface temperature would be higher. Thus, an im- 
portant function of the clothes is to serve as a barrier against heat transfer. 

In these calculations, heat transfer through the feet to the floor by conduc- 
tion, which is usually very small, is neglected. Heat transfer from the skin by 
perspiration, which is the dominant mode of heat transfer in hot environments, 
is not considered here. 








EXAMPLE 16-7 Heat Transfer between Two Isothermal Plates 


Consider steady heat transfer between two large parallel plates at constant 
temperatures of 7, = 300 K and T, = 200 K that are L = 1 cm apart, as shown 
in Fig. 16-20. Assuming the surfaces to be black (emissivity e — 1), determine 
the rate of heat transfer between the plates per unit surface area assuming the 
gap between the plates is (a) filled with atmospheric air, (b) evacuated, (c) filled 
with urethane insulation, and (a) filled with superinsulation that has an appar- 
ent thermal conductivity of 0.00002 W/m - °C. 


SOLUTION The total rate of heat transfer between two large parallel plates at 
specified temperatures is to be determined for four different cases. 
Assumptions 1 Steady operating conditions exist. 2 There are no natural con- 
vection currents in the air between the plates. 3 The surfaces are black and 
thus s = 1. 

Properties The thermal conductivity at the average temperature of 250 K is 
k = 0.0219 W/m - °C for air (Table A-22), 0.026 W/m - °C for urethane insula- 
tion (Table A-28), and 0.00002 W/m - °C for the superinsulation. 

Analysis (a) The rates of conduction and radiation heat transfer between the 
plates through the air layer are 


П (300 — 200)°C 





СИТА ОМИ ши O om A 
and 
Qu 7 ecA(T1 — TJ) 
— (1)(5.67 x 10-* W /m? - K^(1 m2)[(300 K^ — (200 K)4] = 368 W 
Therefore, 


Ora Би Оны ар Qu = 219 + 368 = 587W 


The heat transfer rate in reality will be higher because of the natural convection 
currents that are likely to occur in the air space between the plates. 


--Ө3--- 
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(a) Air space (b) Vacuum (c) Insulation (d) Superinsulation 
FIGURE 16-21 
Different ways of reducing heat transfer between two isothermal plates, and their effectivenesses. 


(b) When the air space between the plates is evacuated, there will be no con- 
duction or convection, and the only heat transfer between the plates will be by 
radiation. Therefore, 


Oba = Q red = 368 W 


(c) An opaque solid material placed between two plates blocks direct radiation 
heat transfer between the plates. Also, the thermal conductivity of an insulating 
material accounts for the radiation heat transfer that may be occurring through 
the voids in the insulating material. The rate of heat transfer through the ure- 
thane insulation is 


1130 


1 s 300 — 200)°C 
Qtotar = Q cond = KA Т = (0.026 W/m: °C)(1 qui ed eee 


0.01 т 





= 260 W 


Note that heat transfer through the urethane material is less than the heat 
transfer through the air determined in (a), although the thermal conductivity of 
the insulation is higher than that of air. This is because the insulation blocks 
the radiation whereas air transmits it. 

(d) The layers of the superinsulation prevent any direct radiation heat transfer 
between the plates. However, radiation heat transfer between the sheets of su- 
perinsulation does occur, and the apparent thermal conductivity of the super- 
insulation accounts for this effect. Therefore, 


(300 — 200)°C 
0.01 т 





Tot 
Qu = КА —— = (0.00002 W/m - *C)(1 m?) —02W 


L 
which is 4d; of the heat transfer through the vacuum. The results of this exam- 
ple are summarized in Fig. 16-21 to put them into perspective. 

Discussion This example demonstrates the effectiveness of superinsulations, 
which are discussed in Chap. 17, and explains why they are the insulation of 
choice in critical applications despite their high cost. 








EXAMPLE 16-8 Heat Transfer in Conventional 
and Microwave Ovens 





The fast and efficient cooking of microwave ovens made them one of the es- FIGURE 16-22 
sential appliances in modern kitchens (Fig. 16-22). Discuss the heat transfer A chicken being cooked in a 
microwave oven (Example 16-8). 





--Ө3--- 
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mechanisms associated with the cooking of a chicken in microwave and con- 
ventional ovens, and explain why cooking in a microwave oven is more efficient. 


sion is not due to the temperature of the magnetron; rather, it is due to the 
conversion of electrical energy into electromagnetic radiation at a specified 
wavelength. The wavelength of the microwave radiation is such that it is re- 
flected by metal surfaces; transmitted by the cookware made of glass, ceramic, 
or plastic; and absorbed and converted to internal energy by food (especially the 
water, sugar, and fat) molecules. 

In a microwave oven, the radiation that strikes the chicken is absorbed by 
the skin of the chicken and the outer parts. As a result, the temperature of the 
chicken at and near the skin rises. Heat is then conducted toward the inner 
parts of the chicken from its outer parts. Of course, some of the heat absorbed 
by the outer surface of the chicken is lost to the air in the oven by convection. 

In a conventional oven, the air in the oven is first heated to the desired tem- 
perature by the electric or gas heating element. This preheating may take sev- 
eral minutes. The heat is then transferred from the air to the skin of the chicken 
by natural convection in most ovens or by forced convection in the newer con- 
vection ovens that utilize a fan. The air motion in convection ovens increases 
the convection heat transfer coefficient and thus decreases the cooking time. 
Heat is then conducted toward the inner parts of the chicken from its outer 
parts as in microwave ovens. 

Microwave ovens replace the slow convection heat transfer process in con- 
ventional ovens by the instantaneous radiation heat transfer. As a result, micro- 
wave ovens transfer energy to the food at full capacity the moment they are 
turned on, and thus they cook faster while consuming less energy. 











EXAMPLE 16-9 Heating of a Plate by Solar Energy 


A thin metal plate is insulated on the back and exposed to solar radiation at the 
front surface (Fig. 16-23). The exposed surface of the plate has an absorptivity 
of O.6 for solar radiation. If solar radiation is incident on the plate at a rate of 
700 W/m? and the surrounding air temperature is 25°C, determine the surface 
temperature of the plate when the heat loss by convection and radiation equals 
the solar energy absorbed by the plate. Assume the combined convection and 
radiation heat transfer coefficient to be 50 W/m? - °C. 


SS EE 
A, © 


“рүс" 





700 W/m? 


SOLUTION The back side of the thin metal plate is insulated and the front 
side is exposed to solar radiation. The surface temperature of the plate is to be 
determined when it stabilizes. 

Assumptions 1 Steady operating conditions exist. 2 Heat transfer through the 
insulated side of the plate is negligible. 3 The heat transfer coefficient remains 
constant. 

Properties The solar absorptivity of the plate is given to be a = 0.6. 

Analysis The absorptivity of the plate is 0.6, and thus 60 percent of the solar 
radiation incident on the plate will be absorbed continuously. As a result, the 
temperature of the plate will rise, and the temperature difference between the 
plate and the surroundings will increase. This increasing temperature difference 


a=0.6 
25°C 











FIGURE 16-23 


SOLUTION Food is cooked in a microwave oven by absorbing the electromag- 

netic radiation energy generated by the microwave tube, called the magnetron. 

The radiation emitted by the magnetron is not thermal radiation, since its emis- 
Schematic for Example 16-9. 
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will cause the rate of heat loss from the plate to the surroundings to increase. 
At some point, the rate of heat loss from the plate will equal the rate of solar 
energy absorbed, and the temperature of the plate will no longer change. The 
temperature of the plate when steady operation is established is deter- 
mined from 


E gained = E (ost ог аА, Gincident solar — Потопа А5 (Т. ши! 


Solving for 7, and substituting, the plate surface temperature is determined 
to be 


0.6 x (700 W/m?) 
50 W/m? · °С 


Gincident, solar 


ШЭНЭ or = 25°C + = 33.4°C 


Ncombined 
Discussion Note that the heat losses will prevent the plate temperature from 
rising above 33.4°C. Also, the combined heat transfer coefficient accounts for 
the effects of both convection and radiation, and thus it is very convenient 
to use in heat transfer calculations when its value is known with reasonable 
accuracy. 


SUMMARY 








Heat can be transferred in three different modes: conduction, 
convection, and radiation. Conduction is the transfer of energy 
from the more energetic particles of a substance to the adjacent 
less energetic ones as a result of interactions between the parti- 
cles, and is expressed by F ourier's law of heat conduction as 


1 dT 
Q cond = 7 KA Tx 


where k is the thermal conductivity of the material, A is the 
area normal to the direction of heat transfer, and dT/dx is the 
temperature gradient. The magnitude of the rate of heat con- 
duction across a plane layer of thickness L is given by 


: АТ 
Q cond = КАЛГ- 


where AT is the temperature difference across the layer. 

Convection is the mode of heat transfer between a solid sur- 
face and the adjacent liquid or gas that is in motion, and in- 
volves the combined effects of conduction and fluid motion. 
The rate of convection heat transfer is expressed by Newton's 
law of cooling as 


Dona z hA, (T; = f) 


where h is the convection heat transfer coefficient in W/m? °C 
or Btu/h - ft? - *F, A, is the surface area through which con- 


vection heat transfer takes place, T, is the surface temperature, 
and T. is the temperature of the fluid sufficiently far from the 
surface. 

Radiation is the energy emitted by matter in the form of 
electromagnetic waves (or photons) as a result of the changes 
in the electronic configurations of the atoms or molecules. The 
maximum rate of radiation that can be emitted from a surface 
at an absolute temperature T, is given by the Stefan- Boltzmann 
law aS Q emit, max = OAT ¢, wheree: — 5.67 x 10. 5W/m? - K^ 
or 0.1714 x 10^? Btu/h : f? - R^ is the Stefan- Boltzmann 
constant. 

W hen a surface of emissivity s and surface area A, at an ab- 
solute temperature T, is completely enclosed by a much larger 
(or black) surface at absolute temperature T, separated by a 
gas (such as air) that does not intervene with radiation, the net 
rate of radiation heat transfer between these two surfaces is 
given by 


0 а = eh, [T4 = Tai) 


In this case, the emissivity and the surface area of the sur- 
rounding surface do not have any effect on the net radiation 
heat transfer. 

The rate at which a surface absorbs radiation is determined 
from Q absorbed = OQ incident Where Q incident iS the rate at which ra- 
diation is incident on the surface and a is the absorptivity of 
the surface. 
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PROBLEMS* 


Heat Transfer Mechanisms 


16-1C Consider two houses that are identical, except that the 
walls are built using bricks in one house, and wood in the other. 
If the walls of the brick house are twice as thick, which house 
do you think will be more energy efficient? 


16-2C Define thermal conductivity and explain its signifi- 
cance in heat transfer. 

16-3C What are the mechanisms of heat transfer? How are 
they distinguished from each other? 

16-4C Whatis the physical mechanism of heat conduction in 
a solid, a liquid, and a gas? 

16-5C Consider heat transfer through a windowless wall of 


a house on a winter day. Discuss the parameters that affect the 
rate of heat conduction through the wall. 


16-6C Write down the expressions for the physical laws that 
govern each mode of heat transfer, and identify the variables 
involved in each relation. 


16-7C How does heat conduction differ from convection? 


16-8C Does any of the energy of the sun reach the earth by 
conduction or convection? 


16-9C How does forced convection differ from natural 
convection? 

16-10C Define emissivity and absorptivity. W hat is K irch- 
hoff’s law of radiation? 

16-11C What is a blackbody? How do real bodies differ 
from blackbodies? 


16-12C Judging from its unit W/m - °C, can we define ther- 
mal conductivity of a material as the rate of heat transfer 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


through the material per unit thickness per unit temperature 
difference? Explain. 


16-13C Consider heat loss through the two walls of a house 
on a winter night. The walls are identical, except that one of 
them has a tightly fit glass window. Through which wall will 
the house lose more heat? Explain. 


16-14С Which isa better heat conductor, diamond or sil ver? 


16-15C Consider two walls of a house that are identical ex- 
cept that one is made of 10-cm-thick wood, while the other is 
made of 25-cm-thick brick. Through which wall will the house 
lose more heat in winter? 


16-16C How do the thermal conductivity of gases and liq- 
uids vary with temperature? 

16-17C Why is the thermal conductivity of superinsulation 
orders of magnitude lower than the thermal conductivity of 
ordinary insulation? 


16-18C Why do we characterize the heat conduction ability 
of insulators in terms of their apparent thermal conductivity 
instead of the ordinary thermal conductivity? 


16-19C Consider an alloy of two metals whose thermal con- 
ductivities are k, and k;. Will the thermal conductivity of the 
alloy be less than k;, greater than k;, or between k, and к? 


16-20 Theinner and outer surfaces of a 5-m x 6-m brick wall 
of thickness 30 cm and thermal conductivity 0.69 W/m: °C are 


Brick 
wall 


20°C SG 
1—30 ст: 








FIGURE P16-20 
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maintained at temperatures of 20°C and 5°C, respectively. 
Determine the rate of heat transfer through the wall, in W. 
Answer: 1035 W 


16-21 Theinner and outer surfaces of a 0.5-cm-thick 2-m x 
2-m window glass in winter are 10°C and 3°C, respectively. If 
the thermal conductivity of the glass is 0.78 W/m · °С, деѓег- 
mine the amount of heat loss, in kJ, through the glass over a 
period of 5 h. What would your answer be if the glass were 
1 cm thick? Answers: 78,624 kJ, 39,312 kJ 


16-22 eS Reconsider Prob. 16-21. Using EES (or other) 

== software, plot the amount of heat loss through 
the glass as a function of the window glass thickness in the 
range of 0.1 cm to 1.0 cm. Discuss the results. 


16-23 An aluminum pan whose thermal conductivity is 
237 W/m : °C has a flat bottom with diameter 20 cm and thick- 
ness 0.4 cm. Heat is transferred steadily to boiling water in the 
pan through its bottom at a rate of 800 W. If the inner surface 
of the bottom of the pan is at 105°C, determine the temperature 
of the outer surface of the bottom of the pan. 





800 W 
FIGURE P16-23 


16-24E Thenorth wall of an electrically heated home is 20 ft 
long, 10 ft high, and 1 ft thick, and is made of brick whose 
thermal conductivity is k — 0.42 Btu/h - ft - °F. On a certain 
winter night, the temperatures of the inner and the outer sur- 
faces of the wall are measured to be at about 62°F and 25°F, 
respectively, for a period of 8 h. Determine (a) the rate of heat 
loss through the wall that night and (b) the cost of that heat loss 
to the home owner if the cost of electricity is $0.07/kW h. 


16-25 Іп a certain experiment, cylindrical samples of di- 
ameter 4 cm and length 7 cm are used (seeFig. 16-9). Thetwo 
thermocouples in each sample are placed 3 cm apart. A fter ini- 
tial transients, the electric heater is observed to draw 0.6 A at 
110 V, and both differential thermometers read a temperature 
difference of 10°C. Determine the thermal conductivity of the 
sample. Answer: 78.8 W/m - °C 


16-26 One way of measuring the thermal conductivity of a 
material is to sandwich an electric thermofoil heater between 
two identical rectangular samples of the material and to heavily 
insulate the four outer edges, as shown in the figure. T hermo- 
couples attached to the inner and outer surfaces of the samples 
record the temperatures. 


—— 
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During an experiment, two 0.5-cm-thick samples 10 cm x 
10 cm in size are used. W hen steady operation is reached, the 
heater is observed to draw 35 W of electric power, and the tem- 
perature of each sample is observed to drop from 82°C at the 
inner surface to 74?C at the outer surface. Determine the ther- 
mal conductivity of the material at the average temperature. 


Insulation 





Samples ^ 


Resistance 
heater 


FIGURE P16-26 


16-27 Repeat Prob. 16-26 for an electric power consump- 
tion of 28 W. 


16-28 A heat flux meter attached to the inner surface of a 
3-cm-thick refrigerator door indicates a heat flux of 25 W/m? 
through the door. Also, the temperatures of the inner and the 
outer surfaces of the door are measured to be 7°C and 15°C, 
respectively. Determine the average thermal conductivity of 
the refrigerator door. Answer: 0.0938 W/m - °C 


16-29 Consider a person standing in a room maintained at 
20°C at all times. The inner surfaces of the walls, floors, and 
ceiling of the house are observed to be at an average tempera- 
ture of 12°C in winter and 23°C in summer. Determine the 
rates of radiation heat transfer between this person and the sur- 
rounding surfaces in both summer and winter if the exposed 
surface area, emissivity, and the average outer surface temper- 
ature of the person are 1.6 m?, 0.95, and 32°C, respectively. 


16-30 Ken Reconsider Prob. 16-29. Using EES (or other) 

ss software, plot the rate of radiation heat transfer 
in winter as a function of the temperature of the inner surface 
of the room in the range of 8°C to 18°C. Discuss the results. 


16-31 For heat transfer purposes, a standing man can be 
modeled as a 30-cm-diameter, 170-cm-long vertical cylinder 
with both the top and bottom surfaces insulated and with the 
side surface at an average temperature of 34?C. For a convec- 
tion heat transfer coefficient of 15 W/m? - *C, determine the 
rate of heat loss from this man by convection in an environ- 
ment at 20°C. Answer: 336 W 


16-32 Hot air at 80°C is blown over a 2-m x 4-m flat sur- 
face at 30°C. If the average convection heat transfer coefficient 
is55 W/m2: °C, determine the rate of heat transfer from the air 
to the plate, in kW. Answer: 22 kW 


16-33 ee Reconsider Prob. 16-32. Using EES (or 
ss other) software, plot the rate of heat transfer 
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as a function of the heat transfer coefficient in the range of 
20 W/m? : °C to 100 W/m? - °C. Discuss the results. 


16-34 The heat generated in the circuitry on the surface of a 
silicon chip (k = 130 W/m - °C) is conducted to the ceramic 
substrate to which it is attached. The chip is 6 mm x 6 mm in 
size and 0.5 mm thick and dissipates 3 W of power. Disregard- 
ing any heat transfer through the 0.5-mm-high side surfaces, 
determine the temperature difference between the front and 
back surfaces of the chip in steady operation. 


Silicon 






Ceramic 
substrate 


FIGURE P16-34 


16-35 A 50-cm-long, 800-W electric resistance heating ele- 
ment with diameter 0.5 cm and surface temperature 120°C is 
immersed in 60 kg of water initially at 20°C. Determine how 
long it will take for this heater to raise the water temperature to 
80°C. Also, determine the convection heat transfer coefficients 
at the beginning and at the end of the heating process. 


16-36 A 5-cm-external-diameter, 10-m-long hot-water pipe 
at 80°C is losing heat to the surrounding air at 5°C by natural 
convection with a heat transfer coefficient of 25 W/m? · °С. 
Determine the rate of heat loss from the pipe by natural con- 
vection, in W. Answer: 2945 W 


16-37 A hollow spherical iron container with outer diameter 
20 cm and thickness 0.4 cm is filled with iced water at 0°C. If 
the outer surface temperature is 5°C, determine the approxi- 
mate rate of heat loss from the sphere, in kW, and the rate at 
which ice melts in the container. The heat from fusion of water 
is 333.7 kJ/kg. 


0.4 ст 





FIGURE P16—37 


16-38 Sy Reconsider Prob. 16-37. Using EES (or other) 


Ss software, plot the rate at which ice melts as a 


—— 


function of the container thickness in the range of 0.2 cm to 
2.0 cm. Discuss the results. 


16-39E Theinner and outer glasses of a 6-ft x 6-ft double- 
pane window are at 60°F and 42°F, respectively. If the 0.25-in. 
space between the two glasses is filled with still air, determine 
the rate of heat transfer through the window. 

Answer: 439 Btu/h 


16-40 Two surfaces of a 2-cm-thick plate are maintained at 
0°C and 80°C, respectively. If it is determined that heat is 
transferred through the plate at a rate of 500 W /m?, determine 
its thermal conductivity. 


16-41 Four power transistors, each dissipating 15 W, are 
mounted on a thin vertical aluminum plate 22 cm x 22 cm in 
Size. The heat generated by the transistors is to be dissipated by 
both surfaces of the plate to the surrounding air at 25°C, which 
is blown over the plate by a fan. The entire plate can be as- 
sumed to be nearly isothermal, and the exposed surface area of 
the transistor can be taken to be equal to its base area. If the 
average convection heat transfer coefficient is 25 W/m? · °С, 
determine the temperature of the aluminum plate. Disregard 
any radiation effects. 


16-42 An ice chest whose outer dimensions are 30 cm x 
40 cm X 40 cmis made of 3-cm-thick Styrofoam (k = 0.033 
W/m - °C). Initially, the chest is filled with 40 kg of ice at 0°C, 
and the inner surface temperature of the ice chest can be taken 
to be 0°C atall times. The heat of fusion of ice at 0°C is 333.7 
kJ/kg, and the surrounding ambient air is at 30°C. Disregarding 
any heat transfer from the 40-cm x 40-cm base of the ice 
chest, determine how long it will take for the ice in the chest to 
melt completely if the outer surfaces of the ice chest are at 8°C. 
Answer: 32.7 days 
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FIGURE P16-42 


16-43 A transistor with a height of 0.4 cm and a diameter of 
0.6 cm is mounted on a circuit board. The transistor is cooled 
by air flowing over it with an average heat transfer coefficient 
of 30 W/m? - °C. If the air temperature is 55°C and the tran- 
sistor case temperature is not to exceed 70°C, determine the 
amount of power this transistor can dissipate safely. Disregard 
any heat transfer from the transistor base. 
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FIGURE P16-43 


16-44 Sy Reconsider Prob. 16-43. Using EES (or other) 
software, plot the amount of power the transistor 

can dissipate safely as a function of the maximum case tem- 

perature in the range of 60°C to 90°C. Discuss the results. 


16-45E A 200-ft-long section of a steam pipe whose outer 
diameter is 4 in passes through an open space at 50°F. The av- 
erage temperature of the outer surface of the pipe is measured 
to be 280°F, and the average heat transfer coefficient on that 
surface is determined to be 6 Btu/h : ft? - °F. Determine (a) the 
rate of heat loss from the steam pipe and (b) the annual cost of 
this energy loss if steam is generated in a natural gas furnace 
having an efficiency of 86 percent, and the price of natural gas 
is $0.58/therm (1 therm = 100,000 Btu). 

Answers: (a) 289,000 Btu/h, (b) $17,074 /yr 


16-46 The boiling temperature of nitrogen at atmospheric 
pressure at sea level (1 atm) is —196°C. Therefore, nitrogen is 
commonly used in low temperature scientific studies since the 
temperature of liquid nitrogen in a tank open to the atmosphere 
will remain constant at —196°C until the liquid nitrogen in 


N, vapor 
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FIGURE P16-46 
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the tank is depleted. Any heat transfer to the tank will result 
in the evaporation of some liquid nitrogen, which has a heat of 
vaporization of 198 kJ/kg and a density of 810 kg/m? at 1 atm. 

Consider a 4-m-diameter spherical tank initially filled 
with liquid nitrogen at 1 atm and —196°C. The tank is ex- 
posed to 20°C ambient air with a heat transfer coefficient of 
25 W/m? - °C. The temperature of the thin-shelled spherical 
tank is observed to be almost the same as the temperature of 
the nitrogen inside. Disregarding any radiation heat exchange, 
determine the rate of evaporation of the liquid nitrogen in the 
tank as a result of the heat transfer from the ambient air. 


16-47 Repeat Prob. 16-46 for liquid oxygen, which has 
a boiling temperature of —183°C, a heat of vaporization of 
213 kJ/kg, and a density of 1140 kg/m? at 1 atm pressure. 


16- 48 «c Reconsider Prob. 16-46. Using EES (or other) 

<= software, plot the rate of evaporation of liquid 
nitrogen as a function of the ambient air temperature in the 
range of 0°C to 35°C. Discuss the results. 


16-49 Consider a person whose exposed surface area is 
1.7 m?, emissivity is 0.7, and surface temperature is 32°C. 
Determine the rate of heat loss from that person by radiation in 
a large room having walls at a temperature of (a) 300 K and 
(b) 280K. Answers: (a) 37.4 W, (b) 169.2 W 


16-50 A 0.3-cm-thick, 12-cm-high, and 18-cm-long circuit 
board houses 80 closely spaced logic chips on one side, each 
dissipating 0.06 W. The board is impregnated with copper fill- 
ings and has an effective thermal conductivity of 16 W/m: °C. 
A II the heat generated in the chips is conducted across the cir- 
cuit board and is dissipated from the back side of the board to 
the ambient air. Determine the temperature difference between 
the two sides of the circuit board. Answer: 0.042°C 


16-51 Consider a sealed 20-cm-high electronic box whose 
base dimensions are 40 cm x 40 cm placed in a vacuum cham- 
ber. The emissivity of the outer surface of the box is 0.95. If the 
electronic components in the box dissipate a total of 100 W of 
power and the outer surface temperature of the box is not to ex- 
ceed 55°C, determine the temperature at which the surrounding 
surfaces must be kept if this box is to be cooled by radiation 
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FIGURE P16—51 
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alone. Assume the heat transfer from the bottom surface of the 
box to the stand to be negligible. 


16-52 Using the conversion factors between W and Btu/h, m 
and ft, and K and R, express the Stefan-Boltzmann constant 
с = 5.67 x 10-*5W /m? - K^ in the English unit Btu/h - ft? - R^. 


16-53 An engineer who is working on the heat transfer 
analysis of a house in English units needs the convection heat 
transfer coefficient on the outer surface of the house. But the 
only value he can find from his handbooks is 20 W/m? - *C, 
which is in SI units. The engineer does not have a direct 
conversion factor between the two unit systems for the con- 
vection heat transfer coefficient. Using the conversion factors 
between W and Btu/h, m and ft, and °C and °F, express the 
given convection heat transfer coefficient in Btu/h - ft? - ?F. 
Answer: 3.52 Btu/h - ft? - °F 


Simultaneous Heat Transfer Mechanisms 


16-54C Can all three modes of heat transfer occur simulta- 
neously (in parallel) in a medium? 


16-55C Can a medium involve (a) conduction and con- 
vection, (b) conduction and radiation, or (c) convection and ra- 
diation simultaneously? Give examples for the “yes” answers. 


16-56C The deep human body temperature of a healthy 
person remains constant at 37°C while the temperature and 
the humidity of the environment change with time. Discuss the 
heat transfer mechanisms between the human body and the en- 
vironment both in summer and winter, and explain how a per- 
son can keep cooler in summer and warmer in winter. 


16-57C We often turn the fan on in summer to help us cool. 
Explain how a fan makes us feel cooler in the summer. Also 
explain why some people use ceiling fans also in winter. 


16-58 Consider a person standing in a room at 23°C. D eter- 
mine the total rate of heat transfer from this person if the ex- 
posed surface area and the skin temperature of the person are 
1.7 m? and 32°C, respectively, and the convection heat transfer 
coefficient is 5 W/m? : °C. Take the emissivity of the skin and 
the clothes to be 0.9, and assume the temperature of the inner 
surfaces of the room to be the same as the air temperature. 
Answer: 161 W 


16-59 Consider steady heat transfer between two large 
parallel plates at constant temperatures of T, — 290 K and 
T, = 150 K that are L = 2 cm apart. Assuming the surfaces to 
be black (emissivity « = 1), determine the rate of heat transfer 
between the plates per unit surface area assuming the gap 
between the plates is (a) filled with atmospheric air, (D) evacu- 
ated, (C) filled with fiberglass insulation, and (d) filled with 
superinsulation having an apparent thermal conductivity of 
0.00015 W/m - °C. 


16-60 A 1.4-m-long, 0.2-cm-diameter electrical wire extends 
across a room that is maintained at 20°C. Heat is generated in 
the wire as a result of resistance heating, and the surface tem- 
perature of the wire is measured to be 240°C in steady op- 


—— 


eration. Also, the voltage drop and electric current through 
the wire are measured to be 110 V and 3A, respectively. Dis- 
regarding any heat transfer by radiation, determine the con- 
vection heat transfer coefficient for heat transfer between the 
outer surface of the wire and the air in the room. 
Answer: 170.5 W/m? - °C 

Room 

20°C 


240°C 
( 


< Electric resistance heater 


FIGURE P16-60 


16-61 Reconsider Prob. 16-60. Using EES (or other) 

ss software, plot the convection heat transfer coef- 
ficient as a function of the wire surface temperature in the 
range of 100°C to 300°C. Discuss the results. 


16-62E A 2-in-diameter spherical ball whose surface is 
maintained at a temperature of 170°F is suspended in the mid- 
dle of a room at 70°F. If the convection heat transfer coefficient 
is 12 Btu/h: ft? - °F and the emissivity of the surface is 0.8, de- 
termine the total rate of heat transfer from the ball. 


16-63 D A 1000-W iron is left on the iron board with its 
«s” base exposed to the air at 20°C. The convection 
heat transfer coefficient between the base surface and the sur- 
rounding air is 35 W/m? : °C. If the base has an emissivity of 
0.6 and a surface area of 0.02 m2, determine the temperature of 


the base of the iron. Answer: 674°C 


Iron 





FIGURE P16-63 


16-64 Theouter surface of a spacecraft in space has an emis- 
Sivity of 0.8 and a solar absorptivity of 0.3. If solar radiation is 
incident on the spacecraft at a rate of 950 W /m?, determine the 
surface temperature of the spacecraft when the radiation emit- 
ted equals the solar energy absorbed. 


16-65 A 3-m-internal-diameter spherical tank made of 1-cm- 
thick stainless steel is used to store iced water at 0°C. The tank 
is located outdoors at 25°C. Assuming the entire steel tank to 
be at 0°C and thus the thermal resistance of the tank to be neg- 
ligible, determine (a) the rate of heat transfer to the iced water 
in the tank and (b) the amount of ice at 0°C that melts during a 
24-h period. The heat of fusion of water at atmospheric pressure 
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is his = 333.7 kJ/kg. The emissivity of the outer surface of the 
tank is 0.6, and the convection heat transfer coefficient on the 
outer surface can be taken to be 30 W/m2: °C. Assume the av- 
erage surrounding surface temperature for radiation exchange 
tobe 15°C. Answer: 5898 kg 


16- 66 22 The roof of a house consists of a 15-cm-thick 
«s” concrete slab (k = 2 W/m - °C) that is 15 m 
wide and 20 m long. The emissivity of the outer surface of the 
roof is 0.9, and the convection heat transfer coefficient on that 
surface is estimated to be 15 W/m? °C. The inner surface of 
the roof is maintained at 15°C. On aclear winter night, the am- 
bient air is reported to be at 10°C while the night sky tempera- 
ture for radiation heat transfer is 255 K. Considering both 
radiation and convection heat transfer, determine the outer sur- 
face temperature and the rate of heat transfer through the roof. 
If the house is heated by a furnace burning natural gas with 
an efficiency of 85 percent, and the unit cost of natural gas is 
$0.60/therm (1 therm = 105,500 kJ of energy content), de- 
termine the money lost through the roof that night during a 
14-h period. 


16-67E Consider a flat plate solar collector placed horizon- 
tally on the flat roof of a house. The collector is 5 ft wide and 
15 ft long, and the average temperature of the exposed surface 
of the collector is 100°F. The emissivity of the exposed sur- 
face of the collector is 0.9. Determine the rate of heat loss from 
the collector by convection and radiation during a calm day 
when the ambient air temperature is 70°F and the effective 
sky temperature for radiation exchange is 50°F. Take the con- 
vection heat transfer coefficient on the exposed surface to be 
2.5 Btu/h - f£? °F. 


Tayo 


70°F Solar collector 





FIGURE P16-67E 


Review Problems 


16-68 It is well known that wind makes the cold air feel 
much colder as a result of the windchill effect that is due to the 
increase in the convection heat transfer coefficient with in- 
creasing air velocity. The windchill effect is usually expressed 
in terms of the windchill factor, which is the difference be- 
tween the actual air temperature and the equivalent calm-air 
temperature. For example, a windchill factor of 20°C for an 
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actual air temperature of 5°C means that the windy air at 5°C 
feels as cold as the still air at — 15?C. In other words, a person 
will lose as much heat to air at 5°C with a windchill factor of 
20°C as he or she would in calm air at —15°C. 

For heat transfer purposes, a standing man can be modeled 
as a 30-cm-diameter, 170-cm-long vertical cylinder with both 
the top and bottom surfaces insulated and with the side surface 
at an average temperature of 34°C. For a convection heat trans- 
fer coefficient of 15 W /m? - *C, determine the rate of heat loss 
from this man by convection in still air at 20°C. What would 
your answer be if the convection heat transfer coefficient is in- 
creased to 50 W /m? - C as a result of winds? W hat is the wind- 
chill factor in this case? Answers: 336 W, 1120 W, 32.7°C 


16-69 A thin metal plate is insulated on the back and ex- 
posed to solar radiation on the front surface. The exposed sur- 
face of the plate has an absorptivity of 0.7 for solar radiation. If 
solar radiation is incident on the plate at a rate of 700 W/m? 
and the surrounding air temperature is 10°C, determine the sur- 
face temperature of the plate when the heat loss by convection 
equals the solar energy absorbed by the plate. Take the convec- 
tion heat transfer coefficient to be 30 W/m? °C, and disregard 
any heat loss by radiation. 
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FIGURE P16-69 


16-70 A 4-m x 5-m x 6-m room is to be heated by one ton 
(1000 kg) of liquid water contained in a tank placed in the 
room. The room is losing heat to the outside at an average rate 
of 10,000 kJ /h. The room is initially at 20°C and 100 kPa, and 
is maintained at an average temperature of 20°C atall times. If 
the hot water is to meet the heating requirements of this room 
for a 24-h period, determine the minimum temperature of the 
water when it is first brought into the room. Assume constant 
specific heats for both air and water at room temperature. 
Answer: 77.4°C 


16-71 Consider a 3-m x 3-m x 3-m cubical furnace whose 
top and side surfaces closely approximate black surfaces at a 
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temperature of 1200 K. The base surface has an emissivity of 
& — 0.7, and is maintained at 800 K. Determine the net rate 
of radiation heat transfer to the base surface from the top and 
side surfaces. Answer: 594,400 W 


16-72 Consider a refrigerator whose dimensions are 1.8 m x 
1.2m x 0.8 m and whose walls are 3 cm thick. The refrigera- 
tor consumes 600 W of power when operating and has a COP 
of 2.5. It is observed that the motor of the refrigerator remains 
on for 5 m in and then is off for 15 m in periodically. If the av- 
erage temperatures at the inner and outer surfaces of the refrig- 
erator are 6°C and 17°C, respectively, determine the average 
thermal conductivity of the refrigerator walls. Also, determine 
the annual cost of operating this refrigerator if the unit cost of 
electricity is $0.08/kWh. 


17°C 
6°C 








FIGURE P16-72 


16-73 Engine valves (C, = 440 J/kg : °C and p — 7840 
kg/m?) are to be heated from 40°C to 800°C in 5 min in the 
heat treatment section of a valve manufacturing facility. The 
valves have a cylindrical stem with a diameter of 8 mm anda 
length of 10 cm. The valve head and the stem may be assumed 
to be of equal surface area, with a total mass of 0.0788 kg. For 
a single valve, determine (a) the amount of heat transfer, 
(b) the average rate of heat transfer, and (c) the average heat 
flux, (d) the number of valves that can be heat treated per day if 
the heating section can hold 25 valves, and itis used 10 h per day. 


16-74 Consider a flat plate solar collector placed at the roof 
of a house. T he temperatures at the inner and outer surfaces of 
the glass cover are measured to be 28°C and 25°C, respec- 
tively. The glass cover has a surface area of 2.2. m? and a thick- 
ness of 0.6 cm and a thermal conductivity of 0.7 W /m - C. H eat 
is lost from the outer surface of the cover by convection and ra- 
diation with a convection heat transfer coefficient of 10 W/m? 
-°C and an ambient temperature of 15°C. Determine the frac- 
tion of heat lost from the glass cover by radiation. 


16-75 The rate of heat loss through a unit surface area of 
a window per unit temperature difference between the in- 
doors and the outdoors is called the U-factor. The value of 
the U-factor ranges from about 1.25 W/m? : °C (or 0.22 
Btu/h : ft? - °F) for low-e coated, argon-filled, quadruple-pane 
windows to 6.25 W/m? : °C (or 1.1 Btu/h : ft? - *F) for a single- 


—— 


pane window with aluminum frames. D etermine the range for 
the rate of heat loss through a 1.2-m х 1.8-m window of a 
house that is maintained at 20°C when the outdoor air temper- 
ature is —8°C. 


1.2m 
Indoors 
o Outdoors 
20°C -8°C 
0 
18 т 


FIGURE P16-75 


16-76 ee Reconsider Prob. 16-75. Using EES (or other) 
= software, plot the rate of heat loss through the 
window as a function of the U -factor. Discuss the results. 


16-77 Consider a house in Atlanta, Georgia, that is main- 
tained at 22?C and has a total of 20 m? of window area. The 
windows are double-door type with wood frames and metal 
spacers and have a U -factor of 2.5 W /m? · °С (see Prob. 16-75 
for the definition of U -factor). The winter average temperature 
of Atlanta is 11.3°C. Determine the average rate of heat loss 
through the windows in winter. 


16-78 A 50-cm-long, 2-mm-diameter electric resistance wire 
submerged in water is used to determine the boiling heat trans- 
fer coefficient in water at 1 atm experimentally. The wire tem- 
perature is measured to be 130°C when a wattmeter indicates 
the electric power consumed to be 4.1 kW. Using Newton’s 
law of cooling, determine the boiling heat transfer coefficient. 


1 atm 


| «€ | 
(у 





























FIGURE P16-78 


Design and Essay Problems 


16-79 Write an essay on how microwave ovens work, and 
explain how they cook much faster than conventional ovens. 
Discuss whether conventional electric or microwave ovens 
consume more electricity for the same task. 


16-80 Using information from the utility bills for the coldest 
month last year, estimate the average rate of heat loss from 
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your house for that month. In your analysis, consider the con- 
tribution of the internal heat sources such as people, lights, and 
appliances. Identify the primary sources of heat loss from your 
house and propose ways of improving the energy efficiency of 
your house. 


16-81 Conduct this experiment to determine the heat transfer 
coefficient between an incandescent lightbulb and the sur- 
rounding air using a 60-W lightbulb. You will need an indoor- 
outdoor thermometer, which can be purchased for about $10 in 


—— 


739 
CHAPTER 16 


a hardware store, and a metal glue. Y ou will also need a piece 
of string and a ruler to calculate the surface area of the light- 
bulb. First, measure the air temperature in the room, and then 
gluethetip of the thermocouple wire of the thermometer to the 
glass of the lightbulb. Turn the light on and wait until the tem- 
perature reading stabilizes. The temperature reading will give 
the surface temperature of the lightbulb. A ssuming 10 percent 
of the rated power of the bulb is converted to light, calculate 
the heat transfer coefficient from N ewton's law of cooling. 
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n heat transfer analysis, we are often interested in the rate of heat transfer 

through a medium under steady conditions and surface temperatures. Such 

problems can be solved easily without involving any differential equations 
by the introduction of thermal resistance concepts in an analogous manner to 
electrical circuit problems. In this case, the thermal resistance corresponds 
to electrical resistance, temperature difference corresponds to voltage, and the 
heat transfer rate corresponds to electric current. 

We start this chapter with one-dimensional steady heat conduction in 
a plane wall, a cylinder, and a sphere, and develop relations for thermal resis- 
tances in these geometries. We also develop thermal resistance relations for 
convection and radiation conditions at the boundaries. We apply this concept 
to heat conduction problems in multilayer plane walls, cylinders, and spheres 
and generalize it to systems that involve heat transfer in two or three dimen- 
sions. We also discuss the thermal contact resistance and the overall heat 
transfer coefficient and develop relations for the critical radius of insulation 
for a cylinder and a sphere. Finally, we discuss steady heat transfer from 
finned surfaces and some complex geometrics commonly encountered in 
practice through the use of conduction shape factors. 
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FIGURE 17-1 

Heat flow through a wall is one- 
dimensional when the temperature of 
the wall varies in one direction only. 
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17-1 = STEADY HEAT CONDUCTION IN PLANE WALLS 


Consider steady heat conduction through the walls of a house during a winter 
day. We know that heat is continuously lost to the outdoors through the wall. 
We intuitively feel that heat transfer through the wall is in the normal direc- 
tion to the wall surface, and no significant heat transfer takes place in the wall 
in other directions (Fig. 17-1). 

Recall that heat transfer in a certain direction is driven by the temperature 
gradient in that direction. There will be no heat transfer in a direction in which 
there is no change in temperature. Temperature measurements at several loca- 
tions on the inner or outer wall surface will confirm that a wall surface is 
nearly isothermal. That is, the temperatures at the top and bottom of a wall 
surface as well as at the right or left ends are almost the same. Therefore, there 
will be no heat transfer through the wall from the top to the bottom, or from 
left to right, but there will be considerable temperature difference between the 
inner and the outer surfaces of the wall, and thus significant heat transfer in 
the direction from the inner surface to the outer one. 

The small thickness of the wall causes the temperature gradient in that 
direction to be large. Further, if the air temperatures in and outside the house 
remain constant, then heat transfer through the wall of a house can be modeled 
as steady and one-dimensional. The temperature of the wall in this case 
will depend on one direction only (say the x-direction) and can be expressed 
as T(x). 

Noting that heat transfer is the only energy interaction involved in this case 
and there is no heat generation, the energy balance for the wall can be ex- 
pressed as 





Rate of Rate of Rate of change 
heat transfer |— | heattransfer | =| of the energy 
into the wall out of the wall of the wall 
or 
: . dE 
Qin = Q out = dt (17-1) 


But dE 4, /dt — 0 for steady operation, sincethere is no change in the temper- 
ature of the wall with time at any point. T herefore, the rate of heat transfer into 
the wall must be equal to the rate of heat transfer out of it. In other words, the 
rate of heat transfer through the wall must be constant, Q cona, way = constant. 

Consider a plane wall of thickness L and average thermal conductivity k. 
The two surfaces of the wall are maintained at constant temperatures of 
T4, and T;. For one-dimensional steady heat conduction through the wall, 
we have T(x). Then Fourier's law of heat conduction for the wall can be 
expressed as 

dT 


бсан = —kA dx (W) (17-2) 


where the rate of conduction heat transfer Она wai and the wall area A are 
constant. Thus we have dT/dx — constant, which means that the temperature 
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through the wall varies linearly with x. Thatis, the temperature distribution in 
the wall under steady conditions is a straight line (Fig. 17-2). 

Separating the variables in the preceding equation and integrating from 
x = 0, where T(0) = T,, tox =L, where T(L) = T>, we get 


L 1 Т, 
| Q cond, wall dx = -| kA dT 
x-0 =T; 


Performing the integrations and rearranging gives 


цев 


C addi = КА ES (W) (17-3) 


which is identical to Eq. 17-1. Again, the rate of heat conduction through 
a plane wall is proportional to the average thermal conductivity, the wall 
area, and the temperature difference, but is inversely proportional to the 
wall thickness. Also, once the rate of heat conduction is available, the tem- 
perature T(x) at any location x can be determined by replacing T; in Eq. 17-3 
by T, and L by x. 


The Thermal Resistance Concept 
Equation 17-3 for heat conduction through a plane wall can be rearranged as 


Te Ts 
R wall 





басан = (W) (17-4) 


where 


(°C/W) (17-5) 


і 
Rwan = kA 


is the thermal resistance of the wall against heat conduction or simply the 
conduction resistance of the wall. Note that the thermal resistance of a 
medium depends on the geometry and the thermal properties of the medium. 
This equation for heat flow is analogous to the relation for electric current 
flow |, expressed as 
М,-М, 


R. (17-6) 
whereR, = L/o, A is the electric resistance and V, — V, is the voltage differ- 
ence across the resistance (a, is the electrical conductivity). Thus, the rate of 
heat transfer through a layer corresponds to the electric current, the thermal 
resistance corresponds to electrical resistance, and the temperature difference 
corresponds to voltage difference across the layer (Fig. 17-3). 

Consider convection heat transfer from a solid surface of area A, and tem- 
perature T, to a fluid whose temperature sufficiently far from the surface is T., 
with a convection heat transfer coefficient h. Newton’s law of cooling for con- 
vection heat transfer rate Q cony = hA; (T; — T.) can be rearranged as 


5-4 


R conv 





буг (w) (17-7) 
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FIGURE 17-2 

Under steady conditions, 

the temperature distribution in 
a plane wall is a straight line. 


(b) Electric current flow 
FIGURE 17-3 
A nalogy between thermal 
and electrical resistance concepts. 
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A, 
D 
Solid h Te 
| s 
Т, e — АЛЛАААЛ--- Т 
-4 
R conv B А, 
FIGURE 17-4 


Schematic for convection 
resistance at a surface. 








Q =Q conv цо 


FIGURE 17-5 
Schematic for convection and 
radiation resistances at a surface. 
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where 


Reon = ТҮ (°C/W) (17-8) 


is the thermal resistance of the surface against heat convection, or simply the 
convection resistance of the surface (Fig. 17-4). Note that when the convec- 
tion heat transfer coefficient is very large (h — o), the convection resistance 
becomes zero and T, ^ T... T hat is, the surface offers no resistance to convec- 
tion, and thus it does not slow down the heat transfer process. T his situation is 
approached in practice at surfaces where boiling and condensation occur. A Iso 
note that the surface does not have to be a plane surface. Equation 17-8 for 
convection resistance is valid for surfaces of any shape, provided that the as- 
sumption of h = constant and uniform is reasonable. 

W hen the wall is surrounded by a gas, the radiation effects, which we have 
ignored so far, can be significant and may need to be considered. The rate of 
radiation heat transfer between a surface of emissivity s and area A, at tem- 
perature T, and the surrounding surfaces at some average temperature T, can 
be expressed as 


T, = Tun 


Qus = ec AT? = Tar Б Arad A(T. = Teun) = К 


(W) (17-9) 


where 


1 
Ка = пд; (K/W) (17-10) 


is the thermal resistance of a surface against radiation, or the radiation re- 
sistance, and 


hrad = at = го(Т2 + Тан), + Та) (W/m? - K) (17-11) 
is the radiation heat transfer coefficient. N ote that both T, and T ur must be 
in K in the evaluation of h,a The definition of the radiation heat transfer co- 
efficient enables us to express radiation conveniently in an analogous manner 
to convection in terms of a temperature difference. But h,a depends strongly 
on temperature while hcony usually does not. 

A surface exposed to the surrounding air involves convection and radiation 
simultaneously, and the total heat transfer at the surface is determined by 
adding (or subtracting, if in the opposite direction) the radiation and convec- 
tion components. The convection and radiation resistances are parallel to each 
other, as shown in Fig. 17-5, and may cause some complication in the thermal 
resistance network. W hen Tur ~ Ta the radiation effect can properly be ac- 
counted for by replacing h in the convection resistance relation by 


Neombined = ће T hrad (W/m? - K) (17-12) 


where ħeombineg IS the combined heat transfer coefficient. This way all the 
complications associated with radiation are avoided. 
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á- Tai - Ta; T m R conv, 1 h R мап R conv, 2 T Thermal 
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Rei tRe 2 +R, 3 : 2 analogy 
FIGURE 17-6 


The thermal resistance network for heat transfer through a plane wall subjected to convection on both sides, 


Thermal Resistance Network 

Now consider steady one-dimensional heat flow through a plane wall of thick- 
ness L, area A, and thermal conductivity k that is exposed to convection on 
both sides to fluids at temperatures Tı and T. with heat transfer coefficients 
hı and h;, respectively, as shown in Fig. 17-6. Assuming T..2 < T..1, the vari- 
ation of temperature will be as shown in the figure. N ote that the temperature 
varies linearly in the wall, and asymptotically approaches T. and T. in the 
fluids as we move away from the wall. 

U nder steady conditions we have 


Rate of Rate of Rate of 
heat convection | =| heat conduction | =} heat convection 
into the wall through the wall from the wall 
or 
Ts 


Q =h, A(T... — Ty) = kA = h A(T; — To) (17-13) 


L 


which can be rearranged as 

Tar Та Т,-1, Т,-1.2 
IMA LKA hA 

Tai T4 Т,-1, Т:-1.2 


R conv, 1 R wali Rony, 2 








(17-14) 


Adding the numerators and denominators yields (Fig. 17-7) 
Та zy ps 


б = (W) (17-15) 
total 
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and the electrical analogy. 





FIGURE 17-7 
A useful mathematical identity. 
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FIGURE 17-8 
The temperature drop across a layer is 
proportional to its thermal resistance 
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R conv, 1 Т, R wall T; R conv, 2 
Т еМ ЛАЛА ЛАЛА Т. 
2°C/W 15°C /W 3°C /W 
AT =QR 
where 
А в zd d à 
total ^ "conv 1 T R wall T Rone? => hA F КА a h, A ( C/W) (17-16) 


Note that the heat transfer area A is constant for a plane wall, and the rate of 
heat transfer through a wall separating two mediums is equal to the tempera- 
ture difference divided by the total thermal resistance between the mediums. 
Also note that the thermal resistances are in series, and the equivalent thermal 
resistance is determined by simply adding the individual resistances, just like 
the electrical resistances connected in series. Thus, the electrical analogy stil! 
applies. We summarize this as the rate of steady heat transfer between two 
surfaces is equal to the temperature difference divided by the total thermal re- 
sistance between those two surfaces. 

Another observation that can be made from Eq. 17-15 is that the ratio of the 
temperature drop to the thermal resistance across any layer is constant, and 
thus the temperature drop across any layer is proportional to the thermal 
resistance of the layer. The larger the resistance, the larger the temperature 
drop. In fact, the equation Q = AT/R can be rearranged as 


АТ = дА (°С) (17-17) 


which indicates that the temperature drop across any layer is equal to the rate 
of heat transfer times the thermal resistance across that layer (Fig. 17-8). You 
may recall that this is also true for voltage drop across an electrical resistance 
when the electric current is constant. 

It is sometimes convenient to express heat transfer through a medium in an 
analogous manner to N ewton's law of cooling as 


Q =UAAT (W) (17-18) 


where U is the overall heat transfer coefficient. A comparison of Eqs. 17-15 
and 17-18 reveals that 
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FIGURE 17-9 
The thermal resistance network for 
2 heat transfer through a two-layer 
PES d R,- Li R,- L2. AE S plane wall subjected to 
con L= jA КА К,А conve m convection on both sides. 
UA - 4l (17-19) 
total 


Therefore, for a unit area, the overall heat transfer coefficient is equal to the 
inverse of the total thermal resistance. 

Note that we do not need to know the surface temperatures of the wall in or- 
der to evaluate the rate of steady heat transfer through it. All we need to know 
is the convection heat transfer coefficients and the fluid temperatures on both 
sides of the wall. The surface temperature of the wall can be determined as 
described above using the thermal resistance concept, but by taking the 
surface at which the temperature is to be determined as one of the terminal 
surfaces. For example, once Q is evaluated, the surface temperature T; can be 
determined from 


0 apt Їл Wage 
Е R con, 1 Е Yh A 





(17-20) 


Multilayer Plane Walls 
In practice we often encounter plane walls that consist of several layers of dif- 
ferent materials. The thermal resistance concept can still be used to determine 
the rate of steady heat transfer through such composite walls. As you may 
have already guessed, this is done by simply noting that the conduction resis- 
tance of each wall is L/KA connected in series, and using the electrical analogy. 
That is, by dividing the temperature difference between two surfaces at known 
temperatures by the total thermal resistance between them. 

Consider a plane wall that consists of two layers (such as a brick wall with 
a layer of insulation). The rate of steady heat transfer through this two-layer 
composite wall can be expressed as (Fig. 17-9) 


Tai Т. 


je (17-21) 
Q R total 
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FIGURE 17-10 

The evaluation of the surface and 
interface temperatures when T. and 
T4? are given and Q is calculated. 
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where R iota iS the total thermal resistance, expressed as 


R total — R cons 1 + R wall, 1 SE R wall, 2 F R conv, 2 


1 Ly la 1 

= hA kA RA AA (17-22) 
The subscripts 1 and 2 in the R,4, relations above indicate the first and the 
second layers, respectively. We could also obtain this result by following the 
approach already used for the single-layer case by noting that the rate of 
steady heat transfer Q through a multilayer medium is constant, and thus it 
must be the same through each layer. Note from the thermal resistance net- 
Work that the resistances are in series, and thus the total thermal resistance is 
simply the arithmetic sum of the individual thermal resistances in the path of 
heat flow. 

This result for the two-layer case is analogous to the single-layer case, ex- 
cept that an additional resistance is added for the additional layer. This result 
can be extended to plane walls that consist of three or more layers by adding 
an additional resistance for each additional layer. 

Once Q is known, an unknown surface temperature T; at any surface or in- 
terface j can be determined from 


T; T, 


R total, i-j 





(17-23) 


where T; is a known temperature at location i and Rita, i -j is the total thermal 
resistance between locations i and j. For example, when the fluid temperatures 
T and T. for the two-layer case shown in Fig. 17-9 are available and Q is 
calculated from Eq. 17-21, the interface temperature T, between the two walls 
can be determined from (Fig. 17-10) 





Т. = Т Tt To 
= = 17-24 
R con, 1 F R wal, 1 1 $ Ly 
МА KA 


The temperature drop across a layer is easily determined from Eq. 17-17 by 
multiplying Q by the thermal resistance of that layer. 

The thermal resistance concept is widely used in practice because it is intu- 
itively easy to understand and it has proven to be a powerful tool in the solu- 
tion of a wide range of heat transfer problems. B ut its use is limited to systems 
through which the rate of heat transfer Q remains constant; thatis, to systems 
involving steady heat transfer with no heat generation (such as resistance 
heating or chemical reactions) within the medium. 





mw Ж 
— | 5 


1-03т 
FIGURE 17-11 
Schematic for Example 17-1. 





EXAMPLE 17-1 Heat Loss through a Wall 


Consider a 17-m-high, 5-m-wide, and 0.17-m-thick wall whose thermal con- 
ductivity is k = 0.9 W/m - °C (Fig. 17-11). On a certain day, the temperatures 
of the inner and the outer surfaces of the wall are measured to be 16°C and 
2°C, respectively. Determine the rate of heat loss through the wall on that day. 
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SOLUTION The two surfaces of a wall are maintained at specified tempera- 
tures. The rate of heat loss through the wall is to be determined. 

Assumptions 1 Heat transfer through the wall is steady since the surface 
temperatures remain constant at the specified values. 2 Heat transfer is one- 
dimensional since any significant temperature gradients will exist in the direc- 
tion from the indoors to the outdoors. 3 Thermal conductivity is constant. 
Properties The thermal conductivity is given to be k = 0.9 W/m - °C. 

Analysis Noting that the heat transfer through the wall is by conduction and 
the area of the wall is A — 3 m x 5 m = 15 m?, the steady rate of heat transfer 
through the wall can be determined from Eq. 17-3 to be 


ший (16 — 2)°C 


: ii 
0 = КА 7—2 = (0.9 W/m - *C)(15 m?) 03m = 630 


We could also determine the steady rate of heat transfer through the wall by 
making use of the thermal resistance concept from 


aa AT wail 
9 Е R wall 
where 
L 0.3m 





Ка” = 0.02222°C/W 


kA (0.9 W/m - °C)(15 m2) 


Substituting, we get 


СЕООА 
Q0 -502227c;w - 990 W 


Discussion This is the same result obtained earlier. Note that heat conduction 
through a plane wall with specified surface temperatures can be determined 
directly and easily without utilizing the thermal resistance concept. However, 
the thermal resistance concept serves as a valuable tool in more complex heat 
transfer problems, as you will see in the following examples. 








EXAMPLE 17-2 Heat Loss through a Single-Pane Window 


Consider a 0.8-m-high and 1.5-m-wide glass window with a thickness of 8 mm 
and a thermal conductivity of k = 0.78 W/m - °C. Determine the steady rate of 
heat transfer through this glass window and the temperature of its inner surface 
for a day during which the room is maintained at 20°C while the temperature of 
the outdoors is —10°C. Take the heat transfer coefficients on the inner and 
outer surfaces of the window to be №; = 10 М/т2 · °С and h, = 40 W/m? - °C, 
which includes the effects of radiation. 


SOLUTION Heat loss through a window glass is considered. The rate of 
heat transfer through the window and the inner surface temperature are to be 
determined. 
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Glass 


20°C 


-10°C 


h, =10 W/m2°C h; 240 W/m?*C 


L 28mm 








FIGURE 17-12 
Schematic for Example 17-2. 


150 F 


Assumptions 1 Heat transfer through the window is steady since the surface 
temperatures remain constant at the specified values. 2 Heat transfer through 
the wall is one-dimensional since any significant temperature gradients will ex- 
ist in the direction from the indoors to the outdoors. 3 Thermal conductivity is 
constant. 

Properties The thermal conductivity is given to be k = 0.78 W/m - °C. 
Analysis This problem involves conduction through the glass window and con- 
vection at its surfaces, and can best be handled by making use of the thermal 
resistance concept and drawing the thermal resistance network, as shown in 
Fig. 17-12. Noting that the area of the window is A = 0.8 m x 1.5 m 
= 1.2 m2, the individual resistances are evaluated from their definitions to be 








1 1 i 
aa p 7 quw CVD a ^ 008330 
L 0.008 m ! 
Rass = KA = (0.78 W/m = °C)(1L2 mj ~ 000855°C/W 
: : = 0.02083°C/W 





Ro = Reonv,2 = hoA (40 W/m2 - °C)(1.2 m2) 


Noting that all three resistances are in series, the total resistance is 
Къы = Кооп, + Rolass + Reonv,2 = 0.08333 + 0.00855 + 0.02083 
= 0.1127°C/W 
Then the steady rate of heat transfer through the window becomes 


Tan = Ven [40 = (= LOIRE 
Roa  0.1127°C/W 





Dr = 266 W 


Knowing the rate of heat transfer, the inner surface temperature of the window 
glass can be determined from 


Tap ; 
Q sin — Т. = Т. — QReonv,1 
SS = 20°C — (266 W)(0.08333*C/W) 
= —2.2°C 


Discussion Note that the inner surface temperature of the window glass will be 
—2.2°C even though the temperature of the air in the room is maintained at 
20°C. Such low surface temperatures are highly undesirable since they cause 
the formation of fog or even frost on the inner surfaces of the glass when the 
humidity in the room is high. 








EXAMPLE 17-3 Heat Loss through Double-Pane Windows 


Consider a 0.8-m-high and 1.5-m-wide double-pane window consisting of two 
4-mm-thick layers of glass (k = 0.78 W/m - °C) separated by a 10-mm-wide 
stagnant air space (k = 0.026 W/m - °C). Determine the steady rate of heat 
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Glass Glass 
transfer through this double-pane window and the temperature of its inner sur- 1 : 
face for a day during which the room is maintained at 20°C while the tempera- 
ture of the outdoors is — 10°C. Take the convection heat transfer coefficients on Air 


the inner and outer surfaces of the window to be h, = 10 W/m? - °C and hy = 
40 W/m2 - °C, which includes the effects of radiation. 


SOLUTION A double-pane window is considered. The rate of heat transfer 
through the window and the inner surface temperature are to be determined. 
Analysis This example problem is identical to the previous one except that 
the single 8-mm-thick window glass is replaced by two 4-mm-thick glasses that 
enclose a 10-mm-wide stagnant air space. Therefore, the thermal resistance mm Je Omm 4m 
network of this problem will involve two additional conduction resistances cor- 
responding to the two additional layers, as shown in Fig. 17-13. Noting that the 
area of the window is again A = 0.8 m Xx 1.5 т = 1.2 т2, the individual re- 
sistances are evaluated from their definitions to be 



































1 1 n UD Ry R; Ry Ro i 
К = Кот = hA (10W/m^-*C)12m) шаг. FIGURE 17-13 
Schematic for Example 17-3. 
! 
Ry hd R3 aan lass — : = ши m = 0.00427*C/ W 
3 kıA (0.78 W/m - °C)(1.2 m2) 
15 0.01 т 2 
МЕ k;A (0.026 W/m -?C)(L2m?) - заган 
1 1 5 
Ro a Reonv 2 юү h, A p) (40 W/m? n °C)(1.2 m2) = 0.02083 C/W 


Noting that all three resistances are in series, the total resistance is 


Rtotal = R conv, 1 t R glass, 1 + Rap + R glass, 2 аР R conv, 2 
= 0.08333 + 0.00427 + 0.3205 + 0.00427 + 0.02083 
= 0.4332°C/W 


Then the steady rate of heat transfer through the window becomes 


Mag Wa — 2E 
Rita | 04332 C/W 





Q= = 69.2 W 
which is about one-fourth of the result obtained in the previous example. This 
explains the popularity of the double- and even triple-pane windows in cold 
climates. The drastic reduction in the heat transfer rate in this case is due to 
the large thermal resistance of the air layer between the glasses. 

The inner surface temperature of the window in this case will be 


Ti = Taa — OR conv, 1 = 20°C — (69.2 W )(0.08333°C/W) = 14.2°C 


which is considerably higher than the —2.2°C obtained in the previous example. 
Therefore, a double-pane window will rarely get fogged. A double-pane window 
will also reduce the heat gain in summer, and thus reduce the air-conditioning 
costs. 
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FIGURE 17-14 

Temperature distribution and heat flow 
lines along two solid plates pressed 
against each other for the case of 
perfect and imperfect contact. 


Applied load 


Loading shaft 
Alignment collar 
Top plate ——— 
Steel ball 

Pencil heaters ——uJ 
Heaters block 


U pper test specimen 













1- Thermocouples 


]- Interface 























Cold plate —— Cold 
Load cell fluid 
Steel ball — — s= 
Bottom plate —+1 
TT. T 
Bell jar —- 
base plate 
FIGURE 17-15 


A typical experimental setup for 
the determination of thermal contact 
resistance (from Song et al.). 
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Layer 1 Layer 2 


Temperature 





No 
temperature 


Temperature 
distribution 


(a) Ideal (perfect) thermal contact (b) Actual (imperfect) thermal contact 


17-2 = THERMAL CONTACT RESISTANCE 


In the analysis of heat conduction through multilayer solids, we assumed 
“perfect contact” at the interface of two layers, and thus no temperature drop 
at the interface. This would be the case when the surfaces are perfectly smooth 
and they produce a perfect contact at each point. In reality, however, even flat 
surfaces that appear smooth to the eye turn out to be rather rough when ex- 
amined under a microscope, as shown in Fig. 17-14, with numerous peaks 
and valleys. That is, a surface is microscopically rough no matter how smooth 
it appears to be. 

W hen two such surfaces are pressed against each other, the peaks will form 
good material contact but the valleys will form voids filled with air. As a re- 
sult, an interface will contain numerous air gaps of varying sizes that act as 
insulation because of the low thermal conductivity of air. Thus, an interface 
offers some resistance to heat transfer, and this resistance per unit interface 
area is called the thermal contact resistance, R.. The value of R, is deter- 
mined experimentally using a setup like the one shown in Fig. 17-15, and as 
expected, there is considerable scatter of data because of the difficulty in char- 
acterizing the surfaces. 

Consider heat transfer through two metal rods of cross-sectional area A that 
are pressed against each other. H eat transfer through the interface of these two 
rods is the sum of the heat transfers through the solid contact spots and the 
gaps in the noncontact areas and can be expressed as 


0 = зан F Qis (17-25) 


It can also be expressed in an analogous manner to N ewton's law of cooling as 


Q = h.A AT interface (17-26) 


cen54261 chl7.qxd 1/22/04 3:20 PM Page 753 F 


where A is the apparent interface area (which is the same as the cross-sectional 

area of the rods) and AT ;intertace IS the effective temperature difference at the 

interface. The quantity h., which corresponds to the convection heat transfer 

coefficient, is called the thermal contact conductance and is expressed as 
Q/A 


psc = 
AT interface 


h (W/m? - °C) (17-27) 


Itis related to thermal contact resistance by 


АТ, 
1 2 A! interface (m? : °C/W) (17-28) 


"UN Q/A 


That is, thermal contact resistance is the inverse of thermal contact conduc- 
tance. Usually, thermal contact conductance is reported in the literature, but 
the concept of thermal contact resistance serves as a better vehicle for ex- 
plaining the effect of interface on heat transfer. N ote that R, represents ther- 
mal contact resistance per unit area. The thermal resistance for the entire 
interface is obtained by dividing R, by the apparent interface area A. 

The thermal contact resistance can be determined from Eq. 17-28 by 
measuring the temperature drop at the interface and dividing it by the heat 
flux under steady conditions. The value of thermal contact resistance depends 
on the surface roughness and the material properties as well as the tem- 
perature and pressure at the interface and the type of fluid trapped at the 
interface. The situation becomes more complex when plates are fastened by 
bolts, screws, or rivets since the interface pressure in this case is nonuniform. 
The thermal contact resistance in that case also depends on the plate thick- 
ness, the bolt radius, and the size of the contact zone. Thermal contact 
resistance is observed to decrease with decreasing surface roughness 
and increasing interface pressure, as expected. M ost experimentally deter- 
mined values of the thermal contact resistance fall between 0.000005 and 
0.0005 m? - °C/W (the corresponding range of thermal contact conductance 
is 2000 to 200,000 W/m? - °C). 

When we analyze heat transfer in a medium consisting of two or more lay- 
ers, the first thing we need to know is whether the thermal contact resistance 
is significant or not. We can answer this question by comparing the magni- 
tudes of the thermal resistances of the layers with typical values of thermal 
contact resistance. For example, the thermal resistance of a 1-cm-thick layer 
of an insulating material per unit surface area is 


L_ 001m 
k 0.04 W/m - °C 


Re, insulation ~~ 


= 0.25 m2 - °C/W 


whereas for a 1-cm-thick layer of copper, it is 


Re caper = E = Jaa A E ag = 0.000026 mè - °C/W 

Comparing the values above with typical values of thermal contact resistance, 
we conclude that thermal contact resistance is significant and can even domi- 
nate the heat transfer for good heat conductors such as metals, but can be 
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TABLE 17-1 disregarded for poor heat conductors such as insulations. This is not surpris- 
ing since insulating materials consist mostly of air space just like the inter- 
Thermal contact conductance face itself. 


for aluminum plates with different 
fluids at the interface for a surface 
roughness of 10 jum and interface 
pressure of 1 atm (from Fried). 


The thermal contact resistance can be minimized by applying a thermally 
conducting liquid called a thermal grease such as silicon oil on the surfaces 
before they are pressed against each other. This is commonly done when at- 
taching electronic components such as power transistors to heat sinks. The 



































Загас - , _ thermal contact resistance can also be reduced by replacing the air at the in- 
. > on” terface by a better conducting gas such as helium or hydrogen, as shown in 
interface W/m? - °C Table 17-1 
Air 3640 A nother way to minimize the contact resistance is to insert a soft metallic 
Sie 2. foil such as tin, silver, copper, nickel, or aluminum between the two surfaces. 
1 i008 Experimental studies show that the thermal contact resistance can be reduced 
Glycerin 37 700 by a factor of up to 7 by a metallic foil at the interface. For maximum effec- 
tiveness, the foils must be very thin. The effect of metallic coatings on thermal 
contact conductance is shown in Fig. 17-16 for various metal surfaces. 
There is considerable uncertainty in the contact conductance data reported 
in the literature, and care should be exercised when using them. In Table 17-2 
Contact pressure (psi) some experimental results are given for the contact conductance betw een sim- 
18 102 103 ilar and dissimilar metal surfaces for use in preliminary design calculations. 
E! E nn лае : Note that the thermal contact conductance is highest (and thus the contact re- 
- FE Coated wi -110 : : : : 
ZF tinmnickel alloy Эс sistance is lowest) for soft metals with smooth surfaces at high pressure. 
51 J ag 
= | f Coated with] ale 
9 104 {Bronze nickel alloy} 12 
Б Ф 
3 E Ug EXAMPLE 17-4 Equivalent Thickness for Contact Resistance 
э Fr Nickel У 
8 | N J f The thermal contact conductance at the interface of two 1-cm-thick aluminum 
ї : E Ч plates is measured to be 11,000 W/m? - °C. Determine the thickness of the alu- 
5 10 E Coated with 7 ї minum plate whose thermal resistance is equal to the thermal resistance of the 
E aluminum \ 1102 8 interface between the plates (Fig. 17-17). 
£ F alloy ir J t 
B eel 4 
FL |) ae SOLUTION The thickness of the aluminum plate whose thermal resistance 
LLLI RE E is equal to the thermal contact resistance is to be determined. 
10? 103 104 Properties The thermal conductivity of aluminum at room temperature is 
Contact pressure (kN/m?) k = 237 W/m - °C (Table A-25). 
Analysis Noting that thermal contact resistance is the inverse of thermal con- 
—— Uncoated tact conductance, the thermal contact resistance is 
—— Coated 
FIGURE 17-16 ime : = 0,909 x 10-4 m2 - °C/W 


h. 11.000 W/m? - °C 
Effect of metallic coatings on со. 


thermal contact conductance 


(from Peterson). For a unit surface area, the thermal resistance of a flat plate is defined as 


EL 
rer 


where L is the thickness of the plate and k is the thermal conductivity. Setting 
R = R,, the equivalent thickness is determined from the relation above to be 


L = kR, = (237 W/m - °C)(0.909 x 10-4 m2 - °C/W) = 0.0215 m = 2.15 cm 
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TABLE 17-2 
Thermal contact conductance of some metal surfaces in air (from various sources) 
Surface Rough- Tempera- Pressure, hg” 
Material condition ness, um ture, °C MPa W/m2 - °C 
Identical Metal Pairs 
416 Stainless steel Ground 2.54 90-200 0.17-2.5 3800 
304 Stainless steel Ground 1.14 20 4-7 1900 
Aluminum Ground 2.54 150 1.2-2.5 11,400 
Соррег Ground 1.27 20 1.2-20 143,000 
Соррег Milled 3.81 20 1-5 55,500 
Copper (vacuum) Milled 0.25 30 0.17-7 11,400 
Dissimilar Metal Pairs 
Stainless steel- 10 2900 
Aluminum 20-30 20 20 3600 
Stainless steel- 10 16,400 
Aluminum 1.0-2.0 20 20 20,800 
Steel Ct-30- 10 50,000 
Aluminum Ground 1.4-2.0 20 15-35 59,000 
Steel Ct-30- 10 4800 
Aluminum Milled 4.5-7.2 20 30 8300 
5 42,000 
Aluminum-Copper Ground 1.17-1.4 20 15 56,000 
10 12,000 
Aluminum-Copper Milled 4.4-4.5 20 20-35 22,000 


*Divide the given values by 5.678 to convert to Btu/h - ft? - °F. 





Discussion Note that the interface between the two plates offers as much re- Plate ( Plate 
sistance to heat transfer as a 2.17-cm-thick aluminum plate. It is interesting 
that the thermal contact resistance in this case is greater than the sum of the 
thermal resistances of both plates. 


I— Interface 




















x Ss 














EXAMPLE 17-5 Contact Resistance of Transistors T | 

Plate Equivalent Plate 
Four identical power transistors with aluminum casing are attached on one side 1 , aluminum ,; 2 
of a 1-cm-thick 20-cm х 20-ст square copper plate (k = 386 W/m - °C) by |o dave | 
screws that exert an average pressure of 6 MPa (Fig. 17-18). The base area of i | 
each transistor is 8 cm?, and each transistor is placed at the center of a 10-cm Ний 5] |1їст 
X 10-cm quarter section of the plate. The interface roughness is estimated to be | | 
about 1.5 wm. All transistors are covered by a thick Plexiglas layer, which is a 

FIGURE 17-17 


poor conductor of heat, and thus all the heat generated at the junction of the . 
transistor must be dissipated to the ambient at 20°C through the back surface of Schematic for Example 17-4. 
the copper plate. The combined convection/radiation heat transfer coefficient at 
the back surface can be taken to be 25 W/m? - °C. If the case temperature of the 
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FIGURE 17-18 
Schematic for Example 17-5. 


756 F 


transistor is not to exceed 70°C, determine the maximum power each transistor 
can dissipate safely, and the temperature jump at the case-plate interface. 


SOLUTION Four identical power transistors are attached on a copper plate. For 
a maximum case temperature of 70°C, the maximum power dissipation and the 
temperature jump at the interface are to be determined. 


Assumptions 1 Steady operating conditions exist. 2 Heat transfer can be ap- 
proximated as being one-dimensional, although it is recognized that heat con- 
duction in some parts of the plate will be two-dimensional since the plate area 
is much larger than the base area of the transistor. But the large thermal con- 
ductivity of copper will minimize this effect. 3 All the heat generated at the 
junction is dissipated through the back surface of the plate since the transistors 
are covered by a thick Plexiglas layer. 4 Thermal conductivities are constant. 


Properties The thermal conductivity of copper is given to be k = 386 W/m - °C. 
The contact conductance is obtained from Table 17-2 to be h, = 42,000 
W/m? - *C, which corresponds to copper-aluminum interface for the case of 
1.17-1.4 um roughness and 5 MPa pressure, which is sufficiently close to 
what we have. 


Analysis The contact area between the case and the plate is given to be 8 cm?, 
and the plate area for each transistor is 100 cm?. The thermal resistance net- 
work of this problem consists of three resistances in series (interface, plate, and 
convection), which are determined to be 








1 1 5 
R interface om he Ac E (42,000 W/m? 3 *C)(8 х 10-4 m?) = 0.030 C/W 
Е 0.01 m 5 
а е вем орот O 


1 1 


Rem 7h & 7 вту -5С)001 2) °C/W 


The total thermal resistance is then 

R total = Riintertace аР К рае аР R ambient = 0.030 + 0.0026 + 4.0 = 4.0326°C/W 
Note that the thermal resistance of a copper plate is very small and can be 
ignored altogether. Then the rate of heat transfer is determined to be 


сг Ар 12022086 
— Reu — 4.0326"C/W 





= 12.4W 


Therefore, the power transistor should not be operated at power levels greater 
than 12.4 W if the case temperature is not to exceed 70°C. 
The temperature jump at the interface is determined from 


AT interface = QR interface = (12.4 W)(0.030°C/W) = 0.37°C 
which is not very large. Therefore, even if we eliminate the thermal contact re- 


sistance at the interface completely, we will lower the operating temperature of 
the transistor in this case by less than 0.4°C. 
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17-3 = GENERALIZED THERMAL RESISTANCE xem 
NETWORKS 
The thermal resistance concept or the electrical analogy can also be used to — ^77 O k 
solve steady heat transfer problems that involve parallel layers or combined r,—71— DT, 
series-parallel arrangements. Although such problems are often two- or even 60 . 


three-dimensional, approximate solutions can be obtained by assuming one- — ^;—7 
dimensional heat transfer and using the thermal resistance network. 

Consider the composite wall shown in Fig. 17-19, which consists of two 
parallel layers. The thermal resistance network, which consists of two parallel 
resistances, can be represented as shown in the figure. Noting that the total 













































































heat transfer is the sum of the heat transfers through each layer, we have Qi. 
Q R Q 
2 . T-T, T,-T 1-1 T. es 2217 
0-0:50.--3д t =h rag | 3 (17-28) 1 Os 
1 2 1 2 AANA 
R3 
Utilizing electrical analogy, we get 626.46 
1 2 
£o hl FIGURE 17-19 
EN" em Thermal resistance 
network for two parallel layers. 
where 
1 i. E RR; Insulation 
Rigg Rr Rp PeITRER дэх / 
Р , "icem [ 
since the resistances are in parallel. 27 I —A 
: 1 : 1 . Т, 8) 3 
Now consider the combined series-parallel arrangement shown in Fig. VIO 6 
17-20. The total rate of heat transfer through this composite system can again a, _+ : EE А 
be expressed as 
8) Т; Tm Tao 
Q--g (17-32) 
total m LEL, — m L; |] 
where Ор 
R4R; 8 "m Ñ 
Rita = Rig + R3 + Reony = КЕ: + R3 + Rony (17-33) е— 6 .-MWW———MW-——e 
1 ? Ti 2 R3 R conv Tee 
WW 
and R3 
L L L FIGURE 17-20 
ep EELA i 24. 5 Thermal resistance network for 
= ар БАР Ras Ray оу = рд; Hrs 


combined series-parallel arrangement. 


Once the individual thermal resistances are evaluated, the total resistance and 
the total rate of heat transfer can easily be determined from the relations 
above. 

The result obtained will be somewhat approximate, since the surfaces of the 
third layer will probably not beisothermal, and heat transfer between the first 
two layers is likely to occur. 

Two assumptions commonly used in solving complex multidimensional 
heat transfer problems by treating them as one-dimensional (say, in the 
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Foam Plaster 
ho 
Tas 
1.5 cm 
Brick 
hi 
Ta 22 cm 
—] [15cm 











xX 
а-а 16 cm = 
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FIGURE 17-21 
Schematic for Example 17-6. 
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x-direction) using the thermal resistance network are (1) any plane wall nor- 
mal to the x-axis is isothermal (i.e., to assume the temperature to vary in the 
x-direction only) and (2) any plane parallel to the x-axis is adiabatic (i.e, to 
assume heat transfer to occur in the x-direction only). These two assumptions 
result in different resistance networks, and thus different (but usually close) 
values for the total thermal resistance and thus heat transfer. The actual result 
lies between these two values. In geometries in which heat transfer occurs pre- 
dominantly in one direction, either approach gives satisfactory results. 





EXAMPLE 17-6 Heat Loss through a Composite Wall 


A 17-m-high and 5-m-wide wall consists of long 16-cm X 22-cm cross section 
horizontal bricks (k = 0.72 W/m - °C) separated by 17-cm-thick plaster layers 
(k = 0.22 W/m - °C). There are also 2-cm-thick plaster layers on each side of 
the brick and a 17-cm-thick rigid foam (k = 0.026 W/m - °C) on the inner side 
of the wall, as shown in Fig. 17-21. The indoor and the outdoor temperatures 
are 20°C and —10°C, respectively, and the convection heat transfer coefficients 
on the inner and the outer sides are ^; — 10 W/m? - ?C and h; — 25 W/m? · °С, 
respectively. Assuming one-dimensional heat transfer and disregarding radia- 
tion, determine the rate of heat transfer through the wall. 


SOLUTION The composition of a composite wall is given. The rate of heat 
transfer through the wall is to be determined. 

Assumptions 1 Heat transfer is steady since there is no indication of change 
with time. 2 Heat transfer can be approximated as being one-dimensional since 
it is predominantly in the x-direction. 3 Thermal conductivities are constant. 
4 Heat transfer by radiation is negligible. 

Properties The thermal conductivities are given to be k = 0.72 W/m - °C 
for bricks, k = 0.22 W/m - °C for plaster layers, and k = 0.026 W/m - °C for the 
rigid foam. 

Analysis There is a pattern in the construction of this wall that repeats itself 
every 25-cm distance in the vertical direction. There is no variation in the hori- 
zontal direction. Therefore, we consider a 1-m-deep and 0.25-m-high portion of 
the wall, since it is representative of the entire wall. 

Assuming any cross section of the wall normal to the x-direction to be 
isothermal, the thermal resistance network for the representative section of 
the wall becomes as shown in Fig. 17-21. The individual resistances are eval- 
uated as: 














1 Y 5 
Ri = Ком БАС (104//02-50)025 12) 5500) 
L 0.03 m Ё 
Ri = Roam = km = (6.026 Wim -°C)(0.25 X1my 2667! 
RN face 0.02 m 
2G SF ee = KAT (Oe Win CO 25cm) 
= 0.36°C/W 
ЕЕ ES 0.16 m 
3 5 plaster, center kA (0.22 W/m E *C)(0.015 x1 m?) 
= 48.48°C/W 
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L 0.16 т И 
Ra = Rovick = ka 7 (072 W/m -*C(0.22 x 179) 265273 
КЕЕ 1 l = 0.16°C/W 





con2 RA (25 W/m? - °C)(0.25 x 1 m?) 


The three resistances R3, R4, and R; in the middle are parallel, and their equiv- 
alent resistance is determined from 


1 E 1 1 1 


ЕЕ алела оо ede 2 


which gives 


Rig = 0.97°C/W 


Now all the resistances are in series, and the total resistance is 


Коа = ААУ ЫВ ЫВ Коо 
= 0.4 + 4.6 + 0.36 + 0.97 + 0.36 + 0.16 
= 6.85°C/W 





Then the steady rate of heat transfer through the wall becomes L— 


Wan us 120-(-201 
Roa —— —6.85C/W 





or =438W (per0.25 m? surface area) 








or 4.38/0.25 — 17.5 W per m? area. The total area of the wall is A= 3m x 5 


m = 15 m2. Then the rate of heat transfer through the entire wall becomes Adiabatic 


lines 


Qu = (17.5 W/m2)(15 m2) = 263 W ў 








Of course, this result is approximate, since we assumed the temperature within 
the wall to vary in one direction only and ignored any temperature change (and 
thus heat transfer) in the other two directions. 











Discussion |n the above solution, we assumed the temperature at any cross x 
section of the wall normal to the x-direction to be isothermal. We could also 
solve this problem by going to the other extreme and assuming the surfaces par- T К; К, T 
allel to the x-direction to be adiabatic. The thermal resistance network in this ар ирите ee 
case will be as shown in Fig. 17-22. By following the approach outlined above, 
the total thermal resistance in this case is determined to be Riot — 6.97?C/W, FIGURE 17-22 
which is very close to the value 6.85?C/W obtained before. Thus either ap- 
proach would give roughly the same result in this case. This example demon- 
strates that either approach can be used in practice to obtain satisfactory 
results. 








Alternative thermal resistance 
network for Example 17-6 for the 
case of surfaces parallel to the 
primary direction of heat 

transfer being adiabatic. 
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Ta 


FIGURE 17-23 

Heat is lost from a hot-water pipe to 
the air outside in the radial direction, 
and thus heat transfer from a long 
pipe is one-dimensional. 


FIGURE 17-24 

A long cylindrical pipe (or spherical 
shell) with specified inner and outer 
surface temperatures T; and T}. 
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17-4 = HEAT CONDUCTION IN 
CYLINDERS AND SPHERES 


Consider steady heat conduction through a hot-water pipe. Heat is continu- 
ously lost to the outdoors through the wall of the pipe, and we intuitively feel 
that heat transfer through the pipe is in the normal direction to the pipe surface 
and no significant heat transfer takes place in the pipe in other directions 
(Fig. 17-23). The wall of the pipe, whose thickness is rather small, separates 
two fluids at different temperatures, and thus the temperature gradient in the 
radial direction will be relatively large. Further, if the fluid temperatures in- 
side and outside the pipe remain constant, then heat transfer through the pipe 
is steady. Thus heat transfer through the pipe can be modeled as steady and 
one-dimensional. The temperature of the pipe in this case will depend on one 
direction only (the radial r-direction) and can be expressed as T = T(r). The 
temperature is independent of the azimuthal angle or the axial distance. This 
situation is approximated in practice in long cylindrical pipes and spherical 
containers. 

In steady operation, there is no change in the temperature of the pipe with 
time at any point. Therefore, the rate of heat transfer into the pipe must be 
equal to the rate of heat transfer out of it. In other words, heat transfer through 
the pipe must be constant, Q cona, cı = constant. 

Consider a long cylindrical layer (such as a circular pipe) of inner radius r4, 
outer radius rz, length L, and average thermal conductivity k (Fig. 17-24). The 
two surfaces of the cylindrical layer are maintained at constant temperatures 
T, and T,. There is no heat generation in the layer and the thermal conductiv- 
ity is constant. For one-dimensional heat conduction through the cylindrical 
layer, we have T(r). Then Fourier’s law of heat conduction for heat transfer 
through the cylindrical layer can be expressed as 


Q cond, cyi = —kA dr (W) (17-35) 


where A = 2zarL is the heat transfer area at location r. Note that A depends on 
r, and thus it varies in the direction of heat transfer. Separating the variables 
in the above equation and integrating from r = rı, where T (r1) = Ta, tor = rp, 
where T (r2) = T>, gives 





EF Dan T 
| ee ar = -| 411 (17-36) 
tel Т-т, 
Substituting A — 2zrL and performing the integrations give 
: 2 Та= Т5 
Q cona, cyl — 2aLk In(r;/r,) (W) (17-37) 
since Оро cyl = Constant. This equation can be rearranged as 
T-T 
Q cond, el " 2 (W) (17-38) 
cyl 
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where 


In(rz/r,) In(Outer radius/Inner radius) 
O0!  2g«Lk — 2m X (Length) x (Thermal conductivity) 





R (17-39) 


is the thermal resistance of the cylindrical layer against heat conduction, or 
simply the conduction resistance of the cylinder layer. 

We can repeat the analysis for a spherical layer by taking A — 4«r? and per- 
forming the integrations in Eq. 17-36. The result can be expressed as 


= 








Q nd sph — А (17-40) 
where 
В un Outer radius — Inner radius (17-41) 
9^ Aartytyk  42r(Outer radius)(Inner radius)(Thermal conductivity) 


is the thermal resistance of the spherical layer against heat conduction, or sim- 
ply the conduction resistance of the spherical layer. 

Now consider steady one-dimensional heat flow through a cylindrical or 
spherical layer that is exposed to convection on both sides to fluids at temper- 
atures T.., and T... with heat transfer coefficients h, and h,, respectively, as 
shown in Fig. 17-25. The thermal resistance network in this case consists of 
one conduction and two convection resistances in series, just like the one for 
the plane wall, and the rate of heat transfer under steady conditions can be ex- 
pressed as 


Tai 7 To 


Q- R (17-42) 
total 


FIGURE 17-25 

The thermal resistance network 
for a cylindrical (or spherical) 
shell subjected to convection from 
+R conv, 2 both the inner and the outer sides. 





Кош =R conv,1 + R 


cyl 
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where 


R total = B ан + Royi T R cons 2 


1 ; ШИЛ 1 





“Ши ай Cri шаа! 
for a cylindrical layer, and 
R total = А соъ ЭР Reon T R conv, 2 
5 = Г 
р ЕС Ба, а (17-44) 





(4тт 2) 4т1115К (4тг2)һ, 


for a spherical layer. Note that A in the convection resistance relation R conv 
= 1/hA is the surface area at which convection occurs. Itis equal to A — 2zrL 
for a cylindrical surface and A = 47r? for a spherical surface of radius r. Also 
note that the thermal resistances are in series, and thus the total thermal resis- 
tance is determined by simply adding the individual resistances, just like the 
electrical resistances connected in series. 


Multilayered Cylinders and Spheres 

Steady heat transfer through multilayered cylindrical or spherical shells can be 
handled just like multilayered plane walls discussed earlier by simply add- 
ing an additional resistance in series for each additional layer. For example, 
the steady heat transfer rate through the three-layered composite cylinder 
of length L shown in Fig. 17-26 with convection on both sides can be ex- 














pressed as 
. Та = Tað 
ge (17-45) 
total 
Ti Т, T3 Ty 
Taj e— ЛУУ AAAAAAPS AAAAAAP WW ANAANA^— Т, 
R conv, Коул Royi,2 Rois R conv,2 
FIGURE 17-26 


The thermal resistance network for heat transfer through a three-layered composite cylinder 
subjected to convection on both sides. 


--Ө3--- 
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where Rytai is the total thermal resistance, expressed as 


Ка = Ranwa ЯР Коул + Коу, 2 + Вера Эр В ansa 
1 ,In(r?/r) | In(rs/r;) ил. 1 
Е ПА; i 27| Ку 27| К 271 Кз hy Ag 





(17-46) 


where A, = 2ar,L and Ay = 2ar,L. Equation 17-46 can also be used for a 
three-layered spherical shell by replacing the thermal resistances of cylindri- 
cal layers by the corresponding spherical ones. A gain, note from the thermal 
resistance network that the resistances are in series, and thus the total thermal 
resistance is simply the arithmetic sum of the individual thermal resistances in 
the path of heat flow. 

Once Q is known, we can determine any intermediate temperature T; by ap- 
plying the relation Q — (T; — T;)/Riotai,; -; across any layer or layers such that 
T; is a known temperature at location i and Rota, i -j İS the total thermal resis- 
tance between locations i and j (Fig. 17-27). For example, once Q has been 
calculated, the interface temperature T, between the first and second cylindri- 
cal layers can be determined from 











0 Pas та: (17-47) 
= Rei Rot 1 y M/N) 
h,(2ar,L) 27 К 
We could also calculate T; from 
: Т,-Т.2 Т, = Т. 
= z 17-48 
0 Ry +R3+Reony,2 dn(rs/r) — In(ri/rs) 1 | ) 





2818) 2818: 0а) 


Although both relations will give the same result, we prefer the first one since 
it involves fewer terms and thus less work. 

The thermal resistance concept can also be used for other geometries, pro- 
vided that the proper conduction resistances and the proper surface areas in 
convection resistances are used. 





EXAMPLE 17-7 Heat Transfer to a Spherical Container 


A 17-m internal diameter spherical tank made of 2-cm-thick stainless steel 
(k = 15 W/m - °C) is used to store iced water at 7;,.; = O°C. The tank is located 
in a room whose temperature is Te = 22°С. Тһе walls of the room are also at 
22°C. The outer surface of the tank is black and heat transfer between the outer 
surface of the tank and the surroundings is by natural convection and radiation. 
The convection heat transfer coefficients at the inner and the outer surfaces of 
the tank are h, = 80 W/m? - °C and hy = 10 W/m? - °C, respectively. Determine 
(a) the rate of heat transfer to the iced water in the tank and (b) the amount of 
ice at O°C that melts during a 24-h period. 


SOLUTION A spherical container filled with iced water is subjected to convec- 
tion and radiation heat transfer at its outer surface. The rate of heat transfer 
and the amount of ice that melts per day are to be determined. 
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Ta T Т, Т; Т. 
VW WV V2 0 
R 








conv,1 Ry Ry R conv,2 


FIGURE 17-27 

The ratio AT/R across any layer is 
equal to Q, which remains constant in 
one-dimensional steady conduction. 
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Assumptions 1 Heat transfer is steady since the specified thermal conditions at 
the boundaries do not change with time. 2 Heat transfer is one-dimensional 
water since there is thermal symmetry about the midpoint. 3 Thermal conductivity is 
constant. 


Properties Тһе thermal conductivity of steel is given to be k = 15 W/m - °C. 
The heat of fusion of water at atmospheric pressure is hj = 333.7 kJ/kg. The 
outer surface of the tank is black and thus its emissivity is s = 1. 





Analysis (a) The thermal resistance network for this problem is given in 
Fig. 17-28. Noting that the inner diameter of the tank is D; = 3 m and the outer 














А гаа diameter is D; — 3.04 m, the inner and the outer surface areas of the tank are 
ANN 

Ta Ti Taz Ky = abs = mls iin? = 23 fine 

www Ie 

8, 8, А, = пр? = п(3.04 т)? = 29.0 т? 
ANN 
К, Also, the radiation heat transfer coefficient is given by 
FIGURE 17-28 Nag = 20(T 3 TS )(T> + Tan) 


Schematic for Example 17-7. 


But we do not know the outer surface temperature 7, of the tank, and thus we 
cannot calculate h,ag. Therefore, we need to assume a T, value now and check 
the accuracy of this assumption later. We will repeat the calculations if neces- 
sary using a revised value for 7>. 

We note that 7, must be between O°C and 22°C, but it must be closer 
to 0°C, since the heat transfer coefficient inside the tank is much larger. Taking 
T, — b*C — 278 K, the radiation heat transfer coefficient is determined to be 


Arad = (1)(5.67 x 10-8 W/m? - K4)[(295 K )? + (278 K )7][(295 + 278) K] 
— 5.34 W[m? - K — 5.34 W/m? - *C 


Then the individual thermal resistances become 














1 1 . 

R; E EET = НА: = (80 W/m? . *C)(28.3 m2) — 0.000442 C/W 

peer Ги! (1752 = 1850) 

1o see  A-krr, 4r (15 W/m - °С)(1.52 т)(1.50 т) 
= 0.000047°C/W 

1 1 ! 

Re = 122777 = ho A> = (10 W/m? 7 *C)(29.0 m?) = 0.00345 C/W 

1 1 : 
Rui 7 hA; 7 (5.34 Wim2- °C)(29,.0 m2) — 00648 C/W 


The two parallel resistances R, and R,,4 can be replaced by an equivalent resis- 
tance Requiy determined from 


1 1 1 1 1 


CR, Ra 0.00345 * 0.00646 


= 444.7 W/°C 
R equiv К, | 


which gives 


R equiv = 0.00225°C/W 
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Now all the resistances are in series, and the total resistance is determined 
to be 


Recta = Ri + Ry + Reqiy = 0.000442 + 0.000047 + 0.00225 = 0.00274°C/ W 


Then the steady rate of heat transfer to the iced water becomes 


To ei (22 = OC 
Riota  0.00274°C/ W 





Q= =8029W (or Q = 8.027 kJ/s) 
To check the validity of our original assumption, we now determine the outer 
surface temperature from 
= eo =k : 
Оа а. 1ї2-12-01: 
a = 22°C — (8029 W)(0.00225°C/W) = 4°C 


which is sufficiently close to the 5°C assumed in the determination of the radi- 
ation heat transfer coefficient. Therefore, there is no need to repeat the calcu- 
lations using 4°C for To. 

(b) The total amount of heat transfer during a 24-h period is 


Q = Q At = (8.029 kJ/s)(24 x 3600 s) — 673,700 kJ 


Noting that it takes 333.7 kJ of energy to melt 1 kg of ice at O°C, the amount 
of ice that will melt during a 24-h period is 


Q 673,700 kj 


Mice = he 7 3337 kJ kg 


— 2079 kg 


Therefore, about 2 metric tons of ice will melt in the tank every day. 


Discussion An easier way to deal with combined convection and radiation at a 
surface when the surrounding medium and surfaces are at the same tempera- 
ture is to add the radiation and convection heat transfer coefficients and to treat 
the result as the convection heat transfer coefficient. That is, to take ^ — 10 
+ 5.34 = 15.34 W/m? - °C in this case. This way, we can ignore radiation since 
its contribution is accounted for in the convection heat transfer coefficient. The 
convection resistance of the outer surface in this case would be 


1 1 
R combined = = = 0.00225°C/W 
combined“ AecombinedA2 (15.34 W/m? - °C)(29.0 m2) ! 
which is identical to the value obtained for the equivalent resistance for the par- 
allel convection and the radiation resistances. 








EXAMPLE 17-8 Heat Loss through an Insulated Steam Pipe 


Steam at 7..; = 320°C flows in a cast iron pipe (k = 80 W/m - °C) whose inner 
and outer diameters are D; — 5 cm and D, — 5.5 cm, respectively. The pipe is 
covered with 17-cm-thick glass wool insulation with k = 0.05 W/m - °C. Heat is 
lost to the surroundings at Т. = 5°С by natural convection and radiation, with 


--Ө3--- 
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Insulation 


T Т; Т, T3 Tap 
co] &—WWW9 W290 Too 
АВ в R 


FIGURE 17-29 
Schematic for Example 17-8. 
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a combined heat transfer coefficient of hy = 18 W/m? - °C. Taking the heat 
transfer coefficient inside the pipe to be h, = 60 W/m? - °C, determine the rate 
of heat loss from the steam per unit length of the pipe. Also determine the tem- 
perature drops across the pipe shell and the insulation. 


SOLUTION A steam pipe covered with glass wool insulation is subjected to 
convection on its surfaces. The rate of heat transfer per unit length and the 
temperature drops across the pipe and the insulation are to be determined. 
Assumptions 1 Heat transfer is steady since there is no indication of any 
change with time. 2 Heat transfer is one-dimensional since there is thermal 
symmetry about the centerline and no variation in the axial direction. 3 Thermal 
conductivities are constant. 4 The thermal contact resistance at the interface is 
negligible. 

Properties The thermal conductivities are given to be k = 80 W/m - °C for cast 
iron and k = 0.05 W/m - °C for glass wool insulation. 

Analysis The thermal resistance network for this problem involves four resis- 
tances in series and is given in Fig. 17-29. Taking L = 1 m, the areas of the 
surfaces exposed to convection are determined to be 


A, = 2ar,L — 27(0.025 m)(1 m) — 0.157 m? 
Аз = 2пїзі = 21(0.0575 т)(1 т) = 0.361 т? 


Then the individual thermal resistances become 














Ri = Rei = RA = (S WIRE OOT n T ECW 
шин ны шинэ 
R2 = Rinsulation = Е " 0. па aA 
Ro = Reom2 7 RR. 7 паліт COT mA T OCW 


Noting that all resistances are in series, the total resistance is determined to be 
Rota = Ri + Ry + Ro + R, = 0.106 + 0.0002 + 2.35 + 0.154 = 2.61°C/W 


Then the steady rate of heat loss from the steam becomes 
0 2 Ти) 28 (82055559 


тэг тлсоууа ги 


The heat loss for a given pipe length can be determined by multiplying the 
above quantity by the pipe length L. 

The temperature drops across the pipe and the insulation are determined 
from Eq. 17-17 to be 


AT pipe = QR pipe = (121 W)(0.0002°C/W) = 0.02°C 
2117-1107 -08 insulation — (121 W)(2.35°C/W) = 284°C 
That is, the temperatures between the inner and the outer surfaces of the pipe 


differ by 0.02°C, whereas the temperatures between the inner and the outer 
surfaces of the insulation differ by 284°C. 


--Ө3--- 
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Discussion Note that the thermal resistance of the pipe is too small relative to 
the other resistances and can be neglected without causing any significant 
error. Also note that the temperature drop across the pipe is practically zero, 
and thus the pipe can be assumed to be isothermal. The resistance to heat flow 
in insulated pipes is primarily due to insulation. 





17-5 * CRITICAL RADIUS OF INSULATION 


We know that adding more insulation to a wall or to the attic always decreases 
heat transfer. The thicker the insulation, the lower the heat transfer rate. This 
is expected, since the heat transfer area A is constant, and adding insulation 
always increases the thermal resistance of the wall without increasing the 
convection resistance. 

A dding insulation to a cylindrical pipe or a spherical shell, however, is a dif- 
ferent matter. The additional insulation increases the conduction resistance of Insulation 
the insulation layer but decreases the convection resistance of the surface be- 
cause of the increase in the outer surface area for convection. The heat trans- 
fer from the pipe may increase or decrease, depending on which effect 
dominates. 

Consider a cylindrical pipe of outer radius r, whose outer surface tempera- 
ture T, is maintained constant (Fig. 17-30). The pipe is now insulated with a 
material whose thermal conductivity is k and outer radius is r;. Heat is lost 
from the pipe to the surrounding medium at temperature T,., with a convection 
heat transfer coefficient h. The rate of heat transfer from the insulated pipe to 








the surrounding air can be expressed as (Fig. 17-31) FIGURE 17-30 
| tT Tre Aninsulated cylindrical pipe 
Q= — = = (17-49) exposed to convection from the outer 

R ins T R conv In(r;/r;) 1 








surface and the thermal resistance 


+ 
2418 М20131) network associated with it. 


The variation of Q with the outer radius of the insulation r, is plotted in 
Fig. 17-31. The value of r, at which Q reaches a maximum is determined 
from the requirement that dQ/dr, = 0 (zero slope). Performing the differen- 
tiation and solving for r, yields the critical radius of insulation for a cylin- h 
drical body to be 04 


К 
Ver, cylinder = h (m) (17-50) 


Note that the critical radius of insulation depends on the thermal conductivity 0, 
of the insulation k and the external convection heat transfer coefficient h. 
The rate of heat transfer from the cylinder increases with the addition of insu- bare 
lation for r; « r,, reaches a maximum when r; — r,,, and starts to decrease for 
r; 2 rq. Thus, insulating the pipe may actually increase the rate of heat trans- 
fer from the pipe instead of decreasing it when r; « r,. 

The important question to answer at this point is whether we need to be con- 
cerned about the critical radius of insulation when insulating hot-water pipes 
or even hot-water tanks. Should we always check and make sure that the outer FIGURE 17-31 
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radius of insulation exceeds the critical radius before we install any insula- 
tion? Probably not, as explained here. 

The value of the critical radius r,, will be the largest when k is large and h is 
small. Noting that the lowest value of h encountered in practice is about 
5 W/m? - °C for the case of natural convection of gases, and that the thermal 
conductivity of common insulating materials is about 0.05 W/m? - °C, the 
largest value of the critical radius we are likely to encounter is 


Ка Ыг 0.05 W/m - °C 
leona = ls ЗЕЛЭ2 е 0.01 m = 1 cm 


This value would be even smaller when the radiation effects are considered. 
The critical radius would be much less in forced convection, often less than 
1 mm, because of much larger h values associated with forced convection. 
Therefore, we can insulate hot-water or steam pipes freely without worrying 
about the possibility of increasing the heat transfer by insulating the pipes. 

The radius of electric wires may be smaller than the critical radius. There- 
fore, the plastic electrical insulation may actually enhance the heat transfer 
from electric wires and thus keep their steady operating temperatures at lower 
and thus safer levels. 

The discussions above can be repeated for a sphere, and it can be shown in 
a similar manner that the critical radius of insulation for a spherical shell is 


2k 
Fer, sphere = h (17-51) 


where k is the thermal conductivity of the insulation and h is the convection 
heat transfer coefficient on the outer surface. 





EXAMPLE 17-9 Heat Loss from an Insulated Electric Wire 


A 17-mm-diameter and 5-m-long electric wire is tightly wrapped with a 2-mm- 
thick plastic cover whose thermal conductivity is k = 0.15 W/m - °C. Electrical 
measurements indicate that a current of 10 A passes through the wire and there 
is a voltage drop of 8 V along the wire. If the insulated wire is exposed to a 
medium at T,, = 30°C with a heat transfer coefficient of h = 12 W/m? - °C, de- 
termine the temperature at the interface of the wire and the plastic cover in 
steady operation. Also determine whether doubling the thickness of the plastic 
cover will increase or decrease this interface temperature. 


SOLUTION An electric wire is tightly wrapped with a plastic cover. The inter- 
face temperature and the effect of doubling the thickness of the plastic cover 
on the interface temperature are to be determined. 

Assumptions 1 Heat transfer is steady since there is no indication of any 
change with time. 2 Heat transfer is one-dimensional since there is thermal 
symmetry about the centerline and no variation in the axial direction. 3 Thermal 
conductivities are constant. 4 The thermal contact resistance at the interface is 
negligible. 5 Heat transfer coefficient incorporates the radiation effects, if any. 
Properties The thermal conductivity of plastic is given to be k = 0.15 
W/m - °C. 
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Analysis Heat is generated in the wire and its temperature rises as a result of 
resistance heating. We assume heat is generated uniformly throughout the wire 
and is transferred to the surrounding medium in the radial direction. In steady 
operation, the rate of heat transfer becomes equal to the heat generated within 
the wire, which is determined to be 


Q — W, — VI - (BV)(10A) — 80W 


The thermal resistance network for this problem involves a conduction resis- 
tance for the plastic cover and a convection resistance for the outer surface in 
series, as shown in Fig. 17-32. The values of these two resistances are deter- 
mined to be 


А, = (217) = 21(0.0035 т)(5 т) = 0.110 т? 








1 1 A 

Као = ha 7 (12 WIm?-*Cy0-110 mj — 076 C/W 
In(r; /r4) In(3.5/1.5) 5 

а оиса ои 


and therefore 


Rota = Roiesic + Reon = 0.76 + 0.18 = 0.94°C/W 


Then the interface temperature can be determined from 


ih : 
0--4 E OR 


= 30°C + (80 W)(0.94°C/W) = 105°C 





R total 


Note that we did not involve the electrical wire directly in the thermal resistance 
network, since the wire involves heat generation. 

To answer the second part of the question, we need to know the critical radius 
of insulation of the plastic cover. It is determined from Eq. 17—50 to be 


_k _ 0.15 Wim °C _ E 
fe 7h 7 12W[m = eC 0.0125 m — 12.5 mm 


which is larger than the radius of the plastic cover. Therefore, increasing the 
thickness of the plastic cover will enhance heat transfer until the outer radius 
of the cover reaches 12.5 mm. As a result, the rate of heat transfer Q will in- 
crease when the interface temperature 7, is held constant, or 7, will decrease 
when Q is held constant, which is the case here. 


Discussion |t can be shown by repeating the calculations above for a 4-mm- 
thick plastic cover that the interface temperature drops to 90.6?C when the 
thickness of the plastic cover is doubled. It can also be shown in a similar man- 
ner that the interface reaches a minimum temperature of 83?C when the outer 
radius of the plastic cover equals the critical radius. 
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Schematic for Example 17-9. 





110 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


FIGURE 17-33 

The thin plate fins of a car radiator 
greatly increase the rate of heat transfer 
to the air (© Yunus Cengel, photo by 
James K leiser). 





FIGURE 17-34 
Some innovative fin designs. 
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17-6 = HEAT TRANSFER FROM FINNED SURFACES 


The rate of heat transfer from a surface at a temperature T, to the surrounding 
medium at T.. is given by Newton's law of cooling as 


Dan — ПА; (Т, =e) 


where A, is the heat transfer surface area and h is the convection heat transfer 
coefficient. W hen the temperatures T, and T. are fixed by design considera- 
tions, as is often the case, there are two ways to increase the rate of heat trans- 
fer: to increase the convection heat transfer coefficient h or to increase the 
surface area A,. Increasing h may require the installation of a pump or fan, or 
replacing the existing one with a larger one, but this approach may or may not 
be practical. B esides, it may not be adequate. T he alternative is to increase the 
surface area by attaching to the surface extended surfaces called fins made of 
highly conductive materials such as aluminum. Finned surfaces are manu- 
factured by extruding, welding, or wrapping a thin metal sheet on a surface. 
Fins enhance heat transfer from a surface by exposing a larger surface area to 
convection and radiation. 

Finned surfaces are commonly used in practice to enhance heat transfer, and 
they often increase the rate of heat transfer from a surface severalfold. The car 
radiator shown in Fig. 17-33 is an example of a finned surface. The closely 
packed thin metal sheets attached to the hot-water tubes increase the surface 
area for convection and thus the rate of convection heat transfer from the tubes 
to the air many times. There are a variety of innovative fin designs available 
in the market, and they seem to be limited only by imagination (Fig. 17-34). 

In the analysis of fins, we consider steady operation with no heat generation 
in the fin, and we assume the thermal conductivity k of the material to remain 
constant. We also assume the convection heat transfer coefficienth to be con- 
stant and uniform over the entire surface of the fin for convenience in the 
analysis. We recognize that the convection heat transfer coefficient h, in gen- 
eral, varies along the fin as well as its circumference, and its value at a point 
is a strong function of the fluid motion at that point. The value of h is usually 
much lower at the fin base than it is at the fin tip because the fluid is sur- 
rounded by solid surfaces near the base, which seriously disrupt its motion to 


—— 
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the point of “suffocating” it, while the fluid near the fin tip has little contact 
with a solid surface and thus encounters little resistance to flow. Therefore, 
adding too many fins on a surface may actually decrease the overall heat 
transfer when the decrease in h offsets any gain resulting from the increase in 
the surface area. 


Fin Equation 

Consider a volume element of a fin at location x having a length of Ax, cross- 
sectional area of A,, and a perimeter of p, as shown in Fig. 17-35. Under steady 
conditions, the energy balance on this volume element can be expressed as 


Rate of heat 
conduction into | 2 


Rate of heat Rate of heat 
conduction from the | | convection from 





the element at x element at x + Ax the element 
ог 
Ос Оода t Oa 
where 
Q conv = h(p Ax)(T — T..) 
Substituting and dividing by Ax, we obtain 
: а атры (17-52) 
Taking the limit as Ax — 0 gives 
40 ana + hp(T = Т,) = 0 (17-53) 
From Fourier’s law of heat conduction we have 
Qa 7 -KA T (17-54) 


whereA, is the cross-sectional area of the fin at location x. Substitution of this 
relation into Eq. 17-53 gives the differential equation governing heat transfer 
in fins, 


d dT 2 
£ (ws. m) == hp(T == Ta) -0 


In general, the cross-sectional area A, and the perimeter p of a fin vary with x, 
which makes this differential equation difficult to solve. In the special case of 
constant cross section and constant thermal conductivity, the differential 
equation 17-55 reduces to 


(17-55) 


2 
4:9 0-0 


di (17-56) 
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FIGURE 17-35 

Volume element of a fin at location x 
having alength of Ax, cross-sectional 
area of A,, and perimeter of p. 
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FIGURE 17-36 
Boundary conditions at the 
fin base and the fin tip. 
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where 


hp 


Mies S 
£A 


(17-57) 


and 0 — T — T, is the temperature excess. At the fin base we have 
0, = Ty = Ta 

Equation 17-56 is a linear, homogeneous, second-order differential equa- 
tion with constant coefficients. A fundamental theory of differential equations 
states that such an equation has two linearly independent solution functions, 
and its general solution is the linear combination of those two solution func- 
tions. A careful examination of the differential equation reveals that subtract- 
ing a constant multiple of the solution function @ from its second derivative 
yields zero. Thus we conclude that the function 6 and its second derivative 
must be constant multiples of each other. The only functions whose deriva- 
tives are constant multiples of the functions themselves are the exponential 
functions (or a linear combination of exponential functions such as sine and 
cosine hyperbolic functions). Therefore, the solution functions of the dif- 
ferential equation above are the exponential functions e ?* or e** or constant 
multiples of them. This can be verified by direct substitution. For example, 
the second derivative of e^?" is a?e ?*, and its substitution into Eq. 17-56 
yields zero. Therefore, the general solution of the differential equation 
Eq. 17-56 is 


0(xX) — C4,e?* - C;e? (17-58) 


where C, and C; are arbitrary constants whose values are to be determined 
from the boundary conditions at the base and atthe tip of the fin. Notethat we 
need only two conditions to determine C, and C; uniquely. 

The temperature of the plate to which the fins are attached is normally 
known in advance. Therefore, at the fin base we have a specified temperature 
boundary condition, expressed as 


Boundary condition at fin base: 0(0)-0,-1,-1., (17-59) 


At the fin tip we have several possibilities, including specified temperature, 
negligible heat loss (idealized as an insulated tip), convection, and combined 
convection and radiation (Fig. 17-36). Next, we consider each case separately. 


1 Infinitely Long Fin (Tyin tip = Ta) 

For a sufficiently long fin of uniform cross section (A, = constant), the tem- 
perature of the fin at the fin tip will approach the environment temperature T., 
and thus 6 will approach zero. T hat is, 


Boundary condition at fin tip: | e(L) - T(L) - T, — 0 as L => o 


This condition will be satisfied by the function e-?*, but not by the other 
prospective solution function e?* since it tends to infinity as x gets larger. 
Therefore, the general solution in this case will consist of a constant multiple 
of e-?*, The value of the constant multiple is determined from the require- 
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ment that at the fin base where x = 0 the value of 6 will be @,. Noting that T 4 
e-?* — e — 1, the proper value of the constant is @,, and the solution function 
we are looking for is 6(x) = 6,e-?*. This function satisfies the differential Т, 


-x| hp. 
equation as well as the requirements that the solution reduce to 06, at the fin T(x) =T.. + (Tp - Tae La 


base and approach zero at the fin tip for large x. Noting that 0 = Т — T., and 


а = Vhp/kA,, the variation of temperature along the fin in this case can be 
expressed as 












T(x) —T — is 
Very long fin: т еи (17-60) 
р oo 
Note that the temperature along the fin in this case decreases exponentially 0 1 


from T, to T.., as shown in Fig. 17-37. The steady rate of heat transfer from 
the entire fin can be determined from F ourier’s law of heat conduction 


Cay x=0 


where p is the perimeter, A, is the cross-sectional area of the fin, and x is the 
distance from the fin base. A Iternatively, the rate of heat transfer from the fin A =A 
pie 


could also be determined by considering heat transfer from a differential 


Very long fin: D us = —kA = = VhpkA, (T, — T.) (17-61) D hi; Ta 








volume element of the fin and integrating it over the entire surface of the fin. (p = zD, A, = aD 2/4 for a cylindrical fin) 
That is, FIGURE 17-37 
. A long circular fin of uniform cross 
ds - [ то) –т.Ј8д =) пө) ал, (17-62) section and the variation of 


temperature along it. 
The two approaches described are equivalent and give the same result since, 














under steady conditions, the heat transfer from the exposed surfaces of the fin à, 
is equal to the heat transfer to the fin at the base (Fig. 17- 38). 141 1 4 4 

2 : : Ve => == 
2 Negligible Heat Loss from the Fin Tip 4 4 4 4 4 

(Insulated fin tip, Qs, tip = 0 ) rase 7 mn 
Fins are not likely to be so long that their temperature approaches the sur- FIGURE 17-38 
rounding temperature at the tip. A more realistic situation is for heat transfer = U nder steady conditions, heat transfer 
from the fin tip to be negligible since the heat transfer from the fin is propor- from the exposed surfaces of the 
tional to its surface area, and the surface area of the fin tip is usually a negli- fin is equal to heat conduction 
gible fraction of the total fin area. Then the fin tip can be assumed to be to the fin at the base. 
insulated, and the condition at the fin tip can be expressed as 
1 Mon ariii: aj _ 
oundary condition at fin tip: ie ee 0 (17-63) 


The condition at the fin base remains the same as expressed in Eq. 17-59. The 
application of these two conditions on the general solution (Eq. 17-58) yields, 
after some manipulations, this relation for the temperature distribution: 


Т,-Т.  coshal ee 


Adiabatic fin tip: 
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Convection 





|22 











(a) Actual fin with 


L ———4 


convection at the tip 


д 





| Insulated 





Fed 














(b) Equivalent fin with insulated tip 


FIGURE 17-39 


Corrected fin length L. is defined such 
that heat transfer from a fin of length 
L. with insulated tip is equal to heat 
transfer from the actual fin of length L 
with convection at the fin tip. 
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The rate of heat transfer from the fin can be determined again from Fourier's 
law of heat conduction: 


1 dT 
Q insulated tip = КА, dx x=0 


= VhpkA, (T, — T..) tanh aL 


Adiabatic fin tip: 


(17-65) 


Note that the heat transfer relations for the very long fin and the fin with 
negligible heat loss at the tip differ by the factor tanh aL, which approaches 1 
as L becomes very large. 


3 Convection (or Combined Convection and Radiation) 
from Fin Tip 

The fin tips, in practice, are exposed to the surroundings, and thus the proper 
boundary condition for the fin tip is convection that also includes the effects 
of radiation. The fin equation can still be solved in this case using the convec- 
tion at the fin tip as the second boundary condition, but the analysis becomes 
more involved, and it results in rather lengthy expressions for the temperature 
distribution and the heat transfer. Yet, in general, the fin tip area is a small 
fraction of the total fin surface area, and thus the complexities involved can 
hardly justify the improvement in accuracy. 

A practical way of accounting for the heat loss from the fin tip is to replace 
the fin length L in the relation for the insulated tip case by a corrected length 
defined as (Fig. 17-39) 


Corrected fin length: L.=L+ те (17-66) 
where A, is the cross-sectional area and p is the perimeter of the fin at the tip. 
Multiplying the relation above by the perimeter gives A corrected = Afin (lateral) + 
Atip, Which indicates that the fin area determined using the corrected length is 
equivalent to the sum of the lateral fin area plus the fin tip area. 

The corrected length approximation gives very good results when the vari- 
ation of temperature near the fin tip is small (which is the case when aL = 1) 
and the heat transfer coefficient at the fin tip is about the same as that at the 
lateral surface of the fin. Therefore, fins subjected to convection at their tips 
can be treated as fins with insulated tips by replacing the actual fin length by 
the corrected length in Eqs. 17-64 and 17-65. 

Using the proper relations for A, and p, the corrected lengths for rectangu- 
lar and cylindrical fins are easily determined to be 

t 


=-| + = 


D 
2 4 


МЭ rectangular fin and Ёс cylindrical fin — Lo 


where t is the thickness of the rectangular fins and D is the diameter of the 
cylindrical fins. 


Fin Efficiency 
Consider the surface of a plane wall at temperature T, exposed to a medium at 
temperature T.. Heat is lost from the surface to the surrounding medium by 


-6- 
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convection with a heat transfer coefficient of h. Disregarding radiation or 
accounting for its contribution in the convection coefficient h, heat transfer 
from a surface area A, is expressed as Q = hA, (T, — Ta). 

Now let us consider a fin of constant cross-sectional area A, — A, and length 
L that is attached to the surface with a perfect contact (Fig. 17-40). This time 
heat will flow from the surfaceto the fin by conduction and from the fin to the 
surrounding medium by convection with the same heat transfer coefficient h. 
The temperature of the fin will beT, at the fin base and gradually decrease to- 
ward the fin tip. Convection from the fin surface causes the temperature at any 
cross section to drop somewhat from the midsection toward the outer surfaces. 
However, the cross-sectional area of the fins is usually very small, and thus 
the temperature at any cross section can be considered to be uniform. Also, the 
fin tip can be assumed for convenience and simplicity to be insulated by using 
the corrected length for the fin instead of the actual length. 

In the limiting case of zero thermal resistance or infinite thermal conduc- 
tivity (k — ос), the temperature of the fin will be uniform at the base value of 
T,. The heat transfer from the fin will be maximum in this case and can be 
expressed as 


Q fin, max = hAgin (Ty — Too) (17-67) 

In reality, however, the temperature of the fin will drop along the fin, and 
thus the heat transfer from the fin will be less because of the decreasing tem- 
perature difference T(x) — T., toward the fin tip, as shown in Fig. 17-41. To 
account for the effect of this decrease in temperature on heat transfer, we de- 
fine a fin efficiency as 





| 0 fin Actual heat transfer rate from the fin (17-68) 
Mtin 0 л тах Ideal heat transfer rate from the fin 
if the entire fin were at base temperature 
or 
дһ = Nin Q fin, max = Min MAgin (Ty — To) (17-69) 


where A;,, Is the total surface area of the fin. This relation enables us to deter- 
mine the heat transfer from a fin when its efficiency is known. For the cases 
of constant cross section of very long fins and fins with insulated tips, the fin 
efficiency can be expressed as 


0 fin VhpkA (Ty — T.) 1 /ЮМ: 1 


Temi ine мий Np ak 





(17-70) 


and 


Qu — VhpkA,(T,—T.) tanh al — tanhaL 


Tlinsulated tip — йн = hAgin (Ty — Tao) aL 





(17-71) 


since Ag, — pL for fins with constant cross section. Equation 17-71 can also 
be used for fins subjected to convection provided that the fin length L is re- 
placed by the corrected length L.. 
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A,=wxt 


(a) Surface without fins 








(b) Surface with afin 


Agin=2 XW XL +wxt 
=2xwxL 
FIGURE 17-40 


Fins enhance heat transfer from 
a surface by enhancing surface area. 





80°C 


(a) Ideal 





58 56°C 
FIGURE 17—41 
Ideal and actual 
temperature distribution in a fin. 


(b) A ctual 
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Fin efficiency relations are developed for fins of various profiles and are 
plotted in Fig. 17-42 for fins on aplain surface and in Fig. 17-43 for circular 
fins of constant thickness. The fin surface area associated with each profile is 
also given on each figure. For most fins of constant thickness encountered in 
practice, the fin thickness t is too small relative to the fin length L, and thus 


-Ф- 


the fin tip area is negligible. 
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FIGURE 17-42 
Efficiency of circular, rectangular, and 
triangular fins on a plain surface of 95 
width w (from Gardner). 
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FIGURE 17—43 0 
Efficiency of circular fins of length L 0 


and constant thickness t (from 


Gardner). 
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Note that fins with triangular and parabolic profiles contain less material 
and are more efficient than the ones with rectangular profiles, and thus are 
more suitable for applications requiring minimum weight such as space appli- 
cations. 

An important consideration in the design of finned surfaces is the selection 
of the proper fin length L. Normally the longer the fin, the larger the heat 
transfer area and thus the higher the rate of heat transfer from the fin. But also 
the larger the fin, the bigger the mass, the higher the price, and the larger the 
fluid friction. Therefore, increasing the length of the fin beyond a certain 
value cannot be justified unless the added benefits outweigh the added cost. 
Also, the fin efficiency decreases with increasing fin length because of the de- 
crease in fin temperature with length. Fin lengths that cause the fin efficiency 
to drop below 60 percent usually cannot be justified economically and should 
be avoided. The efficiency of most fins used in practice is above 90 percent. 


Fin Effectiveness 
Fins are used to enhance heat transfer, and the use of fins on a surface cannot 0 
be recommended unless the enhancement in heat transfer justifies the added i notin 
cost and complexity associated with the fins. In fact, there is no assurance that 
adding fins on a surface will enhance heat transfer. The performance of the 
fins is judged on the basis of the enhancement in heat transfer relative to the А, 
no-fin case. The performance of fins expressed in terms of the fin effectiveness 
& in |S defined as (Fig. 17-44) Sin 
Т, 
: : Heat transfer rate from 
Ол Q fin the fin of base area A, 





ёп ^^ О он NAb (Te = Т.) Heat transfer rate from ait) Ay 
the surface of area A, Е. 
TORT um 
Here, A, is the cross-sectional area of the fin at the base and Q e tin represents FIGURE 17-44 
the rate of heat transfer from this area if no fins are attached to the surface. The effectiveness of a fin. 


An effectiveness of ei, — 1 indicates that the addition of fins to the surface 
does not affect heat transfer at all. That is, heat conducted to the fin through 
the base area A, is equal to the heat transferred from the same area A, to the 
surrounding medium. A n effectiveness of ei, « 1 indicates that the fin actu- 
ally acts as insulation, slowing down the heat transfer from the surface. This 
situation can occur when fins made of low thermal conductivity materials are 
used. An effectiveness of ej, — 1 indicates that fins are enhancing heat trans- 
fer from the surface, as they should. However, the use of fins cannot be justi- 
fied unless eg, is sufficiently larger than 1. Finned surfaces are designed оп 
the basis of maximizing effectiveness for a specified cost or minimizing cost 
for a desired effectiveness. 

Note that both the fin efficiency and fin effectiveness are related to the per- 
formance of the fin, but they are different quantities. However, they are 
related to each other by 


e О в " О sin _ па ПАтђ (Т = Т.) Atin шин 
wg uw URL] Ahhh oAQUe 
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=wxH 


Ano fin 
Auntin =W XH - 3.x (tx w) 
Afgin =2 XL x Ww +t w (one fin) 
=2xLxw 
FIGURE 17-45 
Various surface areas associated with a 
rectangular surface with three fins. 
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Therefore, the fin effectiveness can be determined easily when the fin effi- 
ciency is known, or vice versa. 

The rate of heat transfer from a sufficiently long fin of uniform cross section 
under steady conditions is given by Eq. 17-61. Substituting this relation into 
Eq. 17-72, the effectiveness of such a long fin is determined to be 


Gin  WhpkA.(T,—T.) [kp 
“ Үд, 


Elong fin — 0 цэн = hA, (T, zs Та 





(17-14) 


since A. = A, in this case. We can draw several important conclusions from 
the fin effectiveness relation above for consideration in the design and selec- 
tion of the fins: 


The thermal conductivity k of the fin material should be as high as 
possible. Thus it is no coincidence that fins are made from metals, with 
copper, aluminum, and iron being the most common ones. Perhaps the 
most widely used fins are made of aluminum because of its low cost and 
weight and its resistance to corrosion. 


The ratio of the perimeter to the cross-sectional area of the fin p/A, 
should be as high as possible. This criterion is satisfied by thin plate fins 
and slender pin fins. 


The use of fins is most effective in applications involving alow 
convection heat transfer coefficient. Thus, the use of fins is more easily 
justified when the medium is a gas instead of aliquid and the heat 
transfer is by natural convection instead of by forced convection. 
Therefore, it is no coincidence that in liquid-to-gas heat exchangers such 
as the car radiator, fins are placed on the gas side. 


When determining the rate of heat transfer from a finned surface, we must 
consider the unfinned portion of the surface as well as the fins. Therefore, the 
rate of heat transfer for a surface containing n fins can be expressed as 


Q total, fin = Q unin ЭЕ Qn, 
= hA (ТЬ = Т.) + т Ая (ТЬ = Т.) 
= h(À untin T Min Agin) (Tp = Ta) (17-75) 


We can also define an overall effectiveness for a finned surface as the ratio 
of the total heat transfer from the finned surface to the heat transfer from the 
same surface if there were no fins, 

Q total, tin МА + тАк) (ТЬ = Т.) 


= gu e EE 17-76 
fin, overall єє hAnotin (Ty — Ta) ( ) 





where Ao fin IS the area of the surface when there are no fins, Aj, is the total 
surface area of all the fins on the surface, and A4, is the area of the unfinned 
portion of the surface (Fig. 17-45). Note that the overall fin effectiveness 
depends on the fin density (number of fins per unit length) as well as the 
effectiveness of the individual fins. The overall effectiveness is a better mea- 
sure of the performance of a finned surface than the effectiveness of the indi- 
vidual fins. 
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Proper Length of a Fin 
An important step in the design of a fin is the determination of the appropriate 
length of the fin once the fin material and the fin cross section are specified. 
You may betempted to think that the longer the fin, the larger the surface area 
and thus the higher the rate of heat transfer. Therefore, for maximum heat 
transfer, the fin should be infinitely long. However, the temperature drops 
along the fin exponentially and reaches the environment temperature at some 
length. The part of the fin beyond this length does not contribute to heat trans- 
fer since it is at the temperature of the environment, as shown in Fig. 17-46. 
Therefore, designing such an "extra long" fin is out of the question since it 
results in material waste, excessive weight, and increased size and thus in- 
creased cost with no benefit in return (in fact, such a long fin will hurt perfor- 
mance since it will suppress fluid motion and thus reduce the convection heat 
transfer coefficient). Fins that are so long that the temperature approaches the 
environment temperature cannot be recommended either since the little in- 
crease in heat transfer at the tip region cannot justify the large increase in the 
weight and cost. 

To get a sense of the proper length of a fin, we compare heat transfer from 
afin of finite length to heat transfer from an infinitely long fin under the same 
conditions. The ratio of these two heat transfers is 





Heat transfer Qin _ VhpkA, (Ty ~T..) tanh al _ tanh aL (17-77) 
ratio: Q long fin hpkA, (T, ep 


Using a hand calculator, the values of tanh aL are evaluated for some values 
of aL and the results are given in Table 17-3. We observe from the table that 
heat transfer from a fin increases with aL almost linearly at first, but the curve 
reaches a plateau later and reaches a value for the infinitely long fin at about 
аі = 5. Therefore, a fin whose length is L = ła can be considered to be an 
infinitely long fin. We also observe that reducing the fin length by half in that 
case (from aL = 5 to aL = 2.5) causes a drop of just 1 percent in heat trans- 
fer. We certainly would not hesitate sacrificing 1 percent in heat transfer per- 
formance in return for 50 percent reduction in the size and possibly the cost of 
the fin. In practice, a fin length that corresponds to aboutaL = 1 will transfer 
76.2 percent of the heat that can be transferred by an infinitely long fin, and 
thus it should offer a good compromise between heat transfer performance 
and the fin size. 

A common approximation used in the analysis of fins is to assume the fin 
temperature varies in one direction only (along the fin length) and the tem- 
perature variation along other directions is negligible. Perhaps you are won- 
dering if this one-dimensional approximation is a reasonable one. This is 
certainly the case for fins made of thin metal sheets such as the fins on a car 
radiator, but we wouldn’t be so sure for fins made of thick materials. Studies 
have shown that the error involved in one-dimensional fin analysis is negligi- 
ble (less than about 1 percent) when 
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FIGURE 17-46 


Because of the gradual temperature 
drop along the fin, the region 
near the fin tip makes little or 

no contribution to heat transfer. 


TABLE 17-3 


The variation of heat transfer from 
a fin relative to that from an 
infinitely long fin 





aL Qin = tanh aL 
Qiong fin 
0.1 0.100 
0.2 0.197 
0.5 0.462 
1.0 0.762 
1:5 0.905 
2.0 0.964 
2.5 0.987 
3.0 0.995 
4.0 0.999 
5.0 1.000 
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FIGURE 17-47 
Schematic for Example 17-10. 


cen54261 chl7.qxd 1/22/04 3:20 PM Page 780 F 


where 6 is the characteristic thickness of the fin, which is taken to be the plate 
thickness t for rectangular fins and the diameter D for cylindrical ones. 

Specially designed finned surfaces called heat sinks, which are commonly 
used in the cooling of electronic equipment, involve one-of-a-kind complex 
geometries, as shown in Table 17-4. The heat transfer performance of heat 
sinks is usually expressed in terms of their thermal resistances R in °C/W, 
which is defined as 


"m 
ing. Зүс = hAgin Min (Th — Too) (17-78) 


A small value of thermal resistance indicates a small temperature drop across 
the heat sink, and thus a high fin efficiency. 





EXAMPLE 17-10 Maximum Power Dissipation of a Transistor 


Power transistors that are commonly used in electronic devices consume large 
amounts of electric power. The failure rate of electronic components increases 
almost exponentially with operating temperature. As a rule of thumb, the failure 
rate of electronic components is halved for each 10°C reduction in the junction 
operating temperature. Therefore, the operating temperature of electronic com- 
ponents is kept below a safe level to minimize the risk of failure. 

The sensitive electronic circuitry of a power transistor at the junction is pro- 
tected by its case, which is a rigid metal enclosure. Heat transfer characteris- 
tics of a power transistor are usually specified by the manufacturer in terms of 
the case-to-ambient thermal resistance, which accounts for both the natural 
convection and radiation heat transfers. 

The case-to-ambient thermal resistance of a power transistor that has a max- 
imum power rating of 10 W is given to be 20°C/W. If the case temperature of 
the transistor is not to exceed 85°C, determine the power at which this transis- 
tor can be operated safely in an environment at 25°C. 


SOLUTION The maximum power rating of a transistor whose case temperature 
is not to exceed 85°C is to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The transistor case is iso- 
thermal at 85°C. 

Properties The case-to-ambient thermal resistance is given to be 20°C/W. 
Analysis The power transistor and the thermal resistance network associated 
with it are shown in Fig. 17-47. We notice from the thermal resistance network 
that there is a single resistance of 20°C/W between the case at 7, = 85°C and 
the ambient at 7,, = 25°C, and thus the rate of heat transfer is 


: AT ОББ) 
aN = = uw ^3W 
E ( R НЭГ Rase ambient 20 C/W 


Therefore, this power transistor should not be operated at power levels above 
3 W if its case temperature is not to exceed 85°C. 


Discussion This transistor can be used at higher power levels by attaching it to 
a heat sink (which lowers the thermal resistance by increasing the heat transfer 
surface area, as discussed in the next example) or by using a fan (which lowers 
the thermal resistance by increasing the convection heat transfer coefficient). 
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TABLE 17-4 


Combined natural convection and radiation thermal resistance of various 

heat sinks used in the cooling of electronic devices between the heat sink and 
the surroundings. All fins are made of aluminum 6063T-5, are black anodized, 
and are 76 mm (3 in) long. 


HS 5030 R = 0.9°C/W (vertical) 


R = 1.2°C/W (horizontal) 







Dimensions: 76 mm x 105 mm x 44 mm 
Surface area: 677 cm? 





R = 5°C/W 


Dimensions: 76 mm X 38 mm X 24 mm 
Surface area: 387 cm? 








HS 6071 R = 1.4°C/W (vertical) 


R = 1.8°C/W (horizontal) 


Dimensions: 76 mm x 92 mm x 26 mm 
Surface area: 968 cm? 





R = 1.8°C/W (vertical) 
R = 2.1°C/W (horizontal) 


Dimensions: 76 mm x 127 mm x 91 mm 
Surface area: 677 cm? 





HS 6115 R = 1.1°C/W (vertical) 


R = 1.3°C/W (horizontal) 


Dimensions: 76 mm x 102 mm x 25 mm 
Surface area: 929 cm? 





R = 2.9°C/W (vertical) 
R = 3.1°C/W (horizontal) 


Dimensions: 76 mm X 97 mm X 19 mm 
Surface area: 290 cm? 








EXAMPLE 17-11 Selecting a Heat Sink for a Transistor 


A 60-W power transistor is to be cooled by attaching it to one of the commer- 
cially available heat sinks shown in Table 17-4. Select a heat sink that will al- 
low the case temperature of the transistor not to exceed 90°C in the ambient air 
at 30°C. 
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FIGURE 17-48 
Schematic for Example 17-12. 
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SOLUTION |. A commercially available heat sink from Table 17-4 is to be se- 
lected to keep the case temperature of a transistor below 90°C. 

Assumptions 1 Steady operating conditions exist. 2 The transistor case is iso- 
thermal at 90°C. 3 The contact resistance between the transistor and the heat 
sink is negligible. 

Analysis Тһе rate of heat transfer from a 60-W transistor at full power is 
Q — 60 W. The thermal resistance between the transistor attached to the heat 
sink and the ambient air for the specified temperature difference is determined 
to be 


нм EADEM SU SC 
= шри Se eee 


Therefore, the thermal resistance of the heat sink should be below 1.0°C/W. 
An examination of Table 17-4 reveals that the HS 5030, whose thermal resis- 
tance is 0.9°C/W in the vertical position, is the only heat sink that will meet this 
requirement. 








EXAMPLE 17-12 Effect of Fins on Heat Transfer from Steam Pipes 


Steam in a heating system flows through tubes whose outer diameter is 
D, — 3 cm and whose walls are maintained at a temperature of 120°C. Circular 
aluminum fins (k = 180 W/m - °C) of outer diameter D; — 6 cm and constant 
thickness t = 2 mm are attached to the tube, as shown in Fig. 17-48. The 
space between the fins is 3 mm, and thus there are 200 fins per meter length 
of the tube. Heat is transferred to the surrounding air at T, = 25°C, with a com- 
bined heat transfer coefficient of h = 60 W/m2 - °C. Determine the increase in 
heat transfer from the tube per meter of its length as a result of adding fins. 


SOLUTION Circular aluminum fins are to be attached to the tubes of a heating 
system. The increase in heat transfer from the tubes per unit length as a result 
of adding fins is to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The heat transfer coeffi- 
cient is uniform over the entire fin surfaces. 3 Thermal conductivity is constant. 
4 Heat transfer by radiation is negligible. 

Properties The thermal conductivity of the fins 15 given to be 
k = 180 W/m - °C. 

Analysis |n the case of no fins, heat transfer from the tube per meter of its 
length is determined from Newton's law of cooling to be 


А = т = (0.03 mY(1 m) — 0.0942 m? 
опт = ҺАТ = Te) 
= (60 М /т2 · °С) (0.0942 т2)(120 — 25)*C 
= 537 W 


The efficiency of the circular fins attached to a circular tube is plotted in Fig. 
17-43. Noting that L = 3(D, — D,) = 3(0.06 — 0.03) = 0.015 m in this case, 
we have 
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r;-lt (0.03 +4 x 0.002) т 
ШҮ ine 20 
2 Nein ==, 0.95 


Ша 1 |. 60W/m "C  _ 
(L 4 5t) Л = (0.015 + 5 х 0.002) тх (180 W/m - °C)(0.002 m) > 0.207 


Agin = 2ar(r% — 14) + 211 
— 2q[(0.03 m)? — (0.015 m)?] 4- 27(0.03 m)(0.002 m) 
— 0.00462 m? 
Qr; = Tris ri, max = MinlAsig (Ty — Too) 
— 0.95(60 W /m? - *C)(0.00462 m?)(120 — 25)°C 
— 25.0 W 








Heat transfer from the unfinned portion of the tube is 


Aun — TD4S — (0.03 m)(0.003 m) — 0.000283 m? 
Ons X NA unsin(T p = 11) 
— (60 W /m? - *C)(0.000283 m?)(120 — 25)*C 
= 1.60 W 


Noting that there are 200 fins and thus 200 interfin spacings per meter length 
of the tube, the total heat transfer from the finned tube becomes 

Q total, tin = NCQ fin + Q unfin) = 200(25.0 + 1.6) W = 5320 W 
Therefore, the increase in heat transfer from the tube per meter of its length as 


a result of the addition of fins is 


Q increase = Q total, fin = notin = 5320 — 537 = 4783W (рег т tube length) 


Discussion The overall effectiveness of the finned tube is 


Q total, fin _ 5320 _ 


537 М 2 








fin, overall — 0 
total, no fin 


That is, the rate of heat transfer from the steam tube increases by a factor of 
almost 10 as a result of adding fins. This explains the widespread use of finned 
surfaces. 








17-7 = HEAT TRANSFER IN 
COMMON CONFIGURATIONS 


So far, we have considered heat transfer in simple geometries such as large 
plane walls, long cylinders, and spheres. This is because heat transfer in such 
geometries can be approximated as one-dimensional, and simple analytical 
solutions can be obtained easily. But many problems encountered in practice 
are two- or three-dimensional and involve rather complicated geometries for 
which no simple solutions are available. 


—— 
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EE 


FIGURE 17-49 
Schematic for Example 17-13. 
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A n important class of heat transfer problems for which simple solutions are 
obtained encompasses those involving two surfaces maintained at constant 
temperatures T, and T,. The steady rate of heat transfer between these two sur- 
faces is expressed as 


Q= Ski = Ta) (17-79) 


where S is the conduction shape factor, which has the dimension of length, 
and k is the thermal conductivity of the medium between the surfaces. The 
conduction shape factor depends on the geometry of the system only. 

Conduction shape factors have been determined for a number of configura- 
tions encountered in practice and are given in Table 17-5 for some common 
cases. M ore comprehensive tables are available in the literature. Once the 
value of the shape factor is known for a specific geometry, the total steady 
heat transfer rate can be determined from the equation above using the speci- 
fied two constant temperatures of the two surfaces and the thermal conductiv- 
ity of the medium between them. Note that conduction shape factors are 
applicable only when heat transfer between the two surfaces is by conduction. 
Therefore, they cannot be used when the medium between the surfaces is a 
liquid or gas, which involves natural or forced convection currents. 

A comparison of Eqs. 17-4 and 17-79 reveals that the conduction shape 
factor S is related to the thermal resistance R by R = 1/kS or S = 1/kR. Thus, 
these two quantities are the inverse of each other when the thermal conduc- 
tivity of the medium is unity. The use of the conduction shape factors is illus- 
trated with Examples 17-13 and 17-14. 





EXAMPLE 17-13 Heat Loss from Buried Steam Pipes 


A 30-m-long, 10-cm-diameter hot-water pipe of a district heating system is 
buried in the soil 50 cm below the ground surface, as shown in Fig. 17-49. The 
outer surface temperature of the pipe is 80°C. Taking the surface temperature 
of the earth to be 10°C and the thermal conductivity of the soil at that location 
to be 0.9 W/m - °C, determine the rate of heat loss from the pipe. 


SOLUTION The hot-water pipe of a district heating system is buried in the soil. 
The rate of heat loss from the pipe is to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Heat transfer is two- 
dimensional (no change in the axial direction). 3 Thermal conductivity of the 
soil is constant. 

Properties The thermal conductivity of the soil is given to be k = 0.9 W/m - °C. 
Analysis The shape factor for this configuration is given in Table 17—5 to be 

27L 


5 — nidziD) 


since z > 1.5D, where z is the distance of the pipe from the ground surface, 
and D is the diameter of the pipe. Substituting, 


27 X (30 m) 


= inté x 0.5/0.1) 928" 





-6- 
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Conduction shape factors S for several configurations for use in Q = kS( T, — T2) to determine the steady rate of heat 
transfer through a medium of thermal conductivity k between the surfaces at temperatures 7, and T; 


(1) Isothermal cylinder of length L 
buried in a semi-infinite medium 
(L >>D andz >1.5D) 


s= L 


(3) Two parallel isothermal cylinders 
placed in an infinite medium 
(L >>D,, D>, 2) 


(5) Circular isothermal cylinder of length L 
in the midplane of an infinite wall 


(z >0.5D) 
s- 2nL. 
In(8z/zD) 


(7) Eccentric circular isothermal cylinder 
of length L in a cylinder of the same 
length (L » D;) 


9 gtd. 352 
хар (unu ын 














(2) Vertical isothermal cylinder of length L 
buried in a semi-infinite medium T 
(L >>D) 2 


5 =— 2m _ 
In(4L/D) 


(4) A row of equally spaced parallel isothermal 
cylinders buried in a semi-infinite medium 
(1 >>0, 2, апам >1.50) 





(per cylinder) гм 24 
ээ 


(6) Circular isothermal cylinder of length L 
at the center of a square solid bar of the 


same length 
g=——2al __ 
In (1.08w/D ) 


(8) Large plane wall 














(continued) 





cen54261 chl7.qxd 1/22/04 3:20 PM Page 786 F 


786 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 




















(9) A long cylindrical layer е (10) A square flow passage 
4 (a) For a/b » 14, 
271. 
S=- mn 
їл (0,/0 NE _ 
Dye 5 76:53 n (0.9483/5) 
(b) Fora/b «1.41, 
s= 2L. 
0.785 In (a/b) 
(11) A spherical layer (12) Disk buried parallel to 
the surface in a semi-infinite 
medium (z »» D) 
S. 22105. 
D5-D, 
5 =4р 
(5 =20 мїїеп2-0) 
(13) The edge of two adjoining (14) Corner of three walls 








walls of equal thickness of equal thickness 






















S =0.54w S =0.15L 
L 2515 
----Ы-- (outside) 
1,7 | 
(inside) 
B ~ i 
(15) Isothermal sphere buried in a (16) Isothermal sphere buried 
semi-infinite medium in a semi-infinite medium at T, 
whose surface is insulated Insulated 
^^ Ta (medium) 
se o 2nD "P _ E 
1 - 0.25D/z 1 +0.25D/z 
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Then the steady rate of heat transfer from the pipe becomes 


Q — Sk(T; — T5) 7 (62.9 m)(0.9 W/m - *C)(80 – 10)°С = 3963 М 


Discussion Note that this heat is conducted from the pipe surface to the sur- 
face of the earth through the soil and then transferred to the atmosphere by 
convection and radiation. 








EXAMPLE 17-14 . Heat Transfer between Hot- and Cold-Water Pipes 


A 5-m-long section of hot- and cold-water pipes run parallel to each other in a 
thick concrete layer, as shown in Figure 17—50. The diameters of both pipes are 
5 cm, and the distance between the centerline of the pipes is 30 cm. The sur- 
face temperatures of the hot and cold pipes are 70°C and 15°C, respectively. 
Taking the thermal conductivity of the concrete to be k = 0.75 W/m - °C, deter- 
mine the rate of heat transfer between the pipes. 


SOLUTION Hot- and cold-water pipes run parallel to each other in a thick con- 
crete layer. The rate of heat transfer between the pipes is to be determined. 





Assumptions 1 Steady operating conditions exist. 2 Heat transfer is two- е аага 
dimensional (no change in the axial direction). 3 Thermal conductivity of the 2=30ст > 

concrete is constant. FIGURE 17-50 
Properties The thermal conductivity of concrete is given to be Schematic for Example 17-14. 


k = 0.75 Wim - °C. 
Analysis The shape factor for this configuration is given in Table 17—5 to be 


2L 


cosh} 00 
20р; 


515 


where z is the distance between the centerlines of the pipes and L is their 
length. Substituting, 





wm xE 
эг тоот Uoc ET 
EI . e . =a . 
cosh 2 x 0.05 x 0.05 ) 


Then the steady rate of heat transfer between the pipes becomes 


Q = Sk(T, — T2) = (6.34 m)(0.75 W/m - °C)(70 — 15°)C = 262 W 


Discussion We can reduce this heat loss by placing the hot- and cold-water 
pipes further away from each other. 








It is well Known that insulation reduces heat transfer and saves energy and 
money. Decisions on the right amount of insulation are based on a heat trans- 
fer analysis, followed by an economic analysis to determine the "monetary 
value" of energy loss. This is illustrated with Example 17- 15. 


—— 
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Wall, R=13 


75°F 


45°F 











FIGURE 17-51 
Schematic for Example 17-15. 
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EXAMPLE 17-15 Cost of Heat Loss through Walls in Winter 


Consider an electrically heated house whose walls are 9 ft high and have an 
R-value of insulation of 13 (i.e., a thickness-to-thermal conductivity ratio of 
L/k — 13 h - ft? - °F/Btu). Two of the walls of the house are 40 ft long and the 
others are 30 ft long. The house is maintained at 75°F at all times, while 
the temperature of the outdoors varies. Determine the amount of heat lost 
through the walls of the house on a certain day during which the average tem- 
perature of the outdoors is 45°F. Also, determine the cost of this heat loss to the 
home owner if the unit cost of electricity is $0.075/kWh. For combined con- 
vection and radiation heat transfer coefficients, use the ASHRAE (American So- 
ciety of Heating, Refrigeration, and Air Conditioning Engineers) recommended 
values of h; = 1.46 Btu/h - ft? - °F for the inner surface of the walls and 
h, = 4.0 Btu/h - ft? - °F for the outer surface of the walls under 15 mph wind 
conditions in winter. 


SOLUTION An electrically heated house with R-13 insulation is considered. 
The amount of heat lost through the walls and its cost are to be determined. 
Assumptions 1 The indoor and outdoor air temperatures have remained at the 
given values for the entire day so that heat transfer through the walls is steady. 
2 Heat transfer through the walls is one-dimensional since any significant 
temperature gradients in this case will exist in the direction from the indoors 
to the outdoors. 3 The radiation effects are accounted for in the heat transfer 
coefficients. 

Analysis This problem involves conduction through the wall and convection at 
its surfaces and can best be handled by making use of the thermal resistance 
concept and drawing the thermal resistance network, as shown in Fig. 17-51. 
The heat transfer area of the walls is 


A — Circumference x Height — (2 x 30 ft + 2 x 40 ft)(9 ft) = 1260 ft? 


Then the individual resistances are evaluated from their definitions to be 
T 1 

hA (1.46 Btu/h - ft? - °F)(1260 ft?) 
L _ R-value _ 13h - ft? - °F/Btu Е 

kA S 1260 fe — 0.01032 h - ^F/Btu 
П 1 

h.A (4.0 Btu/h - ft? - ^F)(1260 f£) 


Ri = Reony,i = — 0.00054 h - *F/Btu 


R wall яр 





ВЕЕ = 0.00020 h: °F/Btu 





Noting that all three resistances are in series, the total resistance is 


Riot = Ri + Rwa + Ro = 0.00054 + 0.01032 + 0.00020 = 0.01106 h - °F/Btu 


Then the steady rate of heat transfer through the walls of the house becomes 
0 ЇЇ! = Ie (75 = 45) Е 
~ Rea — 00110611. 9Е/ВШш 





= 2712 Btu/h 


Finally, the total amount of heat lost through the walls during a 24-h period and 
its cost to the home owner are 


Q = Q At = (2712 Btu/h)(24-h/day) = 65,099 Btu/day = 19.1 kWh/day 
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since 1 kWh — 3412 Btu, and 


Heating cost — (Energy lost)(Cost of energy) — (19.1 kW h/day)($0.075/kW h) 


— $1.43/day 


Discussion The heat losses through the walls of the house that day will cost 


the home owner $1.43 worth of electricity. 





SUMMARY 


One-dimensional heat transfer through a simple or composite 
body exposed to convection from both sides to mediums at 
temperatures Tı and T. can be expressed as 

-Taim To 

0 = 7 (W) 


R total 


where Riot is the total thermal resistance between the two 
mediums. For a plane wall exposed to convection on both 
sides, the total resistance is expressed as 


1 
R total = R conv, 1 + Rya + R conv, 2 = a 


ПА КА hA 


1 
А 


S| 


This relation can be extended to plane walls that consist of two 
or more layers by adding an additional resistance for each ad- 
ditional layer. The elementary thermal resistance relations can 
be expressed as follows: 








Conduction resistance (plane wall): Бүл i 
: : : In(r5/r 
Conduction resistance (cylinder): Rey = шан 
; ; = 1 
Conduction resistance (sphere): Reon = 211 
152 
Convection resistance: Reon: = A 
; ; -1 K 
Interface resistance: иш EX 
C 
Radiation resistance: К = 1 А 
гай 


where h, is the thermal contact conductance, R, is the thermal 
contact resistance, and the radiation heat transfer coefficient is 
defined as 


haa = so(T? T Tám. (T, F Tau) 
Once the rate of heat transfer is available, the temperature drop 
across any layer can be determined from 
АТ = дА 


The thermal resistance concept can also be used to solve steady 
heat transfer problems involving parallel layers or combined 
series-parallel arrangements. 

Adding insulation to a cylindrical pipe or a spherical shell 
will increase the rate of heat transfer if the outer radius of 
the insulation is less than the critical radius of insulation, 
defined as 

= Kins 
Per, cylinder ^ ^h 


Vcr, sphere = h 


The effectiveness of an insulation is often given in terms of 
its R-value, the thermal resistance of the material per unit sur- 
face area, expressed as 


R-value = L (flat insulation) 


k 
where L is the thickness and k is the thermal conductivity of the 
material. 

Finned surfaces are commonly used in practice to enhance 
heat transfer. Fins enhance heat transfer from a surface by ex- 
posing a larger surface area to convection. The temperature 
distribution along the fin for very long fins and for fins with 
negligible heat transfer at the fin are given by 


TOO — Ta 
Very long fin: d = -xV npka, 
b о 
еен: T(x) - T, cosha(L —x) 
Adiabatic fin tip: Tm ^ wma 


where a — V hp/kA,, p is the perimeter, and A, is the cross- 
sectional area of the fin. The rates of heat transfer for both 
cases are given to be 


Very . 

тд Diu o m] |, uo VIRAL T 

In: 

Adiabatic 

fin Qinaiaesep = —KAe ge | _ = VAKA; (Ta — Ta.) tanh aL 
tip: = 


--Ө3--- 
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Fins exposed to convection at their tips can be treated as fins 
with insulated tips by using the corrected length L. — L + A,/p 
instead of the actual fin length. 

The temperature of a fin drops along the fin, and thus the 
heat transfer from the fin will be less because of the decreasing 
temperature difference toward the fin tip. To account for the ef- 
fect of this decrease in temperature on heat transfer, we define 
fin efficiency as 


Q fin Actual heat transfer rate from the fin 
~ Ideal heat transfer rate from the fin if 
the entire fin were at base temperature 





Nin = 
Q fin, max 


When the fin efficiency is available, the rate of heat transfer 
from a fin can be determined from 


Qr, — Tin Q tin, max — Tiris hA Fin (T, = Ta) 


The performance of the fins is judged on the basis of the en- 
hancement in heat transfer relative to the no-fin case and is ex- 
pressed in terms of the fin effectiveness stin, defined as 


. 1 Heat transfer rate from 
Q яд Q fin the fin of base area A, 


ёй Quoan NAb (To — Te) Heat transfer rate from 
no fin 
the surface of area A, 





—$— 


Here, A, is the cross-sectional area of the fin at the base and 
Q no fin represents the rate of heat transfer from this area if no 
fins are attached to the surface. The overall effectiveness for a 
finned surface is defined as the ratio of the total heat transfer 
from the finned surface to the heat transfer from the same sur- 
face if there were no fins, 


h(A unfin + Tli Ag) (To =T) 
hA no fin (T, ni Ta) 


Q total, fin 


Efin, overall — 0 
total, no fin 


Fin efficiency and fin effectiveness are related to each other by 
Efin — A Nin 


Certain multidimensional heat transfer problems involve two 
surfaces maintained at constant temperatures T, and T,. The 
steady rate of heat transfer between these two surfaces is ex- 
pressed as 


Q = Sk(T; — T3) 


where S is the conduction shape factor that has the dimen- 
sion of length and k is the thermal conductivity of the medium 
between the surfaces. 
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PROBLEMS* 


Steady Heat Conduction in Plane Walls 


17-1C Consider one-dimensional heat conduction through 
a cylindrical rod of diameter D and length L. What is the 
heat transfer area of the rod if (a) the lateral surfaces of the rod 
are insulated and (b) the top and bottom surfaces of the rod are 
insulated? 


17-2C Consider heat conduction through a plane wall. Does 
the energy content of the wall change during steady heat con- 
duction? How about during transient conduction? Explain. 


17-3C Consider heat conduction through a wall of thickness 
L and area A. Under what conditions will the temperature dis- 
tributions in the wall be a straight line? 


17-4C What does the thermal resistance of a medium 
represent? 


17-5C How is the combined heat transfer coefficient de- 
fined? W hat convenience does it offer in heat transfer calcula- 
tions? 

17-6C Can we define the convection resistance per unit 
surface area as the inverse of the convection heat transfer 
coefficient? 


17-7C Why are the convection and the radiation resistances 
at a surface in parallel instead of being in series? 


17-8C Consider a surface of area A at which the convection 
and radiation heat transfer coefficients are heon and hrag re- 
spectively. Explain how you would determine (a) the single 
equivalent heat transfer coefficient, and (b) the equivalent ther- 
mal resistance. A ssume the medium and the surrounding sur- 
faces are at the same temperature. 


17-9C How does the thermal resistance network associated 
with a single-layer plane wall differ from the one associated 
with a five-layer composite wall? 


17-10C Consider steady one-dimensional heat transfer 
through a multilayer medium. If the rate of heat transfer Q is 
known, explain how you would determine the temperature 
drop across each layer. 


17-11C Consider steady one-dimensional heat transfer 
through a plane wall exposed to convection from both sides to 
environments at known temperatures Tı and T. with known 





*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


heat transfer coefficients h, and h;. Once the rate of heat trans- 
fer Q has been evaluated, explain how you would determine 
the temperature of each surface. 


17-12C Someone comments that a microwave oven can be 
viewed as a conventional oven with zero convection resistance 
atthe surface of the food. Is this an accurate statement? 


17-13C Consider a window glass consisting of two 
4-mm-thick glass sheets pressed tightly against each other. 
Compare the heat transfer rate through this window with that 
of one consisting of a single 8-mm-thick glass sheet under 
identical conditions. 


17-14C Consider steady heat transfer through the wall of a 
room in winter. The convection heat transfer coefficient at the 
outer surface of the wall is three times that of the inner surface 
as a result of the winds. On which surface of the wall do you 
think the temperature will be closer to the surrounding air tem- 
perature? Explain. 


17-15C The bottom of a pan is made of a 4-mm-thick alu- 
minum layer. In order to increase the rate of heat transfer 
through the bottom of the pan, someone proposes a design for 
the bottom that consists of a 3-mm-thick copper layer sand- 
Wiched between two 2-mm-thick aluminum layers. Will the 
new design conduct heat better? Explain. A ssume perfect con- 
tact between the layers. 





oum 
|j 3mm 

2mm 
T 


Copper 


Aluminum 


FIGURE P17-15C 


17-16C Consider two cold canned drinks, one wrapped in a 
blanket and the other placed on a table in the same room. 
Which drink will warm up faster? 


17-17 Consider a 4-m-high, 6-m-wide, and 0.17-m-thick 
brick wall whose thermal conductivity is k = 0.8 W/m · °С . 
On a certain day, the temperatures of the inner and the outer 
surfaces of the wall are measured to be 14°C and 6°C, respec- 
tively. Determine the rate of heat loss through the wall on that 
day. 


--Ө3--- 
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17-18 Consider a 1.2-m-high and 2-m-wide glass window 
whose thickness is 6 mm and thermal conductivity is 
k — 0.78 W/m - ?C. Determine the steady rate of heat transfer 
through this glass window and the temperature of its inner 
surface for a day during which the room is maintained 
at 24°C while the temperature of the outdoors is —5?C. Take 
the convection heat transfer coefficients on the inner and 
outer surfaces of the window to beh, = 10 W/m? °C and 
h = 25 W/m? - °C, and disregard any heat transfer by 
radiation. 


17-19 Consider a 1.2-m-high and 2-m-wide double-pane 
window consisting of two 17-mm-thick layers of glass 
(k = 0.78 W/m: °C) separated by a 12-mm-wide stagnant air 
space (k = 0.026 W/m : °C). Determine the steady rate of heat 
transfer through this double-pane window and the temperature 
of its inner surface for a day during which the room is main- 
tained at 24°C while the temperature of the outdoors is 
—5°C. Take the convection heat transfer coefficients on the in- 
ner and outer surfaces of the window to beh, = 10 W/m?2: °C 
and h, = 25 W/m? : °C, and disregard any heat transfer by 
radiation. 

Answers: 114 W, 19.2°C 





FIGURE P17-19 


17-20 Repeat Prob. 17- 19, assuming the space between the 
two glass layers is evacuated. 


17-21 eS Reconsider Prob. 17-19. Using EES (or other) 

software, plot the rate of heat transfer through 
the window as a function of the width of air space in the range 
of 2 mm to 20 mm, assuming pure conduction through the air. 
Discuss the results. 


17-22E Consider an electrically heated brick house 
(k = 0.40 Btu/h : ft - °F) whose walls are 9 ft high and 1 ft 
thick. Two of the walls of the house are 40 ft long and the oth- 
ers are 30 ft long. The house is maintained at 70°F at all times 
while the temperature of the outdoors varies. On a certain day, 
the temperature of the inner surface of the walls is measured to 


—— 


be at 55°F while the average temperature of the outer surface is 
observed to remain at 45°F during the day for 10 h and at 35°F 
at night for 14 h. Determine the amount of heat lost from the 
house that day. Also determine the cost of that heat loss to the 
home owner for an electricity price of $0.09/kW h. 





40 ft 
30 ft 


FIGURE P17—22E 


17-23 A cylindrical resistor element on a circuit board dissi- 
pates 0.15 W of power in an environment at 40?C. The resistor 
is 1.2 cm long, and has a diameter of 0.3 cm. A ssuming heat to 
be transferred uniformly from all surfaces, determine (a) the 
amount of heat this resistor dissipates during a 24-h period; 
(b) the heat flux on the surface of the resistor, in W /m?; and 
(c) the surface temperature of the resistor for a combined con- 
vection and radiation heat transfer coefficient of 9 W/m? : °C. 


17-24 Consider a power transistor that dissipates 0.2 W of 
power in an environment at 30°C. The transistor is 0.4 cm long 
and has a diameter of 0.5 cm. Assuming heat to be transferred 
uniformly from all surfaces, determine (a) the amount of heat 
this resistor dissipates during a 24-h period, in kWh; (b) the 
heat flux on the surface of the transistor, in W/m?; and (c) the 
surface temperature of the resistor for a combined convection 
and radiation heat transfer coefficient of 18 W/m? - °C. 





30°C 





Power 
0.5 cm 


transistor 
0.2W 














—— 0.4 cm E 


FIGURE P17-24 


17-25 A 12-cm x 18-cm circuit board houses on its surface 
100 closely spaced logic chips, each dissipating 0.07 W in an 
environment at 40°C. T he heat transfer from the back surface 
of the board is negligible. If the heat transfer coefficient on the 
surface of the board is 10 W/m? : °C, determine (a) the heat 
flux on the surface of the circuit board, in W /m?; (b) the surface 
temperature of the chips; and (c) the thermal resistance be- 
tween the surface of the circuit board and the cooling medium, 
in °C/W. 
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17-26 Consider a person standing in a room at 20°C with an 
exposed surface area of 1.7 m?. The deep body temperature of 
the human body is 37°C, and the thermal conductivity of the 
human tissue near the skin is about 0.3 W/m: °C. The body is 
losing heat at a rate of 150 W by natural convection and radia- 
tion to the surroundings. Taking the body temperature 0.5 cm 
beneath the skin to be 37°C, determine the skin temperature of 
the person. Answer: 35.5°C 


17-27 Water is boiling in a 25-cm-diameter aluminum pan 
(k = 237 W/m: °C) at 95°C. Heat is transferred steadily to the 
boiling water in the pan through its 0.5-cm-thick flat bottom at 
a rate of 800 W. If the inner surface temperature of the bottom 
of the pan is 108°C, determine (a) the boiling heat transfer co- 
efficient on the inner surface of the pan and (b) the outer sur- 
face temperature of the bottom of the pan. 


17-28E A wall is constructed of two layers of 0.5-in-thick 
sheetrock (k = 0.10 Btu/h : ft - °F), which is a plasterboard 
made of two layers of heavy paper separated by a layer of 
gypsum, placed 5 in apart. The space between the sheetrocks is 
filled with fiberglass insulation (k = 0.020 Btu/h : ft - °F). 
Determine (a) the thermal resistance of the wall and (b) its 
R-value of insulation in English units. 


Fiberglass 
insulation 
Sheetrock | 


0.5 in — |__ 5in 22 Losin 


FIGURE P17-28E 


17-29 Theroof of a house consists of a 17-cm-thick concrete 
slab (k = 2 W/m: °C) that is 15 m wide and 20 m long. The 
convection heat transfer coefficients on the inner and outer sur- 
faces of the roof are 5 and 12 W/m? - °C, respectively. On a 
clear winter night, the ambient air is reported to be at 10°C, 
while the night sky temperature is 100 K . The house and the in- 
terior surfaces of the wall are maintained at a constant temper- 
ature of 20°C. The emissivity of both surfaces of the concrete 
roof is 0.9. Considering both radiation and convection heat 
transfers, determine the rate of heat transfer through the roof, 
and the inner surface temperature of the roof. 

If the house is heated by a furnace burning natural gas with 
an efficiency of 80 percent, and the price of natural gas is 
$0.60/therm (1 therm — 105,500 kJ of energy content), deter- 
mine the money lost through the roof that night during a 14-h 
period. 
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FIGURE P17-29 


17-30 A 2-m x 1.5-m section of wall of an industrial furnace 
burning natural gas is not insulated, and the temperature at the 
outer surface of this section is measured to be 80°C. The tem- 
perature of the furnace room is 30°C, and the combined con- 
vection and radiation heat transfer coefficient at the surface of 
the outer furnace is 10 W/m? · °С. It is proposed to insulate this 
section of the furnace wall with glass wool insulation 
(k = 0.038 W/m : °C) in order to reduce the heat loss by 90 per- 
cent. Assuming the outer surface temperature of the metal sec- 
tion still remains at about 80°C, determine the thickness of the 
insulation that needs to be used. 

The furnace operates continuously and has an efficiency of 
78 percent. The price of the natural gas is $0.55/therm (1 therm 
= 105,500 kJ of energy content). If the installation of the insu- 
lation will cost $250 for materials and labor, determine how 
long it will take for the insulation to pay for itself from the en- 
ergy it saves. 


17-31 Repeat Prob. 17-30 for expanded perlite insulation 
assuming conductivity isk = 0.052 W/m: °C. 


17-32 ee Reconsider Prob. 17-30. Using EES (or other) 

ss software, investigate the effect of thermal con- 
ductivity on the required insulation thickness. Plot the thick- 
ness of insulation as a function of the thermal conductivity of 
the insulation in the range of 0.02 W/m · °С to 0.08 W/m - °C, 
and discuss the results. 


17-33E Consider a house whose walls are 12 ft high and 
40 ft long. Two of the walls of the house have no windows, 





Windows 
FIGURE P17-33E 
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while each of the other two walls has four windows made of 
0.25-in-thick glass (k — 0.45 Btu/h - ft - ^F), 3ft x 5ftin size. 
The walls are certified to have an R-value of 19 (i.e., an L/k 
value of 19 h - f? - ^F/Btu). Disregarding any direct radiation 
gain or loss through the windows and taking the heat transfer 
coefficients at the inner and outer surfaces of the house to be 2 
and 4 Btu/h - ft? - °F, respectively, determine the ratio of the 
heat transfer through the walls with and without windows. 


17-34 Consider a house that has a 10-m x 20-m base and 
a 4-m-high wall. All four walls of the house have an R-value 
of 2.31 m2: °C/W. The two 10-m x 4-m walls have no 
windows. The third wall has five windows made of 0.5-cm- 
thick glass (k = 0.78 W/m: °C), 1.2 m x 1.8 m in size. The 
fourth wall has the same size and number of windows, but 
they are double-paned with a 1.5-cm-thick stagnant air space 
(k = 0.026 W/m : °C) enclosed between two 0.5-cm-thick 
glass layers. The thermostat in the house is set at 22°C and 
the average temperature outside at that location is 8°C during 
the seven-month-long heating season. Disregarding any di- 
rect radiation gain or loss through the windows and taking the 
heat transfer coefficients at the inner and outer surfaces of 
the house to be 7 and 15 W/m? - °C, respectively, determine 
the average rate of heat transfer through each wall. 

If the house is electrically heated and the price of electricity 
is $0.08/kW h, determine the amount of money this household 
Will save per heating season by converting the single-pane win- 
dows to double-pane windows. 


17-35 The wall of a refrigerator is constructed of fiberglass 
insulation (k = 0.035 W/m : °C) sandwiched between two lay- 
ers of 1-mm-thick sheet metal (k = 15.1 W/m · °С). Тһе refrig- 
erated space is maintained at 3°C, and the average heat transfer 
coefficients at the inner and outer surfaces of the wall are 
4 W/m? - *C and 9 W/m? : °C, respectively. The kitchen tem- 
perature averages 25°C. It is observed that condensation occurs 
on the outer surfaces of the refrigerator when the temperature 
of the outer surface drops to 20°C. Determine the minimum 
thickness of fiberglass insulation that needs to be used in the 
wall in order to avoid condensation on the outer surfaces. 








Sheet metal 
Kitchen Refrigerated 
air space 
25°C ЗС 
Insulation 
10°C 
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FIGURE P17-35 
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17-36 се Reconsider Prob. 17-35. Using EES (or other) 

ss software, investigate the effects of the thermal 
conductivities of the insulation material and the sheet metal on 
the thickness of the insulation. Let the thermal conductivity 
vary from 0.02 W /m - C to 0.08 W /m - *C for insulation and 10 
W/m : ?C to 400 W /m : *C for sheet metal. Plot the thickness of 
the insulation as the functions of the thermal conductivities of 
the insulation and the sheet metal, and discuss the results. 


17-37 Heat is to be conducted along a circuit board that has 
a copper layer on one side. The circuit board is 15 cm long and 
15 cm wide, and the thicknesses of the copper and epoxy lay- 
ers are 0.1 mm and 1.2 mm, respectively. Disregarding heat 
transfer from side surfaces, determine the percentages of heat 
conduction along the copper (k = 386 W/m - °C) and epoxy 
(k = 0.26 W/m - °C) layers. Also determine the effective ther- 
mal conductivity of the board. 

Answers: 0.8 percent, 99.2 percent, and 29.9 W/m - °C 


17-38E A 0.017-in-thick copper plate (k = 223 Btu/h · 
ft - °F) is sandwiched between two 0.1-in-thick epoxy boards 
(k= 0.15 Btu/h : ft: °F) that are 7 in x 9 inin size. Determine 
the effective thermal conductivity of the board along its 9-in- 
long side. W hat fraction of the heat conducted along that side 
is conducted through copper? 


Epoxy 
boards 


Copper 
plate 
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FIGURE P17—38E 


Thermal Contact Resistance 


17-39C W hatis thermal contact resistance? How is it related 
to thermal contact conductance? 


17-40C Will the thermal contact resistance be greater for 
smooth or rough plain surfaces? 


17-41C A wall consists of two layers of insulation pressed 
against each other. Do we need to be concerned about the ther- 
mal contact resistance at the interface in a heat transfer analy- 
sis or can we just ignore it? 


17-42C A plate consists of two thin metal layers pressed 
against each other. Do we need to be concerned about the 
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thermal contact resistance at the interface in a heat transfer 
analysis or can we just ignore it? 


17-43C Consider two surfaces pressed against each other. 
Now the air at the interface is evacuated. Will the thermal con- 
tact resistance at the interface increase or decrease as a result? 


17-44C Explain how the thermal contact resistance can be 
minimized. 


17-45 Thethermal contact conductance at the interface of two 
1-cm-thick copper plates is measured to be 18,000 W /m?  *C. 
Determine the thickness of the copper plate whose thermal 
resistance is equal to the thermal resistance of the interface 
between the plates. 


17-46 Six identical power transistors with aluminum casing 
are attached on one side of a 1.2-cm-thick 20-cm x 30-cm cop- 
per plate (k = 386 W/m - °C) by screws that exert an average 
pressure of 10 M Pa. The base area of each transistor is 9 cm?, 
and each transistor is placed at the center of a 10-cm x 10-cm 
section of the plate. The interface roughness is estimated to be 
about 1.4 zm. All transistors are covered by a thick Plexiglas 
layer, which is a poor conductor of heat, and thus all the heat 
generated at the junction of the transistor must be dissipated to 
the ambient at 15°C through the back surface of the copper plate. 
The combined convection/radiation heat transfer coefficient at 
the back surface can be taken to be 30 W/m? - °C. If the case tem- 
perature of the transistor is not to exceed 85°C, determine the 
maximum power each transistor can dissipate safely, and the 
temperature jump at the case-plate interface. 


Plexiglas 


Copper cover 


e 
fo» 





15°C 


FIGURE P17-46 


17-47 Two 5-cm-diameter, 15-cm-long aluminum bars 
(k = 176 W/m - °C) with ground surfaces are pressed against 
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each other with a pressure of 20 atm. The bars are enclosed in 
an insulation sleeve and, thus, heat transfer from the lateral sur- 
faces is negligible. If the top and bottom surfaces of the two- 
bar system are maintained at temperatures of 150°C and 20°C, 
respectively, determine (a) the rate of heat transfer along the 
cylinders under steady conditions and (b) the temperature drop 
at the interface. Answers: (a) 142.4 W, (b) 6.4°C 


17-48 A 1-mm-thick copper plate (k = 386 W/m - °C) is 
sandwiched between two 5-mm-thick epoxy boards (k = 
0.26 W /m - *C) that are 15 cm x 20 cm in size. If the thermal 
contact conductance on both sides of the copper plate is esti- 
mated to be 6000 W /m - *C, determine the error involved in the 
total thermal resistance of the plate if the thermal contact con- 
ductances are ignored. 


Copper 





FIGURE P17-48 


Generalized Thermal Resistance Networks 


17-49C When plotting the thermal resistance network asso- 
ciated with a heat transfer problem, explain when two resis- 
tances are in series and when they are in parallel. 


17-50C The thermal resistance networks can also be used 
approximately for multidimensional problems. For what kind 
of multidimensional problems will the thermal resistance 
approach give adequate results? 


17-51C What are the two approaches used in the develop- 
ment of the thermal resistance network for two-dimensional 
problems? 


17-52 A 4-m-high and 6-m-wide wall consists of along 18-cm 
x 30-cm cross section of horizontal bricks (k = 0.72 W/m: °C) 
separated by 17-cm-thick plaster layers (k = 0.22 W/m · °С). 
There are also 2-cm-thick plaster layers on each side of the wall, 
and a 2-cm-thick rigid foam (k = 0.026 W/m · °С) оп ће inner 
side of the wall. The indoor and the outdoor temperatures are 
22°C and —4°C, and the convection heat transfer coefficients on 
the inner and the outer sides are h) = 10 W/m? : °C and 
h, = 20 W/m? - °C, respectively. Assuming one-dimensional 
heat transfer and disregarding radiation, determine the rate of 
heat transfer through the wall. 
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FIGURE P17-52 


«Sy Reconsider Prob. 17-52. Using EES (or other) 

software, plot the rate of heat transfer through 
the wall as a function of the thickness of the rigid foam in the 
range of 1 cm to 10 cm. Discuss the results. 


17-54 A 10-cm-thick wall is to be constructed with 2.5-m- 
long wood studs (k = 0.11 W/m - °C) that have a cross section 
of 10 cm x 10 cm. At some point the builder ran out of those 
studs and started using pairs of 2.5-m-long wood studs that 
have a cross section of 5 cm x 10 cm nailed to each other 
instead. The manganese steel nails (Kk — 50 W/m : ?C) are 
10 cm long and have a diameter of 0.4 cm. A total of 50 nails 
are used to connect the two studs, which are mounted to the 
wall such that the nails cross the wall. The temperature differ- 
ence between the inner and outer surfaces of the wall is 8°C. 
Assuming the thermal contact resistance between the two 
layers to be negligible, determine the rate of heat transfer 
(a) through a solid stud and (b) through a stud pair of equal 
length and width nailed to each other. (c) Also determine the 
effective conductivity of the nailed stud pair. 


17-53 


17-55 A 12-m-long and 5-m-high wall is constructed of two 
layers of 1-cm-thick sheetrock (k = 0.17 W/m : °C) spaced 
12 cm by wood studs (k = 0.11 W/m : °C) whose cross section 
is 12 cm X 5 cm. The studs are placed vertically 60 cm apart, 
and the space between them is filled with fiberglass insulation 
(k = 0.034 W /m - °C). The house is maintained at 20°C and the 
ambient temperature outside is —5°C. Taking the heat transfer 
coefficients at the inner and outer surfaces of the house to be 
8.3 and 34 W/m? - °C, respectively, determine (a) the thermal 
resistance of the wall considering a representative section of it 
and (b) the rate of heat transfer through the wall. 


17-56Е А 10-in-thick, 30-ft-long, and 10-ft-high wall 
is to be constructed using 9-in-long solid bricks 
(k = 0.40 Btu/h - ft: °F) of cross section 7 in x 7 in, or identical 


-Ф- 


size bricks with nine square air holes (k = 0.015 Btu/h - ft - ^F) 
that are 9 in long and have a cross section of 1.5 in x 1.5 in. 
There is a 0.5-in-thick plaster layer (k — 0.10 Btu/h - ft - °F) be- 
tween two adjacent bricks on all four sides and on both sides of 
the wall. The house is maintained at 80°F and the ambient tem- 
perature outside is 30°F. Taking the heat transfer coefficients 
at the inner and outer surfaces of the wall to be 1.5 and 
4 Btu/h - f£ - ^F, respectively, determine the rate of heat transfer 
through the wall constructed of (a) solid bricks and (b) bricks 
with air holes. 


Air channels 


nee 
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FIGURE P17—56E 


17-57 Consider a 5-m-high, 8-m-long, and 0.22-m-thick wall 
whose representative cross section is as given in the figure. The 
thermal conductivities of various materials used, in W/m - °C, 
are Ky ke 25 Kg 8, Kc 20, Kp 15, and ke == 35. Тһе 
left and right surfaces of the wall are maintained at uniform 
temperatures of 300°C and 100°C, respectively. A ssuming heat 
transfer through the wall to be one-dimensional, determine 
(a) the rate of heat transfer through the wall; (b) the tem- 
perature at the point where the sections B, D, and E meet; and 








100°C 





FIGURE P17—57 
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(c) the temperature drop across the section F. Disregard any 
contact resistances at the interfaces. 


17-58 Repeat Prob. 17-57 assuming that the thermal contact 
resistance at the interfaces D-F and E-F is 0.00012 m? - °C/W. 


17-59 Clothing made of several thin layers of fabric with 
trapped air in between, often called ski clothing, is commonly 
used in cold climates because it is light, fashionable, and a very 
effective thermal insulator. So it is no surprise that such cloth- 
ing has largely replaced thick and heavy old-fashioned coats. 

Consider a jacket made of five layers of 0.1-mm-thick syn- 
thetic fabric (k = 0.13 W/m : °C) with 1.5-mm-thick air space 
(k = 0.026 W/m : ?C) between the layers. A ssuming the inner 
surface temperature of the jacket to be 28°C and the surface 
area to be 1.1 m?, determine the rate of heat loss through the 
jacket when the temperature of the outdoors is —5°C and the 
heat transfer coefficient at the outer surface is 25 W/m? - °C. 

W hat would your response be if the jacket is made of a sin- 
gle layer of 0.5-mm-thick synthetic fabric? W hat should be the 
thickness of a wool fabric (k = 0.035 W/m : °C) if the person is 
to achieve the same level of thermal comfort wearing a thick 
wool coat instead of a five-layer ski jacket? 


M ultilayered 
ski jacket 





FIGURE P17—59 


17-60 Repeat Prob. 17-59 assuming the layers of the jacket 
are made of cotton fabric (k = 0.06 W/m: °C). 

17-61 A 5-m-wide, 4-m-high, and 40-m-long kiln used to 
cure concrete pipes is made of 20-cm-thick concrete walls and 
ceiling (Kk = 0.9 W/m · °С). Тһе kiln is maintained at 40°C by 


Tour =~ 4°C 
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FIGURE P17-61 
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injecting hot steam into it. The two ends of the kiln, 4m x 5m 
in size, are made of a 17-mm-thick sheet metal covered with 
2-cm-thick Styrofoam (k = 0.033 W/m - ?C). The convection 
heat transfer coefficients on the inner and the outer surfaces of 
the kiln are 3000 W/m? : °C and 25 W/m? : °C, respectively. 
Disregarding any heat loss through the floor, determine the rate 
of heat loss from the kiln when the ambient air is at —4°C. 


17-62 е Reconsider Prob. 17-61. Using EES (or other) 
ss software, investigate the effects of the thickness 
of the wall and the convection heat transfer coefficient on the 
outer surface of the rate of heat loss from the kiln. Let the 
thickness vary from 10 cm to 30 cm and the convection heat 
transfer coefficient from 5 W/m? - °C to 50 W/m? - °C. Plot the 
rate of heat transfer as functions of wall thickness and the con- 
vection heat transfer coefficient, and discuss the results. 


17-63E Consider a 6-in x 8-in epoxy glass laminate 
(k = 0.10 Btu/h - ft - °F) whose thickness is 0.05 in. In order to 
reduce the thermal resistance across its thickness, cylindrical 
copper fillings (k = 223 Btu/h: ft - ^F) of 0.02 in diameter are 
to be planted throughout the board, with a center-to-center 
distance of 0.06 in. Determine the new value of the thermal 
resistance of the epoxy board for heat conduction across its 
thickness as a result of this modification. 

Answer: 0.00064 h - °F/Btu 

Pd “ 
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Copper filling Epoxy board 
FIGURE P17—63E 


Heat Conduction in Cylinders and Spheres 


17-64C What is an infinitely long cylinder? When is it 
proper to treat an actual cylinder as being infinitely long, and 
when is it not? 


17-65C Consider a short cylinder whose top and bottom sur- 
faces are insulated. The cylinder is initially at a uniform tem- 
perature T; and is subjected to convection from its side surface 
to a medium at temperature T, with a heat transfer coefficient 
of h. Is the heat transfer in this short cylinder one- or two- 
dimensional? Explain. 
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17-66C Can the thermal resistance concept be used for a 
solid cylinder or sphere in steady operation? Explain. 


17-67 A 5-m-internal-diameter spherical tank made of 
1.5-cm-thick stainless steel (k — 15 W/m - ?C) is used to store 
iced water at 0°C. The tank is located in a room whose temper- 
ature is 30°C. The walls of the room are also at 30°C. The outer 
surface of the tank is black (emissivity « = 1), and heat trans- 
fer between the outer surface of the tank and the surroundings 
is by natural convection and radiation. The convection heat 
transfer coefficients at the inner and the outer surfaces of the 
tank are 80 W/m? : °C and 10 W/m : °C, respectively. Deter- 
mine (a) the rate of heat transfer to the iced water in the tank 
and (b) the amount of ice at O?C that melts during a 24-h 
period. The heat of fusion of water at atmospheric pressure is 








FIGURE P17-67 


17-68 Steam at 320°C flows in a stainless steel pipe 
(k = 15 W/m - °C) whose inner and outer diameters are 5 cm 
and 5.5 cm, respectively. The pipe is covered with 17-cm-thick 
glass wool insulation (k = 0.038 W/m - °C). Heat is lost to the 
surroundings at 5°C by natural convection and radiation, with 
a combined natural convection and radiation heat transfer co- 
efficient of 15 W/m? : °C. Taking the heat transfer coefficient 
inside the pipe to be 80 W/m - °C, determine the rate of heat 
loss from the steam per unit length of the pipe. Also determine 
the temperature drops across the pipe shell and the insulation. 


17-69 egy Reconsider Prob. 17-68. Using EES (or other) 

«e software, investigate the effect of the thickness 
of the insulation on the rate of heat loss from the steam and the 
temperature drop across the insulation layer. L et the insulation 
thickness vary from 1 cm to 10 cm. Plot the rate of heat loss 
and the temperature drop as a function of insulation thickness, 
and discuss the results. 


17-70 (d A 50-m-long section of a steam pipe whose 

«S» outer diameter is 10 cm passes through an open 
space at 15°C. The average temperature of the outer surface of 
the pipe is measured to be 150°C. If the combined heat transfer 
coefficient on the outer surface of the pipe is 20 W/m? : °C, de- 
termine (a) the rate of heat loss from the steam pipe; (b) the an- 
nual cost of this energy lost if steam is generated in a natural 


—— 


gas furnace that has an efficiency of 75 percent and the price of 
natural gas is $0.52/therm (1 therm — 105,500 kJ); and (c) the 
thickness of fiberglass insulation (k = 0.035 W/m : °C) needed 
in order to save 90 percent of the heat lost. A ssume the pipe 
temperature to remain constant at 150°C. 


T= TSC 





150°C 







FIGURE P17—70 


17-71 Consider a 2-m-high electric hot-water heater that has 
a diameter of 40 cm and maintains the hot water at 55°C. The 
tank is located in a small room whose average temperature is 
27°C, and the heat transfer coefficients on the inner and outer 
surfaces of the heater are 50 and 12 W/m? : °C, respectively. 
The tank is placed in another 46-cm-diameter sheet metal tank 
of negligible thickness, and the space between the two tanks is 
filled with foam insulation (k = 0.03 W/m - °C). The thermal 
resistances of the water tank and the outer thin sheet metal 
shell are very small and can be neglected. The price of elec- 
tricity is $0.08/kW h, and the home owner pays $280 a year for 
water heating. Determine the fraction of the hot-water energy 
cost of this household that is due to the heat loss from the tank. 

Hot-water tank insulation kits consisting of 17-cm-thick 
fiberglass insulation (kK = 0.035 W/m - °C) large enough to 
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FIGURE P17-71 
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wrap the entire tank are available in the market for about $30. 
If such an insulation is installed on this water tank by the home 
owner himself, how long will it take for this additional insula- 
tion to pay for itself? Answers: 17.5 percent, 1.5 years 


17-72 eS Reconsider Prob. 17-71. Using EES (or other) 

= software, plot the fraction of energy cost of hot 
water due to the heat loss from the tank as a function of the 
hot-water temperature in the range of 40°C to 90°C. Discuss 
the results. 


17-73 Consider a cold aluminum canned drink that is ini- 
tially at a uniform temperature of 3°C. The can is 12.5 cm high 
and has a diameter of 6 cm. If the combined convection/radia- 
tion heat transfer coefficient between the can and the surround- 
ing air at 25°C is 10 W/m? - °C, determine how long it will take 
for the average temperature of the drink to rise to 10°C. 

In an effort to slow down the warming of the cold drink, a 
person puts the can in a perfectly fitting 1-cm-thick cylindrical 
rubber insulator (k = 0.13 W/m - °C). Now how long will it 
take for the average temperature of the drink to rise to 10°C? 
Assume the top of the can is not covered. 





3°C 


Tae = 25°C 








6cm 
FIGURE P17-73 
17-74 Repeat Prob. 17-73, assuming a thermal contact 








resistance of 0.00008 m? - °C/W between the can and the 


insulation. 


17-75E Steam at 450°F is flowing through a steel pipe 
(k = 8.7 Btu/h - ft - ^F) whose inner and outer diameters are 
3.5 in and 4.0 in, respectively, in an environment at 55°F. 
The pipe is insulated with 2-in-thick fiberglass insulation 
(Кк — 0.020 Btu/h - ft- ^F). If the heat transfer coefficients on the 
inside and the outside of the pipe are 30 and 5 Btu/h · #2 - ^F, re- 
spectively, determine the rate of heat loss from the steam per foot 
length of the pipe. What is the error involved in neglecting the 
thermal resistance of the steel pipe in calculations? 


17-76 Hotwater at an average temperature of 90°C is flowing 
through a 15-m section of a cast iron pipe (k = 52 W/m · °С) 
whose inner and outer diameters are 4 cm and 4.6 cm, respec- 
tively. The outer surface of the pipe, whose emissivity is 0.7, is 


—— 
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Steel pipe 


Insulation 


FIGURE P17—75E 


exposed to the cold air at 10?C in the basement, with a heat 
transfer coefficient of 15 W /m? - ?C. The heat transfer coeffi- 
cient at the inner surface of the pipe is 120 W/m? - *C. Taking 
the walls of the basement to be at 10°C also, determine the rate 
of heat loss from the hot water. Also, determine the average 
velocity of the water in the pipe if the temperature of the water 
drops by 3°C as it passes through the basement. 


17-77 Repeat Prob. 17-76 for a pipe made of copper 
(k = 386 W/m - °C) instead of cast iron. 


17-78E Steam exiting the turbine of a steam power plant at 
100°F is to be condensed in a large condenser by cooling water 
flowing through copper pipes (k = 223 Btu/h - ft: °F) of inner 
diameter 0.4 in and outer diameter 0.6 in at an average 
temperature of 70°F. The heat of vaporization of water at 100°F 
is 1037 Btu/lbm. The heat transfer coefficients are 1500 
Btu/h - ft? - ^F on the steam side and 35 Btu/h - ft? - °F on the 
water side. Determine the length of the tube required to con- 
dense steam at a rate of 120 Ibm/h. Answer: 1148 ft 


Steam, 100°F 


120 Ibm/h 
— 
Cooling 
water 
<— 
Liquid water 


FIGURE P17—78E 


17-79E Repeat Prob. 17- 78E , assuming that a 0.01-in-thick 
layer of mineral deposit (k = 0.5 Btu/h - ft - °F) has formed on 
the inner surface of the pipe. 
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17-80 esq Reconsider Prob. 17-78E. Using EES (or other) 

ss software, investigate the effects of the thermal 
conductivity of the pipe material and the outer diameter of the 
pipe on the length of the tube required. Let the thermal con- 
ductivity vary from 10 Btu/h - ft - ^F to 400 Btu/h - ft - °F and 
the outer diameter from 0.5 in to 1.0 in. Plot the length of the 
tube as functions of pipe conductivity and the outer pipe diam- 
eter, and discuss the results. 


17-81 The boiling temperature of nitrogen at atmospheric 
pressure at sea level (1 atm pressure) is —196°C. Therefore, ni- 
trogen is commonly used in low-temperature scientific studies 
since the temperature of liquid nitrogen in a tank open to the 
atmosphere will remain constant at —196°C until itis depleted. 
Any heat transfer to the tank will result in the evaporation of 
some liquid nitrogen, which has a heat of vaporization of 198 
kJ /kg and a density of 810 kg/m? at 1 atm. 

Consider a 17-m-diameter spherical tank that is initially 
filled with liquid nitrogen at 1 atm and —196°C. The tank is 
exposed to ambient air at 15°C, with a combined convection 
and radiation heat transfer coefficient of 35 W/m? - °C. The 
temperature of the thin-shelled spherical tank is observed to be 
almost the same as the temperature of the nitrogen inside. De- 
termine the rate of evaporation of the liquid nitrogen in the 
tank as a result of the heat transfer from the ambient air if the 
tank is (a) not insulated, (b) insulated with 5-cm-thick fiber- 
glass insulation (k = 0.035 W/m: °C), and (c) insulated with 
2-cm-thick superinsulation which has an effective thermal 
conductivity of 0.00005 W/m · °С. 

N , vapor 


Tair = 15°C | 


1atm 
Liquid N, 


190C 





FIGURE P17-81 


17-82 Repeat Prob. 17-81 for liquid oxygen, which has 
a boiling temperature of —183°C, a heat of vaporization of 
213 kJ/kg, and a density of 1140 kg/m? at 1 atm pressure. 


Critical Radius of Insulation 


17-83C What is the critical radius of insulation? How is it 
defined for a cylindrical layer? 


17-84C A pipe is insulated such that the outer radius of the 
insulation is less than the critical radius. Now the insulation is 


—— 


taken off. Will the rate of heat transfer from the pipe increase 
or decrease for the same pipe surface temperature? 


17-85C A pipe is insulated to reduce the heat loss from it. 
However, measurements indicate that the rate of heat loss 
has increased instead of decreasing. Can the measurements 
be right? 


17-86C Consider a pipe at a constant temperature whose ra- 
dius is greater than the critical radius of insulation. Someone 
claims that the rate of heat loss from the pipe has increased 
when some insulation is added to the pipe. Is this claim valid? 


17-87C Consider an insulated pipe exposed to the atmo- 
sphere. Will the critical radius of insulation be greater on calm 
days or on windy days? Why? 


17-88 A 2-mm-diameter and 10-m-long electric wire is 
tightly wrapped with a 1-mm-thick plastic cover whose thermal 
conductivity isk = 0.15 W/m: °C. Electrical measurements in- 
dicate that a current of 10 A passes through the wire and there 
is a voltage drop of 8 V along the wire. If the insulated wire is 
exposed to a medium at T., = 30°C with a heat transfer coeffi- 
cient of h = 24 W/m? : °C, determine the temperature at the 
interface of the wire and the plastic cover in steady operation. 
Also determine if doubling the thickness of the plastic cover 
will increase or decrease this interface temperature. 

Electrical Tah 

wire 


Ч = 
I. — — — 10 m ——— ——4 
FIGURE P17-88 
17-89E A 0.0817-in-diameter electrical wire at 115°F is 
covered by 0.02-in-thick plastic insulation (k = 0.075 
Btu/h - ft: °F). The wire is exposed to a medium at 50°F, with 
a combined convection and radiation heat transfer coefficient 
of 2.5 Btu/h - f? - ^F. Determine if the plastic insulation on the 
wire will increase or decrease heat transfer from the wire. 
Answer: |t helps 
17-90E Repeat Prob. 17-89E, assuming a thermal contact 
resistance of 0.001 h - f£? - °F/Btu at the interface of the wire 
and the insulation. 
17-91 4A 5-mm-diameter spherical ball at 50?C is covered by 
a 1-mm-thick plastic insulation (k = 0.13 W/m : °C). The ball 
is exposed to a medium at 15°C, with a combined convection 


Plastic 
insulation 


1mm 


FIGURE P17-91 
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and radiation heat transfer coefficient of 20 W /m? - ?C. Deter- 
mine if the plastic insulation on the ball will help or hurt heat 
transfer from the ball. 


17-92 eS Reconsider Prob. 17-91. Using EES (or other) 

software, plot the rate of heat transfer from the 
ball as a function of the plastic insulation thickness in the range 
of 0.5 mm to 20 mm. Discuss the results. 


Heat Transfer from Finned Surfaces 


17-93C Whatis the reason for the widespread use of fins on 
surfaces? 


17-94C What is the difference between the fin effectiveness 
and the fin efficiency? 


17-95C  Thefins attached to a surface are determined to have 
an effectiveness of 0.9. Do you think the rate of heat transfer 
from the surface has increased or decreased as a result of the 
addition of these fins? 


17-96C Explain how the fins enhance heat transfer from a 
surface. Also, explain how the addition of fins may actually 
decrease heat transfer from a surface. 


17-97C How does the overall effectiveness of a finned sur- 
face differ from the effectiveness of a single fin? 


17-98C Hot water is to be cooled as it flows through the 
tubes exposed to atmospheric air. Fins are to be attached in or- 
der to enhance heat transfer. Would you recommend attaching 
the fins inside or outside the tubes? W hy? 


17-99C  Hotairisto be cooled as itis forced to flow through 
the tubes exposed to atmospheric air. Fins are to be added in 
order to enhance heat transfer. Would you recommend attach- 
ing the fins inside or outside the tubes? W hy? When would you 
recommend attaching fins both inside and outside the tubes? 


17-100C Consider two finned surfaces that are identical 
except that the fins on the first surface are formed by casting 
or extrusion, whereas they are attached to the second surface 
afterwards by welding or tight fitting. For which case do you 
think the fins will provide greater enhancement in heat trans- 
fer? Explain. 


17-101C The heat transfer surface area of a fin is equal to 
the sum of all surfaces of the fin exposed to the surrounding 
medium, including the surface area of the fin tip. Under what 
conditions can we neglect heat transfer from the fin tip? 


17-102C Does the (a) efficiency and (b) effectiveness of a 
fin increase or decrease as the fin length is increased? 


17-103C Two pin fins are identical, except that the diameter 
of one of them is twice the diameter of the other. For which fin 
will the (a) fin effectiveness and (b) fin efficiency be higher? 
Explain. 

17-104C Two plate fins of constant rectangular cross section 
are identical, except that the thickness of one of them is twice 
the thickness of the other. For which fin will the (a) fin effec- 
tiveness and (b) fin efficiency be higher? Explain. 
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17-105C Two finned surfaces are identical, except that the 
convection heat transfer coefficient of one of them is twice that 
of the other. For which finned surface will the (a) fin effective- 
ness and (b) fin efficiency be higher? Explain. 


17-106 Obtain a relation for the fin efficiency for a fin of 
constant cross-sectional area A,, perimeter p, length L, and 
thermal conductivity k exposed to convection to a medium at 
T., with a heat transfer coefficient h. Assume the fins are suffi- 
ciently long so that the temperature of the fin at the tip is nearly 
Т... Take the temperature of the fin at the base to be T, and ne- 
glect heat transfer from the fin tips. Simplify the relation for 
(a) a circular fin of diameter D and (b) rectangular fins of 
thickness t. 


р= лр, А, = л0 2/4 
FIGURE P17-106 


17-107 The case-to-ambient thermal resistance of a power 
transistor that has a maximum power rating of 15 W is given to 
be 25°C/W. If the case temperature of the transistor is not to ex- 
ceed 80°C, determine the power at which this transistor can be 
operated safely in an environment at 40°C. 


17-108 A 40-W power transistor is to be cooled by attaching it 
to one of the commercially available heat sinks shown in Table 
17-4. Select a heat sink that will allow the case temperature of 
the transistor not to exceed 90°C in the ambient air at 20°C. 


Tae = 20°C 


90°C 





FIGURE P17-108 


17-109 A 30-W power transistor is to be cooled by attaching 
it to one of the commercially available heat sinks shown in 
Table 17-4. Select a heat sink that will allow the case temper- 
ature of the transistor not to exceed 80°C in the ambient air at 
35°C, 

17-110 Steam in a heating system flows through tubes whose 
outer diameter is 5 cm and whose walls are maintained at 
a temperature of 180°C. Circular aluminum alloy 2024-T6 
fins (k = 186 W/m - °C) of outer diameter 6 cm and constant 
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thickness 1 mm are attached to the tube. The space between the 
fins is 3mm, and thus there are 250 fins per meter length of the 
tube. H eat is transferred to the surrounding air at T,, = 25°C, 
with a heat transfer coefficient of 40 W/m? - °C. Determine the 
increase in heat transfer from the tube per meter of its length as 
a result of adding fins. Answer: 2639 W 








2.5 ст 
T, 225c 2914 | 
€> 
180°C 1 


1mm 


Е 


FIGURE P17-110 


17-111E Consider a stainless steel spoon (k = 8.7 
Btu/h - ft- ?F) partially immersed in boiling water at 200?F ina 
kitchen at 75?F. The handle of the spoon has a cross section of 
0.08 in x 0.5 in, and extends 7 in in the air from the free sur- 
face of the water. If the heat transfer coefficient at the exposed 
surfaces of the spoon handle is 3 Btu/h : ft? - ^F, determine the 
temperature difference across the exposed surface of the spoon 
handle. State your assumptions. Answer: 124.6°F 


Spoon 


Boiling 
water 
200°F 





FIGURE P17-111E 


17-112bE Repeat Prob. 17-111E for 
(k = 247 Btu/h - ft: °F). 


17- 113E ee Reconsider Prob. 17-111E. Using EES (or 

ss other) software, investigate the effects of the 
thermal conductivity of the spoon material and the length of its 
extension in the air on the temperature difference across the 
exposed surface of the spoon handle. Let the thermal conduc- 
tivity vary from 5 Btu/h - ft - °F to 225 Btu/h - ft - ^F and the 
length from 5 in to 12 in. Plot the temperature difference as the 
functions of thermal conductivity and length, and discuss 
the results. 


a silver spoon 


—— 


17-114 A 0.17-cm-thick, 12-cm-high, and 18-cm-long circuit 
board houses 80 closely spaced logic chips on one side, each 
dissipating 0.04 W. The board is impregnated with copper fill- 
ings and has an effective thermal conductivity of 20 W/m: °C. 
A II the heat generated in the chips is conducted across the cir- 
cuit board and is dissipated from the back side of the board 
to a medium at 40°C, with a heat transfer coefficient of 
50 W/m? : °C. (a) Determine the temperatures on the two sides 
of the circuit board. (b) Now a0.2-cm-thick, 12-cm-high, and 
18-cm-long aluminum plate (k = 237 W/m - °C) with 864 
2-cm-long aluminum pin fins of diameter 0.25 cm is attached 
to the back side of the circuit board with a 0.02-cm-thick epoxy 
adhesive (k — 1.8 W/m - *C). Determine the new temperatures 
on the two sides of the circuit board. 


17-115 Repeat Prob. 17- 114 using a copper plate with cop- 
per fins (k = 386 W/m - °C) instead of aluminum ones. 


17-116 A hot surface at 100°C is to be cooled by attach- 
ing 17-cm-long, 0.25-cm-diameter aluminum pin fins 
(k = 237 W/m - °C) to it, with a center-to-center distance 
of 0.6 cm. The temperature of the surrounding medium is 
30°C, and the heat transfer coefficient on the surfaces is 
35 W [m? - *C. Determine the rate of heat transfer from the sur- 
face for a 1-m X 1-m section of the plate. Also determine the 
overall effectiveness of the fins. 


2-3 ст 
0.6 
cm 
0.25 
cm 
FIGURE P17-116 
17-117 Repeat Prob. 17-116 using copper fins 


(k = 386 W/m: °C) instead of aluminum ones. 


17-118 Mg Reconsider Prob. 17-116. Using EES (or other) 
== software, investigate the effect of the center-to- 
center distance of the fins on the rate of heat transfer from the 
surface and the overall effectiveness of the fins. L et the center- 
to-center distance vary from 0.4 cm to 2.0 cm. Plot the rate of 
heat transfer and the overall effectiveness as a function of the 
center-to-center distance, and discuss the results. 


17-119 Two 17-m-long and 0.4-cm-thick cast iron 
(k = 52 W/m - °C) steam pipes of outer diameter 10 cm are 
connected to each other through two 1-cm-thick flanges of 
outer diameter 20 cm. The steam flows inside the pipe at an 
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average temperature of 200°C with a heat transfer coefficient 
of 180 W/m? : °C. The outer surface of the pipe is exposed 
to an ambient at 12°C, with a heat transfer coefficient of 
25 W/m? · °С. (а) Disregarding the flanges, determine the av- 
erage outer surface temperature of the pipe. (b) U sing this tem- 
perature for the base of the flange and treating the flanges as 
the fins, determine the fin efficiency and the rate of heat trans- 
fer from the flanges. (c) W hat length of pipe is the flange sec- 
tion equivalent to for heat transfer purposes? 


10 cm 
9.2 cm 





FIGURE P17-119 


Heat Transfer in Common Configurations 


17-120C What is a conduction shape factor? How is it re- 
lated to the thermal resistance? 


17-121C What is the value of conduction shape factors in 
engineering? 

17-122 A 20-m-long and 8-cm-diameter hot-water pipe of a 
district heating system is buried in the soil 80 cm below the 
ground surface. The outer surface temperature of the pipe is 
60°C. Taking the surface temperature of the earth to be 5°C 
and the thermal conductivity of the soil at that location to be 
0.9 W/m - °C, determine the rate of heat loss from the pipe. 


E i 


FIGURE P17-122 
«SW Reconsider Prob. 17-122. Using EES (or 
other) software, plot the rate of heat loss from 


the pipe as a function of the burial depth in the range of 20 cm 
to 2.0 m. Discuss the results. 


17-123 


—— 
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17-124 Hot- and cold-water pipes 8 m long run parallel to 
each other in a thick concrete layer. The diameters of both 
pipes are 5 cm, and the distance between the centerlines of the 
pipes is 40 cm. The surface temperatures of the hot and cold 
pipes are 60°C and 15°C, respectively. Taking the thermal con- 
ductivity of the concrete to be k = 0.75 W/m · °С, determine 
the rate of heat transfer between the pipes. Answer: 306 W 


17-125 ee Reconsider Prob. 17-124. Using EES (or 

ss other) software, plot the rate of heat transfer 
between the pipes as a function of the distance between the 
centerlines of the pipes in the range of 10 cm to 1.0 m. Discuss 
the results. 


17-126E A row of 17-ft-long and 1-in-diameter used ura- 
nium fuel rods that are still radioactive are buried in the ground 
parallel to each other with a center-to-center distance of 8 in at 
a depth 15 ft from the ground surface at a location where 
the thermal conductivity of the soil is 0.6 Btu/h - ft - ^F. If the 
surface temperature of the rods and the ground are 350°F and 
60°F, respectively, determine the rate of heat transfer from the 
fuel rods to the atmosphere through the soil. 


— 







1 





oo fesis indegno 
FIGURE P17-126E 
17-127 Hot water at an average temperature of 60°C and an 
average velocity of 0.6 m/s is flowing through a 5-m section 
of a thin-walled hot-water pipe that has an outer diameter of 
2.5 cm. The pipe passes through the center of a 14-cm-thick 
wall filled with fiberglass insulation (k = 0.035 W/m - °C). If 
the surfaces of the wall are at 18°C, determine (a) the rate of 
heat transfer from the pipe to the air in the rooms and (b) the 


temperature drop of the hot water as it flows through this 
5-m-long section of the wall. Answers: 23.5 W, 0.02°C 


“FT Hot 
] water 


¿[4+ Wall 








FIGURE P17-127 
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17-128 Hot water at an average temperature of 80?C and an 
average velocity of 1.5 m/s is flowing through a 25-m section 
of a pipe that has an outer diameter of 5 cm. The pipe extends 
2m in the ambient air above the ground, dips into the ground 
(k = 1.5 W/m : °C) vertically for 3 m, and continues horizon- 
tally atthis depth for 20 m more before it enters the next build- 
ing. The first section of the pipe is exposed to the ambient air 
at 8°C, with a heat transfer coefficient of 22 W/m? » °C. If the 
surface of the ground is covered with snow at 0°C, determine 
(a) the total rate of heat loss from the hot water and (b) the 
temperature drop of the hot water as it flows through this 
25-m-long section of the pipe. 


Hot water pipe 








FIGURE P17-128 

17-129 Consider a house with a flat roof whose outer di- 
mensions are 12 m X 12 m. The outer walls of the house are 
6 m high. The walls and the roof of the house are made of 
20-cm-thick concrete (k = 0.75 W/m - °C). The temperatures 
of the inner and outer surfaces of the house are 15°C and 3°C, 
respectively. Accounting for the effects of the edges of adjoin- 
ing surfaces, determine the rate of heat loss from the house 
through its walls and the roof. W hat is the error involved in ig- 
noring the effects of the edges and corners and treating the 
roof as a 12 m x 12 m surface and the walls as 6 m x 12m 
surfaces for simplicity? 


17-130 Consider a 10-m-long thick-walled concrete duct 
(k = 0.75 W/m - °C) of square cross section. The outer dimen- 
sions of the duct are 20 cm x 20 cm, and the thickness of the 
duct wall is 2 cm. If the inner and outer surfaces of the duct are 
at 100°C and 15°C, respectively, determine the rate of heat 
transfer through the walls of the duct. Answer: 22.9 kW 





FIGURE P17-130 


17-131 A 17-m-diameter spherical tank containing some 
radioactive material is buried in the ground (k — 1.4 W/m - *C). 


—— 


The distance between the top surface of the tank and the 
ground surface is 4 m. If the surface temperatures of the tank 
and the ground are 140°C and 15°C, respectively, determine the 
rate of heat transfer from the tank. 


17-132 «c Reconsider Prob. 17-131. Using EES (or 

se other) software, plot the rate of heat transfer 
from the tank as a function of the tank diameter in the range of 
0.5 m to 5.0 m. Discuss the results. 


17-133 Hot water at an average temperature of 85°C passes 
through a row of eight parallel pipes that are 4 m long and have 
an outer diameter of 3 cm, located vertically in the middle of a 
concrete wall (k = 0.75 W/m - °C) that is 4 m high, 8 m long, 
and 15 cm thick. If the surfaces of the concrete walls are 
exposed to a medium at 32°C, with a heat transfer coefficient 
of 12 W/m? - °C, determine the rate of heat loss from the hot 
water and the surface temperature of the wall. 


Review Problems 


17-134E Steam is produced in the copper tubes 
(k — 223 Btu/h - ft - °F) of a heat exchanger at a temperature 
of 250°F by another fluid condensing on the outside surfaces 
of the tubes at 350°F. The inner and outer diameters of the 
tube are 1 in and 1.3 in, respectively. W hen the heat exchanger 
was new, the rate of heat transfer per foot length of the tube 
was 2 х 10^ Btu/h. Determine the rate of heat transfer per foot 
length of the tube when a 0.01-in-thick layer of limestone 
(k = 1.7 Btu/h - ft - ^F) has formed on the inner surface of the 
tube after extended use. 


17-135E Repeat Prob. 17- 134E, assuming that a 0.01-in- 
thick limestone layer has formed on both the inner and outer 
surfaces of the tube. 


17-136 A 1.2-m-diameter and 6-m-long cylindrical propane 
tank is initially filled with liquid propane whose density is 
581 kg/m?. The tank is exposed to the ambient air at 30°C, with 
a heat transfer coefficient of 25 W /m? - *C. Now a crack devel- 
ops atthe top of the tank and the pressure inside drops to 1 atm 
while the temperature drops to —42?C, which is the boiling 
temperature of propane at 1 atm. The heat of vaporization of 
propane at 1 atm is 425 kJ /kg. The propane is slowly vaporized 
as a result of the heat transfer from the ambient air into the 


Propane 





meom 


FIGURE P17-136 
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tank, and the propane vapor escapes the tank at —42°C through 
the crack. Assuming the propane tank to be at about the same 
temperature as the propane inside at all times, determine how 
long it will take for the propane tank to empty if the tank is 
(a) not insulated and (b) insulated with 7.5-cm-thick glass wool 
insulation (k = 0.038 W/m: °C). 


17-137 Hot water is flowing at an average velocity of 
1.5 m/s through a cast iron pipe (k = 52 W/m · °С) whose inner 
and outer diameters are 3 cm and 3.5 cm, respectively. The 
pipe passes through a 15-m-long section of a basement whose 
temperature is 15°C. If the temperature of the water drops 
from 70°C to 67°C as it passes through the basement and the 
heat transfer coefficient on the inner surface of the pipe is 400 
W/m? - °C, determine the combined convection and radiation 
heat transfer coefficient at the outer surface of the pipe. 
Answer: 272.5 W/m? - °C 


17-138 Newly formed concrete pipes are usually cured first 
overnight by steam in a curing kiln maintained at a temperature 
of 45°C before the pipes are cured for several days outside. The 
heat and moisture to the kiln is provided by steam flowing in a 
pipe whose outer diameter is 12 cm. During a plant inspection, 
it was noticed that the pipe passes through a 10-m section that 
is completely exposed to the ambient air before it reaches the 
kiln. The temperature measurements indicate that the average 
temperature of the outer surface of the steam pipe is 82°C when 
the ambient temperature is 8°C. The combined convection and 
radiation heat transfer coefficient at the outer surface of the 
pipe is estimated to be 25 W/m? - °C. Determine the amount of 
heat lost from the steam during a 10-h curing process that 
night. 

Steam is supplied by a gas-fired steam generator that has 
an efficiency of 80 percent, and the plant pays $0.60/therm of 
natural gas (1 therm = 105,500 kJ). If the pipe is insulated and 
90 percent of the heat loss is saved as a result, determine the 
amount of money this facility will save a year as a result of 
insulating the steam pipes. A ssume that the concrete pipes are 
cured 110 nights a year. State your assumptions. 


Tar =8°C 








Furnace 
82°C 


Steam pipe 


10 т —^4 
FIGURE P17-138 


17-139 Consider an 18-cm x 18-cm multilayer circuit board 
dissipating 27 W of heat. The board consists of four layers 
of 0.2-mm-thick copper (k = 386 W/m - °C) and three layers of 
1.5-mm-thick epoxy glass (k = 0.26 W/m - °C) sandwiched 


—— 
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together, as shown in the figure. The circuit board is attached to 
a heat sink from both ends, and the temperature of the board at 
those ends is 35?C. Heat is considered to be uniformly gener- 
ated in the epoxy layers of the board at a rate of 0.5 W per 1-cm 
X 18-cm epoxy laminate strip (or 1.5 W per 1-cm x 18-cm 
strip of the board). Considering only a portion of the board be- 
cause of symmetry, determine the magnitude and location of 
the maximum temperature that occurs in the board. Assume 
heat transfer from the top and bottom faces of the board to be 
negligible. 


Copper 








мэ. 0 
Epoxy glass 18 сй 
18 ст 
FIGURE P17-139 


17-140 The plumbing system of a house involves a 0.5-m 
section of a plastic pipe (k = 0.16 W/m - °C) of inner diameter 
2 cm and outer diameter 2.4 cm exposed to the ambient air. 
During acold and windy night, the ambient air temperature re- 
mains at about —5°C for a period of 14 h. The combined con- 
vection and radiation heat transfer coefficient on the outer 
surface of the pipe is estimated to be 40 W/m? : °C, and the heat 
of fusion of water is 333.7 kJ/kg. Assuming the pipe to contain 
stationary water initially at 0°C, determine if the water in that 
section of the pipe will completely freeze that night. 


Exposed 
water pipe 







Таг = -5°С 


2.4 ст AIR 


энэ 
FIGURE P17-140 
17-141 Repeat Prob. 17-140 for the case of a heat transfer 


coefficient of 10 W/m? - *C on the outer surface as a result of 
putting a fence around the pipe that blocks the wind. 


17-142Е Thesurface temperature of a 17-in-diameter baked 
potato is observed to drop from 300°F to 200°F in 5 min in an 
environment at 70°F. Determine the average heat transfer coef- 
ficient between the potato and its surroundings. U sing this heat 
transfer coefficient and the same surface temperature, 
determine how long it will take for the potato to experience 
the same temperature drop if it is wrapped completely in a 
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0.12-in-thick towel (k = 0.035 Btu/h : ft: °F). You may use the 
properties of water for potato. 


17-143E Repeat Prob. 17-142E assuming there is a 0.02-in- 
thick air space (k = 0.015 Btu/h : ft - ^F) between the potato 
and the towel. 


17-144 An ice chest whose outer dimensions are 30 cm 
х 40 cm X 50 cm is made of 17-cm-thick Styrofoam 
(k = 0.033 W/m - °C). Initially, the chest is filled with 45 kg of 
ice at O?C, and the inner surface temperature of the ice chest 
can be taken to be 0°C at all times. The heat of fusion of ice at 
0°C is 333.7 kJ/kg, and the heat transfer coefficient between 
the outer surface of the ice chest and surrounding air at 35°C is 
18 W/m? : °C. Disregarding any heat transfer from the 40-cm 
X 50-cm base of the ice chest, determine how long it will take 
for the ice in the chest to melt completely. 


T4, 735€ 
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Styrofoam 
FIGURE P17-144 


17-145 A 4-m-high and 6-m-long wall is constructed of two 
large 2-cm-thick steel plates (Kk — 15 W /m - ?C) separated by 
1-cm-thick and 20-cm-wide steel bars placed 99 cm apart. T he 
remaining space between the steel plates is filled with fiber- 
glass insulation (k = 0.035 W/m - °C). If the temperature dif- 
ference between the inner and the outer surfaces of the walls is 
22°C, determine the rate of heat transfer through the wall. Can 
we ignore the steel bars between the plates in heat transfer 


Steel plates 








Fiberglass 
| — insulation 
99 cm 
lcm 
2cm. 20cm | |2cm 














FIGURE P17-145 
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analysis since they occupy only 1 percent of the heat transfer 
surface area? 


17-146 A 0.2-cm-thick, 10-cm-high, and 15-cm-long circuit 
board houses electronic components on one side that dissipate 
a total of 15 W of heat uniformly. The board is impregnated 
with conducting metal fillings and has an effective thermal 
conductivity of 12 W/m: °C.A|l the heat generated in the com- 
ponents is conducted across the circuit board and is dissipated 
from the back side of the board to a medium at 37°C, with a 
heat transfer coefficient of 45 W /m? - *C. (a) Determine the 
surface temperatures on the two sides of the circuit board. 
(b) Now a 0.1-cm-thick, 10-cm-high, and 15-cm-long alumi- 
num plate (k = 237 W/m : *C) with 20 0.2-cm-thick, 2-cm- 
long, and 15-cm-wide aluminum fins of rectangular profile are 
attached to the back side of the circuit board with a 0.017-cm- 
thick epoxy adhesive (k — 1.8 W/m - *C). Determine the new 
temperatures on the two sides of the circuit board. 


Electronic 
components 


Fin 


























FIGURE P17-146 


17-147 Repeat Prob. 17- 146 using a copper plate with cop- 
per fins (k = 386 W/m - °C) instead of aluminum ones. 


17-148 A row of 10 parallel pipes that are 5 m long and have 
an outer diameter of 6 cm are used to transport steam at 150°C 
through the concrete floor (k = 0.75 W/m : °C) of a10-m х 
5-m room that is maintained at 25°C. The combined convection 
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Steam pipes 
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FIGURE P17-148 
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and radiation heat transfer coefficient at the floor is 
12 W/m? : °C. If the surface temperature of the concrete floor is 
not to exceed 40°C, determine how deep the steam pipes 
should be buried below the surface of the concrete floor. 


17-149 Consider two identical people each generating 60 
W of metabolic heat steadily while doing sedentary work, and 
dissipating it by convection and perspiration. The first per- 
son is wearing clothes made of 1-mm-thick leather 
(k = 0.159 W/m - °C) that covers half of the body while the 
second one is wearing clothes made of 1-mm-thick synthetic 
fabric (k = 0.13 W/m - °C) that covers the body com- 
pletely. The ambient air is at 30°C, the heat transfer coeffi- 
cient at the outer surface is 15 W/m? - °C, and the inner 
surface temperature of the clothes can be taken to be 32°C. 
Treating the body of each person as a 25-cm-diameter, 
1.7-m-long cylinder, determine the fractions of heat lost from 
each person by perspiration. 


17-150 A 6-m-wide, 2.8-m-high wall is constructed of one 
layer of common brick (k = 0.72 W/m - °C) of thickness 
20 cm, one inside layer of light-weight plaster 
(k = 0.36 W/m - °C) of thickness 1 cm, and one outside 
layer of cement based covering (k = 1.40 W/m - °C) of thick- 
ness 2 cm. The inner surface of the wall is maintained at 23°C 
while the outer surface is exposed to outdoors at 8°C with a 
combined convection and radiation heat transfer coefficient of 
17 W/m? - °C. Determine the rate of heat transfer through the 
wall and temperature drops across the plaster, brick, covering, 
and surface-ambient air. 


17-151 Reconsider Prob. 17-151. It is desired to insulate the 
wall in order to decrease the heat loss by 85 percent. For the 
same inner surface temperature, determine the thickness of in- 
sulation and the outer surface temperature if the wall is insu- 
lated with (a) polyurethane foam (k = 0.025 W/m - °C) and 
(b) glass fiber (k = 0.036 W/m - °C). 


17-152 Cold conditioned air at 12°C is flowing inside a 
1.5-cm-thick square aluminum (К = 237 W/m - °C) duct of inner 
cross section 22 cm x 22 cm at amass flow rate of 0.8 kg/s. The 
duct is exposed to air at 33°C with a combined convection- 
radiation heat transfer coefficient of 8 W/m? - °C. The convection 
heat transfer coefficient at the inner surface is 75 W/m? - °C. If 
the air temperature in the duct should not increase by more than 
1°C determine the maximum length of the duct. 


17-153 When analyzing heat transfer through windows, it 
is important to consider the frame as well as the glass area. 
Consider a 2-m-wide, 1.5-m-high wood-framed window with 
85 percent of the area covered by 17-mm-thick single-pane 
glass (k = 0.7 W/m: °C). The frame is 5 cm thick, and is made 
of pine wood (k = 0.12 W/m: °C). The heat transfer coefficient 
is 7 W/m? - °C inside and 13 W /m? - °C outside. The room is 
maintained at 24°C, and the temperature outdoors is 40°C. De- 
termine the percent error involved in heat transfer when the 
window is assumed to consist of glass only. 


—— 
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17-154 Steam at 235°C is flowing inside a steel pipe 
(k = 61 W/m : °C) whose inner and outer diameters are 10 cm 
and 12 cm, respectively, in an environment at 20?C. The heat 
transfer coefficients inside and outside the pipe are 105 W/m? - 
°C and 14 W/m? - °C, respectively. Determine (a) the thickness 
of the insulation (k = 0.038 W/m - °C) needed to reduce the 
heat loss by 95 percent and (b) the thickness of the insulation 
needed to reduce the exposed surface temperature of insulated 
pipe to 40°C for safety reasons. 


17-155 When the transportation of natural gas in a pipeline 
is not feasible for economic or other reasons, it is first lique- 
fied at about —160°C, and then transported in specially insu- 
lated tanks placed in marine ships. Consider a 6-m-diameter 
spherical tank that is filled with liquefied natural gas (LNG) at 
—160°C. The tank is exposed to ambient air at 18°C with a 
heat transfer coefficient of 22 W/m? - *C. The tank is thin- 
shelled and its temperature can be taken to be the same as the 
LNG temperature. The tank is insulated with 5-cm-thick super 
insulation that has an effective thermal conductivity of 
0.00008 W/m : °C. Taking the density and the specific heat of 
LNG to be 425 kg/m? and 3.475 kJ /kg : ?C, respectively, esti- 
mate how long it will take for the LNG temperature to rise to 
—150°C. 


17-156 A 15-cm X 20-cm hot surface at 85°C is to be cooled 
by attaching 4-cm-long aluminum (k = 237 W/m - °C) fins of 
2-mm X 2-mm square cross section. The temperature of sur- 
rounding medium is 25°C and the heat transfer coefficient on 
the surfaces can be taken to be 20 W/m : °C. If it is desired to 
triple the rate of heat transfer from the bare hot surface, deter- 
mine the number of fins that needs to be attached. 


17-157 «c Reconsider Prob. 17-156. Using EES (or 

<= other) software, plot the number of fins as a 
function of the increase in the heat loss by fins relative to no 
fin case (i.e., overall effectiveness of the fins) in the range of 
1.5 to 5. Discuss the results. Is it realistic to assume the heat 
transfer coefficient to remain constant? 


17-158 A 1.4-m-diameter spherical steel tank filled with iced 
water at 0°C is buried underground at alocation where the ther- 
mal conductivity of the soil isk = 0.55 W/m: °C. The distance 
between the tank center and the ground surface is 2.4 m. For 
ground surface temperature of 18°C, determine the rate of heat 
transfer to the iced water in the tank. W hat would your answer 
be if the soil temperature were 18°C and the ground surface 
were insulated? 


17-159 A 0.6-m-diameter, 1.9-m-long cylindrical tank con- 
taining liquefied natural gas (LNG) at —160°C is placed at the 
center of a1.9-m-long 1.4-m x 1.4-m square solid bar made of 
an insulating material with k = 0.0006 W/m - °C. If the outer 
surface temperature of the bar is 20°C, determine the rate of 
heat transfer to the tank. Also, determine the LNG temperature 
after one month. Take the density and the specific heat of LNG 
to be 425 kg/m? and 3.475 kJ /kg : °C, respectively. 
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Design and Essay Problems 


17-160 The temperature in deep space is close to absolute 
zero, which presents thermal challenges for the astronauts who 
do space walks. Propose a design for the clothing of the astro- 
nauts that will be most suitable for the thermal environment in 
space. D efend the selections in your design. 


17-161 In the design of electronic components, it is very de- 
sirable to attach the electronic circuitry to a substrate material 
that is a very good thermal conductor but also a very effective 
electrical insulator. If the high costis nota major concern, what 
material would you propose for the substrate? 


17-162 Using cylindrical samples of the same material, de- 
vise an experiment to determine the thermal contact resistance. 
Cylindrical samples are available at any length, and the thermal 
conductivity of the material is known. 


17-163 Find out about the wall construction of the cabins of 
large commercial airplanes, the range of ambient conditions 
under which they operate, typical heat transfer coefficients on 
the inner and outer surfaces of the wall, and the heat genera- 
tion rates inside. Determine the size of the heating and air- 
conditioning system that will be able to maintain the cabin 
at 20°C at all times for an airplane capable of carrying 
400 people. 

17-164 Repeat Prob. 17-163 for a submarine with a crew of 
60 people. 


17-165 A house with 200-m? floor space is to be heated with 
geothermal water flowing through pipes laid in the ground 


—— 


under the floor. The walls of the house are 4 m high, and there 
are 10 single-paned windows in the house that are 1.2 m wide 
and 1.8 m high. The house has R-19 (in h - ft? - °F/B tu) insula- 
tion in the walls and R-30 on theceiling. Thefloor temperature 
is not to exceed 40°C. Hot geothermal water is available at 
90°C, and the inner and outer diameter of the pipes to be used 
are 2.4 cm and 3.0 cm. Design such a heating system for this 
house in your area. 


17-166 Using a timer (or watch) and a thermometer, conduct 
this experiment to determine the rate of heat gain of your 
refrigerator. First, make sure that the door of the refrigerator 
is not opened for at least a few hours to make sure that steady 
operating conditions are established. Start the timer when the 
refrigerator stops running and measure the time At, it stays off 
before it kicks in. Then measure the time At, it stays on. Not- 
ing that the heat removed during At, is equal to the heat gain of 
the refrigerator during At; + At, and using the power con- 
sumed by the refrigerator when itis running, determine the av- 
erage rate of heat gain for your refrigerator, in watts. Take the 
COP (coefficient of performance) of your refrigerator to be 1.3 
if itis not available. 

Now, clean the condenser coils of the refrigerator and re- 
move any obstacles on the way of airflow through the coils. By 
replacing these measurements, determine the improvement in 
the COP of the refrigerator. 
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he temperature of a body, in general, varies with time as well 

as position. In rectangular coordinates, this variation is expressed as 

T(x, y, z t), where (x, y, z) indicate variation in the x-, y-, and z-directions, 
respectively, and t indicates variation with time. In the preceding chapter, we 
considered heat conduction under steady conditions, for which the temperature 
of a body at any point does not change with time. This certainly simplified the 
analysis, especially when the temperature varied in one direction only, and we 
were able to obtain analytical solutions. In this chapter, we consider the varia- 
tion of temperature with time as well as position in one- and multidimensional 
systems. 

We start this chapter with the analysis of lumped systems in which the tem- 
perature of a solid varies with time but remains uniform throughout the solid 
at any time. Then we consider the variation of temperature with time as well 
as position for one-dimensional heat conduction problems such as those asso- 
ciated with a large plane wall, a long cylinder, a sphere, and a semi-infinite 
medium using transient temperature charts and analytical solutions. Finally, 
we consider transient heat conduction in multidimensional systems by uti- 
lizing the product solution. 
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(b) Roast beef 


FIGURE 18-1 

A small copper ball can be modeled 
as a lumped system, but a roast 
beef cannot. 


SOLID BODY Ta 


m = mass 
V =volume 
p 7 density 
T; 2 initial temperature 


T =T(t) 


Q =hAJT..- T(t)] 


FIGURE 18-2 

The geometry and parameters 
involved in the lumped 
system analysis. 
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18-1 = LUMPED SYSTEM ANALYSIS 


In heat transfer analysis, some bodies are observed to behave like a “lump” 
whose interior temperature remains essentially uniform at all times during a 
heat transfer process. The temperature of such bodies can be taken to be a 
function of time only, T(t). Heat transfer analysis that utilizes this idealization 
is known as lumped system analysis, which provides great simplification 
in certain classes of heat transfer problems without much sacrifice from 
accuracy. 

Consider a small hot copper ball coming out of an oven (Fig. 18- 1). M ea- 
surements indicate that the temperature of the copper ball changes with time, 
but it does not change much with position at any given time. Thus the tem- 
perature of the ball remains uniform at all times, and we can talk about the 
temperature of the ball with no reference to a specific location. 

Now let us go to the other extreme and consider a large roast in an oven. If 
you have done any roasting, you must have noticed that the temperature dis- 
tribution within the roast is not even close to being uniform. Y ou can easily 
verify this by taking the roast out before itis completely done and cutting itin 
half. Y ou will see that the outer parts of the roast are well done while the cen- 
ter part is barely warm. Thus, lumped system analysis is not applicable in this 
case. Before presenting a criterion about applicability of lumped system 
analysis, we develop the formulation associated with it. 

Consider a body of arbitrary shape of mass m, volume V, surface area A, 
density p, and specific heat C, initially at a uniform temperature T; (Fig. 
18-2).Attimet = 0, the body is placed into a medium at temperature T.,, and 
heat transfer takes place between the body and its environment, with a heat 
transfer coefficient h. For the sake of discussion, we will assume that T, ^ Tj, 
but the analysis is equally valid for the opposite case. We assume lumped sys- 
tem analysis to be applicable, so that the temperature remains uniform within 
the body at all times and changes with time only, T = T(t). 

During a differential time interval dt, the temperature of the body rises by a 
differential amount dT. An energy balance of the solid for the time interval dt 
can be expressed as 


4 eat transfer into the body 


The increase in the 
during dt ) 


= | energy of the body 
during dt 


or 
hA,(T., —T) dt = mC, dT (18-1) 


Noting that m — pV and dT = d(T — T.) since T,, — constant, Eq. 18- 1 can be 
rearranged as 





dT-TJ) ҺА, 
Dep “pe, (18-2) 


Integrating from t — 0, at which T — T;, to any timet, at which T — T(t), gives 


SI Te РА, 
NT =T. TT NC, 








(18-3) 
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Taking the exponential of both sides and rearranging, we obtain 





TÜ-T. 
тет e (18-4) 
where 
hA, 
b- C, (1/s) (18-5) 


is a positive quantity whose dimension is (time) . The reciprocal of b has 
time unit (usually s), and is called the time constant. Equation 18-4 is plotted 
in Fig. 18-3 for different values of b. There are two observations that can be 
made from this figure and the relation above: 


1. Equation 18-4 enables us to determine the temperature T (t) of a body at 
timet, or alternatively, the time t required for the temperature to reach 
a specified value T (t). 

2. The temperature of a body approaches the ambient temperature T., 
exponentially. The temperature of the body changes rapidly at the 
beginning, but rather slowly later on. A large value of b indicates that 
the body will approach the environment temperature in a short time. 
The larger the value of the exponent b, the higher the rate of decay in 
temperature. N ote that b is proportional to the surface area, but inversely 
proportional to the mass and the specific heat of the body. This is not 
surprising since it takes longer to heat or cool a larger mass, especially 
when it has a large specific heat. 


Once the temperature T (t) at timetis available from Eq. 18-4, the rate of con- 
vection heat transfer between the body and its environment at that time can be 
determined from N ewton's law of cooling as 


Q (t) = hA [T (t) — Ta] (w) (18-6) 
The total amount of heat transfer between the body and the surrounding 
medium over the time interval t = 0 to t is simply the change in the energy 
content of the body: 


Q =mC,/T{t) = 7] (9) (18-7) 
The amount of heat transfer reaches its upper limit when the body reaches the 
surrounding temperature T... Therefore, the maximum heat transfer between 
the body and its surroundings is (Fig. 18-4) 


Q imax = mC "um = Т) (kJ) (18-8) 


We could also obtain this equation by substituting the T(t) relation from Eq. 
18-4 into the Q (t) relation in Eq. 18-6 and integrating it from t = 0 tot о. 


Criteria for Lumped System Analysis 
The lumped system analysis certainly provides great convenience in heat 
transfer analysis, and naturally we would like to know when it is appropriate 
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FIGURE 18-3 

The temperature of a lumped 
system approaches the environment 
temperature as time gets larger. 
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FIGURE 18-4 

Heat transfer to or from a body 
reaches its maximum value 
when the body reaches 

the environment temperature. 
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Bi- heat convection 


heat conduction 


FIGURE 18-5 

The Biot number can be viewed as the 
ratio of the convection at the surface 
to conduction within the body. 


cen54261 chl8.qxd 1/23/04 8:20 AM Page 812 F 


to use it. The first step in establishing a criterion for the applicability of the 
lumped system analysis is to define a characteristic length as 


2v 
Hs ed 
and a Biot number Bi as 
Bi- hl, i 
pe (18-9) 


It can also be expressed as (Fig. 18-5) 


h AT Convection at the surface of the body 
КААТ Conduction within the body 





Bi 


or 


NI Conduction resistance within the body 
~ 1/h ~ Convection resistance at the surface of the body 





Bi 


When a solid body is being heated by the hotter fluid surrounding it (such as 
a potato being baked in an oven), heat is first convected to the body and 
subsequently conducted within the body. The Biot number is the ratio of the 
internal resistance of a body to heat conduction to its external resistance to 
heat convection. Therefore, a small Biot number represents small resistance 
to heat conduction, and thus small temperature gradients within the body. 

Lumped system analysis assumes a uniform temperature distribution 
throughout the body, which will be the case only when the thermal resistance 
of the body to heat conduction (the conduction resistance) is zero. Thus, 
lumped system analysis is exact when Bi = 0 and approximate when Bi > 0. 
Of course, the smaller the Bi number, the more accurate the lumped system 
analysis. Then the question we must answer is, How much accuracy are we 
willing to sacrifice for the convenience of the lumped system analysis? 

Before answering this question, we should mention that a 20 percent 
uncertainty in the convection heat transfer coefficient h in most cases is con- 
sidered “normal” and “expected.” Assuming h to be constant and uniform is 
also an approximation of questionable validity, especially for irregular geome- 
tries. Therefore, in the absence of sufficient experimental data for the specific 
geometry under consideration, we cannot claim our results to be better than 
+20 percent, even when Bi = 0. This being the case, introducing another 
source of uncertainty in the problem will hardly have any effect on the over- 
all uncertainty, provided that it is minor. It is generally accepted that lumped 
system analysis is applicable if 


Bi<0.1 


When this criterion is satisfied, the temperatures within the body relative to 
the surroundings (i.e., T — T..) remain within 5 percent of each other even for 
well-rounded geometries such as a spherical ball. Thus, when Bi < 0.1, the 
variation of temperature with location within the body will be slight and can 
reasonably be approximated as being uniform. 
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The first step in the application of lumped system analysis is the calculation 
of the Biot number, and the assessment of the applicability of this approach. 
One may still wish to use lumped system analysis even when the criterion 
Bi < 0.1 is not satisfied, if high accuracy is not a major concern. 

Note that the Biot number is the ratio of the convection at the surface to con- 
duction within the body, and this number should be as small as possible for 
lumped system analysis to be applicable. Therefore, small bodies with high 
thermal conductivity are good candidates for lumped system analysis, es- 
pecially when they are in a medium that is a poor conductor of heat (such as 
air or another gas) and motionless. Thus, the hot small copper ball placed in 
quiescent air, discussed earlier, is most likely to satisfy the criterion for 
lumped system analysis (Fig. 18-6). 


Some Remarks on Heat Transfer in Lumped Systems 
To understand the heat transfer mechanism during the heating or cooling of a 
solid by the fluid surrounding it, and the criterion for lumped system analysis, 
consider this analogy (Fig. 18-7). People from the mainland are to go by boat 
to an island whose entire shore is a harbor, and from the harbor to their desti- 
nations on the island by bus. The overcrowding of people at the harbor de- 
pends on the boat traffic to the island and the ground transportation system on 
the island. If there is an excellent ground transportation system with plenty of 
buses, there will be no overcrowding at the harbor, especially when the boat 
traffic is light. But when the opposite is true, there will be a huge overcrowd- 
ing at the harbor, creating a large difference between the populations at the 
harbor and inland. The chance of overcrowding is much lower in a small is- 
land with plenty of fast buses. 

In heat transfer, a poor ground transportation system corresponds to poor 
heat conduction in a body, and overcrowding at the harbor to the accumulation 
of heat and the subsequent rise in temperature near the surface of the body 
relative to its inner parts. Lumped system analysis is obviously not applicable 
when there is overcrowding at the surface. Of course, we have disregarded 
radiation in this analogy and thus the air traffic to the island. Like passengers 
at the harbor, heat changes vehicles at the surface from convection to conduc- 
tion. N oting that a surface has zero thickness and thus cannot store any energy, 
heat reaching the surface of a body by convection must continue its journey 
within the body by conduction. 

Consider heat transfer from a hot body to its cooler surroundings. H eat will 
be transferred from the body to the surrounding fluid as a result of a tempera- 
ture difference. But this energy will come from the region near the surface, 
and thus the temperature of the body near the surface will drop. This creates a 
temperature gradient between the inner and outer regions of the body and ini- 
tiates heat flow by conduction from the interior of the body toward the outer 
surface. 

W hen the convection heat transfer coefficient h and thus convection heat 
transfer from the body are high, the temperature of the body near the surface 
will drop quickly (Fig. 18-8). This will create a larger temperature difference 
between the inner and outer regions unless the body is able to transfer heat 
from the inner to the outer regions just as fast. Thus, the magnitude of the 
maximum temperature difference within the body depends strongly on the 
ability of a body to conduct heat toward its surface relative to the ability of 
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h =15 W/m2-°C 
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FIGURE 18-6 


Small bodies with high thermal 
conductivities and low convection 
coefficients are most likely 

to satisfy the criterion for 

lumped system analysis. 
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о 


ISLAND --£zrd 





FIGURE 18-7 
A nalogy between heat transfer to a 
solid and passenger traffic 
to an island. 
T., = 20°C 


Convection 


h =2000 W/m?:°C 


FIGURE 18-8 

W hen the convection coefficient h is 
high and k is low, large temperature 
differences occur between the inner 
and outer regions of a large solid. 





814 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


Thermocouple 
wire 


Gas 
Th — Junction 
ни D =1mm 
T(t) 
FIGURE 18-9 


Schematic for Example 18-1. 
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the surrounding medium to convect this heat away from the surface. The 
Biot number is a measure of the relative magnitudes of these two competing 
effects. 

Recall that heat conduction in a specified direction n per unit surface area is 
expressed as d. — —k aT/àn, where aT/an is the temperature gradient and k is 
the thermal conductivity of the solid. Thus, the temperature distribution in the 
body will be uniform only when its thermal conductivity is infinite, and no 
such material is Known to exist. Therefore, temperature gradients and thus 
temperature differences must exist within the body, no matter how small, in 
order for heat conduction to take place. Of course, the temperature gradient 
and the thermal conductivity are inversely proportional for a given heat flux. 
Therefore, the larger the thermal conductivity, the smaller the temperature 
gradient. 





EXAMPLE 18-1 Temperature Measurement by Thermocouples 


The temperature of a gas stream is to be measured by a thermocouple whose 
junction can be approximated as a 1-mm-diameter sphere, as shown in Fig. 
18-9. The properties of the junction are k = 35 W/m - °C, p = 8500 kg/m, 
and C, = 320 J/kg - °C, and the convection heat transfer coefficient between 
the junction and the gas is h = 210 W/m? - °C. Determine how long it will take 
for the thermocouple to read 99 percent of the initial temperature difference. 


SOLUTION The temperature of a gas stream is to be measured by a thermo- 
couple. The time it takes to register 99 percent of the initial AT is to be 
determined. 

Assumptions 1 The junction is spherical in shape with a diameter of 
D — 0.001 m. 2 The thermal properties of the junction and the heat transfer 
coefficient are constant. 3 Radiation effects are negligible. 

Properties The properties of the junction are given in the problem statement. 
Analysis The characteristic length of the junction is 


17р 3 


5 aD 2 


і. = 





2 |< 


pe (0.001 m) — 167 x 10^ m 


он 


Then the Biot number becomes 


. hL, (210 W/m2- °C)(1.67 x 10-4 m) 
ВГ--р- Sa = 0.001 < 0.1 





Therefore, lumped system analysis is applicable, and the error involved in this 
approximation is negligible. 

In order to read 99 percent of the initial temperature difference 7; — T,, 
between the junction and the gas, we must have 


Tate 


For example, when T; = O°C and 7.,, = 100°C, a thermocouple is considered to 
have read 99 percent of this applied temperature difference when its reading 
indicates T(t) = 99°C. 
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The value of the exponent b is 


MAS oh - 210 W/m? - °C 
PCV  pCpLe (8500 kg/m?)(320 J /kg - °C)(1.67 x 10-4 m) 





b — 0.4625! 


We now substitute these values into Eq. 18-4 and obtain 


TENEAT Иак — a-(0462 s-i)t 
"eque =€ — 0.01 =е 5 


which yields 
t=10s 


Therefore, we must wait at least 10 s for the temperature of the thermocouple 
junction to approach within 1 percent of the initial junction-gas temperature 
difference. 


Discussion Note that conduction through the wires and radiation exchange 
with the surrounding surfaces will affect the result, and should be considered in 
a more refined analysis. 








EXAMPLE 18-2 Predicting the Time of Death 


A person is found dead at 5 PM in a room whose temperature is 20°C. The tem- 
perature of the body is measured to be 25?C when found, and the heat trans- 
fer coefficient is estimated to be h = 8 W/m? - °C. Modeling the body as a 
30-cm-diameter, 1.70-m-long cylinder, estimate the time of death of that per- 
son (Fig. 18-10). 


SOLUTION A body is found while still warm. The time of death is to be 
estimated. 


Assumptions 1 The body can be modeled as a 30-cm-diameter, 1.70-m-long 
cylinder. 2 The thermal properties of the body and the heat transfer coefficient 
are constant. 3 The radiation effects are negligible. 4 The person was healthy(!) 
when he or she died with a body temperature of 37°C. 


Properties The average human body is 72 percent water by mass, and thus we 
can assume the body to have the properties of water at the average temperature 
of (37 + 25)/2 = 31°C; k = 0.617 W/m - °C, p = 996 kg/m?, апа С, = 4178 FIGURE 18-10 
J/kg - °C (Table A-15). Schematic for Example 18-2. 


Analysis The characteristic length of the body is 





meL a(0.15 m)2(1.7 m) 
ѕ 217,1 + 2т72 25(0.15 m)(1.7 m) - 27(0.15 m? — 





E 1 0.0689 m 


Then the Biot number becomes 


. hL. (8W/m?-"C)(0.0689 m) - 
Dr 0.617 W/m - °C 082201 
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Therefore, lumped system analysis is not applicable. However, we can still use 
it to get a “rough” estimate of the time of death. The exponent b in this case is 





ил тэ? 8 W/m? - °C 
pC,V  pCyL. (996 kg/m3)(4178 J/kg - ?C)(0.0689 m) 
= 2.79 х 10-5 5-1 


We now substitute these values into Eq. 18-4, 


Ї ЕТ 25 —20 (279 x 10-55" 
Tis mp: 





which yields 
t = 43,860s = 12.2h 
Therefore, as a rough estimate, the person died about 12 h before the body was 


found, and thus the time of death is 5 am. This example demonstrates how to 
obtain “ball park” values using a simple analysis. 








18-2 = TRANSIENT HEAT CONDUCTION IN LARGE 
PLANE WALLS, LONG CYLINDERS, AND 
SPHERES WITH SPATIAL EFFECTS 


In Section 18-1, we considered bodies in which the variation of temperature 
within the body was negligible; that is, bodies that remain nearly isothermal 
during a process. Relatively small bodies of highly conductive materials ap- 
proximate this behavior. In general, however, the temperature within a body 
will change from point to point as well as with time. In this section, we con- 
sider the variation of temperature with time and position in one-dimensional 
problems such as those associated with a large plane wall, along cylinder, and 
a sphere, 

Consider a plane wall of thickness 2L, a long cylinder of radius r,, and 
a sphere of radius r, initially at a uniform temperature T;, as shown in Fig. 
18-11. At time t = 0, each geometry is placed in a large medium that is at a 
constant temperature T, and kept in that medium fort > 0. H eat transfer takes 
place between these bodies and their environments by convection with a uni- 
form and constant heat transfer coefficient h. Note that all three cases possess 
geometric and thermal symmetry: the plane wall is symmetric about its center 
plane (x = 0), the cylinder is symmetric about its centerline (r = 0), and the 
sphere is symmetric about its center point (r = 0). We neglect radiation heat 
transfer between these bodies and their surrounding surfaces, or incorporate 
the radiation effect into the convection heat transfer coefficient h. 

The variation of the temperature profile with time in the plane wall is 
illustrated in Fig. 18-12. When the wall is first exposed to the surrounding 
medium at T,, < T; att = 0, the entire wall is at its initial temperature T;. But 
the wall temperature at and near the surfaces starts to drop as a result of heat 
transfer from the wall to the surrounding medium. This creates a temperature 


—— 
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(a) A large plane wall (b) A long cylinder 


(c) A sphere 


gradient in the wall and initiates heat conduction from the inner parts of the 
wall toward its outer surfaces. N ote that the temperature at the center of the 
wall remains at T; until t — t,, and that the temperature profile within the wall 
remains symmetric at all times about the center plane. The temperature profile 
gets flatter and flatter as time passes as a result of heat transfer, and eventually 
becomes uniform at T = T.. That is, the wall reaches thermal equilibrium 
with its surroundings. At that point, the heat transfer stops since there is no 
longer a temperature difference. Similar discussions can be given for the long 
cylinder or sphere. 

The formulation of the problems for the determination of the one- 
dimensional transient temperature distribution T(x, t) in a wall results in a par- 
tial differential equation, which can be solved using advanced mathematical 
techniques. The solution, however, normally involves infinite series, which 
are inconvenient and time-consuming to evaluate. Therefore, there is clear 
motivation to present the solution in tabular or graphical form. However, the 
solution involves the parameters x, L, t, K, œ, h, Ti, and T, which are too many 
to make any graphical presentation of the results practical. In order to reduce 
the number of parameters, we nondimensionalize the problem by defining the 
following dimensionless quantities: 


T(x, t) - T, 
Dimensionless temperature: 6(x, t) — е с 
Ї oo 
Dimensionless distance from the center: X Эр 
Dimensionless heat transfer coefficient: Bi = i (Biot number) 
Dimensionless time: T= e (Fourier number) 


The nondimensionalization enables us to present the temperature in terms of 
three parameters only: X, Bi, and 7. This makes it practical to present the 
solution in graphical form. The dimensionless quantities defined above for a 
plane wall can also be used for a cylinder or sphere by replacing the space 
variable x by r and the half-thickness L by the outer radius r,. Note that 
the characteristic length in the definition of the Biot number is taken to be the 
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FIGURE 18-11 

Schematic of the simple 
geometries in which heat 
transfer is one-dimensional. 








FIGURE 18-12 

Transient temperature profiles in a 
plane wall exposed to convection 
from its surfaces for T; > Ta. 
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—— 


half-thickness L for the plane wall, and the radius r, for the long cylinder and 
sphere instead of V/A used in lumped system analysis. 

The one-dimensional transient heat conduction problem just described can 
be solved exactly for any of the three geometries, but the solution involves in- 
finite series, which are difficult to deal with. However, the terms in the solu- 
tions converge rapidly with increasing time, and for 7 > 0.2, keeping the first 
term and neglecting all the remaining terms in the series results in an error 
under 2 percent. We are usually interested in the solution for times with 
т > 0.2, and thus itis very convenient to express the solution using this one- 
term approximation, given as 


Tx D —T.. 
E (x, tua — En - Aeir cos (A;x/L), 7 >0.2 (18-10) 
= Т. 
ТО) = Те 
Cylinder;  Ө(г, they) = i = Aer J Arr), 7 > 0.2 (18-11) 
i оо 
TAE, 1. sin( Air /r 
Sphere: 6(r, t). = Bon - Aeir Sina et >02 (18-12) 
Ї oo 


Ay/ry C 


where the constants A, and A, are functions of the Bi number only, and their 
values are listed in Table 18- 1 against the Bi number for all three geometries. 
The function J o is the zeroth-order Bessel function of the first kind, whose 
value can be determined from Table 18-2. Noting that cos (0) =] ,(0) = 1 and 
the limit of (sin x)/x is also 1, these relations simplify to the next ones at the 
center of a plane wall, cylinder, or sphere: 


= Te 
Center of plane wall (x = 0): Oo, wali = ToT = Ауе" (18-13) 
Ї oo 


Tamia 

Center of cylinder (r = 0): Ө, су = тт = Agi (18-14) 
i oo 

Center of sphere (r — 0): Өв, sph = т. = Agi (18-15) 
i oo 


Once the Bi number is known, these relations can be used to determine the 
temperature anywhere in the medium. The determination of the constants A 
and A, usually requires interpolation. For those who prefer reading charts to 
interpolating, these relations are plotted and the one-term approximation so- 
lutions are presented in graphical form, known as the transient temperature 
charts. Note that the charts are sometimes difficult to read, and they are sub- 
ject to reading errors. Therefore, the relations above should be preferred to the 
charts. 

The transient temperature charts in Figs. 18-13, 18-14, and 18-15 for a 
large plane wall, long cylinder, and sphere were presented by M. P. Heislerin 
1947 and are called Heisler charts. They were supplemented in 1961 with 
transient heat transfer charts by H. Gróber. There are three charts associated 
with each geometry: the first chart is to determine the temperature T, at the 
center of the geometry at a given timet. The second chart is to determine the 
temperature at other locations at the same time in terms of T,. The third chart 
is to determine the total amount of heat transfer up to the time t. These plots 
are valid for 7 > 0.2. 
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TABLE 18-1 TABLE 18-2 
Coefficients used in the one-term approximate solution of transient one- The zeroth- and first-order Bessel 
dimensional heat conduction in plane walls, cylinders, and spheres (Bi = AL/k functions of the first kind 
for a plane wall of thickness 2L, and Bi = Ar,/k for a cylinder or sphere of ё JAE) AG) 
radius r,) 
0.0 1.0000 0.0000 
Plane Wall Cylinder Sphere 0.1 0.9975 0.0499 
Bi Ay Ai à Ai Ay A 0.2 0.9900 0.0995 





0.3 0.9776 0.1483 


0.01 0.0998 1.0017 0.1412 1.0025 0.1730 1.0030 0A 0.9604 0.1960 


0.02 0.1410 1.0033 0.1995 1.0050 0.2445 1.0060 
0.04 0.1987 1.0066 0.2814 1.0099 0.3450 1.0120 
0.06 0.2425 1.0098 0.3438 1.0148 0.4217 1.0179 
0.08 0.2791 1.0130 0.3960 1.0197 0.4860 1.0239 
01 0.3111 1.0161 0.4417 1.0246 0.5423 1.0298 
02 0.4328 1.0311 0.6170 1.0483 0.7593 1.0592 
03 0.5218 1.0450 0.7465 1.0712 0.9208 1.0880 
04 0.5932 1.0580 0.8516 1.0931 1.0528 1.1164 10 07650 04400 
0.5 0.6533 1.0701 0.9408 1.1143 1.1656 1.1441 11 07196 04709 
06 0.7051 1.0814 1.0184 1.1345 1.2644 1.1713 12 O61 0498 

1.3 

14 


0.5 0.9385 0.2423 
0.6 0.9120 0.2867 
0.7 0.8812 0.3290 
0.8 0.8463 0.3688 
0.9 0.8075 0.4059 


0.7 0.7506 1.0918 1.0873 1.1539 1.3525 1.1978 0.6201 0.5220 
0.8 0.7910 1.1016 1.1490 1.1724 1.4320 1.2236 0.5669 0.5419 
0.9 0.8274 1.1107 1.2048 1.1902 1.5044 1.2488 

1.0 0.8603 1.1191 1.2558 1.2071 1.5708 1.2732 1.5 0.5118 0.5579 
2.0 1.0769 1.1785 1.5995 1.3384 2.0288 1.4793 1.6 0.4554 0.5699 
3.0 1.1925 1.2102 1.7887 1.4191 2.2889 1.6227 1.7 0.3980 0.5778 
4.0 1.2646 1.2287 1.9081 1.4698 2.4556 1.7202 1.8 0.3400 0.5815 
5.0 1.3138 1.2403 1.9898 1.5029 2.5704 1.7870 1.9 0.2818 0.5812 
6.0 1.3496 1.2479 2.0490 1.5253 2.6537 1.8338 


7.0 1.3766 1.2532 2.0937 1.5411 2.7165 1.8673 2.0 0.2239 0.5767 
8.0 1.3978 1.2570 2.1286 1.5526 2.7654 1.8920 21 0.1666 0.5683 
9.0 1.4149 1.2598 2.1566 1.5611 2.8044 1.9106 22 0.1104 0.5560 
10.0 1.4289 1.2620 2.1795 1.5677 2.8363 1.9249 23 0.0555 0.5399 
20.0 1.4961 1.2699 2.2880 1.5919 2.9857 1.9781 24 0.0025 0.5202 
30.0 1.5202 1.2717 2.3261 1.5973 3.0372 1.9898 
40.0 1.5325 1.2723 2.3455 1.5993 3.0632 1.9942 2.6 —0.0968 —0.4708 
50.0 1.5400 1.2727 2.3572 1.6002 3.0788 1.9962 2.8 —0.1850 —0.4097 
100.0 1.5552 1.2731 2.3809 1.6015 3.1102 1.9990 3.0 —0.2601 —0.3391 
оо 1.5708 1.2732 2.4048 1.6021 3.1416 2.0000 3.2 -0.3202 -0.2613 


Note that the case 1/Bi = k/hL = 0 corresponds to h — œ, which corre- 
sponds to the case of specified surface temperature T... That is, the case in 
which the surfaces of the body are suddenly brought to the temperature T., 
at t — 0 and kept at T., at all times can be handled by setting h to infinity 
(Fig. 18-16). 

The temperature of the body changes from the initial temperature T; to the 
temperature of the surroundings T. at the end of the transient heat conduction 
process. Thus, the maximum amount of heat that a body can gain (or lose if 
T; >T..) is simply the change in the energy content of the body. T hat is, 


Q max = MC p(T — Ti) = pVC,(T.. — Ti) (kJ) (18-16) 
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0.5 
0.4 
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t -atL? i 
І 
(a) M idplane temperature (from M . P. Heisler, "Temperature Charts for Induction and To | Initially |Т. 
Constant Temperature Heating,” Trans. ASME 69, 1947, pp. 227-36. Reprinted by permission h TzTj h 
of ASME International.) 0 i 
"x Q a 
Т, -Ta Q max i 
1.0 —XL -0.2 1.0 
0.9 04 0.9 Bi =hL/k 
0.8 0.8 
0.7 0.7 
061248 0.6 
: ' S85 Oya oHe 
0.5 0.5 $-G-S,.o,c. S oL SL Sp INCL LUN 5 
041-:08 0.4 a 
0.3 0.3 
0.9 
0.2 0.2 
0.1 10 0.1 
0| HIT . Plate i 0 | | . Plate | 
0.01 0.1 1.0 10 100 1075 104 103 10-2 101 1 10 10? 103 104 
l1 k Bi?r 2 h2at/k? 
Bi hL 
(b) Temperature distribution (from M . P. Heisler, (c) Heat transfer (from H. Gróber et al.) 


"Temperature Charts for Induction and Constant 
Temperature H eating," Trans. ASM E 69, 1947, 
pp. 227-36. Reprinted by permission of ASM E 
International.) 


FIGURE 18-13 
Transient temperature and heat transfer charts for a plane wall of thickness 2L initially at a uniform temperature T; 
subjected to convection from both sides to an environment at temperature T. with a convection coefficient of h. 
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0.0031 В 
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т-ой2 1 
(a) Centerline temperature (from M. P. Heisler, “Temperature Charts for Induction and T 
Constant Temperature Heating,” Trans. ASME 69, 1947, pp. 227-36. Reprinted by permission h 
of ASME International.) 
T= Te Q 
0- ша 
Т, - T. Q max 
1.0 “r/r, = . 
0 105 =02 10 Bi RC 
0.9 0.9 
0.8 104 0.8 
0.7 0.7 
0.6 —-0.6 0.6 
88 S[s 8-513 4 ete 
0.5 0.5 Огоо Оро ооу Очу юу т 9 
04 04 @ 
31-48 03 
0.2 |++0.94 0.2 
10 Cylinder * Cylinder 
000 01 10 10 100 105 104 10? 102 101 1 10 19 10 10 
l k Bi2z =h2at/k2 
Bi hr, 
(b) Temperature distribution (from M . P. Heisler, (c) Heat transfer (from H . Gróber et al.) 


"Temperature C harts for Induction and Constant 
Temperature H eating," Trans. ASME 69, 1947, 
pp. 227-36. Reprinted by permission of ASM E 
International.) 


FIGURE 18-14 
Transient temperature and heat transfer charts for a long cylinder of radius r, initially at a uniform temperature T; 
subjected to convection from all sides to an environment at temperature T. with a convection coefficient of h. 
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(a) Midpoint temperature (from M. P. Heisler, “Temperature Charts for Induction and 
Constant Temperature Heating,” Trans. ASME 69, 1947, pp. 227-36. Reprinted by permission 


of ASME International.) 
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(b) Temperature distribution (from M . P. Heisler, 
“Temperature Charts for Induction and Constant 
Temperature H eating,” Trans. ASME 69, 1947, 
pp. 227-36. Reprinted by permission of ASME 
International.) 


FIGURE 18-15 
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(c) Heat transfer (from H. Grober et al.) 
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103 


Transient temperature and heat transfer charts for a sphere of radius r, initially at a uniform temperature T; subjected to 
convection from all sides to an environment at temperature T. with a convection coefficient of h. 
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where m is the mass, V is the volume, p is the density, and C, is the specific 
heat of the body. Thus, Q4, represents the amount of heat transfer for t — oc. 
The amount of heat transfer Q at a finite timet will obviously beless than this 
maximum. The ratio Q/Q 4, is plotted in Figures 18- 13c, 18- 14c, and 18- 15c 
against the variables Bi and h?at/K? for the large plane wall, long cylinder, and 
sphere, respectively. Note that once the fraction of heat transfer Q/Q ma, has 
been determined from these charts for the given t, the actual amount of heat 
transfer by that time can be evaluated by multiplying this fraction by Q max. 
A negative sign for Q4 indicates that heat is leaving the body (Fig. 18-17). 

The fraction of heat transfer can also be determined from these relations, (a) Finite convection coefficient 
which are based on the one-term approximations already discussed: 

















sinA 
Plane wall: ( Q ) = 1 — ôy, wall а-ы (18-17) 
Q max wall ! Ay 
TE Q 2 } (Ay) 
Cylinder: (o ae =1- 26 4 i (18-18) 
іп Лу = A, COS A 
Sphere: ( ) = 1 = 36, sh ——3 — (18-19) 
D nik sph № 





The use of the Heisler/Grober charts and the one-term solutions already dis- 
cussed is limited to the conditions specified at the beginning of this section: 


the body is initially at a uniform temperature, the temperature of the medium Np nite collections OSCE 

surrounding the body and the convection heat transfer coefficient are constant FIGURE 18-16 

and uniform, and there is no energy generation in the body. The specified surface 
We discussed the physical significance of the Biot number earlier and indi- temperature corresponds to the case 


of convection to an environment at 
T, with a convection coefficient h 
that is infinite. 


cated that it is a measure of the relative magnitudes of the two heat transfer 
mechanisms: convection at the surface and conduction through the solid. 
A small value of Bi indicates that the inner resistance of the body to heat con- 
duction is small relative to the resistance to convection between the surface 
and the fluid. As a result, the temperature distribution within the solid be- 
comes fairly uniform, and lumped system analysis becomes applicable. R ecall 
that when Bi < 0.1, the error in assuming the temperature within the body to 
be uniform is negligible. 

To understand the physical significance of the Fourier number 7, we ex- 
press it as (Fig. 18- 18) 


The rate at which heat is conducted 
at  kL? (I/L) AT across L of a body of volume L? 
a pC,L3/t AT —— Therateat which heat is stored 
in a body of volume L? 





(18-20) 


Therefore, the Fourier number is a measure of heat conducted through a body 
relative to heat stored. Thus, a large value of the Fourier number indicates 
faster propagation of heat through a body. 

Perhaps you are wondering about what constitutes an infinitely large plate 
or an infinitely long cylinder. A fter all, nothing in this world is infinite. A plate 
whose thickness is small relative to the other dimensions can be modeled as 
an infinitely large plate, except very near the outer edges. B ut the edge effects 
on large bodies are usually negligible, and thus a large plane wall such as the 
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wall of ahouse can be modeled as an infinitely large wall for heat transfer pur- 
poses. Similarly, along cylinder whose diameter is small relative to its length 
can be analyzed as an infinitely long cylinder. The use of the transient tem- 
perature charts and the one-term solutions is illustrated in Examples 18-3, 


0 
t=0 max 

! v 

T« 


(a) M aximum heat transfer (t — oo) 


Q 
1-0 
h o 
To 
Цин : Q 1 
Pa -Bi?r- Q max 
(Gröber chart) 


(b) Actual heat transfer for time t 


FIGURE 18-17 

The fraction of total heat transfer 
Q/Q max up to a specified timetis 
determined using the G róber charts. 






Q conducted 


Q 
Fourier number: 7 =o. = eet 


Q stored 
FIGURE 18-18 
Fourier number at time t can be 
viewed as the ratio of the rate of heat 
conducted to the rate of heat stored 
at that time. 


18-4, and 18-5. 





EXAMPLE 18-3 


An ordinary egg can be approximated as a 5-cm-diameter sphere (Fig. 18-19). 
The egg is initially at a uniform temperature of 5°C and is dropped into boil- 
ing water at 95°C. Taking the convection heat transfer coefficient to be 
h = 1200 W/m? - °C, determine how long it will take for the center of the egg 
to reach 70°C. 


Boiling Eggs 


SOLUTION An egg is cooked in boiling water. The cooking time of the egg is to 
be determined. 

Assumptions 1 The egg is spherical in shape with a radius of ry — 2.5 cm. 
2 Heat conduction in the egg is one-dimensional because of thermal symmetry 
about the midpoint. 3 The thermal properties of the egg and the heat transfer 
coefficient are constant. 4 The Fourier number is 7 > 0.2 so that the one-term 
approximate solutions are applicable. 

Properties The water content of eggs is about 74 percent, and thus the ther- 
mal conductivity and diffusivity of eggs can be approximated by those of water 
at the average temperature of (5 + 70)/2 = 37.5?C; k = 0.627 W/m - °C and 
a = klpC, — 0.151 x 10-5 m?/s (Table A-15). 

Analysis The temperature within the egg varies with radial distance as well as 
time, and the temperature at a specified location at a given time can be deter- 
mined from the Heisler charts or the one-term solutions. Here we will use the 
latter to demonstrate their use. The Biot number for this problem is 


hro (1200 W/m? - °C)(0.025 m) 
k 0.627 W/m - °C 





Bi = = 478 


which is much greater than 0.1, and thus the lumped system analysis is not 
applicable. The coefficients A, and A, for a sphere corresponding to this Bi are, 
from Table 18-1, 


A, = 3.0753, A, = 1.9958 


Substituting these and other values into Eq. 18-15 and solving for 7 gives 


ни” 70 — 95 


= —(3.0753)2т 
нэ. 5 ge = 1.9958e 


= Ajer 0 








—> 


which is greater than 0.2, and thus the one-term solution is applicable with an 
error of less than 2 percent. Then the cooking time is determined from the de- 
finition of the Fourier number to be 


, — TT _ (0.209)(0.025 m)? 


g Е 108" 


Therefore, it will take about 15 min for the center of the egg to be heated from 
GS ONIS 


—— 
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Discussion Note that the Biot number in lumped system analysis was defined 
differently as Bi — hL;/k — h(r/3)/k. However, either definition can be used in 
determining the applicability of the lumped system analysis unless Bi « O.1. 

















EXAMPLE 18-4 Heating of Large Brass Plates in an Oven h =1200 W/m2°C 
Too = 95°C 
In a production facility, large brass plates of 4-cm thickness that are initially at 
a uniform temperature of 20?C are heated by passing them through an oven that FIGURE 18-19 
is maintained at 500°C (Fig. 18-20). The plates remain in the oven for a period Schematic for Example 18-3. 


of 7 min. Taking the combined convection and radiation heat transfer coeffi- 
cient to be h = 120 W/m? - °C, determine the surface temperature of the plates 


when they come out of the oven. T.. = 500°C 
h =120 W/m2-°C 


SOLUTION Large brass plates are heated in an oven. The surface temperature 
of the plates leaving the oven is to be determined. 

Assumptions 1 Heat conduction in the plate is one-dimensional since the plate 
is large relative to its thickness and there is thermal symmetry about the center 
plane. 2 The thermal properties of the plate and the heat transfer coefficient are 
constant. З The Fourier number is r > 0.2 so that the one-term approximate so- 
lutions are applicable. p 
Properties The properties of brass at room temperature are k = 110 W/m - °C, FIGURE 18-20 
p = 8530 kg/m, C, = 380 J/kg - °C, and a = 33.9 x 10-9 m?/s (Table A-25). Schematic for Example 18-4. 
More accurate results are obtained by using properties at average temperature. 
Analysis The temperature at a specified location at a given time can be de- 
termined from the Heisler charts or one-term solutions. Here we will use the 
charts to demonstrate their use. Noting that the half-thickness of the plate is 
L — 0.02 m, from Fig. 18-13 we have 




















ТЕКЕ Wim 2. 
Bi Al ~ (120W/m?-°C)(0.02m) о (To-To 0.46 
at (33.9 x 10-§ m’/s)(7 x 60 s) So TT 
TA (0.02 m)? ас 
Also, 
p x 
в = 158 ES 
Ши x Т 
ЦЭН 
Therefore, 
ia le lige ae " 
тт ттт те = 046 х 0099 = 0.455 
апа 


Т=Т,, + 0.455(T; — T.) — 500 4- 0.455(20 — 500) = 282°C 


Therefore, the surface temperature of the plates will be 282°C when they leave 
the oven. 





—— 
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T.. = 200°C 
h =80W/m2-°C 








FIGURE 18-21 
Schematic for Example 18-5. 
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Discussion We notice that the Biot number in this case is Bi = 1/45.8 
= 0.022, which is much less than 0.1. Therefore, we expect the lumped sys- 
tem analysis to be applicable. This is also evident from (T — T.)(T, — T.) = 
0.99, which indicates that the temperatures at the center and the surface of 
the plate relative to the surrounding temperature are within 1 percent of each 
other. Noting that the error involved in reading the Heisler charts is typically at 
least a few percent, the lumped system analysis in this case may yield just as 
accurate results with less effort. 

The heat transfer surface area of the plate is 2A, where A is the face area of 
the plate (the plate transfers heat through both of its surfaces), and the volume 
of the plate is V = (2L)A, where L is the half-thickness of the plate. The expo- 
nent b used in the lumped system analysis is determined to be 


ya As МА) _ 
Тоо 0 то 
120 W/m? - °C 





в = ET 
(8530 kg/m?)(380 J/kg - *C)(0.02 m) 0.00185 s 


Then the temperature of the plate at t = 7 min = 420 s is determined from 





DET et : ТЕ) – 500 _ (0.00185 s)(420 s) 
ТЕТ 20 — 500 
It yields 
Ї 200056 


which is practically identical to the result obtained above using the Heisler 
charts. Therefore, we can use lumped system analysis with confidence when the 
Biot number is sufficiently small. 








EXAMPLE 18-5 Cooling of a Long 
Stainless Steel Cylindrical Shaft 


A long 20-cm-diameter cylindrical shaft made of stainless steel 304 comes out 
of an oven at a uniform temperature of 600°C (Fig. 18-21). The shaft is then 
allowed to cool slowly in an environment chamber at 200°C with an average 
heat transfer coefficient of h = 80 W/m? - °C. Determine the temperature at the 
center of the shaft 45 min after the start of the cooling process. Also, determine 
the heat transfer per unit length of the shaft during this time period. 


SOLUTION A long cylindrical shaft at 600°C is allowed to cool slowly. The cen- 
ter temperature and the heat transfer per unit length are to be determined. 
Assumptions 1 Heat conduction in the shaft is one-dimensional since it is long 
and it has thermal symmetry about the centerline. 2 The thermal properties of 
the shaft and the heat transfer coefficient are constant. 3 The Fourier number 
is r > 0.2 so that the one-term approximate solutions are applicable. 
Properties The properties of stainless steel 304 at room temperature 
are k = 14.9 Wim - °C, p = 7900 kg/m’, C, = 477 J/kg - °C, and 
а = 3.95 x 10-9 m?/s (Table A-25). More accurate results can be obtained by 
using properties at average temperature. 
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Analysis The temperature within the shaft may vary with the radial distance r 
as well as time, and the temperature at a specified location at a given time can 
be determined from the Heisler charts. Noting that the radius of the shaft is 
r, = 0.1 m, from Fig. 18-14 we have 











1 БОЛТ 14.9 W/m - °C = 1.86 
Bi hr, (80W/m?-*C)(01m) ^" The ga 
at _ (3.95 x 10° m4/s)(45 x 605) _ 5 94 цас 
eee (0.1 m)? ES 


and 
T, — T5 0.4(T; — T5) = 200 + 0:4(600 — 200) = 360°C 


Therefore, the center temperature of the shaft will drop from 600°C to 360°C in 
45 min. 

To determine the actual heat transfer, we first need to calculate the maximum 
heat that can be transferred from the cylinder, which is the sensible energy of 
the cylinder relative to its environment. Taking L = 1 m, 


m = pV = parZL = (7900 kg/m3)a(0.1 m)2(1 m) = 248.2 kg 
О ла = MC,(T.. — Tj) = (248.2 kg)(0.477 kJ/kg - °C)(600 — 200)°C 
= 47,354 kJ 


The dimensionless heat transfer ratio is determined from Fig. 18-14 c for a long 
cylinder to be 


pS Ls 
Bi- yi 186 093 Q 


= 0.62 
Q max 





2 
NE = Ві?т = (0.537)2(1.07) = 0.309 


Therefore, 
Q = 0.62Q max = 0.62 x (47,354 kJ) = 29,360 kJ 


which is the total heat transfer from the shaft during the first 45 min of 
the cooling. 


ALTERNATIVE SOLUTION We could also solve this problem using the one-term 
solution relation instead of the transient charts. First we find the Biot number 


hr, (80 W/m2 - °C)(0.1 m) 


BI= = 14.9 W/m - °C 


= 0.537 





The coefficients A, and A; for a cylinder corresponding to this Bi are deter- 
mined from Table 18-1 to be 


А; = 0.970, А, = 1.122 


Substituting these values into Eq. 18-14 gives 


ө = n x = Aye-ATr = 1,122e- (0970/0) — 9.41 
| оо 





--Ө3--- 
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Plane 
surface 


FIGURE 18-22 
Schematic of a semi-infinite body. 
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and thus 


T, =T. + 0.41(T; — T..) = 200 + 0.41(600 — 200) = 364°C 


The value of J,(A;) for A; — 0.970 is determined from Table 18-2 to be 
0.430. Then the fractional heat transfer is determined from Eq. 18-18 to be 


Q (А) 0.430 _ 
mr ї-03 0.41 0979 = 0.636 








and thus 


Q = 0.6360 max = 0.636 Xx (47,354 kJ) = 30,120 kJ 


Discussion The slight difference between the two results is due to the reading 
error of the charts. 








18-3 = TRANSIENT HEAT CONDUCTION 
IN SEMI-INFINITE SOLIDS 


A semi-infinite solid is an idealized body that has a single plane surface and 
extends to infinity in all directions, as shown in Fig. 18-22. This idealized 
body is used to indicate that the temperature change in the part of the body in 
which we are interested (the region close to the surface) is due to the thermal 
conditions on a single surface. The earth, for example, can be considered to be 
a semi-infinite medium in determining the variation of temperature near its 
surface. Also, a thick wall can be modeled as a semi-infinite medium if all we 
are interested in is the variation of temperature in the region near one of the 
surfaces, and the other surface is too far to have any impact on the region of 
interest during the time of observation. 

Consider a semi-infinite solid that is at a uniform temperature T;. At time 
t = 0, the surface of the solid atx = 0 is exposed to convection by a fluid at a 
constant temperature T.., with a heat transfer coefficient h. This problem can 
be formulated as a partial differential equation, which can be solved anal yti- 
cally for the transient temperature distribution T(x, t). The solution obtained is 
presented in Fig. 18-23 graphically for the nondimensionalized temperature 
defined as 


Tix t)-T, TOC =T; 
1— a(x, t)=1 пет TI (18-21) 





against the dimensionless variable х/(2:/ о4) ог various values of the param- 
eter h V'at/k. 

N ote that the values on the vertical axis correspond to x = 0, and thus rep- 
resent the surface temperature. The curve h\/at/k = œ corresponds to h — c», 
which corresponds to the case of specified temperature T., at the surface at 
x = 0. That is, the case in which the surface of the semi-infinite body is sud- 
denly brought to temperature T., at t = 0 and kept at T. at all times can be han- 
dled by setting h to infinity. The specified surface temperature case is closely 
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FIGURE 18-23 


Variation of temperature with position and time in a semi-infinite solid initially at T; subjected to convection to an 
environment at T,, with a convection heat transfer coefficient of h (from P. J. Schneider). 


approximated in practice when condensation or boiling takes place on the 
surface. For a finite heat transfer coefficient h, the surface temperature 
approaches the fluid temperature T. as the time t approaches infinity. 

The exact solution of the transient one-dimensional heat conduction prob- 
lem in a semi-infinite medium that is initially at a uniform temperature of T; 
and is suddenly subjected to convection at time t = 0 has been obtained, and 
is expressed as 


Т(х,0-1, ( = D 2E ( x уя) 
= erfc ех + erfc + (18-22) 
Т,-Т 2VaU Ak" ge | Pw K | 


where the quantity erfc (é) is the complementary error function, defined as 











é 
erfc (€) - 1— 2 | e" du (18-23) 


Ут 


Despite its simple appearance, the integral that appears in the above relation 
cannot be performed analytically. Therefore, it is evaluated numerically for 
different values of €, and the results are listed in Table 18-3. For the special 
case of h — oe, the surface temperature T, becomes equal to the fluid temper- 
ature T.., and Eq. 18-22 reduces to 


Т, = Т, 2 ot 





(18-24) 


—— 
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егїс (2) 


0.5910 
0.5716 
0.5525 
0.5338 
0.5153 
0.4973 
0.4795 
0.4621 
0.4451 
0.4284 
0.4121 
0.3961 
0.3806 
0.3654 
0.3506 
0.3362 
0.3222 
0.3086 
0.2953 


TABLE 18-3 
The complementary error function 
é егїс (2) é 
0.00 1.00000 | 0.38 
0.02 0.9774 0.40 
0.04 0.9549 0.42 
0.06 0.9324 0.44 
0.08 0.9099 0.46 
0.10 0.8875 0.48 
0.12 0.8652 0.50 
0.14 0.8431 0.52 
0.16 0.8210 0.54 
0.18 0.7991 0.56 
0.20 0.7773 0.58 
0.22 0.7557 0.60 
0.24 0.7343 0.62 
0.26 0.7131 0.64 
0.28 0.6921 0.66 
0.30 0.6714 0.68 
0.32 0.6509 0.70 
0.34 0.6306 0.72 
0.36 0.6107 0.74 
1, =-10°C 
a : Хо 











FIGURE 18-24 


Schematic for Example 18-6. 


5 Т = 15°С BP 
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é erfc (2) é erfc (£) 


0.76 0.2825 | 1.14 0.1069 1.52 

0.78 0.2700 | 1.16 0.10090 | 1.54 0.02941 | 1.92 0.00662 
0.80 0.2579 | 1.18 0.09516 | 1.56 0.02737 | 1.94 0.00608 
0.82 0.2462 | 1.20 0.08969 | 1.58 0.02545 | 1.96 0.00557 
0.84 0.2349 | 1.22 0.08447 | 1.60 0.02365 | 1.98 0.00511 
0.86 0.2239 | 1.24 0.07950 | 1.62 0.02196 | 2.00 0.00468 
0.88 0.2133 | 1.26 0.07476 | 1.64 0.02038 | 2.10 0.00298 
0.90 0.2031 | 1.28 0.07027 | 1.66 0.01890 | 2.20 0.00186 
0.92 0.1932 | 1.30 0.06599 | 1.68 0.01751 | 2.30 0.00114 
0.94 0.1837 | 1.32 0.06194 | 1.70 0.01612 | 2.40 0.00069 
0.96 0.1746 | 1.34 0.05809 | 1.72 0.01500 | 2.50 0.00041 
0.98 0.1658 | 1.36 0.05444 | 1.74 0.01387 | 2.60 0.00024 
1.00 0.1573 | 1.38 0.05098 | 1.76 0.01281 | 2.70 0.00013 
1.02 0.1492 | 1.40 0.04772 | 1.78 0.01183 | 2.80 0.00008 
1.04 0.1413 | 1.42 0.04462 | 1.80 0.01091 | 2.90 0.00004 
1.06 0.1339 | 1.44 0.04170 | 1.82 0.01006 | 3.00 0.00002 
1.08 0.1267 | 1.46 0.03895 | 1.84 0.00926 | 3.20 0.00001 
1.10 0.1198 | 1.48 0.03635 | 1.86 0.00853 | 3.40 0.00000 
1.12 0.1132 | 1.50 0.03390 | 1.88 0.00784 | 3.60 0.00000 


erfc (£) Ё егїс (2) 
0.03159 1.90 0.00721 











This solution corresponds to the case when the temperature of the exposed 
surface of the medium is suddenly raised (or lowered) to T, at t = 0 and is 
maintained at that value at all times. Although the graphical solution given in 
Fig. 18-23 is a plot of the exact analytical solution given by Eq. 18-23, itis 
subject to reading errors, and thus is of limited accuracy. 





EXAMPLE 18-6 Minimum Burial Depth of Water Pipes to Avoid 
Freezing 


In areas where the air temperature remains below O°C for prolonged periods of 
time, the freezing of water in underground pipes is a major concern. Fortu- 
nately, the soil remains relatively warm during those periods, and it takes weeks 
for the subfreezing temperatures to reach the water mains in the ground. Thus, 
the soil effectively serves as an insulation to protect the water from subfreezing 
temperatures in winter. 

The ground at a particular location is covered with snow pack at —10°C for a 
continuous period of three months, and the average soil properties at that loca- 
tion are k = 0.4 W/m - °C and a = 0.15 xX 10-9 m?/s (Fig. 18-24). Assuming 
an initial uniform temperature of 15°C for the ground, determine the minimum 
burial depth to prevent the water pipes from freezing. 


SOLUTION The water pipes are buried in the ground to prevent freezing. The 
minimum burial depth at a particular location is to be determined. 
Assumptions 1 The temperature in the soil is affected by the thermal condi- 
tions at one surface only, and thus the soil can be considered to be a semi- 
infinite medium with a specified surface temperature of —10°C. 2 The thermal 
properties of the soil are constant. 
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Properties The properties of the soil are as given in the problem statement. 
Analysis The temperature of the soil surrounding the pipes will be 0°C after 
three months in the case of minimum burial depth. Therefore, from Fig. 18-23, 








we have 
шалан (since h > o) 
X 
= 10536 
E Е 21 é 
TESTED Te] ( Oe 2V/at 
Wi = Vex 15 = (= 10) 


We note that 
t = (90 days)(24 h/day)(3600 s/h) = 7.78 x 10°s 


and thus 


x = 2€ Vat = 2 x 0.36/(0.15 x 10-5 m/s)(7.78 x 1065s) = 0.77 m 





Therefore, the water pipes must be buried to a depth of at least 77 cm to avoid 
freezing under the specified harsh winter conditions. 


ALTERNATIVE SOLUTION The solution of this problem could also be deter- 
mined from Eq. 18-24: 


ТОЕ x 0— 15 X 
TT, - erte() > 1015 = ё TU — 0.60 


The argument that corresponds to this value of the complementary error func- 
tion is determined from Table 18-3 to be é = 0.37. Therefore, 


xX = 2é Vat = 2 x 0.374/(0.15 x 10-9 m?/5)(7.78 x 109 s) — 0.80 m 





Again, the slight difference is due to the reading error of the chart. 








18-4 * TRANSIENT HEAT CONDUCTION IN 
MULTIDIMENSIONAL SYSTEMS 


Thetransient temperature charts presented earlier can be used to determine the 
temperature distribution and heat transfer in one-dimensional heat conduction 
problems associated with a large plane wall, a long cylinder, a sphere, and a 
semi-infinite medium. Using a superposition approach called the product 
solution, these charts can also be used to construct solutions for the two- 
dimensional transient heat conduction problems encountered in geometries 
Such as a short cylinder, a long rectangular bar, or a semi-infinite cylinder or 
plate, and even three-dimensional problems associated with geometries such 
as a rectangular prism or a semi-infinite rectangular bar, provided that all sur- 
faces of the solid are subjected to convection to the same fluid at temperature 


—— 
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(b) Short cylinder (two-dimensional) 


FIGURE 18-25 

The temperature in a short 

cylinder exposed to convection from 
all surfaces varies in both the radial 
and axial directions, and thus heat 

is transferred in both directions. 
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FIGURE 18-26 

A short cylinder of radius r, and 
height a is the intersection of a long 
cylinder of radius r, and a plane wall 
of thickness a. 
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FIGURE 18-27 


A long solid bar of rectangular 
profilea x b is the intersection 
of two plane walls of 
thicknesses a and b. 
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T with the same heat transfer coefficient h, and the body involves no heat 
generation (Fig. 18-25). The solution in such multidimensional geometries 
can be expressed as the product of the solutions for the one-dimensional 
geometries whose intersection is the multidimensional geometry. 

Consider a short cylinder of height a and radius r, initially at a uniform tem- 
perature T;. There is no heat generation in the cylinder. At time t = 0, the 
cylinder is subjected to convection from all surfaces to a medium at temper- 
ature T. with a heat transfer coefficient h. The temperature within the cylin- 
der will change with x as well as r and time t since heat transfer will occur 
from the top and bottom of the cylinder as well as its side surfaces. That is, 
T = T(r, x, t) and thus this is a two-dimensional transient heat conduction 
problem. W hen the properties are assumed to be constant, it can be shown that 
the solution of this two-dimensional problem can be expressed as 


TELD ST: T(X,t) — T4 Tir, B T. 
Ti нэ T. short ^ Ti = Tz plane i = Tes infinite 


cylinder wall cylinder 








(18-25) 


That is, the solution for the two-dimensional short cylinder of height a and 
radius r, is equal to the product of the nondimensionalized solutions for the 
one-dimensional plane wall of thickness a and the long cylinder of radius r,, 
which are the two geometries whose intersection is the short cylinder, as 
shown in Fig. 18- 26. We generalize this as follows: the solution for a multi- 
dimensional geometry is the product of the solutions of the one-dimensional 
geometries whose intersection is the multidimensional body. 
For convenience, the one-dimensional solutions are denoted by 


T(x t) - T. 
OwalX, t) = (EL) plane 
T(r, t) — T=) 
ни 
ott = (ES шиг 
T(x, t) - T. 
Üsemi-int X, t) = Т, =T semi-infinite (18-26) 
o 5011 


For example, the solution for along solid bar whose cross section is an a X b 
rectangle is the intersection of the two infinite plane walls of thicknesses 
a and b, as shown in Fig. 18-27, and thus the transient temperature distri- 
bution for this rectangular bar can be expressed as 


oy, 0 T. 
C 8 Т хөөн = Owaii(X, t)Oualy, t) 
i оо аг 


The proper forms of the product solutions for some other geometries are given 
in Table 18-4. It is important to note that the x-coordinate is measured from 
the surface in a semi-infinite solid, and from the midplane in a plane wall. The 
radial distance r is always measured from the centerline. 

Note that the solution of a two-dimensional problem involves the product of 
two one-dimensional solutions, whereas the solution of a three-dimensional 
problem involves the product of three one-dimensional solutions. 

A modified form of the product solution can also be used to determine 
the total transient heat transfer to or from a multidimensional geometry by 
using the one-di mensional values, as shown by L. S. Langston in 1982. The 


(18-27) 
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Multidimensional solutions expressed as products of one-dimensional solutions for bodies that are initially at a 


uniform temperature T; and exposed to convection from all surfaces to a medium at T,, 












1! 


A(r,t) = Oy(r,t) O (Xr, t) = Boyi (r,t) Osemi-ing (Xt) 
Infinite cylinder Semi-infinite cylinder 


ev 


A(x, t) = Osemi-int (Xt) (хуул) Е Osemi-ing (Xt) Өтпе (У, 
Semi-infinite medium Quarter-infinite medium 


1 


A(x, t) = Oyal% t) 
Infinite plate (or plane wall) 





O (X,t) = O oyi (rt) Bwar (Xt) 
Short cylinder 


6. 








(x y,zt)- 


Üsemi.int (x,t) Üsemi-inf (y, t) 9 semi-int (zt) 2 
Corner region of a large medium 








2L 





0(x,y,z, t) = 


wal (x,t) 9cemi-int (y,t) 8cemi-int (z,t) 
Quarter-infinite plate 


80 y,t) 7 Oa 060 Osei inc (y, O 
Semi-infinite plate 





: 
| 
! 





y 
| 


A(x, y,t) = Await (Xt) Awan (yt) 
Infinite rectangular bar 


Ө(х,у,2,0) = 
ya (x, t) Ayal (y, t) Ocemi-int (2,0) 
Semi-infinite rectangular bar 


Ө(х,у2,0 = 
wall (x,t) wall (y, t) wall (2,0) 
Rectangular parallelepiped 
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Т. = 25°С 
h =60W/m2-°C 


| 





FIGURE 18-28 
Schematic for Example 18-7. 
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transient heat transfer for a two-dimensional geometry formed by the inter- 
section of two one-dimensional geometries 1 and 2 is 


Buca oe 
= (18-28) 
(o max/ total, 2D Q max ï Q max 2 Q max 1 


Transient heat transfer for a three-dimensional body formed by the inter- 
section of three one-dimensional bodies 1, 2, and 3 is given by 


Com B Co + (0) |: (on), 
ЧеШ (0: (84) өм 


The use of the product solution in transient two- and three-dimensional heat 
conduction problems is illustrated in the following examples. 


























EXAMPLE 18-7 Cooling of a Short Brass Cylinder 


A short brass cylinder of diameter D — 10 cm and height H — 12 cm is initially 
at a uniform temperature T; = 120°C. The cylinder is now placed in atmo- 
spheric air at 25°C, where heat transfer takes place by convection, with a heat 
transfer coefficient of h = 60 W/m? - °C. Calculate the temperature at (a) the 
center of the cylinder and (b) the center of the top surface of the cylinder 
15 min after the start of the cooling. 


SOLUTION A short cylinder is allowed to cool in atmospheric air. The temper- 
atures at the centers of the cylinder and the top surface are to be determined. 


Assumptions 1 Heat conduction in the short cylinder is two-dimensional, and 
thus the temperature varies in both the axial x- and the radial r-directions. 2 
The thermal properties of the cylinder and the heat transfer coefficient are con- 
stant. 3 The Fourier number is 7 — O.2 so that the one-term approximate solu- 
tions are applicable. 


Properties The properties of brass at room temperature are k = 110 W/m - °C 
and o — 33.9 x 10-9 m?/s (Table A-25). More accurate results can be ob- 
tained by using properties at average temperature. 


Analysis (a) This short cylinder can physically be formed by the intersection of 
a long cylinder of radius r, = 5 cm and a plane wall of thickness 2L = 12 cm, 
as shown in Fig. 18-28. The dimensionless temperature at the center of the 
plane wall is determined from Fig. 18-13a to be 





at (3.39 х 1075 т2/5)(900 s) 848 
222 2 Eb TO = Te 
L (0.06 m) 0,540, 1) - Ши Ба EXUIS 
110 W/m - °C i 


12ке 
Bi hL (60 W/m? - °C)(0.06 m) 


T 


- 30.6 
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Similarly, at the center of the cylinder, we have 


at (3.39 x 107? m?/s)(900 s) 122 
cum 2 = Ge Т (0,1) = Wes 

Ёс (0.05 т) 9.100, Е) = — 0.5 
1 = k 110 W/m - °C 2350) i 


Bi hr, (60W/m?-*C)(0.05 m) 





T 


Therefore, 


1 (01019 ааг" 
( Т = Jaw = Owa(0,t) X Oy (0, t) = 0.8 x 0.5 = 0.4 


cylinder 


and 


T (0, 0,t) =T.. + 0.4(T; — T..) = 25 + 0.4(120 — 25) = 63°C 


This is the temperature at the center of the short cylinder, which is also the cen- 
ter of both the long cylinder and the plate. 


(b) The center of the top surface of the cylinder is still at the center of the long 
cylinder (r = O), but at the outer surface of the plane wall (x = L). Therefore, 
we first need to find the surface temperature of the wall. Noting that x = L 











= 0.06 m, 
x _ 0.06m _ 1 
L 0.06 m EE er. 
шэг 11 тс ТЕ ГЕ Е 
Bi hL (60W/m?-*C)(0.06m) ^ 
Then 
= ТОТ = Ta 
OTO MH = (AT = +) — 0.98 x 0.8 = 0.784 
Therefore, 


THONG ee 
(TS, = OyailL, t)Ocyi(0, t) — 0.784 x 0.5 — 0.392 


cylinder 
and 


T(L, 0,t) =T., + 0.392(T; — T..) = 25 + 0.392(120 — 25) = 62.2°C 


which is the temperature at the center of the top surface of the cylinder. 








EXAMPLE 18-8 Heat Transfer from a Short Cylinder 


Determine the total heat transfer from the short brass cylinder (9 = 8530 
kg/m, C, = 0.380 kJ/kg - °C) discussed in Example 18-7. 
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SOLUTION We first determine the maximum heat that can be transferred from 
the cylinder, which is the sensible energy content of the cylinder relative to its 
environment: 


m — pV = prre L = (8530 kg/m3)7(0.05 m)2(0.06 m) = 4.02 kg 
Q max = MC,(T; — T..) — (4.02 kg)(0.380 kJ /kg : °C)(120 — 25)°C = 145.1 К] 


Then we determine the dimensionless heat transfer ratios for both geometries. 
For the plane wall, it is determined from Fig. 18-13c to be 


Bi 25 0 
0 ) -023 
lane 4 
(52 zi 


тг 
181. 30.6 





2 
па = Bi?r = (0.0327)%(8.48) = 0.0091 


Similarly, for the cylinder, we have 


D SEN 
Bl Вт Е 36.7 


П 0 Те 
2) 0... Jinfinit 
Tat — Bia; — (02729122) = 0.0090] О" сун 


Bi = 0.0272 
Bi 


Then the heat transfer ratio for the short cylinder is, from Eq. 18-28, 


1-2 | 
15 short cyl Q max їг Q max 2 Q masi 


= 0.23 + 0.47(1 — 0.23) = 0.592 








Therefore, the total heat transfer from the cylinder during the first 15 min of 
cooling is 


Q = 0.5920 imax = 0.592 x (145.1 kJ) ^ 85.9 kJ 





EXAMPLE 18-9 Cooling of a Long Cylinder by Water 


A semi-infinite aluminum cylinder of diameter D = 20 cm is initially at a uni- 
form temperature 7; = 200°C. The cylinder is now placed in water at 15°C 
where heat transfer takes place by convection, with a heat transfer coefficient 
of h = 120 W/m? - °C. Determine the temperature at the center of the cylinder 
15 cm from the end surface 5 min after the start of the cooling. 


SOLUTION A semi-infinite aluminum cylinder is cooled by water. The tem- 
perature at the center of the cylinder 15 cm from the end surface is to be 
determined. 

Assumptions 1 Heat conduction in the semi-infinite cylinder is two- 
dimensional, and thus the temperature varies in both the axial x- and the radial 
r-directions. 2 The thermal properties of the cylinder and the heat transfer co- 
efficient are constant. 3 The Fourier number is 7 > 0.2 so that the one-term 
approximate solutions are applicable. 


--Ө3--- 
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Properties The properties of aluminum at room temperature are k = 237 
W/m - °C and a = 9.71 X 107€ m?/s (Table A-25). More accurate results can be 
obtained by using properties at average temperature. 

Analysis This semi-infinite cylinder can physically be formed by the inter- 
section of an infinite cylinder of radius r, = 10 cm and a semi-infinite medium, 
as shown in Fig. 18-29. 

We will solve this problem using the one-term solution relation for the cylin- 
der and the analytic solution for the semi-infinite medium. First we consider the 
infinitely long cylinder and evaluate the Biot number: 

hr, (120 W/m? - °C)(0.1 m) 


Ele =a wine US 


The coefficients A, and A, for a cylinder corresponding to this Bi are deter- 
mined from Table 18-1 to be A; = 0.3126 and A; = 1.0124. The Fourier num- 
ber in this case is 


at (9.715 105 m?/s)(5 x 60 s) 


ос ТЕ: = 2.91 > 0.2 


T= 
and thus the one-term approximation is applicable. Substituting these values 
into Eq. 18-14 gives 

06 --0с,(0, 1) - Аце-АМт--- 1.0124е-003126/221) -- 0,762 


The solution for the semi-infinite solid can be determined from 


hx , hat х. уа 
1 = Ocemi-ine(X, t) = ere ( x ) ex ( + ) өг( + ) 
и тал 22200: 


First we determine the various quantities in parentheses: 
AS XE 0.15 m — 044 
2Vat 2%/(9.71 х 10-5 п2/5)(5 x 60 s) 


hv\/at (120 W/m? - °C)\/(9.71 — 10-5m2/s)(300 s) 
со 7 237 W/m - °C 














é 





= 0.086 


hx _ (120 W/m? - °C)(0.15 m) - 
ky ст 0775 


Mat (rya 





2 
= - ree 

pa k ) (0.086)? — 0.0074 

Substituting and evaluating the complementary error functions from Table 18-3, 


Osemi-inf(X, t) = 1 — erfc (0.44) + exp (0.0759 + 0.0074) erfc (0.44 + 0.086) 
= 1 — 0.5338 + exp (0.0833) х 0.457 
= 0.963 


Now we apply the product solution to get 


106 0) 0) = 1 
( = = T Jess = Osemi-int% t)Ocy(0, t) = 0.963 x 0.762 = 0.734 
i со cylinder 
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FIGURE 18-29 
Schematic for Example 18-9. 
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FIGURE 18-30 
Schematic for Example 18-10. 
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and 


T (x, 0, t) 2 T, -- 0.734(T; — T.) = 15 + 0.734(200 — 15) = 151°C 


which is the temperature at the center of the cylinder 15 cm from the exposed 
bottom surface. 








EXAMPLE 18-10 Refrigerating Steaks while Avoiding Frostbite 


In a meat processing plant, l-in-thick steaks initially at 75°F are to be cooled 
in the racks of a large refrigerator that is maintained at 5°F (Fig. 18-30). The 
steaks are placed close to each other, so that heat transfer from the 1-in-thick 
edges is negligible. The entire steak is to be cooled below 45°F, but its temper- 
ature is not to drop below 35°F at any point during refrigeration to avoid “frost- 
bite.” The convection heat transfer coefficient and thus the rate of heat transfer 
from the steak can be controlled by varying the speed of a circulating fan in- 
side. Determine the heat transfer coefficient h that will enable us to meet both 
temperature constraints while keeping the refrigeration time to a minimum. The 
Steak can be treated as a homogeneous layer having the properties p — 74.9 
Ibm/ft3, C, = 0.98 Btu/lbm - °F, k = 0.26 Btu/h - ft - °F, and o — 0.0035 ft?/h. 


SOLUTION Steaks are to be cooled in a refrigerator maintained at 5°F. The 
heat transfer coefficient that will allow cooling the steaks below 45°F while 
avoiding frostbite is to be determined. 

Assumptions 1 Heat conduction through the steaks is one-dimensional since 
the steaks form a large layer relative to their thickness and there is thermal sym- 
metry about the center plane. 2 The thermal properties of the steaks and the 
heat transfer coefficient are constant. 3 The Fourier number is r > 0.2 so that 
the one-term approximate solutions are applicable. 

Properties The properties of the steaks are as given in the problem statement. 
Analysis The lowest temperature in the steak will occur at the surfaces and 
the highest temperature at the center at a given time, since the inner part will 
be the last place to be cooled. In the limiting case, the surface temperature at 
x= L = 0.5 in from the center will be 35°F, while the midplane temperature is 
45°F in an environment at 5°F. Then, from Fig. 18-13b, we obtain 


x_05in 1 
L OS iin T к 
1 SEES fio 


which gives 


i |x _ O26 hull ан ан 


10 TESTS TEE 


— 4.16 Btu/h : f? - ^F 


Discussion The convection heat transfer coefficient should be kept below this 
value to satisfy the constraints on the temperature of the steak during refriger- 
ation. We can also meet the constraints by using a lower heat transfer coeffi- 
cient, but doing so would extend the refrigeration time unnecessarily. 
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The restrictions that are inherent in the use of Heisler charts and the one- 
term solutions (or any other analytical solutions) can be lifted by using the nu- 


merical methods discussed in Chap. 5. 





SUMMARY 


In this chapter we considered the variation of temperature with 
time as well as position in one- or multidimensional systems. 
We first considered the lumped systems in which the tempera- 
ture varies with time but remains uniform throughout the sys- 
tem at any time. The temperature of a lumped body of arbitrary 
shape of mass m, volume V, surface area A,, density p, and 
specific heat C, initially at a uniform temperature T; that is 
exposed to convection at timet — 0 in a medium at tempera- 
ture T. with a heat transfer coefficient h is expressed as 





TO= Te oye 
те 
where 
hA, h 
PESE SEE (us) 


is a positive quantity whose dimension is (time). This rela- 
tion can be used to determine the temperature T (t) of a body at 
time t or, alternatively, the time t required for the temperature 
to reach a specified value T(t). Once the temperature T (t) at 
timetis available, the rate of convection heat transfer between 
the body and its environment at that time can be determined 
from N ewton's law of cooling as 


Q(t) = hA,[T(t) — T..] (W) 


Thetotal amount of heat transfer betw een the body and the sur- 
rounding medium over the time interval t = 0 to tis simply the 
change in the energy content of the body, 


Q = mC T-T] (6) 


The amount of heat transfer reaches its upper limit when the 
body reaches the surrounding temperature T.. Therefore, the 
maximum heat transfer between the body and its surround- 
ings is 

О пах = MC, (Ta — Ti) (9) 
The error involved in lumped system analysis is negligible 
when 


Bie bee gi 
Se . 


where Bi is the Biot number and L. = V/A, is the characteristic 
length. 

W hen the lumped system analysis is not applicable, the vari- 
ation of temperature with position as well as time can be deter- 
mined using the transient temperature charts given in Figs. 
18-13, 18-14, 18-15, and 18-23 for a large plane wall, a long 
cylinder, a sphere, and a semi-infinite medium, respectively. 
These charts are applicable for one-dimensional heat transfer 
in those geometries. Therefore, their use is limited to situations 
in which the body is initially at a uniform temperature, all sur- 
faces are subjected to the same thermal conditions, and the 
body does not involve any heat generation. These charts can 
also be used to determine the total heat transfer from the body 
up to a specified time t. 

Using a one-term approximation, the solutions of one- 
dimensional transient heat conduction problems are expressed 
analytically as 


T(x, t) -Ta 
Ө(х, Ў = LUE 
2 


— Aje?17 cos (Ax/L), 


Um -T 
AT, Dey = “Ei. 


2 
= A,e 47 | (АГ), 


TRI =T 
olr, t) sph = Ет. 


_ ES sin(A,r /r,) 
Air, ' 


Plane wall: 
т> 0.2 
Cylinder: 
т> 0.2 


Sphere: 


т > 0.2 


where the constants A; and A, are functions of the Bi number 
only, and their values are listed in Table 18-1 against the Bi 
number for all three geometries. The error involved in one- 
term solutions is less than 2 percent when + > 0.2. 

Using the one-term solutions, the fractional heat transfers in 
different geometries are expressed as 


Q ) sin Ay 
Plane wall: ( -1-90 ——— 
Q max wall Owall Ay 














À 
Cylinder: : siea н 
Q max cyl U M 
Q ) sin A, — A, COS Ay 
Sphere: =1- 30 
pnere (a a 0, sph х 


--Ө3--- 
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The analytic solution for one-dimensional transient heat 
conduction in a semi-infinite solid subjected to convection is 
given by 


Ш x (s "s 
T.—T, -ө (554) expel + 


СЕСЕ e 


where the quantity erfc (€) is the complementary error func- 
tion. For the special case of h — co, the surface temperature T, 
becomes equal to the fluid temperature T. and the above equa- 
tion reduces to 


T(x Y-T _ 23 х 
Т, 23/ ай 


I= i 

Using a clever superposition principle called the product so- 
lution these charts can also be used to construct solutions for 
the two-dimensional transient heat conduction problems en- 
countered in geometries such as a short cylinder, a long rectan- 
gular bar, or a semi-infinite cylinder or plate, and even 
three-dimensional problems associated with geometries such 
as a rectangular prism or a semi-infinite rectangular bar, pro- 














(Т, = constant) 


-Ф- 


vided that all surfaces of the solid are subjected to convection 
to the same fluid at temperature T.., with the same convection 
heat transfer coefficient h, and the body involves no heat 
generation. The solution in such multidimensional geometries 
can be expressed as the product of the solutions for the 
one-dimensional geometries whose intersection is the multi- 
dimensional geometry. 

T he total heat transfer to or from a multidimensional geom- 
etry can also be determined by using the one-dimensional val- 
ues. The transient heat transfer for a two-dimensional geometry 
formed by the intersection of two one-dimensional geometries 
land2is 


A a u 
Q max total, 2D Q max 1 Q max 2 Q max 1 


Transient heat transfer for a three-dimensional body formed by 
the intersection of three one-dimensional bodies 1, 2, and 3 is 
given by 


(s - (9): Co | (ox), 
Чен 60.4. 
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PROBLEMS* 


Lumped System Analysis 


18-1C What is lumped system analysis? When is it 
applicable? 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


18-2C Consider heat transfer between two identical hot solid 
bodies and the air surrounding them. The first solid is being 
cooled by a fan while the second one is allowed to cool natu- 
rally. For which solid is the lumped system analysis more 
likely to be applicable? W hy? 


18-3C Consider heat transfer between two identical hot solid 
bodies and their environments. The first solid is dropped in a 
large container filled with water, while the second one is al- 
lowed to cool naturally in the air. For which solid is the lumped 
system analysis more likely to be applicable? Why? 


18-4C Consider a hot baked potato on a plate. The tempera- 
ture of the potato is observed to drop by 4?C during the first 


—— 
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minute. Will the temperature drop during the second minute be 
less than, equal to, or more than 4°C? Why? 

Hot 
Cool baked 


air // potato 





FIGURE P18-4C 


18-5C Consider a potato being baked in an oven that is 
maintained at a constant temperature. The temperature of the 
potato is observed to rise by 5?C during the first minute. Will 
the temperature rise during the second minute be less than, 
equal to, or more than 5°C? Why? 


18-6C Whatisthe physical significance of the Biot number? 
16 the Biot number more likely to be larger for highly conduct- 
ing solids or poorly conducting ones? 


18-7C Consider two identical 18-kg pieces of roast beef. The 
first piece is baked as a whole, while the second is baked after 
being cut into two equal pieces in the same oven. Will there be 
any difference between the cooking times of the whole and cut 
roasts? W hy? 


18-8C Consider a sphere and a cylinder of equal volume 
made of copper. Both the sphere and the cylinder are initially at 
the same temperature and are exposed to convection in the 
same environment. Which do you think will cool faster, the 
cylinder or the sphere? W hy? 


18-9C In what medium is the lumped system analysis more 
likely to be applicable: in water or in air? Why? 


18-10C For which solid is the lumped system analysis more 
likely to be applicable: an actual apple or a golden apple of the 
same size? Why? 


18-11C For which kind of bodies made of the same material 
is the lumped system analysis more likely to be applicable: 
slender ones or well-rounded ones of the same volume? W hy? 


18-12 Obtain relations for the characteristic lengths of a 
large plane wall of thickness 2L, a very long cylinder of radius 
ry, and a sphere of radius r,. 


18-13 Obtain a relation for the time required for a lumped 
system to reach the average temperature 3 (T; + T), where T; is 
the initial temperature and T, is the temperature of the 
environment. 


18-14 The temperature of a gas stream is to be measured by 
a thermocouple whose junction can be approximated as a 
1.2-mm-diameter sphere. The properties of the junction are 
k = 35 W/m -°C, p = 8500 kg/m?, and C, = 320 J/kg - °C, and 
the heat transfer coefficient between the junction and the gas 
ish = 65 W/m - °C. Determine how long it will take for 
the thermocouple to read 99 percent of the initial temperature 
difference. Answer: 38.5 s 


—— 
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18-15Е Ina manufacturing facility, 2-in-diameter brass balls 
(k = 64.1 Btu/h - ft - ^F, p — 532 Ibm/f&, and C, = 0.092 
Btu/Ibm - ?F) initially at 250°F are quenched in a water bath at 
120°F for a period of 2 min at a rate of 120 balls per minute. 
If the convection heat transfer coefficient is 42 Btu/h - ft? - °F, 
determine (a) the temperature of the balls after quenching and 
(b) the rate at which heat needs to be removed from the water 
in order to keep its temperature constant at 120°F. 





W ater 
bath 


FIGURE P18-15E 


18-16E Repeat Prob. 18- 15E for aluminum balls. 


18-17 To warm up some milk for a baby, a mother pours 
milk into a thin-walled glass whose diameter is 6 cm. The 
height of the milk in the glass is 7 cm. Shethen places the glass 
into a large pan filled with hot water at 60°C. The milk is 
stirred constantly, so that its temperature is uniform at all times. 
If the heat transfer coefficient between the water and the glass 
is 120 W/m? : °C, determine how long it will take for the milk 
to warm up from 3°C to 38°C. Take the properties of the milk 
to be the same as those of water. Can the milk in this case be 
treated as a lumped system? W hy? Answer: 5.8 min 


18-18 Repeat Prob. 18-17 for the case of water also 
being stirred, so that the heat transfer coefficient is doubled to 
240 W/m? · °С. 


18-19E During a picnic on a hot summer day, all the cold 
drinks disappeared quickly, and the only available drinks were 
those at the ambient temperature of 80°F. In an effort to cool a 
12-fluid-oz drink in a can, which is 5 in high and has a diame- 
ter of 2.5 in, a person grabs the can and starts shaking it in the 
iced water of the chest at 32°F. The temperature of the drink 





FIGURE P18-19E 
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can be assumed to be uniform at all times, and the heat transfer 
coefficient between the iced water and the aluminum can is 
30 Btu/h - ft? - ^F. Using the properties of water for the drink, 
estimate how long it will take for the canned drink to cool 
to 45°F. 


18-20 Consider a 1000-W iron whose base plate is made of 
0.5-cm-thick aluminum alloy 20218-T6 (p — 2770 kg/m?, C, 
= 875 J/kg * ^C, a — 7.3 x 107? m?/s). The base plate has a 
surface area of 0.03 m". Initially, the iron is in thermal equilib- 
rium with the ambient air at 22?C. Taking the heat transfer 
coefficient at the surface of the base plate to be 12 W/m? · °С 
and assuming 85 percent of the heat generated in the resistance 
wires is transferred to the plate, determine how long it will take 
for the plate temperature to reach 140°C. Is it realistic to as- 
sume the plate temperature to be uniform at all times? 





iron E. 
FIGURE P18-20 


18-21 SB Reconsider Prob. 18-20. Using EES (or other) 

== software, investigate the effects of the heat 
transfer coefficient and the final plate temperature on the time 
it will take for the plate to reach this temperature. L et the heat 
transfer coefficient vary from 5 W/m? -°C to 25 W /m? - *C and 
the temperature from 30°C to 200°C. Plot the time as functions 
of the heat transfer coefficient and the temperature, and discuss 
the results. 


18-22 Stainless steel ball bearings (p — 8085 kg/m?, k — 15.1 
W/m : °C, C, — 0.480 kJ/kg - ^C, and a = 3.91 x 1075 m/s) 
having a diameter of 1.2 cm are to be quenched in water. The 
balls leave the oven at a uniform temperature of 900°C and are 
exposed to air at 30°C for a while before they are dropped into 
the water. If the temperature of the balls is not to fall below 
850°C prior to quenching and the heat transfer coefficient in the 
air is 125 W/m? - °C, determine how long they can stand in the 
air before being dropped into the water. Answer: 3.7 s 


18-23 Carbon steel balls (p — 7833 kg/m?, k = 54 W/m · °С, 
C, — 0.465 kJ/kg - ^C, and a — 1.474 x 1079 m?/s) 8 mm in 
diameter are annealed by heating them first to 900°C in a fur- 
nace and then allowing them to cool slowly to 100°C in am- 


—— 


bient air at 35?C. If the average heat transfer coefficient is 
75 Wm? - *C, determine how long the annealing process will 
take. If 2500 balls are to be annealed per hour, determine the 
total rate of heat transfer from the balls to the ambient air. 





Furnace Air, 35°C 


900°C Steel ball 100°C 
Oo doo 


FIGURE P18-23 














18-24 «e Reconsider Prob. 18-23. Using EES (or other) 
Ss software, investigate the effect of the initial 
temperature of the balls on the annealing time and the total rate 
of heat transfer. Let the temperature vary from 500°C to 
1000°C. Plot the time and the total rate of heat transfer as a 
function of the initial temperature, and discuss the results. 


18-25 An electronic device dissipating 30 W has a mass of 
20 g, a specific heat of 850 J/kg « °C, and a surface area of 
5 cm?. The device is lightly used, and it is on for 5 min and 
then off for several hours, during which it cools to the ambient 
temperature of 25°C. Taking the heat transfer coefficient to be 
12 W/m? - °C, determine the temperature of the device at the 
end of the 5-min operating period. What would your answer be 
if the device were attached to an aluminum heat sink having a 
mass of 200 g and a surface area of 80 cm?? A ssumethe device 
and the heat sink to be nearly isothermal. 


Transient Heat Conduction in Large Plane Walls, 
Long Cylinders, and Spheres with Spatial Effects 


18-26C What is an infinitely long cylinder? When is it 
proper to treat an actual cylinder as being infinitely long, and 
when is it not? For example, is it proper to use this model when 
finding the temperatures near the bottom or top surfaces of a 
cylinder? Explain. 

18-27C Can the transient temperature charts in Fig. 18-13 
for a plane wall exposed to convection on both sides be used 
for a plane wall with one side exposed to convection while the 
other side is insulated? Explain. 


18-28C Why are the transient temperature charts prepared 
using nondimensionalized quantities such as the Biot and 
Fourier numbers instead of the actual variables such as thermal 
conductivity and time? 


18-29C What is the physical significance of the Fourier 
number? Will the Fourier number for a specified heat transfer 
problem double when the time is doubled? 


18-30C How can we use the transient temperature charts 
when the surface temperature of the geometry is specified in- 
stead of the temperature of the surrounding medium and the 
convection heat transfer coefficient? 
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18-31C A body atan initial temperature of T; is brought into 
a medium at a constant temperature of T.. How can you deter- 
mine the maximum possible amount of heat transfer between 
the body and the surrounding medium? 


18-32C TheBiot number during a heat transfer process be- 
tween a sphere and its surroundings is determined to be 0.02. 
Would you use lumped system analysis or the transient tem- 
perature charts when determining the midpoint temperature of 
the sphere? W hy? 


18-33 A student calculates that the total heat transfer from 
a spherical copper ball of diameter 15 cm initially at 200°C 
and its environment at a constant temperature of 25°C during 
the first 20 min of cooling is 4520 kJ. Is this result reason- 
able? W hy? 

18-34 An ordinary egg can be approximated as a 5.5-cm- 
diameter sphere whose properties are roughly k — 0.6 W/m : 
°C and a — 0.14 x 10-5 m?/s. The egg is initially at a uniform 
temperature of 8°C and is dropped into boiling water at 97°C. 
Taking the convection heat transfer coefficient to beh = 1400 
W/m? + °C, determine how long it will take for the center of the 
egg to reach 70°C. 





Boiling 97°C 
water 














FIGURE P18-34 


«Sy Reconsider Prob. 18-34. Using EES (or other) 

ss software, investigate the effect of the final cen- 
ter temperature of the egg on the time it will take for the center 
to reach this temperature. Let the temperature vary from 50°C 
to 95°C. Plot the time versus the temperature, and discuss the 
results. 


18-36 In a production facility, 3-cm-thick large brass plates 
(k = 110 W/m: °C, p = 8530 kg/m?, C, = 380 J/kg «°C, and 


18-35 


Furnace, 700°C 
—> 





Brass plate 
25°C 
FIGURE P18-36 
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а = 33.9 х 10-5 m/s) that are initially at a uniform tempera- 
ture of 25°C are heated by passing them through an oven main- 
tained at 700°C. The plates remain in the oven for a period of 
10 min. Taking the convection heat transfer coefficient to be 
h = 80 W/m? - °C, determine the surface temperature of the 
plates when they come out of the oven. 


18-37 Reconsider Prob. 18-36. Using EES (or other) 

Ss software, investigate the effects of the tempera- 
ture of the oven and the heating time on the final surface tem- 
perature of the plates. Let the oven temperature vary from 
500°C to 900°C and the time from 2 min to 30 min. Plot the 
surface temperature as the functions of the oven temperature 
and the time, and discuss the results. 


18-38 A long 35-cm-diameter cylindrical shaft made of 
stainless steel 304 (k = 14.9 W/m - °C, p = 7900 kg/m?, С, 
— 471 JIkg : ^C, and a — 3.95 x 10-9 m?/s) comes out of an 
oven at a uniform temperature of 400°C. The shaft is then al- 
lowed to cool slowly in a chamber at 150°C with an average 
convection heat transfer coefficient of h = 60 W/m? - °C. De- 
termine the temperature at the center of the shaft 20 min after 
the start of the cooling process. Also, determine the heat trans- 
fer per unit length of the shaft during this time period. 
Answers: 390°C, 16,015 kJ/m 


18-39 Reconsider Prob. 18-38. Using EES (or other) 

= software, investigate the effect of the cooling 
time on the final center temperature of the shaft and the amount 
of heat transfer. Let the time vary from 5 min to 60 min. Plot 
the center temperature and the heat transfer as a function of the 
time, and discuss the results. 


18-40E Long cylindrical AISI stainless steel rods (k = 7.74 
Btu/h : ft: °F and a = 0,135 ft?/h) of 18-in-diameter are heat- 
treated by drawing them at a velocity of 10 ft/min through 
a 30-ft-long oven maintained at 1700°F. The heat transfer 
coefficient in the oven is 20 Btu/h : ft? - °F. If the rods enter 
the oven at 85°F, determine their centerline temperature when 
they leave. 





Oven 
1700°F 











10 ft/min 
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Stainless steel 
85°F 
FIGURE P18-40E 
18-41 In a meat processing plant, 2-cm-thick steaks 
(k = 0.45 W/m: °C and a = 0.91 x 1077 m?/s) that are ini- 
tially at 25°C are to be cooled by passing them through a re- 
frigeration room at —11°C. The heat transfer coefficient on 
both sides of the steaks is 9 W/m? - °C. If both surfaces of the 
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steaks are to be cooled to 2?C, determine how long the steaks 
should be kept in the refrigeration room. 


18-42 A long cylindrical wood log (k = 0.17 W/m: °C and 
а = 1.28 x 10-7 m/s) is 10 cm in diameter and is initially at a 
uniform temperature of 10°C. It is exposed to hot gases at 
500°C in a fireplace with a heat transfer coefficient of 13.6 
W/m? - °C on the surface. If the ignition temperature of the 
wood is 420°C, determine how long it will be before the log 
ignites. 


18-43 In Betty Crocker’s Cookbook, it is stated that it takes 
2 h 45 min to roast a 3.2-kg rib initially at 4.5°C “rare” in an 
oven maintained at 163°C. It is recommended that a meat ther- 
mometer be used to monitor the cooking, and the rib is consid- 
ered rare done when the thermometer inserted into the center of 
the thickest part of the meat registers 60°C. The rib can be 
treated as a homogeneous spherical object with the properties 
р = 1200 kg/m, C, = 4.1 kJ/kg : ^C, k — 0.45 W/m : *C, and 
a — 0.91 x 1077 m/s. Determine (a) the heat transfer coeffi- 
cient at the surface of the rib; (b) the temperature of the outer 
surface of the rib when it is done; and (c) the amount of heat 
transferred to the rib. (d) Using the values obtained, predict 
how long it will take to roast this rib to “medium” level, which 
occurs when the innermost temperature of the rib reaches 71°C. 
Compare your result to the listed value of 3 h 20 min. 

If the roast rib is to be set on the counter for about 15 min 
before it is sliced, it is recommended that the rib be taken 
out of the oven when the thermometer registers about 4?C 
below the indicated value because the rib will continue cook- 
ing even after itis taken out of the oven. Do you agree with this 
recommendation? 

Answers: (a) 156.9 W/m? - °C, (b) 159.5°C, (c) 1629 kJ, (d) 3.0 h 


, Oven, 163°C 





Rib 
T, =4.5°C 
FIGURE P18-43 


18-44 Repeat Prob. 18-43 for a roast rib that is to be “well- 
done” instead of “rare.” A rib is considered to be well-done 
when its center temperature reaches 77°C, and the roasting in 
this case takes about 4 h 15 min. 


18-45 For heat transfer purposes, an egg can be considered 
to be a 5.5-cm-diameter sphere having the properties of water. 
An egg that is initially at 8°C is dropped into the boiling water 


—— 


at 100°C. The heat transfer coefficient at the surface of the egg 
is estimated to be 800 W/m? - °C. If the egg is considered 
cooked when its center temperature reaches 60°C, determine 
how long the egg should be kept in the boiling water. 


18-46 RepeatProb. 18-45 for alocation at 1610-m elevation 
such as Denver, Colorado, where the boiling temperature of 
water is 94.4?C. 


18-47 The author and his 6-year-old son have conducted the 
following experiment to determine the thermal conductivity of 
a hot dog. T hey first boiled water in a large pan and measured 
the temperature of the boiling water to be 94°C, which is not 
surprising, since they live at an elevation of about 1650 m in 
Reno, Nevada. They then took a hot dog that is 12.5 cm long 
and 2.2 cm in diameter and inserted a thermocouple into the 
midpoint of the hot dog and another thermocouple just under 
the skin. They waited until both thermocouples read 20°C, 
which is the ambient temperature. They then dropped the hot 
dog into boiling water and observed the changes in both tem- 
peratures. Exactly 2 min after the hot dog was dropped into the 
boiling water, they recorded the center and the surface temper- 
atures to be 59°C and 88°C, respectively. The density of the hot 
dog can be taken to be 980 kg/m?, which is slightly less than the 
density of water, since the hot dog was observed to be floating 
in water while being almost completely immersed. The specific 
heat of a hot dog can be taken to be 3900 J/kg « °C, which is 
slightly less than that of water, since a hot dog is mostly water. 
Using transient temperature charts, determine (a) the thermal 
diffusivity of the hot dog; (b) the thermal conductivity of the 
hot dog; and (c) the convection heat transfer coefficient. 
Answers: (a) 2.02 x 1077 m?/s, (b) 0.771 W/m - °C, 

(с) 467 М/т2 . °С. 
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FIGURE P18-47 


18-48 Using the data and the answers given in Prob. 18-47, 
determine the center and the surface temperatures of the hot 
dog 4 min after the start of the cooking. Also determine the 
amount of heat transferred to the hot dog. 


18-49Е Inachicken processing plant, whole chickens averag- 
ing 5 Ib each and initially at 72°F are to be cooled in the racks of 
a large refrigerator that is maintained at 5°F. The entire chicken 
is to be cooled below 45°F, but the temperature of the chicken 
is not to drop below 35°F at any point during refrigeration. 
The convection heat transfer coefficient and thus the rate of 
heat transfer from the chicken can be controlled by varying the 
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speed of a circulating fan inside. Determine the heat transfer - 
coefficient that will enable us to meet both temperature con- 
straints while keeping the refrigeration time to a minimum. The 
chicken can be treated as a homogeneous spherical object having 
the properties p = 74.9 Ibm/ft?, C, = 0.98 Btu/lbm - °F, 
k = 0.26 Btu/h : ft: °F, and a = 0.0035 ft?/h. 


Refrigerator 





Chicken 
T, = 72° 


FIGURE Р18-49Е 


18-50 A person puts a few apples into the freezer at —15°C to 
cool them quickly for guests who are about to arrive. Initially, 
the apples are at a uniform temperature of 20°C, and the heat 
transfer coefficient on the surfaces is 8 W/m? : °C. Treating the 
apples as 9-cm-diameter spheres and taking their properties to be 
p = 840 kg/m?, C, = 3.81 kJ/kg - °C, k = 0.418 W/m - °C, and 
а = 1.3 x 1077 m?/s, determine the center and surface tempera- 
tures of the apples in 1 h. Also, determine the amount of heat 
transfer from each apple. 


18-51 се Reconsider Prob. 18-50. Using EES (or other) 
software, investigate the effect of the initial 
temperature of the apples on the final center and surface tem- 
peratures and the amount of heat transfer. L et the initial tem- 
perature vary from 2°C to 30°C. Plot the center temperature, 
the surface temperature, and the amount of heat transfer as a 
function of the initial temperature, and discuss the results. 
18-52 Citrus fruits are very susceptible to cold weather, and 
extended exposure to subfreezing temperatures can destroy 


Ambient air 
-15*C 






Orange < 
Т; =15°С 


FIGURE P18-52 
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them. Consider an 8-cm-diameter orange that is initially at 
15?C. A cold front moves in one night, and the ambient tem- 
perature suddenly drops to —6?C, with a heat transfer coeffi- 
cient of 15 W/m? - °C. Using the properties of water for the 
orange and assuming the ambient conditions to remain con- 
stant for 4 h before the cold front moves out, determine if any 
part of the orange will freeze that night. 


18-53 An 8-cm-diameter potato (p — 1100 kg/m?, C, 
= 3900 J/kg - ^C, k 2 0.6 W/m - *C, and a 2 14 x 1077 m?/s) 
that is initially at a uniform temperature of 25°C is baked in an 
oven at 170°C until a temperature sensor inserted to the center 
of the potato indicates a reading of 70°C. The potato is then 
taken out of the oven and wrapped in thick towels so that al- 
most no heat is lost from the baked potato. Assuming the heat 
transfer coefficient in the oven to be 25 W/m? - °C, determine 
(a) how long the potato is baked in the oven and (b) the final 
equilibrium temperature of the potato after it is wrapped. 


18-54 White potatoes (k = 0.50 W/m : °C anda = 0.13 x 
10-9 m?/s) that are initially at a uniform temperature of 25°C 
and have an average diameter of 6 cm are to be cooled by re- 
frigerated air at 2°C flowing at a velocity of 4 m/s. The average 
heat transfer coefficient between the potatoes and the air is ex- 
perimentally determined to be 19 W/m? - °C. Determine how 
long it will take for the center temperature of the potatoes to 
drop to 6°C. Also, determine if any part of the potatoes will ex- 
perience chilling injury during this process. 


Air —— 
22€ — 


4m/s —— 





FIGURE P18-54 


18-55E Oranges of 2.5-in-diameter (k — 0.26 Btu/h - ft - ?F 
and a = 1.4 x 10-5 ft/s) initially at a uniform temperature of 
78°F are to be cooled by refrigerated air at 25°F flowing ata 
velocity of 1 ft/s. The average heat transfer coefficient between 
the oranges and the air is experimentally determined to be 4.6 
Btu/h - ft? - °F. Determine how long it will take for the center 
temperature of the oranges to drop to 40°F. Also, determine if 
any part of the oranges will freeze during this process. 


18-56 A 65-kg beef carcass (k = 0.47 W/m: °C and a 
= 0.13 x 1075 m?/s) initially at a uniform temperature of 37°C 
is to be cooled by refrigerated air at —6°C flowing at a veloc- 
ity of 1.8 m/s. The average heat transfer coefficient between 
the carcass and the air is 22 W/m? - °C. Treating the carcass as 
a cylinder of diameter 24 cm and height 1.4 m and disregard- 
ing heat transfer from the base and top surfaces, determine how 
long it will take for the center temperature of the carcass to 
drop to 4°C. Also, determine if any part of the carcass will 
freeze during this process. Answer: 14.0 h 
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FIGURE Р18-56 


18-57 Layers of 23-cm-thick meat slabs (k = 0.47 W/m : °C 
and o — 0.13 x 10-5 m?/s) initially at a uniform temperature 
of 7°C are to be frozen by refrigerated air at —30°C flowing at 
a velocity of 1.4 m/s. The average heat transfer coefficient be- 
tween the meat and the air is 20 W/m? - °C. Assuming the size 
of the meat slabs to be large relative to their thickness, deter- 
mine how long it will take for the center temperature of the 
slabs to drop to —18°C. Also, determine the surface tempera- 
ture of the meat slab at that time. 


18-58E Layers of 6-in-thick meat slabs (k = 0.26 
Btu/h - ft - ^F and a — 1.4 x 10-5 ft?/s) initially at a uniform 
temperature of 50°F are cooled by refrigerated air at 23°F toa 
temperature of 36°F at their center in 12 h. Estimate the aver- 
age heat transfer coefficient during this cooling process. 
Answer: 1.5 Btu/h - ft? - ^F 


18-59 Chickens with an average mass of 1.7 kg (k = 0.45 
W/m - *C and a — 0.13 x 10-5 m?/s) initially at a uniform tem- 
perature of 15°C are to be chilled in agitated brine at — 10?C. 
The average heat transfer coefficient between the chicken and 
the brine is determined experimentally to be 440 W/m? - °C. 
Taking the average density of the chicken to be 0.95 g/cm? and 
treating the chicken as a spherical lump, determine the center 
and the surface temperatures of the chicken in 2 h and 30 min. 
Also, determine if any part of the chicken will freeze during 
this process. 


Chicken => у 
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FIGURE P18-59 
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Transient Heat Conduction in Semi-Infinite Solids 


18-60C Whatis asemi-infinite medium? Give examples of 
solid bodies that can be treated as semi-infinite mediums for 
heat transfer purposes. 


18-61C Under what conditions can a plane wall be treated as 
a semi-infinite medium? 


18-62C Consider a hot semi-infinite solid at an initial tem- 
perature of T; that is exposed to convection to a cooler medium 
at a constant temperature of T., with a heat transfer coefficient 
of h. Explain how you can determine the total amount of heat 
transfer from the solid up to a specified time t,. 


18-63 In areas where the air temperature remains below 0°C 
for prolonged periods of time, the freezing of water in under- 
ground pipes is a major concern. Fortunately, the soil remains 
relatively warm during those periods, and it takes weeks for the 
subfreezing temperatures to reach the water mains in the 
ground. T hus, the soil effectively serves as an insulation to pro- 
tect the water from the freezing atmospheric temperatures in 
winter. 

The ground at a particular location is covered with snow 
pack at —8°C for a continuous period of 60 days, and the aver- 
age soil properties at that location are k = 0.35 W/m: °C and 
а = 0.15 x 80-5 m?/s. A ssuming an initial uniform tempera- 
ture of 8°C for the ground, determine the minimum burial 
depth to prevent the water pipes from freezing. 


18-64 The soil temperature in the upper layers of the earth 
varies with the variations in the atmospheric conditions. Before 
a cold front moves in, the earth at a location is initially at a uni- 
form temperature of 10°C. Then the area is subjected to a tem- 
perature of —10°C and high winds that resulted in a convection 
heat transfer coefficient of 40 W/m? : °C on the earth's surface 
for a period of 10 h. Taking the properties of the soil at that lo- 
cation to be k = 0.9W/m-°C anda = 1.6 x 10^? m?/s, deter- 
mine the soil temperature at distances 0, 10, 20, and 50 cm 
from the earth's surface at the end of this 10-h period. 


——- Winds, 
—— 105€ 





IU “10°C 22 
FIGURE P18-64 
18-65 ee Reconsider Prob. 18-64. Using EES (or other) 
= software, plot the soil temperature as a function 


of the distance from the earth's surface as the distance varies 
from 0 m to 1m, and discuss the results. 


18-66E The walls of a furnace are made of 1.5-ft-thick con- 
crete (k — 0.64 Btu/h - ft- ^F and a — 0.023 ft?/h). Initially, the 
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furnace and the surrounding air are in thermal equilibrium at 
70°F. The furnace is then fired, and the inner surfaces of the 
furnace are subjected to hot gases at 1800°F with a very large 
heat transfer coefficient. Determine how long it will take for 
the temperature of the outer surface of the furnace walls to rise 
to 70.1°F. Answer: 181 min 


18-67 A thick wood slab (k = 0.17 W/m: °C and a = 1.28 
x 1077 m?/s) that is initially at a uniform temperature of 25°C 
is exposed to hot gases at 550°C for a period of 5 min. The heat 
transfer coefficient between the gases and the wood slab is 
35 W/m? - °C. If the ignition temperature of the wood is 450°C, 
determine if the wood will ignite. 


18-68 А large cast iron container (k = 52 W/m: °C anda 
= 1.70 x 107? m?/s) with 5-cm-thick walls is initially at a uni- 
form temperature of 0°C and is filled with ice at O°C. Now the 
outer surfaces of the container are exposed to hot water at 60°C 
with avery large heat transfer coefficient. Determine how long 
it will be before the ice inside the container starts melting. 
Also, taking the heat transfer coefficient on the inner surface of 
the container to be 250 W/m? - °C, determine the rate of heat 
transfer to the ice through a 1.2-m-wide and 2-m-high section 
of the wall when steady operating conditions are reached. A s- 
sume the ice starts melting when its inner surface temperature 
rises to 0.1°C. 


Hot water Castiron 
60°C A chest 
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FIGURE P18-68 


Transient Heat Conduction in Multidimensional Systems 


18-69C  Whatis the product solution method? How is it used 
to determine the transient temperature distribution in a two- 
dimensional system? 


18-70C How is the product solution used to determine 
the variation of temperature with time and position in three- 
dimensional systems? 


18-71C A short cylinder initially at a uniform temperature T; 
is Subjected to convection from all of its surfaces to a medium 
at temperature T.. Explain how you can determine the temper- 
ature of the midpoint of the cylinder at a specified time t. 


18-72C Consider a short cylinder whose top and bottom sur- 
faces are insulated. The cylinder is initially at a uniform tem- 
perature T; and is subjected to convection from its side surface 
to a medium at temperature T, with a heat transfer coefficient 
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of h. Is the heat transfer in this short cylinder one- or two- 
dimensional? Explain. 


18-73 A short brass cylinder (p — 8530 kg/m?, C, — 0.389 
kJ/kg ^C, k = 110 W/m: °C, and a = 3.39 X 1075 m?/s) of di- 
ameter D = 8 cm and height H = 15 cm is initially at a 
uniform temperature of T; = 150°C. The cylinder is now 
placed in atmospheric air at 20°C, where heat transfer takes 
place by convection with a heat transfer coefficient of 
h = 40 W/m? : °C. Calculate (a) the center temperature of the 
cylinder; (b) the center temperature of the top surface of the 
cylinder; and (c) the total heat transfer from the cylinder 15 
min after the start of the cooling. 





Ambient 
air 
20°C 
FIGURE P18-73 
18-74 Reconsider Prob. 18-73. Using EES (or other) 


== software, investigate the effect of the cooling 
time on the center temperature of the cylinder, the center tem- 
perature of the top surface of the cylinder, and the total heat 
transfer. Let the time vary from 5 min to 60 min. Plot the cen- 
ter temperature of the cylinder, the center temperature of the 
top surface, and the total heat transfer as a function of the time, 
and discuss the results. 


18-75 A semi-infinite aluminum cylinder (k — 237 W/m : 
°C, a = 9.71 x 107? m?/s) of diameter D = 15 cm is initially 
at a uniform temperature of T; = 150°C. The cylinder is now 
placed in water at 10°C, where heat transfer takes place by con- 
vection with a heat transfer coefficient of h = 140 W/m? : °C. 
Determine the temperature at the center of the cylinder 5 cm 
from the end surface 8 min after the start of cooling. 


18-76E A hotdog can be considered to be a cylinder 5 in long 
and 0.8 in in diameter whose properties are p = 61.2 Ibm/ft?, 
C, = 0.93 Btu/lbm - °F, k = 0.44 Btu/h - ft: °F, and a = 0.0077 
ft^/h. A hot dog initially at 40°F is dropped into boiling water at 
212°F. If the heat transfer coefficient at the surface of the hot 
dog is estimated to be 120 Btu/h - ft? - °F, determine the center 
temperature of the hot dog after 5, 10, and 15 min by treating 
the hot dog as (a) a finite cylinder and (b) an infinitely long 
cylinder. 
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18-77E Repeat Prob. 18-76E for a location at 5300-ft 
elevation such as Denver, Colorado, where the boiling temper- 
ature of water is 202°F. 


18-78 A 5-cm-high rectangular ice block (k = 2.22 W/m : °C 
and a = 0.124 x 1077 m/s) initially at —20°C is placed ona 
table on its square base 4 cm x 4 cm in sizein a room at 18°C. 
The heat transfer coefficient on the exposed surfaces of the ice 
block is 12 W/m? - *C. Disregarding any heat transfer from the 
base to the table, determine how long it will be before the ice 
block starts melting. W here on the ice block will the first liquid 
droplets appear? 





FIGURE P18-78 


«Sy Reconsider Prob. 18-78. Using EES (or other) 
Ss software, investigate the effect of the initial tem- 
perature of the ice block on the time period before the ice block 
starts melting. L et the initial temperature vary from —26°C to 
—4*C. Plot the time versus the initial temperature, and discuss 
the results. 
18-80 A 2-cm-high cylindrical ice block (k = 2.22 W/m: °C 
and a = 0.124 x 10-7 m2/s) is placed on a table on its base of 
diameter 2 cm in a room at 20°C. The heat transfer coefficient 
on the exposed surfaces of the ice block is 13 W/m? : °C, and 
heat transfer from the base of the ice block to the table is neg- 
ligible. If the ice block is not to start melting at any point for at 
least 2 h, determine what the initial temperature of the ice 
block should be. 


18-81 Consider a cubic block whose sides are 5 cm long and 
a cylindrical block whose height and diameter are also 5 cm. 


18-79 


5cm 5cm 


5cm 





Hot gases, 500°C 
FIGURE P18-81 
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Both blocks are initially at 20°C and are made of granite 
(k = 2.5 W/m: °C and a = 1.15 x 10-5 m?/s). Now both 
blocks are exposed to hot gases at 500°C in a furnace on all of 
their surfaces with a heat transfer coefficient of 40 W/m? : °C. 
Determine the center temperature of each geometry after 10, 
20, and 60 min. 


18-82 Repeat Prob. 18-81 with the heat transfer coefficient 
at the top and the bottom surfaces of each block being doubled 
to 80 W/m? : °C. 


18-83 A 20-cm-long cylindrical aluminum block (p = 2702 
kg/m?, C, = 0.896 kJ/kg - °C, k = 236 W/m - °C, and 
a = 9.75 x 10^? m?/s), 15 cm in diameter, is initially at a uni- 
form temperature of 20°C. The block is to be heated in a fur- 
nace at 1200°C until its center temperature rises to 300°C. If 
the heat transfer coefficient on all surfaces of the block is 80 
W/m? · °С, determine how long the block should be kept in the 
furnace. Also, determine the amount of heat transfer from the 
aluminum block if it is allowed to cool in the room until its 
temperature drops to 20°C throughout. 


18-84 Repeat Prob. 18-83 for the case where the aluminum 
block is inserted into the furnace on a low-conductivity mater- 
ial so that the heat transfer to or from the bottom surface of the 
block is negligible. 


18-85 Reconsider Prob. 18-83. Using EES (or other) 
ss software, investigate the effect of the final cen- 
ter temperature of the block on the heating time and the amount 
of heat transfer. Let the final center temperature vary from 
50°C to 1000°C. Plot the time and the heat transfer as a func- 
tion of the final center temperature, and discuss the results. 


18-86 Chickens with an average mass of 2.2 kg and average 
specific heat of 3.54 kJ/kg - *C are to be cooled by chilled wa- 
ter that enters a continuous-flow-type immersion chiller at 
0.5°C. Chickens are dropped into the chiller at a uniform tem- 
perature of 15°C at a rate of 500 chickens per hour and are 
cooled to an average temperature of 3°C before they are taken 
out. The chiller gains heat from the surroundings at a rate of 
210 kJ/min. Determine (a) the rate of heat removal from the 
chicken, in kW, and (b) the mass flow rate of water, in kg/s, if 
the temperature rise of water is not to exceed 2°C. 


18-87 |n a meat processing plant, 10-cm-thick beef slabs 

(p = 1090 kg/m?, C, = 3.54 kJ/kg «°C, k = 0.47 W/m: °C, and 

a = 0.13 x 1075 m/s) initially at 15°C are to be cooled in the 

racks of a large freezer that is maintained at —12°C. The meat 
Air 


— 


M eat 


——- 


-12*C 
FIGURE P18-87 
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slabs are placed close to each other so that heat transfer from 
the 10-cm-thick edges is negligible. The entire slab is to be 
cooled below 5°C, but the temperature of the steak is not 
to drop below —1°C anywhere during refrigeration to avoid 
“frostbite.” The convection heat transfer coefficient and thus 
the rate of heat transfer from the steak can be controlled by 
varying the speed of a circulating fan inside. Determine the 
heat transfer coefficient h that will enable us to meet both tem- 
perature constraints while keeping the refrigeration time to a 
minimum. Answer: 9.9 Wim? - °C 


Review Problems 


18-88 Consider two 2-cm-thick large steel plates (k = 43 
W/m - ?C апаа = 1.17 x 107? m?/s) that were put on top of 
each other while wet and left outside during a cold winter night 
at —15°C. The next day, a worker needs one of the plates, but 
the plates are stuck together because the freezing of the water 
between the two plates has bonded them together. In an effort 
to melt the ice between the plates and separate them, the 
worker takes a large hair dryer and blows hot air at 50°C all 
over the exposed surface of the plate on the top. The convec- 
tion heat transfer coefficient at the top surface is estimated to 
be 40 W/m? - °C. Determine how long the worker must keep 
blowing hot air before the two plates separate. 

Answer: 482 s 


18-89 Consider a curing kiln whose walls are made of 
30-cm-thick concrete whose properties are к = 0.9 М№/т · °С 
and a — 0.23 x 10^? m/s. Initially, the kiln and its walls are in 
equilibrium with the surroundings at 2°C. Then all the doors 
are closed and the kiln is heated by steam so that the tempera- 
ture of the inner surface of the walls is raised to 42°C and is 
maintained at that level for 3 h. The curing kiln is then opened 
and exposed to the atmospheric air after the stream flow is 
turned off. If the outer surfaces of the walls of the kiln were in- 
sulated, would it save any energy that day during the period 
the kiln was used for curing for 3 h only, or would it make no 
difference? Base your answer on calculations. 





FIGURE P18-89 


18-90 The water main in the cities must be placed at suf- 
ficient depth below the earth’s surface to avoid freezing during 
extended periods of subfreezing temperatures. Determine the 
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minimum depth at which the water main must be placed at a 
location where the soil is initially at 15°C and the earth’s 
surface temperature under the worst conditions is expected 
to remain at —10°C for a period of 75 days. Take the proper- 
ties of soil at that location to be k = 0.7 W/m - °C and 
а = 14 x 107? m?/s. Answer: 7.05 m 


18-91 A hot dog can be considered to be a 12-cm-long cyl- 
inder whose diameter is 2 cm and whose properties are p — 980 
kg/m, C, = 3.9 kJ/kg - °C, k = 0.76 W/m: °C, and a = 2 х 
1077 m?/s. A hot dog initially at 5°C is dropped into boiling 
water at 100°C. The heat transfer coefficient at the surface of 
the hot dog is estimated to be 600 W/m - °C. If the hot dog is 
considered cooked when its center temperature reaches 80°C, 
determine how long it will take to cook it in the boiling water. 





FIGURE P18-91 


18-92 A long roll of 2-m-wide and 0.5-cm-thick 1-M n man- 
ganese steel plate coming off a furnace at 820°C is to be 
quenched in an oil bath (C, = 2.0 kJ/kg « °C) at 45°C. The 
metal sheet is moving at a steady velocity of 10 m/min, and the 
oil bath is 5 m long. Taking the convection heat transfer 
coefficient on both sides of the plate to be 860 W/m? : °C, de- 
termine the temperature of the sheet metal when it leaves the 
oil bath. Also, determine the required rate of heat removal from 
the oil to keep its temperature constant at 45°C. 


Furnace 







10 m/min plate 
— 






Oil bath, 45°C 
FIGURE Р18-92 


18-93E In Betty Crocker’s Cookbook, it is stated that it takes 
5 h to roast an 18-Ib stuffed turkey initially at 40°F in an oven 
maintained at 325°F. It is recommended that a meat thermome- 
ter be used to monitor the cooking, and the turkey is considered 
done when the thermometer inserted deep into the thickest part 
of the breast or thigh without touching the bone registers 
185°F. The turkey can be treated as a homogeneous spheri- 
cal object with the properties p = 75 Ibm/ft?, C, = 0.98 
Btu/lbm - °F, k = 0.26 Btu/h : ft: °F, and a = 0.0035 ft?/h. 
Assuming the tip of the thermometer is at one-third radial dis- 
tance from the center of the turkey, determine (a) the average 
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heat transfer coefficient at the surface of the turkey; (b) the 
temperature of the skin of the turkey when it is done; and 
(c) the total amount of heat transferred to the turkey in the 
oven. Will the reading of the thermometer be more or less than 
185°F 5 min after the turkey is taken out of the oven? 





FIGURE P18-93E 


18-94 p. During a fire, the trunks of some dry oak trees 

(k = 0.17 W/m: °C and a = 1.28 х 1077 т2/5) 
that are initially at a uniform temperature of 30°C are exposed 
to hot gases at 520°C for a period of 5 h, with a heat transfer 
coefficient of 65 W /m? - °C on the surface. The ignition tem- 
perature of the trees is 410?C. Treating the trunks of the trees as 
long cylindrical rods of diameter 20 cm, determine if these dry 
trees will ignite as the fire sweeps through them. 


Hot 
gases 
520°C 





FIGURE P18-94 


18-95 We often cut a watermelon in half and put it into the 
freezer to cool it quickly. But usually we forget to check on it 
and end up having a watermelon with a frozen layer on the top. 
To avoid this potential problem a person wants to set the timer 
such that it will go off when the temperature of the exposed 
surface of the watermelon drops to 3?C. 


Freezer 





Watermelon, 25°C 
FIGURE P18-95 
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Consider a 30-cm-diameter spherical watermelon that is cut 
into two equal parts and put into a freezer at —12°C. Initially, 
the entire watermelon is at a uniform temperature of 25°C, and 
the heat transfer coefficient on the surfaces is 30 W/m? - °C. 
Assuming the watermelon to have the properties of water, de- 
termine how long it will take for the center of the exposed cut 
surfaces of the watermelon to drop to 3°C. 


18-96 The thermal conductivity of a solid whose density and 
specific heat are known can be determined from the relation 
k = a/pC, after evaluating the thermal diffusivity a. 

Consider a 2-cm-diameter cylindrical rod made of a sample 
material whose density and specific heat are 3700 kg/m? and 
920 J/kg «°C, respectively. The sample is initially at a uniform 
temperature of 25°C. In order to measure the temperatures of 
the sample at its surface and its center, a thermocouple is 
inserted to the center of the sample along the centerline, and 
another thermocouple is welded into a small hole drilled on 
the surface. The sample is dropped into boiling water at 100°C. 
After 3 min, the surface and the center temperatures are re- 
corded to be 93°C and 75°C, respectively. Determine the ther- 
mal diffusivity and the thermal conductivity of the material. 


T Thermocouples 


surface 


т 
Boiling water Gans? 
100°C 


FIGURE P18-96 


18-97 |n desert climates, rainfall is not a common occur- 
rence since the rain droplets formed in the upper layer of the 
atmosphere often evaporate before they reach the ground. Con- 
sider a raindrop that is initially at a temperature of 5°C and has 
a diameter of 5 mm. Determine how long it will take for the 
diameter of the raindrop to reduce to 3 mm as it falls through 
ambient air at 18°C with a heat transfer coefficient of 400 
W /m? - *C. The water temperature can be assumed to remain 
constant and uniform at 5°C at all times. 


18-98E Consider a plate of thickness 1 in, a long cylinder of 
diameter 1 in, and a sphere of diameter 1 in, all initially 
at 400°F and all made of bronze (k — 15.0 Btu/h - ft - °F and 
a — 0.333 f/h). Now all three of these geometries are exposed 





Sphere 


Q. 


Cylinder 


FIGURE P18-98E 
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to cool air at 75°F on all of their surfaces, with a heat transfer 
coefficient of 7 Btu/h - ft? - *F. Determine the center tempera- 
ture of each geometry after 5, 10, and 30 min. Explain why the 
center temperature of the sphere is always the lowest. 


18-99E Repeat Prob. 18-98E for cast iron geometries 
(k = 29 Btu/h: ft: °F and o — 0.61 ft?/h). 


18-100E egy Reconsider Prob. 18-98E. Using EES (or 

= other) software, plot the center temperature 
of each geometry as a function of the cooling time as the time 
varies from 5 min to 60 min, and discuss the results. 


18-101 Engine valves (k = 48 W/m: °C, C, = 440 J/kg «°C, 
and p = 7840 kg/m?) are heated to 800°C in the heat treatment 
section of a valve manufacturing facility. The valves are then 
quenched in a large oil bath at an average temperature of 45°C. 
The heat transfer coefficient in the oil bath is 650 W/m? : °C. 
The valves have a cylindrical stem with a diameter of 8 mm 
and a length of 10 cm. The valve head and the stem may be as- 
sumed to be of equal surface area, and the volume of the valve 
head can be taken to be 80 percent of the volume of steam. De- 
termine how long it will take for the valve temperature to drop 
to (a) 400°C, (b) 200°C, and (c) 46°C, and (d) the maximum 
heat transfer from a single valve. 


18-102 A watermelon initially at 35°C is to be cooled by 
dropping it into alake at 15°C. A fter 4 h and 40 min of cooling, 
the center temperature of watermelon is measured to be 20°C. 
Treating the watermelon as a 20-cm-diameter sphere and using 
the properties k = 0.618 W/m : °C, æ — 0.15 x 10-5 m?/s, 
p 7 995 kg/m?, and C, — 4.18 kJ/kg · °С, determine the aver- 
age heat transfer coefficient and the surface temperature of 
watermelon at the end of the cooling period. 


18-103 10-cm-thick large food slabs tightly wrapped by thin 
paper are to be cooled in a refrigeration room maintained 
at 0°C. The heat transfer coefficient on the box surfaces is 
25 W/m? - °C and the boxes are to be kept in the refrigeration 
room for a period of 6h. If the initial temperature of the boxes 
is 30°C determine the center temperature of the boxes if the 
boxes contain (a) margarine (k = 0.233 W/m · °С and 
a = 0.11 x 1079 m?/s); (b) white cake (k = 0.082 W/m · °С 
and a — 0.10 x 10-5 m?/s); and (c) chocolate cake (k = 0.106 
W/m : *C and a — 0.12 x 1075 m?/s). 


18-104 A 30-cm-diameter, 3.5-m-high cylindrical column of 
a house made of concrete (k = 0.79 W/m: °C, a = 5.94 х 
10-7 m/s, p = 1600 kg/m?, and C, — 0.84 kJ/kg - *C) cooled 
to 16°C during a cold night is heated again during the day by 
being exposed to ambient air at an average temperature of 28°C 
with an average heat transfer coefficient of 14 W/m? - °С. 
Determine (a) how long it will take for the column surface 
temperature to rise to 27°C; (b) the amount of heat transfer 
until the center temperature reaches to 28°C; and (c) the 
amount of heat transfer until the surface temperature reaches 
to 27°C. 


18-105 Long aluminum wires of diameter 3 mm (p = 2702 
kg/m?, C, = 0.896 kJ/kg « °C, k = 236 W/m · °С, апа 
a = 9.75 X 10-5 m2/s) are extruded at a temperature of 350°C 
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and exposed to atmospheric air at 30°C with a heat transfer co- 
efficient of 35 W/m? - °C. (a) Determine how long it will take 
for the wire temperature to drop to 50°C. (b) If the wire is ex- 
truded at a velocity of 10 m/min, determine how far the wire 
travels after extrusion by the time its temperature drops to 
50°C. What change in the cooling process would you propose 
to shorten this distance? (c) Assuming the aluminum wire 
leaves the extrusion room at 50°C, determine the rate of heat 
transfer from the wire to the extrusion room. 

Answers: (a) 144 s, (b) 24 m, (c) 856 W 


350°C 





15,5305 


10 m/min 
E 


Aluminum wire 


FIGURE P18-105 


18-106 Repeat Prob. 18-105 for a copper wire 
(p = 8950 kg/m3, C, = 0.383 kJ/kg : ^C, k — 386 W/m: °C, 
апа а = 1.13 x 107^ т2/5). 


18-107 Consider a brick house (k = 0.72 W/m · °С апа 
a — 0.45 x 10-5 m?/s) whose walls are 10 m long, 3 m high, 
and 0.3 m thick. T he heater of the house broke down one night, 
and the entire house, including its walls, was observed to be 
5°C throughout in the morning. The outdoors warmed up as the 
day progressed, but no change was felt in the house, which was 
tightly sealed. Assuming the outer surface temperature of the 
house to remain constant at 15°C, determine how long it would 
take for the temperature of the inner surfaces of the walls to 
rise to 5.1°C. 





5°C 
FIGURE P18-107 


18-108 A 40-cm-thick brick wall (k — 0.72 W /m : ?C, and 
a = 1.6 x 1077 m?/s) is heated to an average temperature of 
18°C by the heating system and the solar radiation incident on 
it during the day. During the night, the outer surface of the 
wall is exposed to cold air at 2°C with an average heat transfer 
coefficient of 20 W/m? - °C, determine the wall temperatures 
at distances 15, 30, and 40 cm from the outer surface for a pe- 
riod of 2 h. 


18-109 Consider the engine block of a car made of cast iron 
(k = 52W/m-: °C anda = 1.7 x 10-5 m/s). The engine can be 
considered to be a rectangular block whose sides are 80 cm, 
40 cm, and 40 cm. The engine is at a temperature of 150°C 
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when itis turned off. The engine is then exposed to atmospheric 
air at 17°C with a heat transfer coefficient of 6 W/m: °C. De- 
termine (a) the center temperature of the top surface whose 
sides are 80 cm and 40 cm and (b) the corner temperature after 
45 min of cooling. 


18-110 A man is found dead in aroom at 16°C. The surface 
temperature on his waist is measured to be 23°C and the heat 
transfer coefficient is estimated to be 9 W /m? - *C. M odeling the 
body as 28-cm diameter, 1.80-m-long cylinder, estimate how 
long it has been since he died. Takethe properties of the body to 
bek — 0.62 W/m : °C and a = 0.15 x 10-5 m?/s, and assume 
the initial temperature of the body to be 36°C. 


Computer, Design, and Essay Problems 


18-111 Conduct the following experiment at home to deter- 
mine the combined convection and radiation heat transfer co- 
efficient at the surface of an apple exposed to the room air. You 
will need two thermometers and a clock. 

First, weigh the apple and measure its diameter. You can 
measure its volume by placing it in a large measuring cup 
halfway filled with water, and measuring the change in volume 
when it is completely immersed in the water. Refrigerate the 
apple overnight so that it is at a uniform temperature in the 
morning and measure the air temperature in the kitchen. Then 
take the apple out and stick one of the thermometers to its mid- 
dle and the other just under the skin. Record both temperatures 
every 5 min for an hour. Using these two temperatures, calcu- 
late the heat transfer coefficient for each interval and take their 
average. The result is the combined convection and radiation 
heat transfer coefficient for this heat transfer process. Using 


—— 


your experimental data, also calculate the thermal conductivity 
and thermal diffusivity of the apple and compare them to the 
values given above. 


18-112 Repeat Prob. 18- 111 using a banana instead of an ap- 
ple. The thermal properties of bananas are practically the same 
as those of apples. 


18-113 Conduct the following experiment to determine the 
time constant for a can of soda and then predict the temperature 
of the soda at different times. L eave the soda in the refrigerator 
overnight. M easure the air temperature in the kitchen and the 
temperature of the soda while it is still in the refrigerator by 
taping the sensor of the thermometer to the outer surface of the 
can. T hen take the soda out and measure its temperature again 
in 5 min. Using these values, calculate the exponent b. U sing 
this b-value, predict the temperatures of the soda in 10, 15, 20, 
30, and 60 min and compare the results with the actual temper- 
ature measurements. Do you think the lumped system analysis 
is valid in this case? 


18-114 Citrus trees are very susceptible to cold weather, and 
extended exposure to subfreezing temperatures can destroy the 
crop. In order to protect the trees from occasional cold fronts 
with subfreezing temperatures, tree growers in Florida usually 
install water sprinklers on the trees. When the temperature 
drops below a certain level, the sprinklers spray water on the 
trees and their fruits to protect them against the damage the 
subfreezing temperatures can cause. Explain the basic mecha- 
nism behind this protection measure and write an essay on how 
the system works in practice. 
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o far, we have considered conduction, which is the mechanism of heat 

transfer through a solid or fluid in the absence of any fluid motion. We 

now consider convection, which is the mechanism of heat transfer 
through a fluid in the presence of bulk fluid motion. 

Convection is classified as natural (or free) or forced convection, depending 
on how the fluid motion is initiated. In forced convection, the fluid is forced 
to flow over a surface or in a pipe by external means such as a pump or a fan. 
In natural convection, any fluid motion is caused by natural means such as the 
buoyancy effect, which manifests itself as the rise of warmer fluid and the fall 
of the cooler fluid. Convection is also classified as external and internal, de- 
pending on whether the fluid is forced to flow over a surface or in a channel. 

We start this chapter with a general physical description of the convection 
mechanism and the thermal boundary layer. We continue with the discussion 
of the dimensionless Prandtl and Nusselt numbers, and their physical signifi- 
cance. We then present empirical relations for the heat transfer coefficients 
for flow over various geometries such as a flat plate, cylinder, and sphere, for 
both laminar and turbulent flow conditions. Finally, we discuss the character- 
istics of flow inside tubes and present the heat transfer correlations associated 
with it. The relevant concepts from Chaps. 14 and 15 should be reviewed 
before this chapter is studied. 
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19-1 = PHYSICAL MECHANISM OF CONVECTION 


We mentioned earlier that there are three basic mechanisms of heat transfer: 
conduction, convection, and radiation. Conduction and convection are similar 
in that both mechanisms require the presence of a material medium. But they 
are different in that convection requires the presence of fluid motion. 

Heat transfer through a solid is always by conduction, since the molecules 
of asolid remain at relatively fixed positions. Heat transfer through a liquid or 
gas, however, can be by conduction or convection, depending on the presence 
of any bulk fluid motion. H eat transfer through a fluid is by convection in the 
presence of bulk fluid motion and by conduction in the absence of it. There- 
fore, conduction in a fluid can be viewed as the limiting case of convection, 
corresponding to the case of quiescent fluid (Fig. 19- 1). 

Convection heat transfer is complicated by the fact that it involves fluid mo- 
tion as well as heat conduction. The fluid motion enhances heat transfer, since 
it brings hotter and cooler chunks of fluid into contact, initiating higher rates 
of conduction at a greater number of sites in a fluid. Therefore, the rate of heat 
transfer through a fluid is much higher by convection than it is by conduction. 
In fact, the higher the fluid velocity, the higher the rate of heat transfer. 

To clarify this point further, consider steady heat transfer through a fluid 
contained between two parallel plates maintained at different temperatures, as 
shown in Fig. 19-2. The temperatures of the fluid and the plate will be the 
same at the points of contact because of the continuity of temperature. A s- 
suming no fluid motion, the energy of the hotter fluid molecules near the hot 
plate will be transferred to the adjacent cooler fluid molecules. This energy 
will then be transferred to the next layer of the cooler fluid molecules. This 
energy will then be transferred to the next layer of the cooler fluid, and so on, 
until it is finally transferred to the other plate. This is what happens during 
conduction through a fluid. Now let us use a syringe to draw some fluid near 
the hot plate and inject it near the cold plate repeatedly. You can imagine that 
this will speed up the heat transfer process considerably, since some energy is 
carried to the other side as a result of fluid motion. 

Consider the cooling of a hot iron block with a fan blowing air over its top 
surface, as shown in Fig. 19-3. We know that heat will be transferred from 
the hot block to the surrounding cooler air, and the block will eventually 
cool. We also know that the block will cool faster if the fan is switched to a 
higher speed. Replacing air by water will enhance the convection heat trans- 
fer even more. 

Experience shows that convection heat transfer strongly depends on the 
fluid properties dynamic viscosity u, thermal conductivity k, density p, and 
specific heat C, as well as the fluid velocity %. It also depends on the geome- 
try and the roughness of the solid surface, in addition to the type of fluid flow 
(such as being streamlined or turbulent). Thus, we expect the convection heat 
transfer relations to be rather complex because of the dependence of convec- 
tion on so many variables. This is not surprising, since convection is the most 
complex mechanism of heat transfer. 

Despite the complexity of convection, the rate of convection heat transfer is 
observed to be proportional to the temperature difference and is conveniently 
expressed by Newton’s law of cooling as 
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сопу = АТ, = Т.) (W/m?) (19-1) Т, = 15°С Velocity 
V=3m/s profile 





or шил 


m— 


Он = hA,(T, = Т.) (W) (19-2) = 


0 
where { 


conv 





h = convection heat transfer coefficient, W/m? - °C Q cond | 
A, = heat transfer surface area, m? aa 
T, = temperature of the surface, °C 
T. = temperature of the fluid sufficiently far from the surface, °C FIGURE 19-3 


The cooling of a hot block by forced 


Judging from its units, the convection heat transfer coefficient h can be de- convection. 


fined as the rate of heat transfer between a solid surface and a fluid per unit 
surface area per unit temperature difference. 

You should not be deceived by the simple appearance of this relation, be- 
cause the convection heat transfer coefficient h depends on several of the 
mentioned variables, and thus is difficult to determine. 

When a fluid is forced to flow over a solid surface that is nonporous (i.e., 
impermeable to the fluid), it is observed that the fluid in motion comes to a 
complete stop at the surface and assumes a zero velocity relative to the sur- 
face. That is, the fluid layer in direct contact with a solid surface “sticks” to 
the surface and there is no slip. In fluid flow, this phenomenon is known as the 
no-slip condition, and it is due to the viscosity of the fluid (Fig. 19-4). 

The no-slip condition is responsible for the development of the velocity pro- uniform ээс 
file for flow. Because of the friction between the fluid layers, the layer that approach of fluid layers 
sticks to the wall slows the adjacent fluid layer, which slows the next layer, velocity, Y 
and so on. A consequence of the no-slip condition is that all velocity profiles = Zero 
must have zero values at the points of contact between a fluid and a solid. The — velocity 
only exception to the no-slip condition occurs in extremely rarified gases. mE [>] atthe 

A similar phenomenon occurs for the temperature. W hen two bodies at dif- ЕЕ“ SZ Surface 
ferent temperatures are brought into contact, heat transfer occurs until both 
bodies assume the same temperature at the point of contact. Therefore, a fluid 
and a solid surface will have the same temperature at the point of contact. This 
is known as no-temperature-jump condition. 

An implication of the no-slip and the no-temperature-jump conditions is that 
heat transfer from the solid surface to the fluid layer adjacent to the surface is FIGURE 19-4 
by pure conduction, since the fluid layer is motionless, and can be expressed as A fluid flowing over a stationary 
surface comes to a complete stop at 

the surface because of the no-slip 

condition. 





Solid block 


: : oT 
сопу = сопа = Каша ду (W/m?) (19-3) 
y=0 


where T represents the temperature distribution in the fluid and (dT/dy),—9 is 
the temperature gradient at the surface. This heat is then convected away from 
the surface as a result of fluid motion. Note that convection heat transfer from 
a solid surfaceto a fluid is merely the conduction heat transfer from the solid 
surface to the fluid layer adjacent to the surface. Therefore, we can equate 
Eqs. 19-1 and 19-3 for the heat flux to obtain 
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FIGURE 19-5 

Heat transfer through a fluid layer 
of thickness L and temperature 
difference AT. 


Blowing 
on food 





FIGURE 19-6 
We resort to forced convection 
whenever we need to increase the 
rate of heat transfer. 
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-К ui (aT /ay) = 
h= шид лнэ ин (W/m? - °C) 


(19-4) 
for the determination of the convection heat transfer coefficient when the tem- 
perature distribution within the fluid is known. 

The convection heat transfer coefficient, in general, varies along the flow 
(or x-) direction. The average or mean convection heat transfer coefficient for 
a surface in such cases is determined by properly averaging the local convec- 
tion heat transfer coefficients over the entire surface as 


1 ft 
h- L | hy dx (19-5) 
0 


Nusselt Number 

In convection studies, it is common practice to nondimensionalize the gov- 
erning equations and combine the variables, which group together into di- 
mensionless numbers in order to reduce the number of total variables. It is also 
common practice to nondimensionalize the heat transfer coefficient h with the 
Nusselt number, defined as 


hL. 
Nu =ч (19-6) 


where k is the thermal conductivity of the fluid and L, is the characteristic 
length. The Nusselt number is named after Wilhelm Nusselt, who made sig- 
nificant contributions to convective heat transfer in the first half of the twen- 
tieth century, and it is viewed as the dimensionless convection heat transfer 
coefficient. 

To understand the physical significance of the Nusselt number, consider a 
fluid layer of thickness L and temperature difference AT = T, — T,, as shown 
in Fig. 19-5. Heat transfer through the fluid layer will be by convection when 
the fluid involves some motion and by conduction when the fluid layer is mo- 
tionless. Heat flux (the rate of heat transfer per unit time per unit surface area) 
in either case will be 


Geony = ПАТ (19-7) 
and 
Чон = кат (19-8) 
Taking their ratio gives 
dcm — hAT — hL 





dena KATA К № 
which is the N usselt number. Therefore, the N usselt number represents the en- 
hancement of heat transfer through a fluid layer as a result of convection rel- 
ative to conduction across the same fluid layer. The larger the N usselt number, 
the more effective the convection. A Nusselt number of Nu = 1 for a fluid 
layer represents heat transfer across the layer by pure conduction. 

We use forced convection in daily life more often than you might think 
(Fig. 19-6). We resort to forced convection whenever we want to increase the 
rate of heat transfer from a hot object. For example, we turn on the fan on hot 
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summer days to help our body cool more effectively. The higher the fan speed, 
the better we feel. We stir our soup and blow on a hot slice of pizza to make 
them cool faster. The air on windy winter days feels much colder than it actu- 
ally is. The simplest solution to heating problems in electronics packaging is 
to use a large enough fan. 


19-2 = THERMAL BOUNDARY LAYER 


We have seen in Chap. 15 that a velocity boundary layer develops when a 
fluid flows over a surface as a result of the fluid layer adjacent to the surface 
assuming the surface velocity (i.e., zero velocity relative to the surface). Also, 
we defined the velocity boundary layer as the region in which the fluid veloc- ts Ё ра БАЙ ў: 
































ity varies from zero to 0.99). Likewise, a thermal boundary layer develops 
when a fluid at a specified temperature flows over a surface that is at a differ- | 
ent temperature, as shown in Fig. 19-7. Ta 

Consider the flow of a fluid at a uniform temperature of T, over an isother- Thermal 
mal flat plate at temperature T.. The fluid particles in the layer adjacent to the boundary 
surface will reach thermal equilibrium with the plate and assume the surface гн гэ 
temperature T.. These fluid particles will then exchange energy with the par- 
ticles in the adjoining-fluid layer, and so on. A s a result, a temperature profile T, * 0.99(T., - Т,) 
will develop in the flow field that ranges from T, at the surface to T. suffi- FIGURE 19-7 
ciently far from the surface. The flow region over the surface in which the Thermal boundary layer on a flat plate 
temperature variation in the direction normal to the surface is significant is the (the fluid is hotter than the plate 
thermal boundary layer. The thickness of the thermal boundary layer 6, at surface). 


any location along the surface is defined as the distance from the surface at 
which the temperature difference T — T, equals 0.99(T.. — T.). Note that for 
the special case of T, = 0, we have T = 0.99T., at the outer edge of the ther- 
mal boundary layer, which is analogous to u = 0.99, for the velocity bound- 
ary layer. 

The thickness of the thermal boundary layer increases in the flow direction, 
since the effects of heat transfer are felt at greater distances from the surface 
further downstream. 

The convection heat transfer rate anywhere along the surface is directly re- 
lated to the temperature gradient at that location. Therefore, the shape of the 
temperature profile in the thermal boundary layer dictates the convection heat 
transfer between a solid surface and the fluid flowing over it. In flow over a 
heated (or cooled) surface, both velocity and thermal boundary layers will de- 
velop simultaneously. Noting that the fluid velocity will have a strong influ- 
ence on the temperature profile, the development of the velocity boundary 
layer relative to the thermal boundary layer will have a strong effect on the 
convection heat transfer. 


Prandtl Number 
The relative thickness of the velocity and the thermal boundary layers is best 
described by the dimensionless parameter Prandtl number, defined as 
Molecular diffusivity of momentum v HC, 
Molecular diffusivity ofheat а. К ES 





It is named after Ludwig Prandtl, who introduced the concept of boundary 
layer in 1904 and made significant contributions to boundary layer theory. 
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TABLE 19-1 


Typical ranges of Prandtl numbers 
for common fluids 









Fluid Pr 
Liquid metals 0.004-0.030 
Gases 0.19-1.0 
Water 1.19-13.7 
Light organic fluids 5-50 
Oils 50-100,000 
Glycerin 2000-100,000 
Ta 
y 
m STO. 
=. Су Turbuleit 2) 


Z Lamina, nar SS = QV 35 


Т, 
L 
FIGURE 19-8 
Laminar and turbulent regions 
of the boundary layer during 
flow over a flat plate. 
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The Prandtl numbers of fluids range from less than 0.01 for liquid metals to 
more than 100,000 for heavy oils (Table 19-1). N ote that the Prandtl number 
is in the order of 10 for water. 

The Prandtl numbers of gases are about 1, which indicates that both momen- 
tum and heat dissipate through the fluid at about the same rate. Heat diffuses 
very quickly in liquid metals (Pr « 1) and very slowly in oils (Pr > 1) relative 
to momentum. Consequently the thermal boundary layer is much thicker for 
liquid metals and much thinner for oils relative to the velocity boundary layer. 


19-3 = PARALLEL FLOW OVER FLAT PLATES 


Consider the parallel flow of a fluid over a flat plate of length L in the flow di- 
rection, as shown in Fig. 19-8. The x-coordinate is measured along the plate 
surface from the leading edge in the direction of the flow. The fluid ap- 
proaches the plate in the x-direction with uniform upstream velocity ‘Vv and 
temperature T... The flow in the velocity boundary layer starts out as laminar, 
but if the plate is sufficiently long, the flow will become turbulent at a dis- 
tance x,, from the leading edge where the Reynolds number reaches its critical 
value for transition. 

Thetransition from laminar to turbulent flow depends on the surface geom- 
etry, surface roughness, upstream velocity, surface temperature, and the type 
of fluid, among other things, and is best characterized by the R eynolds num- 
ber. The Reynolds number at a distance x from the leading edge of a flat plate 
is expressed as 


Re-——-— (19-10) 


Note that the value of the Reynolds number varies for a flat plate along the 
flow, reaching Re, = 'Y'L /v at the end of the plate. 

For flow over a flat plate, transition from laminar to turbulent is usually 
taken to occur at the critical Reynolds number of 


ES 





Re, = =5x10 (19-11) 


The value of the critical Reynolds number for a flat plate may vary from 10° 
to 3 x 106, depending on the surface roughness and the turbulence level of the 
free stream. 

The local Nusselt number at a location x for laminar flow over a flat plate 
can be shown by solving the differential energy equation to be 


й,Х 
Laminar: Nu, = de — 0.332Re)5Pr!/3 рг 0.60 (19-12) 


The corresponding relation for turbulent flow is 


hax 0.6 = Pr = 60 
Turbulent: Nu, =—— = 0.0296 Re?’ Pr¥3 19-13 
К 5x10 = Ке, = 107 i i 


Note that h, is proportional to Re?? and thus to x 9? for laminar flow. T here- 
fore, h, is infinite at the leading edge (x = 0) and decreases by a factor of x~°° 
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in the flow direction. The variation of the boundary layer thickness 6 and the 
friction and heat transfer coefficients along an isothermal flat plate are shown 
in Fig. 19-9. Thelocal friction and heat transfer coefficients are higher in tur- 
bulent flow than they are in laminar flow. Also, h, reaches its highest values 
when the flow becomes fully turbulent, and then decreases by a factor of x~°2 
in the flow direction, as shown in the figure. 

The average Nusselt number over the entire plate is determined by substitut- 
ing the preceding relations into Eq. 19-5 and performing the integrations. We get 


_ AL 


Laminar: Nu = = 0.664 Refs Pr¥3 Re «5x105 (19-14) 
hL 0.6 = Pr = 60 

Turbulent: Nu = -> = 0.037 Ref? pr! 19-15 

urbulen у= р 5x 105 « Re, « 107 ( ) 


The first relation gives the average heat transfer coefficient for the entire plate 
when the flow is laminar over the entire plate. The second relation gives the 
average heat transfer coefficient for the entire plate only when the flow is tur- 
bulent over the entire plate, or when the laminar flow region of the plate is too 
small relative to the turbulent flow region. 

In some cases, a flat plate is sufficiently long for the flow to become turbu- 
lent, but not long enough to disregard the laminar flow region. In such cases, 
the average heat transfer coefficient over the entire plate is determined by per- 
forming the integration in Eq. 19-5 over two parts as 


1/ [*« 1 
h= L | hy, laminar UX + | hy, trubulent UX 
0 Xer 


A gain taking the critical Reynolds number to beRe, — 5 x 105 and perform- 
ing the integrations in Eq. 19- 16 after substituting the indicated expressions, 
the average Nusselt number over the entire plate is determined to be (Fig. 
19-10) 


(19-16) 


0.6 = Pr = 60 
5x105zxRe, x 107 


ми= 1 = 


К (19-17) 


(0.037 Ref — 871)Pr!3 


The constants in this relation will be different for different critical Reynolds 
numbers. 

Liquid metals such as mercury have high thermal conductivities, and are 
commonly used in applications that require high heat transfer rates. H owever, 
they have very small Prandtl numbers, and thus the thermal boundary layer 
develops much faster than the velocity boundary layer. Then we can assume 
the velocity in the thermal boundary layer to be constant at the free-stream 
value and solve the energy equation. It gives 


Nu, = 0.565(Re, Pr)!? Pr < 0.05 (19-18) 


Itis desirable to have a single correlation that applies to all fluids, including 
liquid metals. By curve-fitting existing data, Churchill and Ozoe proposed the 
following relation which is applicable for all Prandtl numbers and is claimed 
to be accurate to +1%, 


hx 0.3387 Pr¥/3 Rer? 


№, = (00468 рг 515 


(19-19) 
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FIGURE 19-9 

The variation of the local friction 
and heat transfer coefficients for 
flow over a flat plate. 
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x, turbulent 
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x, laminar 
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0 X L Х 
FIGURE 19-10 

Graphical representation of the 
average heat transfer coefficient for a 
flat plate with combined laminar and 
turbulent flow. 
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Thermal boundary layer 
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FIGURE 19-11 


Flow over a flat plate with an 
unheated starting length. 
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These relations have been obtained for the case of isothermal surfaces 
but could also be used approximately for the case of nonisothermal surfaces 
by assuming the surface temperature to be constant at some average value. 
Also, the surfaces are assumed to be smooth, and the free stream to be turbu- 
lent free. The effect of variable properties can be accounted for by evaluating 
all properties at the film temperature. 


Flat Plate with Unheated Starting Length 

So far we have limited our consideration to situations for which the entire 
plate is heated from the leading edge. B ut many practical applications involve 
surfaces with an unheated starting section of length £, shown in Fig. 19- 11, 
and thus there is no heat transfer for 0 < х < é. In such cases, the velocity 
boundary layer starts to develop at the leading edge (x = 0), but the thermal 
boundary layer starts to develop where heating starts (x = é). 

Consider a flat plate whose heated section is maintained at a constant tem- 
perature (T = T, constant for x > é). Using integral solution methods (see 
Kays and Crawford, 1994), the local Nusselt numbers for both laminar and 
turbulent flows are determined to be 

; : N Ux (for €=0) 0.332 Rees Pri/3 
Laminar: Nu, = 10593408 T1 — (eye (19-20) 


Nu, (for £—0) 0.0296 Rees pr” 
[1 "E (E/x) 9/10] 1/9 = [1 = (&/х) 9110119 








Turbulent: Nu, = (19-21) 


for x > é. N ote that for £ = 0, these Nu, relations reduce to NU, (fo ¢ = 9), Which 
is the Nusselt number relation for a flat plate without an unheated starting 
length. Therefore, the terms in brackets in the denominator serve as correction 
factors for plates with unheated starting lengths. 

The determination of the average Nusselt number for the heated section of 
a plate requires the integration of the local Nusselt number relations above, 
which cannot be done analytically. Therefore, integrations must be done nu- 
merically. The results of numerical integrations have been correlated for the 
average convection coefficients [Thomas (1977) as 


21 = 3/4 

Laminar: h IET ha (19-22) 
= 9/10 

Turbulent: h = ha (19-23) 


The first relation gives the average convection coefficient for the entire 
heated section of the plate when the flow is laminar over the entire plate. Note 
that for € = O it reduces to h, = 2h, _, , as expected. The second relation gives 
the average convection coefficient for the case of turbulent flow over the en- 
tire plate or when the laminar flow region is small relative to the turbulent 
region. 


Uniform Heat Flux 
When a flat plate is subjected to uniform heat flux instead of uniform temper- 
ature, the local Nusselt number is given by 
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Laminar: Nu, — 0.453 Re05 pr1? (19-24) 


Turbulent: Nu, = 0.0308 Re? pr? (19-25) 


These relations give values that are 36 percent higher for laminar flow and 
4 percent higher for turbulent flow relative to the isothermal plate case. W hen 
the plate involves an unheated starting length, the relations developed for the 
uniform surface temperature case can still be used provided that Eqs. 19-24 
and 19-25 are used for N Ux, ¢ = 0) in Eqs. 19-20 and 19-21, respectively. 

When heat flux g, is prescribed, the rate of heat transfer to or from the plate 
and the surface temperature at a distance x are determined from 


0 = 4А, (19-26) 


апа 
q 


d; = h [T x) — Tal > T,X) = To + 5 (19-27) 


where A, is the heat transfer surface area. 





EXAMPLE 19-1 Flow of Hot Oil over a Flat Plate 


Engine oil at 60°C flows over the upper surface of a 5-m-long flat plate whose 














temperature is 20°C with a velocity of 2 m/s (Fig. 19-12). Determine the rate T.. = 60°C 
of heat transfer per unit width of the entire plate. 9= 2 т/5 
SOLUTION Engine oil flows over a flat plate. The rate of heat transfer per unit 01-2 A Q T.=20°C 
width of the plate is to be determined. Lt [ 1 2 
Assumptions 1 The flow is steady and incompressible. 2 The critical Reynolds SS 
number is Re, = 5 X 10°. , L=5m .| 
Properties The ыг of engine oil at the film temperature of T= (T; + Ta) FIGURE 19-12 
2 = (20 + 60)/2 = 40°C are (Table A-19). Schematic for Example 19-1. 
p = 876 kg/m? Pr = 2870 
k = 0.144 W/m - °C о = 242 х 10-6 т2/5 


Analysis Noting that L = 5 m, the Reynolds number at the end of the plate is 


гүй (2 m/s)(5 m) 
m———————Ó— e A308. «€ Je 
Rey ORAS 
which is less than the critical Reynolds number. Thus we have /aminar flow over 
the entire plate. 
The Nusselt number is 
ОМ 


Ми k 0.664 Re?” Pr! = 0.664 x (4.13 x 104)°5 x 287013 = 1918 


Then, 


K Nu _ 0.144 W/m - °C 


шийр 5m 


(1918) = 55.2 W/m? - °C 


and 
(E hA(T.. — T,) = (55.2 W/m2 - °C)(5 x 1 m?)(60 — 20)°C = 11,000W 
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P tm = 83.4 kPa 
Tx. = 20°C T,=140°C 
V =8 mis [ 
Air —> i 


FIGURE 19-13 
Schematic for Example 19-2. 
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Discussion Note that heat transfer is always from the higher-temperature 
medium to the lower-temperature one. In this case, it is from the oil to the 
plate. The heat transfer rate is per m width of the plate. The heat transfer for 
the entire plate can be obtained by multiplying the value obtained by the actual 
width of the plate. 








EXAMPLE 19-2 Cooling of a Hot Block by Forced Air at High 
Elevation 


The local atmospheric pressure in Denver, Colorado (elevation 1610 m), is 
83.4 kPa. Air at this pressure and 20°C flows with a velocity of 8 m/s over a 
1.5-m x 6-m flat plate whose temperature is 140°C (Fig. 19-13). Determine 
the rate of heat transfer from the plate if the air flows parallel to the (a) 19-m- 
long side and (b) the 1.5-m side. 


SOLUTION The top surface of a hot block is to be cooled by forced air. The 
rate of heat transfer is to be determined for two cases. 

Assumptions 1 Steady operating conditions exist. 2 The critical Reynolds num- 
ber is Re, = 5 X 10°. 3 Radiation effects are negligible. 4 Air is an ideal gas. 
Properties The properties k, u, Cp, and Pr of ideal gases are independent of 
pressure, while the properties v and « are inversely proportional to density and 
thus pressure. The properties of air at the film temperature of 7; — (7, + T..)/2 
= (140 + 20)/2 = 80°C and 1 atm pressure are (Table A-22) 


k = 0.02953 W/m - °C Pr — 07054 
Ve iam = 2.097 x 1075 m?/s 


The atmospheric pressure in Denver is P = (83.4 kPa)/(101.325 kPa/atm) 
= 0.823 atm. Then the kinematic viscosity of air in Denver becomes 


0 = Ve@iam/P — (2.097 x 107? m?/s)/0.823 — 2.548 x 10? m?/s 


Analysis (a) When airflow is parallel to the long side, we have L = 6 m, and 
the Reynolds number at the end of the plate becomes 
VL — (8m/s(6m) 


mtem UU MUI PE ee 6 
Шэн DU 


which is greater than the critical Reynolds number. Thus, we have combined 
laminar and turbulent flow, and the average Nusselt number for the entire plate 
is determined to be 





Nu = "E = (0.037 Ref* — 871)Pr'^ 
— [0.037(1.884 x 105)^8 — 871]0.715415 
— 2687 
Then 
h = Kyu — 902953 WIm © °C (5687) = 13.2 W/m? - °С 
В 6m 
А. = мі = (1.5 т)(6 т) = 9 т? 
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and 


Q =hA,(T, — T..) = (13.2 W/m? - °C)(9 m2)(140 — 20)°C = 1.43 x 10^W 


Note that if we disregarded the laminar region and assumed turbulent flow over 
the entire plate, we would get Nu = 3466 from Eq. 19-21, which is 29 percent 
higher than the value calculated above. 


(b) When airflow is along the short side, we have L = 1.5 m, and the Reynolds 
number at the end of the plate becomes 


_ VL _ (8 m/s)(1.5 m) 


v 2.548 x 105 m?Js 


which is less than the critical Reynolds number. Thus we have laminar flow over 
the entire plate, and the average Nusselt number is 


Re = АЛЛ 102 





Nu= х = 0.664 Re? Pr3 = 0.664 x (4.71 x 105)05 x 0.71541? = 408 
Then 
k 0.02953 W/m - °C 2.8 
ЇЇ: L Nu= BE (408) = 8.03 W /m? · °С 
апа 
0 = hA(T, — T..) = (8.03 W/m? - °C)(9 m2)(140 — 20)°C = 8670 W 


which is considerably less than the heat transfer rate determined in case (a). 


Discussion Note that the direction of fluid flow can have a significant effect on 
convection heat transfer to or from a surface (Fig. 19-14). In this case, we can 
increase the heat transfer rate by 65 percent by simply blowing the air along the 
long side of the rectangular plate instead of the short side. 











EXAMPLE 19-3 Cooling of Plastic Sheets by Forced Air 


The forming section of a plastics plant puts out a continuous sheet of plastic 
that is 4 ft wide and 0.04 in thick at a velocity of 30 ft/min. The temperature 
of the plastic sheet is 200°F when it is exposed to the surrounding air, and a 
2-ft-long section of the plastic sheet is subjected to airflow at 80°F at a veloc- 
ity of 10 ft/s on both sides along its surfaces normal to the direction of motion 
of the sheet, as shown in Fig. 19-15. Determine (a) the rate of heat transfer 
from the plastic sheet to air by forced convection and radiation and (b) the tem- 
perature of the plastic sheet at the end of the cooling section. Take the density, 
specific heat, and emissivity of the plastic sheet to be p = 75 Ibm/ft?, Cp = 0.4 
Btu/Ibm - °F, and e = 0.9. 


SOLUTION Plastic sheets are cooled as they leave the forming section of 
a plastics plant. The rate of heat loss from the plastic sheet by convection and 
radiation and the exit temperature of the plastic sheet are to be determined. 


Assumptions 1 Steady operating conditions exist. 2 The critical Reynolds num- 
рег іѕ Ке. = 5 х 10°. 3 Air is an ideal gas. 4 The local atmospheric pressure is 
1 atm. 5 The surrounding surfaces are at the temperature of the room air. 
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140°C 


Air ——e- 








= 14,300 W 


Q conv 


6m 


(a) Flow along the long side 
Air 


h n. 





(b) Flow along the short side 
FIGURE 19-14 
The direction of fluid flow can 
have a significant effect on 
convection heat transfer. 


208—7 


200°F 







Plastic sheet 


ОГА 


Air 
80°F, 10 ft/s an 
0.04 in ИГ | 
30 ft/min 
FIGURE 19-15 


Schematic for Example 19-3. 
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Properties The properties of the plastic sheet are given in the problem state- 
ment. The properties of air at the film temperature of 7; = (7, + 7,)/2 = (200 
-- 80)/2 — 140*F and 1 atm pressure are (Table A-22E) 


k = 0.01623 Btu/h - ft - °F Pr = 0.7202 
v = 0.7344 ft?/h = 0.204 x 10-3 ft/s 


Analysis (a) We expect the temperature of the plastic sheet to drop somewhat 
as it flows through the 2-ft-long cooling section, but at this point we do not 
know the magnitude of that drop. Therefore, we assume the plastic sheet to be 
isothermal at 200°F to get started. We will repeat the calculations if necessary 
to account for the temperature drop of the plastic sheet. 

Noting that L = 4 ft, the Reynolds number at the end of the airflow across 
the plastic sheet is 

VL (10 ft/s)(4 ft) E 
Е oa a S 

which is less than the critical Reynolds number. Thus, we have laminar flow 
over the entire sheet, and the Nusselt number is determined from the laminar 
flow relations for a flat plate to be 





Nu = "E = 0,664 Re? Pri = 0.664 x (1.961 x 105)95 x (0.7202)!8 = 263.6 
Then, 
hee к ми = 0:01623 вш? -ft- "F (063.6) 2 1.07 Btyh - f£ - *F 


A, = (2 ft)(4 ft)(2 sides) = 16 ft? 
and 
0-1 == ПА, (Т; =) 
= (1.07 Btu/h - ft? - °F)(16 ft2)(200 — 80)°F 
= 2054 Btu/h 
om яг ec AT; is Wat 
— (0.9)(0.1714 x 10-8 Btu/h - f? - R*(16 f2)[(660 R)^ — (540 R)^] 
— 2584 Btu/h 


Therefore, the rate of cooling of the plastic sheet by combined convection and 
radiation is 


Quai = Qeon - Q4 — 2054 4- 2584 — 4638 Btu/h 


(b) To find the temperature of the plastic sheet at the end of the cooling sec- 
tion, we need to know the mass of the plastic rolling out per unit time (or the 
mass flow rate), which is determined from 





rh = pA ase — (75 Ibm/ft) ( a“ ЭГ tts) = 0.5 Ibm/s 


Then, an energy balance on the cooled section of the plastic sheet yields 
: 0 


Q-mÁco(T,-T) > hert- 
mC, 
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Noting that Qisa negative quantity (heat loss) for the plastic sheet and substi- 
tuting, the temperature of the plastic sheet as it leaves the cooling section is 
determined to be 





T, 200% + —4638 Btu/h ( 1h 


(0.5 lbm/s)(0.4 Btu/lbm - °F) \3600 :) MU 
Discussion The average temperature of the plastic sheet drops by about 6.4°F 
as it passes through the cooling section. The calculations now can be repeated 
by taking the average temperature of the plastic sheet to be 196.8°F instead of 
200°F for better accuracy, but the change in the results will be insignificant be- 
cause of the small change in temperature. 








19-4 = FLOW ACROSS CYLINDERS AND SPHERES 


Flows across cylinders and spheres, in general, involve flow separation, 
which is difficult to handle analytically. Therefore, such flows must be studied 
experimentally or numerically. Indeed, flow across cylinders and spheres has 
been studi ed experimentally by numerous investigators, and several empirical 
correlations have been developed for the heat transfer coefficient. 

The complicated flow pattern across a cylinder greatly influences heat 
transfer. The variation of the local Nusselt number Nu, around the periphery 
of a cylinder subjected to cross flow of air is given in Fig. 19-16. Note that, 800 
for all cases, the value of Nu, starts out relatively high at the stagnation point 
(6 = 0°) but decreases with increasing 6 as a result of the thickening of the — — 99 
laminar boundary layer. On the two curves at the bottom corresponding to 
Re = 70,800 and 101,300, Nu, reaches a minimum at 6 ~ 80°, which is the 
separation point in laminar flow. Then Nu, increases with increasing 0 asare- 600 ] 
sult of the intense mixing in the separated flow region (the wake). The curves Re=2 20, 
at the top corresponding to Re = 140,000 to 219,000 differ from the first two 500 86,0008 
curves in that they have two minima for Nu,. The sharp increase in Nu, at 170,00 
about 6 ~ 90° is due to the transition from laminar to turbulent flow. The later 140 09 
decrease in Nu, is again due to the thickening of the boundary layer. Nu, 
reaches its second minimum at about 0 — 140°, which is the flow separation | 101,30g 
point in turbulent flow, and increases with 8 as a result of the intense mixing 300 
in the turbulent wake region. 

The discussions above on the local heat transfer coefficients are insightful; 200 
however, they are of little value in heat transfer calculations since the 
calculation of heat transfer requires the average heat transfer coefficient over 
the entire surface. Of the several such relations available in the literature for 100 
the average N usselt number for cross-flow over a cylinder, we present the one 
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proposed by Churchill and Bernstein: 0 

hD 0.62 Re!? риз Re Wels 0° 40 80 120 160° 
= = : | Е 6 from stagnation point 

N Ugyi k 03° Drs РТР 1 {satan} | (19-28) Намд 
РТ? UR Variation of the local 
This relation is quite comprehensive in that it correlates available data well for heat transfer coefficient along the 
Re Pr > 0.2. The fluid properties are evaluated at the film tempera- ^ circumference of a circular cylinder in 
ture T; = 3(T.. + T,), which is the average of the free-stream and surface cross-flow of air (from Giedt). 


temperatures. 
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T,=110°C 





FIGURE 19-17 
Schematic for Example 19-4. 
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For flow over a sphere, W hitaker recommends the following comprehen- 
sive correlation: 


hD pu NA 
Ми = 7 = 2 + [0.4 Rel? + 0.06 Re?3] Pro | 7 (19-29) 


which is valid for 3.5 = Re = 80,000 and 0.7 = Pr = 380. The fluid proper- 
ties in this case are evaluated at the free-stream temperature T.., except for us, 
which is evaluated at the surface temperature T. Although the two relations 
above are considered to be quite accurate, the results obtained from them can 
be off by as much as 30 percent. 

The average Nusselt number for flow across cylinders can be expressed 
compactly as 


Nuy = 10 =C Re Pr (19-30) 


where n = 3 and the experimentally determined constants C and m are given 
in Table 19-2 for circular as well as various noncircular cylinders. The char- 
acteristic length D for use in the calculation of the Reynolds and the Nusselt 
numbers for different geometries is as indicated on the figure. All fluid prop- 
erties are evaluated at the film temperature. 

The relations for cylinders above are for single cylinders or cylinders ori- 
ented such that the flow over them is not affected by the presence of others. 
Also, they are applicable to smooth surfaces. Surface roughness and the free- 
stream turbulence may affect the drag and heat transfer coefficients signifi- 
cantly. Eq. 19-30 provides a simpler alternative to Eq. 19-28 for flow over 
cylinders. However, Eq. 19-28 is more accurate, and thus should be preferred 
in calculations whenever possible. 





EXAMPLE 19-4 Heat Loss from a Steam Pipe in Windy Air 


A long 10-cm-diameter steam pipe whose external surface temperature is 
110°C passes through some open area that is not protected against the winds 
(Fig. 19-17). Determine the rate of heat loss from the pipe per unit of its length 
when the air is at 1 atm pressure and 10°C and the wind is blowing across the 
pipe at a velocity of 8 m/s. 


SOLUTION A steam pipe is exposed to windy air. The rate of heat loss from the 
Steam is to be determined. 

Assumptions 1 Steady operating conditions exist. 2 Radiation effects are neg- 
ligible. 3 Air is an ideal gas. 

Properties The properties of air at the average film temperature of 
T= (T; + Т,)/2 = (110 + 10)/2 = 60*C and 1 atm pressure are (Table A-22) 


k = 0.02808 W/m - °C Pr = 0.7202 
v = 1.896 x 10-5 m/s 














Analysis The Reynolds number is 


_ VD __(8m/s)(0.1 m) 


ће = 1896 10:55 


= 4.219 х 10* 
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TABLE 19-2 


Empirical correlations for the average Nusselt number for forced convection 
over circular and noncircular cylinders in cross-flow 


Reprinted from Advances in Heat Transfer, ed. J.P. Hanett & TF Irvine, vol. 8, A. Zhukauskaks, "Heat 
Transfer from Tubes in Cross Flow," copyright 1972, with permission from Elsevier. 












































Cross section 
of the cylinder Fluid Range of Re Nusselt number 
Circle 0.4-4 Nu = 0.989Re9330 pri 
| G 4-40 Nu — 0.911Re9385 pr1? 
d aud 40-4000 Nu — 0.683Re9466 pr1/3 
iqui 4000-40,000 Nu — 0.193Re?618 pr1/3 
40,000-400,000 | Nu = 0.027Re?-895 pri3 
Square Gas 5000-100,000 Nu — 0.102Re^$75 pri3 
| 
| 
Square | Gas 5000-100,000 Nu = 0.246Re®588 Pr1/3 
(tilted D 
45?) 
Hexagon Gas 5000-100,000 Nu — 0.153Re9638 pri 
шин 
р 
Нехавоп x —- | Gas 5000-19,500 Nu — 0.160Re^638 pri3 
(tilted 19,500-100,000 | Nu = 0.0385Re°78 Pr1/8 
45°) ! 
<i 
Vertical * | Gas 4000-15,000 Nu = 0.228Re°®73! Pris 
plate D 
b= 
Ellipse Gas 2500-15,000 Nu = 0.248Re9-612 pp1⁄3 
P 

















The Nusselt number can be determined from 








hD 0.62 Re? pri НО yey 
D uk - 03 re gare 2. | 
13 40824219 x 1092 (97202)^ |, | (4219 x 10^ rers 
-03 4 o 04107202) 5] | "V 282,000 | 
= 124 
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Air 
T,225€ —— 
V=3m/s — > 
FIGURE 19-18 


Schematic for Example 19-5. 
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and 


k u= 0.02808 W/m - °C 


h=p 0.1m 


(124) = 34.8 W/m? - °C 


Then the rate of heat transfer from the pipe per unit of its length becomes 


А. = рі = ярі = т(0.1 т)(1 т) = 0.314 m2 
Q= ҺАТ. — T..) = (34.8 W/m? - C)(0.314 m2)(110 — 10)°C = 1093 W 


The rate of heat loss from the entire pipe can be obtained by multiplying the 
value above by the length of the pipe in m. 

Discussion The simpler Nusselt number relation in Table 19-2 in this case 
would give Nu = 128, which is 3 percent higher than the value obtained above 
using Eq. 19-35. 








EXAMPLE 19-5 Cooling of a Steel Ball by Forced Air 


A 25-cm-diameter stainless steel ball (p — 8055 kg/m, C, = 480 J/kg - °C) is 
removed from the oven at a uniform temperature of 300°C (Fig. 19-18). The 
ball is then subjected to the flow of air at 1 atm pressure and 25°C with a ve- 
locity of 3 m/s. The surface temperature of the ball eventually drops to 200°C. 
Determine the average convection heat transfer coefficient during this cooling 
process and estimate how long the process will take. 


SOLUTION A hot stainless steel ball is cooled by forced air. The average con- 
vection heat transfer coefficient and the cooling time are to be determined. 
Assumptions 1 Steady operating conditions exist. 2 Radiation effects are neg- 
ligible. 3 Air is an ideal gas. 4 The outer surface temperature of the ball is uni- 
form at all times. 5 The surface temperature of the ball during cooling is 
changing. Therefore, the convection heat transfer coefficient between the ball 
and the air will also change. To avoid this complexity, we take the surface tem- 
perature of the ball to be constant at the average temperature of (300 + 200)/2 
= 250°C in the evaluation of the heat transfer coefficient and use the value ob- 
tained for the entire cooling process. 

Properties The dynamic viscosity of air at the average surface temperature is 
Us = Le@ 250 = 2.76 X 10-5 kg/m - s. The properties of air at the free-stream 
temperature of 25°C and 1 atm are (Table A-22) 


k = 0.02551 W/m - °C о = 1.562 x 10^ m?/s 
ш = 1.849 х 10-5 кот -5 Рг = 0.7296 


Analysis The Reynolds number is determined from 


yp (3 т/5)(0.25 т) _ 2 
Ree > 1 Ise x0 ms) o 
The Nusselt number is 
hD 


12 азу риол |. 
Ми Ер“ + [0.4 Rel? + 0.06 Ке] Рг Ө 


= 2 + [0.4(4.802 x 10^)? -- 0.06(4.802 x 104)?5](0.7296)9^ 
1.849 x 10 ^v^ 
2.76 x 10? 


= 135 


--Ө3--- 
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Then the average convection heat transfer coefficient becomes 


K yy), — 0002551 Wim - °C 


h=p Nu 0.25 m 


(135) = 13.8 W/m? - °C 

In order to estimate the time of cooling of the ball from 300°C to 200°C, we de- 
termine the average rate of heat transfer from Newton’s law of cooling by using 
the average surface temperature. That is, 


A, = 7D ? = «(0.25 m? — 0.1963 m? 
Que — hAT, ave — T.) = (13.8 W/m? - °C)(0.1963 m2)(250 — 25)°C = 610 W 


Next we determine the total heat transferred from the ball, which is simply the 
change in the energy of the ball as it cools from 300°C to 200°C: 


m= pV = рүт 0 3 = (8055 kg/m?) 4т(0.25 m)? — 65.9 kg 
Qtota 7 mC,(T; — Ti) — (65.9 kg)(480 J/kg - *C)(300 — 200)*C — 3,163,000 | 


In this calculation, we assumed that the entire ball is at 200°C, which is пої 
necessarily true. The inner region of the ball will probably be at a higher tem- 
perature than its surface. With this assumption, the time of cooling is deter- 
mined to be 

Q _ 3,163,000) 


= = 285 S = 1h 26 min 


oe зое 





Discussion The time of cooling could also be determined more accurately us- 
ing the transient temperature charts or relations introduced in Chap. 18. But 
the simplifying assumptions we made above can be justified if all we need is a 
ballpark value. It will be naive to expect the time of cooling to be exactly 1 h 26 
min, but, using our engineering judgment, it is realistic to expect the time of 
cooling to be somewhere between 1 and 2 h. 








19-5 = GENERAL CONSIDERATIONS FOR PIPE FLOW 


Liquid or gas flow through pipes or ducts is commonly used in practice in 
heating and cooling applications. The fluid in such applications is forced to 
flow by a fan or pump through a conduit that is sufficiently long to accom- 
plish the desired heat transfer. 

The general aspects of flow in pipes were considered in Chap. 14. The 
Reynolds number for flow through a pipe of inside diameter D was defined as 


PVD V.D 
= аи 








Ке (19-31) 


where Vn is the mean velocity and v = w/p is the kinematic viscosity of the 
fluid. Under most conditions, the flow in a pipe is said to be laminar for 
Re < 2300, turbulent for Re > 4000, and transitional in between. 

When a fluid is heated or cooled as it flows through a tube, the temperature 
of the fluid at any cross section changes from T, at the surface of the wall to 
some maximum (or minimum in the case of heating) at the tube center. In 
fluid flow itis convenient to work with an average or mean temperature T n 
that remains uniform at a cross section. U nlike the mean velocity, the mean 
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(a) Actual 





(b) Idealized 

FIGURE 19-19 

A ctual and idealized temperature 
profiles for flow in a tube (the rate at 
which energy is transported with the 
fluid is the same for both cases). 


FIGURE 19-20 

The development of the 

thermal boundary layer in a tube. 

(The fluid in the tube is being cooled.) 
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temperature T, will change in the flow direction whenever the fluid is heated 
or cooled. 

The value of the mean temperature T,, is determined from the requirement 
that the conservation of energy principle be satisfied. That is, the energy trans- 
ported by the fluid through a cross section in actual flow must be equal to the 
energy that would be transported through the same cross section if the fluid 
were at a constant temperature T,,. This can be expressed mathematically as 
(Fig. 19-19) 


E quia = MC pT m = | CT ôm =| pC pl YdA, (19-32) 


where C, is the specific heat of the fluid. N ote that the product mC „T m at any 
cross section along the tube represents the energy flow with the fluid at that 
cross section. Then the mean temperature of a fluid with constant density and 
specific heat flowing in a circular pipe of radius R can be expressed as 


R 
| С,Т8т | C,T(pY2r dr) 
m 0 


T = = 22 
Ч mC, pV »(7R)C, WR? 





R 
| T(r, x) V(r, x) r dr (19-33) 
0 


Note that the mean temperature T» of a fluid changes during heating or cool- 
ing. Also, the fluid properties in internal flow are usually evaluated at the bulk 
mean fluid temperature, which is the arithmetic average of the mean temper- 
atures at the inlet and the exit. That is, Ty = (Tm + Tm,e)/2. 


Thermal Entrance Region 

The development of the velocity boundary layer was discussed in Chap. 14. 
Now consider a fluid at a uniform temperature entering a circular tube whose 
surface is maintained at a different temperature. This time, the fluid particles 
in the layer in contact with the surface of the tube will assume the surface 
temperature. This will initiate convection heat transfer in the tube and the 
development of a thermal boundary layer along the tube. The thickness of 
this boundary layer also increases in the flow direction until the boundary 
layer reaches the tube center and thus fills the entire tube, as shown in 
Fig. 19-20. 

The region of flow over which the thermal boundary layer develops and 
reaches the tube center is called the thermal entrance region, and the length 
of this region is called the thermal entry length L,. Flow in the thermal en- 
trance region is called thermally developing flow since this is the region where 


Thermal 
boundary layer 


Temperature profile 

















X 
2 Thermal ———————— — ——**— — — — Thermally 


entrance region fully developed region 
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the temperature profile develops. The region beyond the thermal entrance re- 
gion in which the dimensionless temperature profile expressed as (T, — T)/ 
(T, — T4) remains unchanged is called the thermally fully developed region. 
The region in which the flow is both hydrodynamically and thermally devel- 
oped and thus both the velocity and dimensionless temperature profiles re- 
main unchanged is called fully developed flow. That is, 


oY(r, x) 
Ox 
ә [таю -Ti, 3]. 
9Х| ТХ)-1,() |. 





Hydrodynamically fully developed: =0 — W-Wr) (19-34) 


Thermally fully developed: (19-35) 


The friction factor is related to the shear stress at the surface, which is re- 
lated to the slope of the velocity profile at the surface. N oting that the veloc- 
ity profile remains unchanged in the hydrodynamically fully developed 
region, the friction factor also remains constant in that region. A similar argu- 
ment can be given for the heat transfer coefficient in the thermally fully de- 
veloped region. 

In a thermally fully developed region, the derivative of (T; — T)/(T; — Tm) 
with respect to x is zero by definition, and thus (T, — T)/(T, — Tm) is indepen- 
dent of x. Then the derivative of (T; — T)/(T; — T4) with respect r must also 
be independent of x. T hat is, 














ага! -(4Т/0г)|,. 
2(r гт ) x ниК Ын анд (19-36) 
5 m/ Ir-R 5 т 
Surface heat flux can be expressed as 
aT Ши 
q; — (Т, Ta) — k or E > hx Ts Tm (19-37) 


which, from Eq. 19-36, is independent of x. Thus we conclude that in the 
thermally fully developed region of a tube, the local convection coefficient is 
constant (does not vary with x). Therefore, both the friction and convection 
coefficients remain constant in the fully developed region of a tube. 

Note that the temperature profile in the thermally fully developed region 
may vary with x in the flow direction. That is, unlike the velocity profile, the 
temperature profile can be different at different cross sections of the tube in 
the developed region, and it usually is. However, the dimensionless tempera- 
ture profile already defined remains unchanged in the thermally developed re- 
gion when the temperature or heat flux at the tube surface remains constant. 

During laminar flow in a tube, the magnitude of the dimensionless Prandtl 
number Pr is a measure of the relative growth of the velocity and thermal 
boundary layers. For fluids with Pr ~ 1, such as gases, the two boundary lay- 
ers essentially coincide with each other. For fluids with Pr > 1, such as oils, 
the velocity boundary layer outgrows the thermal boundary layer. As a result, 
the hydrodynamic entry length is smaller than the thermal entry length. The 
opposite is true for fluids with Pr < 1 such as liquid metals. 

Consider a fluid that is being heated (or cooled) in a tube as it flows 
through it. The friction factor and the heat transfer coefficient are highest at 
the tube inlet where the thickness of the boundary layers is zero, and decrease 
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Thermal boundary layer 
Velocity boundary layer 
FIGURE 19-21 
Variation of the friction 
factor and the convection 
heat transfer coefficient in the flow 
direction for flow in atube (Pr > 1). 


FIGURE 19-22 

Variation of local Nusselt number 
along a tube in turbulent flow for both 
uniform surface temperature and 
uniform surface heat flux 

[Deissler (1953)]. 


Page 872 


—— 


gradually to the fully developed values, as shown in Fig. 19-21. Therefore, 
the pressure drop and heat flux are higher in the entrance regions of a tube, 
and the effect of the entrance region is always to enhance the average friction 
and heat transfer coefficients for the entire tube. T his enhancement can be sig- 
nificant for short tubes but negligible for long ones. 

In laminar flow, the hydrodynamic and thermal entry lengths are given 
approximately as [see K ays and Crawford (1993) and Shah and B hatti (1987)]. 


Lh, laminar ~ 0.05 ReD 
Li, laminar ~ 0.05 Re Pr D = Pr Ln, laminar 


(19-38) 
(19-39) 


The hydrodynamic entry length is much shorter in turbulent flow, as ex- 
pected, and its dependence on the R eynolds number is weaker. It is 11D at Re 
= 10,000, and increases to 43D at Re = 10°. In practice, itis generally agreed 
that the entrance effects are confined within a tube length of 10 diameters, and 
the hydrodynamic and thermal entry lengths are approximately taken to be 


Ln, turbulent FS Lr turbulent ^* 10D (19-40) 
The variation of local Nusselt number along a tube in turbulent flow for 
both uniform surface temperature and uniform surface heat flux is given in 
Fig. 19- 22 for the range of Reynolds numbers encountered in heat transfer 
equipment. We make these important observations from this figure: 


* TheNusselt numbers and thus the convection heat transfer coefficients 
are much higher in the entrance region. 


* TheNusselt number reaches a constant value at a distance of less than 
10 diameters, and thus the flow can be assumed to be fully developed for 
х > 100. 


e The Nusselt numbers for the uniform surface temperature and uniform 
surface heat flux conditions are identical in the fully developed regions, 
and nearly identical in the entrance regions. Therefore, N usselt number 
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is insensitive to the type of thermal boundary condition, and the turbulent 
flow correlations can be used for either type of boundary condition. 


Precise correlations for the friction and heat transfer coefficients for the en- 
trance regions are available in the literature. However, the tubes used in prac- 
tice in forced convection are usually several times the length of either entrance 
region, and thus the flow through the tubes is often assumed to be fully devel- 
oped for the entire length of the tube. This simplistic approach gives reason- 
able results for long tubes and conservative results for short ones. 


19-6 = GENERAL THERMAL ANALYSIS 


You will recall that in the absence of any work interactions (such as electric 
resistance heating), the conservation of energy equation for the steady flow of 
afluid in a tube can be expressed as (Fig. 19-23) 


Q-mcyT.-T) М) (19-41) алин. 


where T; and T, are the mean fluid temperatures at the inlet and exit of the "C,T; => e mp m C,T, 
tube, respectively, and Q is the rate of heat transfer to or from the fluid. N ote 
that the temperature of a fluid flowing in a tube remains constant in the ab- 














sence of any energy interactions through the wall of the tube. Fneroy balance: 

The thermal conditions at the surface can usually be approximated with Q =MC Te- T) 
reasonable accuracy to be constant surface temperature (T, = constant) or FIGURE 19-23 
constant surface heat flux (d, — constant). For example, the constant surface ^ The heat transfer to a fluid flowing in 
temperature condition is realized when a phase change process such as boil- atube is equal to the increase in 
ing or condensation occurs at the outer surface of a tube. T he constant surface the energy of the fluid. 


heat flux condition is realized when the tube is subjected to radiation or elec- 
tric resistance heating uniformly from all directions. 
Surface heat flux is expressed as 


da= hT Tg) (W/m?) (19-42) 


where h, is the local heat transfer coefficient and T, and T „ are the surface and 
the mean fluid temperatures at that location. N ote that the mean fluid temper- 
ature Tn of a fluid flowing in a tube must change during heating or cooling. 
Therefore, when h, = h = constant, the surface temperature T, must change 
when d, — constant, and the surface heat flux d, must change when T, — con- 
stant. Thus we may have either T, — constant or d, — constant at the surface 
of a tube, but not both. Next we consider convection heat transfer for these 
two common cases. 


Constant Surface Heat Flux (g, — constant) 
Іп the case of q, — constant, the rate of heat transfer can also be expressed as 


Q — dA, 7 mC,(T, — Tj) (W) (19-43) 
Then the mean fluid temperature at the tube exit becomes 
dj. A; 


Т,-1,-- (19-44) 
mC, 





Note that the mean fluid temperature increases linearly in the flow direction in 
the case of constant surface heat flux, since the surface area increases linearly 
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4, = constant L 








pt 51 ! 
FIGURE 19-24 
Variation of the tube surface 
and the mean fluid temperatures 
along the tube for the case of 
constant surface heat flux. 


8Q -h(T,- T4) dA 
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FIGURE 19-25 
Energy interactions for a differential 
control volume in a tube. 





FIGURE 19-26 

The shape of the temperature 

profile remains unchanged in the 

fully developed region of a tube 
subjected to constant surface heat flux. 
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in the flow direction (A, is equal to the perimeter, which is constant, times the 
tube length). 

The surface temperature in the case of constant surface heat flux d, can be 
determined from 


Qd -h(T,-T, — TL-2T4.-*- (19-45) 


In the fully developed region, the surface temperature T, will also increase lin- 
early in the flow direction since h is constant and thus T, — T,, = constant 
(Fig. 19-24). Of course this is true when the fluid properties remain constant 
during flow. 

The slope of the mean fluid temperature T,, on a T-x diagram can be deter- 
mined by applying the steady-flow energy balance to a tube slice of thickness 
dx shown in Fig. 19-25. It gives 


| m dT, фр 
mC, dT, = q.(pdx) — dx TAC, 





= constant (19-46) 


where p is the peri meter of the tube. 
Noting that both q, and h are constants, the differentiation of Eq. 19-45 with 
respect to x gives 
dT, dT, 
dx ^ dx (19-47) 
Also, the requirement that the dimensionless temperature profile remains 
unchanged in the fully developed region gives 


а Тет Е 1 9T, ӘТ aT. dT, 
aE) di rli Т) о — р TER 








since T, — T, = constant. Combining Eqs. 19-46, 19-47, and 19-48 gives 


9Т dT; dim dp = 
oR ae nc, = constant (19-49) 





Then we conclude that in fully developed flow in a tube subjected to constant 
surface heat flux, the temperature gradient is independent of x and thus the 
shape of the temperature profile does not change along the tube (Fig. 19-26). 

For a circular tube, p = 27R and m = p¥,,A, = pVm(aR2), and Eq. 19-49 
becomes 


aT dT. dl, 20, 
ax dx dx — pY,C,R 





Circular tube: — constant (19-50) 


where Y^, is the mean velocity of the fluid. 


Constant Surface Temperature (7, = constant) 
From Newton’s law of cooling, the rate of heat transfer to or from a fluid 
flowing in a tube can be expressed as 


Q= hA SAT we = ЛАТ, = To (w) (19-51) 
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where h is the average convection heat transfer coefficient, A, is the heat trans- 
fer surface area (it is equal to z DL for a circular pipe of length L), and AT ave 
is some appropriate average temperature difference between the fluid and the 
surface. Below we discuss two suitable ways of expressing AT. 

In the constant surface temperature (T, = constant) case, AT ve can be 
expressed approximately by the arithmetic mean temperature difference 





AT am aS 
АТ АТ, (1,-1)401,-1 T;*T 
АТ, АТ, = Э e_ {Ts m Jor, 19 e 
= Ts zd T, (19-52) 


where T, — (T; + T,)/2 is the bulk mean fluid temperature, which is the arith- 
metic average of the mean fluid temperatures at the inlet and the exit of 
the tube. 

Note that the arithmetic mean temperature difference AT am is simply the av- 
erage of the temperature differences between the surface and the fluid at the 
inlet and the exit of the tube. Inherent in this definition is the assumption that 
the mean fluid temperature varies linearly along the tube, which is hardly ever 
the case when T, = constant. This simple approximation often gives accept- 
able results, but not always. Therefore, we need a better way to evaluate AT ave. 

Consider the heating of a fluid in a tube of constant cross section whose 
inner surface is maintained at a constant temperature of T.. We know that the 
mean temperature of the fluid Tm will increase in the flow direction as a result 
of heat transfer. The energy balance on a differential control volume shown in 
Fig. 19-25 gives 


mC, dT, — Т, — Tm) dA; (19-53) 


That is, the increase in the energy of the fluid (represented by an increase in 
its mean temperature by dT m) is equal to the heat transferred to the fluid from 
the tube surface by convection. Noting that the differential surface area is 
dA, — pdx, where p is the perimeter of the tube, and that dT,, = —d(T; — Tm), 
since T, is constant, the last relation can be rearranged as 


d(T; — Tm) hp 


Tm. - ас, dx (19-54) 
Integrating from x = 0 (tube inlet where T,, = T;) to x = L (tube exit where 
Tm = Te) gives 
| Т; ш Т, = hA; 
=т= С, (19-55) 


where A, = pL is the surface area of the tube and h is the constant average 
convection heat transfer coefficient. Taking the exponential of both sides and 
solving for T, gives the following relation which is very useful for the deter- 
mination of the mean fluid temperature at the tube exit: 


l= hs (T, [s T) exp(—hA,/mC Ч! (19-56) 
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TA 
T, = constant l 
Т, DAT, 
l 
| 
Ї 
l 
Ї 
l 
Ti | 
l 
(Tm approaches T, asymptotically) | 
Ї 
0 гі Х 


Шог: 


N T, 7 constant 


FIGURE 19-27 

The variation of the mean fluid 
temperature along the tube for the 
case of constant temperature. 


T, =100°C 





Ah 
NTU 2hA,/mC, Te °C 
0.01 20.8 
0.05 23.9 
0.10 276 
0.50 515 
1.00 70.6 
5.00 99.5 
10.00 100.0 
FIGURE 19-28 


AnNTU greater than 5 indicates that 
the fluid flowing in a tube will reach 
the surface temperature at the exit 
regardless of the inlet temperature. 


Page 876 


—— 


This relation can also be used to determine the mean fluid temperature T(x) 
at any x by replacing A, = pL by px. 

N ote that the temperature difference between the fluid and the surface de- 
cays exponentially in the flow direction, and the rate of decay depends on the 
magnitude of the exponent hA,/mC,, as shown in Fig. 19-27. This di- 
mensionless parameter is called the number of transfer units, denoted by 
NTU, and is a measure of the effectiveness of the heat transfer systems. F or 
NTU > 5, the exit temperature of the fluid becomes almost equal to the sur- 
face temperature, T, ~ T, (Fig. 19-28). Noting that the fluid temperature can 
approach the surface temperature but cannot cross it, an NTU of about 5 indi- 
cates that the limit is reached for heat transfer, and the heat transfer will notin- 
crease no matter how much we extend the length of the tube. A small value of 
NTU, on the other hand, indicates more opportunities for heat transfer, and the 
heat transfer will continue increasing as the tube length is increased. A large 
NTU and thus a large heat transfer surface area (which means a large tube) 
may be desirable from a heat transfer point of view, but it may be unaccept- 
able from an economic point of view. The selection of heat transfer equipment 
usually reflects a compromise between heat transfer performance and cost. 

Solving Eq. 19-55 for mC, gives 


2 hA, 
Mee = арт, ТАТ, Т) е 
Substituting this into Eq. 19-41, we obtain 
Q =hA,AT i, (19-58) 
where 
Т,-Т, АТ,-АТ, 
са (19-59) 





In(T; — TJ/(T; — T)] — In(AT,/AT;) 


is the logarithmic mean temperature difference. N ote that AT; — T, — T; 
and AT, — T, — T, are the temperature differences between the surface and 
the fluid at the inlet and the exit of the tube, respectively. This AT, relation 
appears to be prone to misuse, but it is practically fail-safe, since using T; in 
place of T, and vice versa in the numerator and/or the denominator will, at 
most, affect the sign, not the magnitude. A Iso, it can be used for both heating 
(T, >T; and T.) and cooling (T; < T; and T.) of a fluid in a tube. 

The logarithmic mean temperature difference AT,, is obtained by tracing the 
actual temperature profile of the fluid along the tube, and is an exact repre- 
sentation of the average temperature difference between the fluid and the sur- 
face. It truly reflects the exponential decay of the local temperature difference. 
When AT, differs from AT; by no more than 40 percent, the error in using the 
arithmetic mean temperature difference is less than 1 percent. B ut the error in- 
creases to undesirable levels when AT, differs from AT; by greater amounts. 
Therefore, we should always use the logarithmic mean temperature difference 
when determining the convection heat transfer in a tube whose surface is 
maintained at a constant temperature T.. 
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EXAMPLE 19-6 Heating of Water in a Tube by Steam 


Water enters a 2.5-cm-internal-diameter thin copper tube of a heat exchanger 
at 15°C at a rate of 0.3 kg/s, and is heated by steam condensing outside at 
120°C. If the average heat transfer coefficient is 800 W/m? - C, determine the 
length of the tube required in order to heat the water to 115°C (Fig. 19-29). Steam 


ГА: = 120°C 





SOLUTION Water is heated by steam in a circular tube. The tube length 115°C 
Я 2 : : W ater 

required to heat the water to a specified temperature is to be determined. 15°C 

Assumptions 1 Steady operating conditions exist. 2 Fluid properties are con- 0.3 kg/s 

stant. 3 The convection heat transfer coefficient is constant. 4 The conduction 

resistance of copper tube is negligible so that the inner surface temperature of FIGURE 19-29 

the tube is equal to the condensation temperature of steam. Schematic for Example 19-6. 


Properties The specific heat of water at the bulk mean temperature of 
(15 + 115)/2 = 65°C is 4187 J/kg - °C. The heat of condensation of steam at 
120°C is 2203 kJ/kg (Table A-15). 


Analysis Knowing the inlet and exit temperatures of water, the rate of heat 
transfer is determined to be 


Q = mC,(T, — T)) = (0.3 kg/s)(4.187 kJ/kg - °C)(115°C — 15°C) = 125.6 kW 


The logarithmic mean temperature difference is 


AT. = T, — T, = 120°C - 115°C = 5°C 
AT; = T, — T; = 120°C — 15°C = 105°C 
AT.— AT;  5— 105 


ПАТ ГАТА) = 10057205) = 228° С 


АТ, = 


The heat transfer surface area is 


3 NO 125.6 kW 
Q =hA,AT,, > A, hAT, (0.8 kW/m? - °C)(32.85°C) 





= 4.78 т> 


Then the required length of tube becomes 


А; 4.78 т2 


А; = прі —> L— xD ^ (0.025 mj pj 9m 


Discussion The bulk mean temperature of water during this heating process 
іѕ 65°С, апа thus the arithmetic mean temperature difference is AT; 
= 120 — 65 = 55°C. Using A7,,, instead of A7,, would give L = 36 m, which 
is grossly in error. This shows the importance of using the logarithmic mean 
temperature in calculations. 








19-7 = LAMINAR FLOW IN TUBES 


Reconsider steady laminar flow of a fluid in a circular tube of radius R. The 
fluid properties p, k, and C, are constant, and the work done by viscous 
stresses is negligible. The fluid flows along the x-axis with velocity V. The 


--Ө3--- 
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FIGURE 19-30 

The differential volume element 
used in the derivation of 

energy balance relation. 
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flow is fully developed so that Vis independent of x and thus V = (r). N ot- 
ing that energy is transferred by mass in the x-direction, and by conduction in 
the r-direction (heat conduction in the x-direction is assumed to be negligible), 
the steady-flow energy balance for a cylindrical shell element of thickness dr 
and length dx can be expressed as (Fig. 19-30) 


ПСТ, = СТ, 0,7 0,, 4.0 (19-60) 


where m = pYA, — pY(2«r dr). Substituting and dividing by 2zr dr dx gives, 
after rearranging, 





Бол JN 
рс; хо d = dee 0, (19-61) 
or 
oT 1 a 
Vax "2 2pCyar dx дг (19-62) 
where we used the definition of derivative. But 
90 ә тү. af aT 
Эрээ 3(-ют ах z) = —27k dx 2(r z) (19-63) 
Substituting and using a = k/pC, gives 
T aðf oT 
To —T dr ( 3 (19-64) 


which states that the rate of net energy transfer to the control volume by mass 
flow is equal to the net rate of heat conduction in the radial direction. 


Constant Surface Heat Flux 
For fully developed flow in a circular pipe subjected to constant surface heat 
flux, we have, from Eq. 19-50, 

дт dT; 2 dT in = 24, 


ax dx dx — pW,C,R 





= constant (19-65) 


If heat conduction in the x-direction were considered in the derivation of 
Eq. 19-64, it would give an additional term ao?T/ax?, which would be equal 
to zero since dT /ax = constant and thus T = T(r). Therefore, the assumption 
that there is no axial heat conduction is satisfied exactly in this case. 
Substituting Eq. 19-65 and the relation for velocity profile (Chap. 14) into 


Eq. 19-64 gives 
44, [? ld dT 
«o Е 5) Hi т. (18-88) 


which is a second-order ordinary differential equation. Its general solution is 
obtained by separating the variables and integrating twice to be 


r2 S( o tl crac 
=R apes 1 + 2 (19-67) 
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The desired solution to the problem is obtained by applying the boundary 
conditions dT/ax = 0 atr = 0 (because of symmetry) and T = T, atr = R. 
We get 


Ten- EGR- Ge) (19-68) 


The bulk mean temperature T,, is determined by substituting the velocity and 
temperature profile relations into Eq. 19- 33 and performing the integration. It 
gives 

11 4А 


Tis = T = 24 ЮМ (19-69) 


Combining this relation with g, = h(T, — T,) gives 


48 k 


24k _ 48k _ jack 
h= 181107 4.36 D (19-70) 
or 
Circular tube, laminar (g, = constant): Nu = = 4.36 (19-71) 


Therefore, for fully developed laminar flow in a circular tube subjected to 
constant surface heat flux, the Nusselt number is a constant. There is no de- 
pendence on the Reynolds or the Prandtl numbers. 


Constant Surface Temperature 

A similar analysis can be performed for fully developed laminar flow in a cir- 
cular tube for the case of constant surface temperature T.. The solution proce- 
dure in this case is more complex as it requires iterations, but the Nusselt 


number relation obtained is equally simple (Fig. 19-31): T, = constant 
Circular tube, laminar (T, = constant): Nu = "D — 3.66 (19-72) 








The thermal conductivity k for use in the Nu relations above should be evalu- 
ated at the bulk mean fluid temperature, which is the arithmetic average of the 
mean fluid temperatures at the inlet and the exit of the tube. For laminar flow, 
the effect of surface roughness on the friction factor and the heat transfer co- 
efficient is negligible. 


Fully developed 
laminar flow 


FIGURE 19-31 
In laminar flow in a tube with 
constant surface temperature, both 


: : : the friction factor and the heat 
Laminar Flow in Noncircular Tubes transfer coefficient remain constant 


The Nusselt number relations are given in Table 19-3 for fully developed lam- in the fully developed region. 
inar flow in tubes of various cross sections. The Reynolds and Nusselt num- 

bers for flow in these tubes are based on the hydraulic diameter D, — 44A. /p, 

where A, is the cross-sectional area of the tube and p is its perimeter. Once the 

Nusselt number is available, the convection heat transfer coefficient is deter- 

mined from h = kN u/D,. 
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TABLE 19-3 


Nusselt number for fully developed laminar flow in tubes of 
various cross sections (D, = 4A,/p, Re = V,,D,/v, and 

























Nu = AD,/k) 
alb Nusselt Number 
Tube Geometry or 6° T, = Const. | g, = Const. 
Circle = 3.66 4.36 
alb 
1 2.98 3.61 
2 3.39 4.12 
3 3.96 4.79 
4 4.44 5.33 
6 5.14 6.05 
pac 8 5.60 6.49 
со 7.54 8.24 
Ellipse alb 
1 3.66 4.36 
2 3:74 4.56 
4 3.79 4.88 
8 3.72 5.09 
16 3.65 5.18 
Triangle 0 
10° 1.61 2.45 
30° 2.26 2.91 
60° 2.47 3.11 
90? 2.34 2.98 
120? 2.00 2.68 











Developing Laminar Flow in the Entrance Region 

For a circular tube of length L subjected to constant surface temperature, the 
average Nusselt number for the thermal entrance region can be determined 
from (Edwards et al., 1979) 


| 0.065 (D/L) RePr 
Nu — 3/56 4 zo TIL Rer] 





Entry region, laminar: (19-73) 


Note that the average Nusselt number is larger at the entrance region, as ex- 
pected, and it approaches asymptotically to the fully developed value of 3.66 
as L — o. This relation assumes that the flow is hydrodynamically developed 
when the fluid enters the heating section, but it can also be used approxi- 
mately for flow developing hydrodynamically. 

W hen the difference between the surface and the fluid temperatures is large, 
it may be necessary to account for the variation of viscosity with temperature. 


--Ө3--- 
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The average N usselt number for developing laminar flow in a circular tube in 
that case can be determined from [Sieder and Tate (1936)] 


RePrD V8 /u, 24 
Nu = 1.86 ( : ) (19-74) 





AIl properties are evaluated at the bulk mean fluid temperature, except for ps, 
which is evaluated at the surface temperature. 

The average Nusselt number for the thermal entrance region of flow 
between isothermal parallel plates of length L is expressed as (Edwards 
et al., 1979) 


5 0.03 (0/0) КеРг 
Entry region, laminar: Nu = 7.54+ 1: 0.018 (D ,/L) RePrj?? (19-75) 





where D, is the hydraulic diameter, which is twice the spacing of the plates. 
This relation can be used for Re = 2800. 





EXAMPLE 19-7 Flow of Oil in a Pipeline through a Lake 


Consider the flow of oil at 20°C in a 30-cm-diameter pipeline at an average 
velocity of 2 m/s (Fig. 19-32). A 200-m-long section of the pipeline passes 
through icy waters of a lake at O°C. Measurements indicate that the surface 
temperature of the pipe is very nearly O?C. Disregarding the thermal resistance 
of the pipe material, determine (a) the temperature of the oil when the pipe 
leaves the lake, (b) the rate of heat transfer from the oil, and (c) the pumping 
power required to overcome the pressure losses and to maintain the flow of the 
oil in the pipe. 






= Бин шил. 


оу lake, eee 


SOLUTION Oil flows in a pipeline that passes through icy waters of a lake at FIGURE 19-32 
O°C. The exit temperature of the oil, the rate of heat loss, and the pumping 
power needed to overcome pressure losses are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The surface temperature of 
the pipe is very nearly O°C. 3 The thermal resistance of the pipe is negligible. 
4 The inner surfaces of the pipeline are smooth. 5 The flow is hydrodynamically 
developed when the pipeline reaches the lake. 

Properties We do not know the exit temperature of the oil, and thus we cannot 
determine the bulk mean temperature, which is the temperature at which the 
properties of oil are to be evaluated. The mean temperature of the oil at the 
inlet is 20°C, and we expect this temperature to drop somewhat as a result 
of heat loss to the icy waters of the lake. We evaluate the properties of the oil 
at the inlet temperature, but we will repeat the calculations, if necessary, 
using properties at the evaluated bulk mean temperature. At 20°C we read 


Schematic for Example 19-7. 


(Table A-19) 
p = 888 kg/m? v = 901 x 10-5 m?/s 
k = 0.145 W/m - °C C, = 1880 J/kg - °C 
Pr = 10,400 


Analysis (а) Тһе Reynolds number is 


Rec VD. — (2 m/S(0.3 m)... 6 
D 901 x 10-6 m?/s 
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which is less than the critical Reynolds number of 2300. Therefore, the flow is 
laminar, and the thermal entry length in this case is roughly 


L= 0.05 Re Pr D = 0.05 х 666 х 10,400 х (0.3 т) = 104,000 т 


which is much greater than the total length of the pipe. This is typical of fluids 
with high Prandtl numbers. Therefore, we assume thermally developing flow 
and determine the Nusselt number from 


717 0.065 (D/L) Re Pr 
k - 396 * r1 504 [(D/L) RePr]?? 
3g... 0.065(0.3/200) x 666 х 10,400 

= 350 * 1 0.04[(0.3/200) х 666 х 10,400 98 

2313 


Ми 








Note that this Nusselt number is considerably higher than the fully developed 
value of 3.66. Then, 


ky 045 W/m 
h-pNu- 703m 





(37.3) = 18.0 W/m? - °C 


Also, 


А, = рі = трі = z(0.3 m(200 m) = 188.5 m2 
m = pA Vn = (888 kg/m?)[17(0.3 m)?](2 m/s) — 125.5 kg/s 


Next we determine the exit temperature of oil from 


T, 7 T, - (T, - Ti) exp (-hA,/mC;) 
— до S (18.0 W/m? - *C)(188.5 m?) 
Бол. гс 101 Gh 


= 19.71°C 


Thus, the mean temperature of oil drops by a mere 0.29°C as it crosses the 
lake. This makes the bulk mean oil temperature 19.86°C, which is practically 
identical to the inlet temperature of 20°C. Therefore, we do not need to re- 
evaluate the properties. 


(b) The logarithmic mean temperature difference and the rate of heat loss from 
the oil are 


иг 20-19.71 
Ї:1: 70210717 
lea 0 — 20 
Q =hA,AT,, = (18.0 W/m? - °C)(188.5 m2)(—19.85°C) = —6.74 x 104 


АТ, - 19581 





In 


Therefore, the oil will lose heat at a rate of 67.4 kW as it flows through the pipe 
in the icy waters of the lake. Note that AT is identical to the arithmetic mean 
temperature in this case, since AT; ~ ATe. 


—— 





cen54261 chl9.qxd 1/27/04 7:10 AM Page 883 F 


(c) The laminar flow of oil is hydrodynamically developed. Therefore, the friction 
factor can be determined from 


шог a Cee 
ео 


Then the pressure drop in the pipe and the required pumping power become 








Vi 888 kg/m?)(2 m/s)? 
AP = 15.25" = 0.0961 а иш = 1.14 x 105 N/m? 
ap (125.5 kgls) (1.14 x 105 N/m?) 
W pump a р Ын 888 kg/m3 25 16.1 kW 


Discussion We will need a 16.1-kW pump just to overcome the friction in the 
pipe as the oil flows in the 200-m-long pipe through the lake. 








19-8 = TURBULENT FLOW IN TUBES 


We mentioned in Chap. 14 that flow in smooth tubes is fully turbulent for 
Re > 4000. Turbulent flow is commonly utilized in practice because of 
the higher heat transfer coefficients associated with it. M ost correlations for 
the friction and heat transfer coefficients in turbulent flow are based on ex- 
perimental studies because of the difficulty in dealing with turbulent flow 
theoretically. 

For smooth tubes, the friction factor in turbulent flow can be determined 
from the explicit first P etukhov equation [Petukhov (1970)] given as 


Smooth tubes: f = (0.790 In Re — 1.64)-2 10* < Ве < 106 (19-76) 


The Nusselt number in turbulent flow is related to the friction factor through 
the Chilton- Colburn analogy expressed as 


Nu — 0.125 f RePri? (19-77) 


Once the friction factor is available, this equation can be used conveniently to 
evaluate the Nusselt number for both smooth and rough tubes. 

For fully developed turbulent flow in smooth tubes, a simple relation for the 
Nusselt number can be obtained by substituting the simple power law relation 
f = 0.184 Re? for the friction factor into Eq. 19-77. It gives 


0.7<Pr< n 


Re > 4000 (18-78) 


Nu = 0.023 Re®8 Pris ( 


which is Known as the Colburn equation. The accuracy of this equation can be 
improved by modifying it as 


Nu — 0.023 Re?? pr^ (19-79) 


where n — 0.4 for heating and 0.3 for cooling of the fluid flowing through 
the tube. This equation is known as the Dittus- Boelter equation [Dittus and 
Boelter (1930)] and itis preferred to the Colburn equation. 


-6- 


883 
CHAPTER 19 








884 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


cen54261 chl9.qxd 1/27/04 7:10 AM Page 884 F 


The fluid properties are evaluated at the bulk mean fluid temperature 
T, = (T; - Tg/2. When the temperature difference between the fluid and the 
wall is very large, it may be necessary to use a correction factor to account for 
the different viscosities near the wall and at the tube center. 

The Nusselt number relations above are fairly simple, but they may give 
errors as large as 25 percent. This error can be reduced considerably to less 
than 10 percent by using more complex but accurate relations such as the sec- 
ond Petukhov equation expressed as 


Nu 





= (1/8) Re Pr 0.5 = Рг = 2000 РЕ 
1.07 + 12.7( #/8)°5 (Pr23 — 1) 10¢<Re<5x108 (18 


The accuracy of this relation at lower Reynolds numbers is improved by mod- 
ifying it as [Gnielinski (1976)] 


EMIL o LN 0.5 = Рг = 2000 "- 
n LEIAN TE (Pr~ =T) 3x 10?<Re<5 x 108 2 


where the friction factor f can be determined from an appropriate relation such 
as the first Petukhov equation. Gnielinski’s equation should be preferred 
in calculations. A gain properties should be evaluated at the bulk mean fluid 
temperature. 

The relations above are not very sensitive to the thermal conditions at the 
tube surfaces and can be used for both T, — constant and d, — constant cases. 
Despite their simplicity, the correlations already presented give sufficiently 
accurate results for most engineering purposes. They can also be used to ob- 
tain rough estimates of the friction factor and the heat transfer coefficients in 
the transition region 2300 = Re = 4000, especially when the Reynolds num- 
ber is closer to 4000 than it is to 2300. 

The relations given so far do not apply to liquid metals because of their 
very low Prandtl numbers. For liquid metals (0.004 < Pr < 0.01), the fol- 
lowing relations are recommended by Sleicher and Rouse (1975) for 
10* < Re< 10°: 


Liquid metals, T, = constant: Nu = 4.8 + 0.0156 Re?85 pr093 (19-82) 
Liquid metals, ġ = constant: Nu = 6.3 + 0.0167 Re®®5 pr?33 (19-83) 


where the subscript s indicates that the Prandtl number is to be evaluated at 
the surface temperature. 

In turbulent flow, wall roughness increases the heat transfer coefficient h by 
a factor of 2 or more [Dipprey and Sabersky (1963)]. The convection heat 
transfer coefficient for rough tubes can be calculated approximately from the 
Nusselt number relations such as Eq. 19-81 by using the friction factor 
determined from the M oody chart or the Colebrook equation. However, this 
approach is not very accurate since there is no further increase in h with f for 
f > Afgmooth [Norris (1970)] and correlations developed specifically for rough 
tubes should be used when more accuracy is desired. 


Developing Turbulent Flow in the Entrance Region 
The entry lengths for turbulent flow are typically short, often just 10 tube 
diameters long, and thus the Nusselt number determined for fully developed 
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turbulent flow can be used approximately for the entire tube. This simple ap- 
proach gives reasonable results for pressure drop and heat transfer for long 
tubes and conservative results for short ones. Correlations for the friction and 
heat transfer coefficients for the entrance regions are available in the literature 
for better accuracy. 


Turbulent Flow in Noncircular Tubes 

The velocity and temperature profiles in turbulent flow are nearly straight 
lines in the core region, and any significant velocity and temperature gradients 
occur in the viscous sublayer (Fig. 19-33). Despite the small thickness of 
laminar sublayer (usually much less than 1 percent of the pipe diameter), the 
characteristics of the flow in this layer are very important since they set the 
stage for flow in the rest of the pipe. Therefore, pressure drop and heat trans- 








fer characteristics of turbulent flow in tubes are dominated by the very thin FIGURE 19-33 
viscous sublayer next to the wall surface, and the shape of the core region is -In turbulent flow, the velocity 
not of much significance. Consequently, the turbulent flow relations given Profile is nearly a straight line in the 
above for circular tubes can also be used for noncircular tubes with reasonable core region, and any significant 


velocity gradients occur in the 


accuracy by replacing the diameter D in the evaluation of the Reynolds num- СО Шаглаг ша 


ber by the hydraulic diameter D, — 4А, /р. 


Flow through Tube Annulus 
Some simple heat transfer equipments consist of two concentric tubes, and are 
properly called double-tube heat exchangers (Fig. 19-34). In such devices, 
one fluid flows through the tube while the other flows through the annular 
space. The governing differential equations for both flows are identical. 
Therefore, steady laminar flow through an annulus can be studied analytically 
by using suitable boundary conditions. 

Consider a concentric annulus of inner diameter D; and outer diameter D,. 
The hydraulic diameter of annulus is 





4А, 49(02-02)/4 
p | T (D, - Dj) 


FIGURE 19-34 





Dh ee ee ies A double-tube heat exchanger that 
consists of two concentric tubes. 

Annular flow is associated with two Nusselt numbers— Nu; on the inner 

tube surface and Nu, on the outer tube surface— since it may involve heat 

transfer on both surfaces. The Nusselt numbers for fully developed laminar 

flow with one surface isothermal and the other adiabatic are given in TABLE 19-4 

Table 19-4. W hen Nusselt numbers are known, the convection coefficients for = Nusselt number for fully developed 

the inner and the outer surfaces are determined from laminar flow in an annulus with 


one surface isothermal and the 








Nu, = ћ0һ апа Nu, = No Dh (19-85) other adiabatic (Kays and Perkins) 

I 0 ae, 
1 1 D,/D, Nu; Nu, 

For fully developed turbulent flow, the inner and outer convection coeffi- 0 = 3.66 


0.05 17.46 4.06 


cients are approximately equal to each other, and the tube annulus can be 910 358 АМ 


treated as a noncircular duct with a hydraulic diameter of D, — D, — Dj. The 


Lo : 0.25 737. 423 
Nusselt number in this case can be determined from a suitable turbulent flow 0.50 574 443 
relation such as the Gnielinski equation. To improve the accuracy of Nusselt 1.00 4.86 4.86 


numbers obtained from these relations for annular flow, Petukhov and Roizen 
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Roughness 


(b) Roughened surface 


FIGURE 19-35 

Tube surfaces are often roughened, 
corrugated, or finned in order to 
enhance convection heat transfer. 


Q, = constant 





HITITEITIJT 
— 5m — —— 

FIGURE 19-36 

Schematic for Example 19-8. 
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(1964) recommend multiplying them by the following correction factors when 
one of the tube walls is adiabatic and heat transfer is through the other wall: 


р, үг046 
Е; = 0.86 (5) (outer wall adiabatic) (19-86) 


р, ү-0л6 
F, = 0.86 @ (inner wall adiabatic) (19-87) 


Heat Transfer Enhancement 
Tubes with rough surfaces have much higher heat transfer coefficients than 
tubes with smooth surfaces. Therefore, tube surfaces are often intention- 
ally roughened, corrugated, or finned in order to enhance the convection 
heat transfer coefficient and thus the convection heat transfer rate (Fig. 
19-35). Heat transfer in turbulent flow in a tube has been increased by as 
much as 400 percent by roughening the surface. Roughening the surface, of 
course, also increases the friction factor and thus the power requirement for 
the pump or the fan. 

The convection heat transfer coefficient can also be increased by inducing 
pulsating flow by pulse generators, by inducing swirl by inserting a twisted 
tape into the tube, or by inducing secondary flows by coiling the tube. 





EXAMPLE 19-8 Heating of Water by Resistance Heaters in a Tube 


Water is to be heated from 15°C to 65°C as it flows through a 3-cm-internal- 
diameter 5-m-long tube (Fig. 19-36). The tube is equipped with an electric re- 
sistance heater that provides uniform heating throughout the surface of the 
tube. The outer surface of the heater is well insulated, so that in steady opera- 
tion all the heat generated in the heater is transferred to the water in the tube. 
If the system is to provide hot water at a rate of 10 L/min, determine the power 
rating of the resistance heater. Also, estimate the inner surface temperature of 
the pipe at the exit. 


SOLUTION Water is to be heated in a tube equipped with an electric resis- 
tance heater on its surface. The power rating of the heater and the inner surface 
temperature are to be determined. 
Assumptions 1 Steady flow conditions exist. 2 The surface heat flux is uniform. 
3 The inner surfaces of the tube are smooth. 
Properties The properties of water at the bulk mean temperature of 
Ty — (T; - TJ/2 — (15 + 65)/2 = 40°C are (Table A-15). 
p — 992.1 kg/m? Ср = 4179 J/kg - *C 
k = 0.631 W/m - °C Pr = 4.32 
v = p/p = 0.658 x 10-5 m?/s 
Analysis The cross-sectional and heat transfer surface areas are 
А. = 1тр? = 11(0.03 т)? = 7.069 х 10-* т> 
А, = рі = ярі = (0.03 т)(5 т) = 0.471 т> 
The volume flow rate of water is given as V= 10 L/min = 0.01 m3/min. Then 
the mass flow rate becomes 


m = pV = (992.1 kg/m3)(0.01 m3/min) — 9.921 kg/min = 0.1654 kg/s 
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To heat the water at this mass flow rate from 15°C to 65°C, heat must be sup- 
plied to the water at a rate of 


Q 2 mC,T, — Т) 
= (0.1654 kg/s)(4.179 kJ/kg - °C)(65 — 15)°C 
= 34.6 kJ/s — 34.6 kW 


All of this energy must come from the resistance heater. Therefore, the power 
rating of the heater must be 34.6 kW. 

The surface temperature 7, of the tube at any location can be determined 
from 
4, 


h 


where h is the heat transfer coefficient and T, is the mean temperature of the 
fluid at that location. The surface heat flux is constant in this case, and its 
value can be determined from 


ås =h(T -Th 2017-4175 


Q 346kW 
LL = 73.46 kW/m? 
a aaa M 
To determine the heat transfer coefficient, we first need to find the mean ve- 
locity of water and the Reynolds number: 





V | 0010 1тп _ мєс 
We оо оет 14.15 m/min = 0.236 m/s 
m (0.236 m/s)(0.03 m) _ 10,760 





0 0.658 х 10-6 т2/5 


which is greater than 4000. Therefore, the flow is turbulent and the entry 
length is roughly 


1. = 1, 100 = 10 х 0.03 = 0.3 т 


which is much shorter than the total length of the pipe. Therefore, we can as- 
sume fully developed turbulent flow in the entire pipe and determine the Nus- 
selt number from 


hD 





Nu= qm 0.023 Re?8 Pr?^ — 0.023(10,760)98 (4.34)0^ — 69.5 
Then, 
k 0.631 W/m - °C 2085 
j= D Nu= 0.03m (69.5) = 1462 W/m? - °C 


and the surface temperature of the pipe at the exit becomes 


or „ 73,460 W/m? à 
~ 88°C + F462 wim? «ec De 


q 
ЇЇ. h 
Discussion Note that the inner surface temperature of the pipe will be 50°C 
higher than the mean water temperature at the pipe exit. This temperature dif- 
ference of 50°C between the water and the surface will remain constant 
throughout the fully developed flow region. 
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Т, = 60°C 


Air 
1 atm 
80°C 





— —__. 
FIGURE 19-37 
Schematic for Example 19-9. 
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EXAMPLE 19-9 


Hot air at atmospheric pressure and 80°C enters an 19-m-long uninsulated 
square duct of cross section 0.2 m X 0.2 m that passes through the attic of a 
house at a rate of 0.15 m?/s (Fig. 19-37). The duct is observed to be nearly 
isothermal at 60?C. Determine the exit temperature of the air and the rate of 
heat loss from the duct to the attic space. 


Heat Loss from the Ducts of a Heating System 


SOLUTION Heat loss from uninsulated square ducts of a heating system in 
the attic is considered. The exit temperature and the rate of heat loss are to be 
determined. 

Assumptions 1 Steady operating conditions exist. 2 The inner surfaces of the 
duct are smooth. 3 Air is an ideal gas. 

Properties We do not know the exit temperature of the air in the duct, and thus 
we cannot determine the bulk mean temperature of air, which is the tempera- 
ture at which the properties are to be determined. The temperature of air at the 
inlet is 80?C and we expect this temperature to drop somewhat as a result of 
heat loss through the duct whose surface is at 60°C. At 80°C and 1 atm we read 
(Table A-22) 


р = 0.9994 kg/m? 
k = 0.02953 W/m - °C 
v = 2.097 х 105° т2/5 


C, — 1008 J/kg - *C 
Pr — 0.7154 


Analysis The characteristic length (which is the hydraulic diameter), the mean 
velocity, and the Reynolds number in this case are 


43, 2 
Dy = p= gy = a= 0.2m 
j 3 
Vy = Н - IE a = 3.75 mis 
fee Dee (3.75 m/s)(0.2 m) _ 35,765 








D 2.097 x 10-5 m?/s 


which is greater than 4000. Therefore, the flow is turbulent and the entry 
lengths in this case are roughly 


Lye LL 100 = 10 х02 т= 2 т 


which is much shorter than the total length of the duct. Therefore, we can 
assume fully developed turbulent flow in the entire duct and determine the 
Nusselt number from 





hD 
Nu= ЯС = 0.023 Re®® Pr®3 = 0.023(35,765)°8 (0.7154)°3 = 91.4 
Then, 
K: 0.02953 W/m - °C 2 
h= D Nu = 02m (91.4) = 13.5 W/m? - °C 


Ae= pl =4all = 4 >< (0:2m)(8im) = 6:4m- 
m = pV — (1.009 kg/m3)(0.15 m3/s) = 0.151 kg/s 


—— 
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Next, we determine the exit temperature of air from 
T. =T, — (T, - Ti) exp (ChA,/mC,) 


5 3 (13.5 W/m? - °C)(6.4 m2) 
= 60°C — [(60 — 80)°C] exp “SL 


= 71.3°С 


Then the logarithmic mean temperature difference and the rate of heat loss 
from the air become 





ООО ЕЕ. 
err 10 01 


Q — hA, AT,, — (13.5 W/m? - °C)(6.4 m2)(—15.2°C) = —1313 W 


Therefore, air will lose heat at a rate of 1313 W as it flows through the duct in 
the attic. 

Discussion The average fluid temperature is (80 + 71.3)/2 = 75.7°C, which 
is sufficiently close to 80°C at which we evaluated the properties of air. There- 
fore, it is not necessary to re-evaluate the properties at this temperature and to 
repeat the calculations. 








SUMMARY 


Convection is the mode of heat transfer that involves conduc- Combined: 
tion as well as bulk fluid motion. The rate of convection heat hL 0.6 = Pr = 60 
transfer in external flow is expressed by Newton's law of cool. Nu = Ẹ = (0.037 Ref? = 871) P8 у Re, < 107 


ing as 
О = АТ, – Т.) 

where T, is the surface temperature and T., is the free-stream 
temperature. The heat transfer coefficient h is usually ex- 
pressed in the dimensionless form as the Nusselt number as 
Nu = hL./k where L, is the characteristic length. The charac- 
teristic length for noncircular tubes is the hydraulic diameter 
D, defined as D, — 4A, /p where A, is the cross-sectional area 
of the tube and p is its perimeter. The value of the critical 
Reynolds number is about 5 X 10? for flow over a flat plate, 
2 X 10? for flow over cylinders and spheres, and 2300 for flow 
inside tubes. 

The average Nusselt number relations for flow over a flat 
plate are: 


hL 


Laminar: Nu = = 0.664 Re^ pr13 Re «5x105 
Turbulent: 
Е а 0.6 = Рг = 60 
Ми k 0.037 Rej? Pr 5x 105 «Re « 107 


For isothermal surfaces with an unheated starting section of 
length é, the local Nusselt number and the average convection 
coefficient relations are 








i : N NU, (tor £— 0) 0.332 Rees pri 
aminar: и, = [L- (&/х)2/4]173 n 1- (£[x)3/4]13 
mns d N Uy (for é=0) 0.0296 R e? Рг? 
urbutent Uy — 115 (£]x)9/10]1/9 = 1- (2/х)9710ү19 
M | 2 (Ex) 
Laminar: = г № 

7 511 = (&/х) 910 
Turbulent: h= -ü-2sD hi 


These relations are for the case of isothermal surfaces. W hen a 
flat plate is subjected to uniform heat flux, the local Nusselt 
number is given by 

Nu, = 0.453 Re05 p r1? 

Nu, = 0.0308 Re98 p r1? 


Laminar: 
Turbulent: 


—— 
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The average Nusselt numbers for cross-flow over a cylinder 
and sphere are 


hD 0.62 Re? pri Re 8195 
Nuy — = 03 + p OSEE ross |1 * (aeo) 


which is valid for Re Pr > 0.2, and 





1/4 
Nusp = "2 = 2+ 10.4 Rel? + 0.06 pevspprea( =) 


which is valid for 3.5 = Re S 80,000 and 0.7 = Рг = 380. 
The fluid properties are evaluated at the film temperature 
Т; = (T, 9 T4/2 in the case of a cylinder, and at the free- 
stream temperature T (except for x, which is evaluated at the 
surface temperature T.) in the case of a sphere. 

The Reynolds number for internal flow and the hydraulic di- 
ameter are defined as 


4A. 


WoD D 
z PPS Ш апа D= 


Re и 0 





The flow in a tube is laminar for Re < 2300, turbulent for 
Re > 4,000, and transitional in between. 

The length of the region from the tube inlet to the point at 
which the boundary layer merges at the centerline is the hydro- 
dynamic entry length L,. The region beyond the entrance 
region in which the velocity profileis fully developed is the hy- 
drodynamically fully developed region. The length of the re- 
gion of flow over which the thermal boundary layer develops 
and reaches the tube center is the thermal entry length L} The 
region in which the flow is both hydrodynamically and ther- 
mally developed is the fully developed flow region. The entry 
lengths are given by 


Lh, laminar 0.05 ReD 
Le laminar ~ 0.05 Re Pr D = Pr La, laminar 


Lh, turbulent d Lt turbulent = 10D 


For d, — constant, the rate of heat transfer is expressed as 


Q =4,A, = mC,(T, = Т) 


-Ф- 


For T, — constant, we have 


Q =hA, AT), 7 mC,(T, — Tj) 

T, — T, - (T, - T)exp( - h^,/mC ,) 
TT AT, — AT, 

= Тат, Т), — TJ] — in(AT,/AT) 





AT in 


For fully developed laminar flow in a circular pipe, we have: 
hD 


Circular tube, laminar (d, — constant: Nu = үрээ 4.36 
Circular tube, laminar (T, = constant): Nu = " = 3.66 


For developing laminar flow in the entrance region with con- 
stant surface temperature, we have 





0.065(D/L) Re Pr 
Nu = 3.66 + 7-9 oa((D/L) RePr= 


Re Pr D \!3 0.14 
Circular tube: Nu = 1.86( ) (28) 


Circular tube: 





L Ms 


2 0.03(D,/L) RePr 
Nu — 75450016, 1) КеРгрд 





Parallel plates: 


For fully developed turbulent flow with smooth surfaces, 
we have 


f = (0.790 In Re — 1.64)? 


Nu = 0.125f Re Pr¥3 
0.7 x Pr x 160 
= 0.8 1/3 
Nu = 0.023 Re®8 Pr E 10,000 ) 


Nu = 0.023 Re®® Pr" with n = 0.4 for heating and 0.3 for 
cooling of fluid 


( £/8)(Re — 1000) Pr | < Pr < 2000 ) 


10* < Ве < 106 


Nu -il123(ff8j5 (pP 1) 3x10 < Ае < 5 х 106 


The fluid properties are evaluated at the bulk mean fluid 
temperature T, = (T; + T,)/2. For liquid metal flow in the 
range of 10^ — Re — 105 we have: 

Nu = 4.8 + 0.0156 Re®® Pr?% 

Nu = 6.3 + 0.0167 Re®® Pro-3 


T, = constant: 
ў = constant: 
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PROBLEMS* 


Physical Mechanism of Convection 


19-1C Whatis forced convection? How does it differ from 
natural convection? Is convection caused by winds forced or 
natural convection? 


19-2C Whatis external forced convection? How does it dif- 
fer from internal forced convection? Can a heat transfer system 
involve both internal and external convection at the same time? 
Give an example. 


19-3C |n which mode of heat transfer is the convection heat 
transfer coefficient usually higher, natural convection or forced 
convection? W hy? 


19-4C Consider a hot baked potato. Will the potato cool 
faster or slower when we blow the warm air coming from our 
lungs on it instead of letting it cool naturally in the cooler air in 
the room? Explain. 


19-5C Whatis the physical significance of the Nusselt num- 
ber? H ow is it defined? 


19-6C When is heat transfer through a fluid conduction and 
when is it convection? F or what case is the rate of heat transfer 
higher? How does the convection heat transfer coefficient dif- 
fer from the thermal conductivity of a fluid? 


19-7C Defineincompressible flow and incompressible fluid. 
M ust the flow of a compressible fluid necessarily be treated as 
compressible? 


19-8 During air cooling of potatoes, the heat transfer coeffi- 
cient for combined convection, radiation, and evaporation is 
determined experimentally to be as shown: 


Heat Transfer Coefficient, 





Air Velocity, m/s W/m? - °C 
0.66 14.0 
1.00 19.1 
1.36 20.2 
1.73 24.4 


Consider a 10-cm-diameter potato initially at 20°C with a ther- 
mal conductivity of 0.49 W/m - °C. Potatoes are cooled by re- 
frigerated air at 5°C at a velocity of 1 m/s. Determine the initial 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


rate of heat transfer from a potato, and the initial value of the 
temperature gradient in the potato at the surface. 
Answers: 9.0 W, —585°C/m 


19-9 An average man has a body surface area of 1.8 m? and 
a skin temperature of 33°C. The convection heat transfer coef- 
ficient for a clothed person walking in still air is expressed as 
h = 8.6V°°3 for 0.5 < Vv <2 m/s, where V is the walking ve- 
locity in m/s. Assuming the average surface temperature of the 
clothed person to be 30°C, determine the rate of heat loss from 
an average man walking in still air at 10°C by convection at 
a walking velocity of (a) 0.5 m/s, (b) 1.0 m/s, (c) 1.5 m/s, and 
(d) 2.0 m/s. 


19-10 The convection heat transfer coefficient for a clothed 
person standing in moving air is expressed as h = 14.8759 for 
0.15 « Y « 1.5 m/s, where '/ is the air velocity. For a person 
with a body surface area of 1.7 m? and an average surface 
temperature of 29°C, determine the rate of heat loss from the 
person in windy air at 10°C by convection for air velocities of 
(a) 0.5 m/s, (b) 1.0 m/s, and (c) 1.5 m/s. 


19-11 During air cooling of oranges, grapefruit, and tange- 
los, the heat transfer coefficient for combined convection, radi- 
ation, and evaporation for air velocities of 0.11 < V < 0.33 
m/s is determined experimentally and is expressed as h = 5.05 
kg Re!3/D, where the diameter D is the characteristic length. 
Oranges are cooled by refrigerated air at 5°C and 1 atm at a ve- 
locity of 0.5 m/s. Determine (a) the initial rate of heat transfer 
from a 7-cm-diameter orange initially at 15°C with a thermal 
conductivity of 0.50 W/m - °C; (b) the value of the initial tem- 
perature gradient inside the orange at the surface; and (c) the 
value of the Nusselt number. 


Air 


1 atm — 0 гапде 


FIGURE P19-11 


Flow Over Flat Plates 


19-12C Consider laminar flow over a flat plate. Will the 
heat transfer coefficient change with distance from the lead- 
ing edge? 

19-13C How is the heat transfer coefficient determined in 
flow over a flat plate? 


19-14 Engine oil at 80°C flows over a 6-m-long flat plate 
whose temperature is 30°C with a velocity of 3 m/s. Determine 
the rate of heat transfer over the entire plate per unit width. 
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19-15 The local atmospheric pressure in Denver, Colorado 
(elevation 1610 m), is 83.4 kPa. Air at this pressure and at 30°C 
flows with a velocity of 6 m/s over a 2.5-m x 8-m flat plate 
whose temperature is 120°C. Determine the rate of heat trans- 
fer from the plate if the air flows parallel to the (a) 8-m-long 
side and (b) the 2.5-m side. 


19-16 During acold winter day, wind at 55 km/h is blowing 
parallel to a 4-m-high and 10-m-long wall of a house. If the air 
outside is at 5°C and the surface temperature of the wall is 
12°C, determine the rate of heat loss from that wall by convec- 
tion. What would your answer be if the wind velocity was dou- 





bled? Answers: 9081 W, 16,200 W 
FIGURE P19-16 
19-17 8 Reconsider Prob. 19-16. Using EES (or other) 


software, investigate the effects of wind velocity 
and outside air temperature on the rate of heat loss from the 
wall by convection. Let the wind velocity vary from 10 km/h to 
80 km/h and the outside air temperature from 0°C to 10°C. Plot 
the rate of heat loss as a function of the wind velocity and of 
the outside temperature, and discuss the results. 


19-18E Air at 60°F flows over a 10-ft-long flat plate at 7 ft/s. 
Determine the local heat transfer coefficient at intervals of 1 ft, 
and plot the results against the distance from the leading edge. 


19-19E gym Reconsider Prob. 19-18E. Using EES (or 

== other) software, evaluate the local heat transfer 
coefficient along the plate at intervals of 0.1 ft, and plot it 
against the distance from the leading edge. 


19-20 Consider a hot automotive engine, which can be ap- 
proximated as a 0.5-m-high, 0.40-m-wide, and 0.8-m-long rec- 
tangular block. The bottom surface of the block is at a 
temperature of 80°C and has an emissivity of 0.95. The ambi- 
ent air is at 20°C, and the road surface is at 25°C. Determine 
the rate of heat transfer from the bottom surface of the engine 
block by convection and radiation as the car travels at a veloc- 
ity of 80 km/h. Assume the flow to be turbulent over the entire 
surface because of the constant agitation of the engine block. 


19-21 The forming section of a plastics plant puts out a con- 
tinuous sheet of plastic that is 1.2 m wide and 2 mm thick ata 
rate of 15 m/min. The temperature of the plastic sheet is 90°C 
when it is exposed to the surrounding air, and the sheet is sub- 
jected to airflow at 30°C ata velocity of 3 m/s on both sides 


—— 
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along its surfaces normal to the direction of motion of the 
sheet. The width of the air cooling section is such that a fixed 
point on the plastic sheet passes through that section in 2 s. D e- 
termine the rate of heat transfer from the plastic sheet to the air. 
Air 
30*C, 3 m/s 


A 


90°C 





| 


15 m/min 
FIGURE P19-21 


19-22 Thetop surface of the passenger car of a train moving 
at a velocity of 70 km/h is 2.8 m wide and 8 m long. The top 
surface is absorbing solar radiation at a rate of 200 W /m?, and 
the temperature of the ambient air is 30°C. Assuming the roof 
of the car to be perfectly insulated and the radiation heat ex- 
change with the surroundings to be small relative to convec- 
tion, determine the equilibrium temperature of the top surface 
of the car. Answer: 35.1°C 
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FIGURE P19-22 


19-23 Reconsider Prob. 19-22. Using EES (or other) soft- 
ware, investigate the effects of the train velocity and the rate 
of absorption of solar radiation on the equilibrium tempera- 
ture of the top surface of the car. Let the train velocity vary 
from 10 km/h to 120 km/h and the rate of solar absorption from 
100 W/m? to 500 W/m?. Plot the equilibrium temperature as 
functions of train velocity and solar radiation absorption rate, 
and discuss the results. 


19-24 A 15-cm xX 15-cm circuit board dissipating 15 W of 
power uniformly is cooled by air, which approaches the circuit 
board at 20°C with a velocity of 5 m/s. Disregarding any heat 
transfer from the back surface of the board, determine the 
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surface temperature of the electronic components (a) at the 
leading edge and (b) at the end of the board. Assume the flow 
to be turbulent since the electronic components are expected to 
act as turbulators. 


19-25 Consider laminar flow of a fluid over a flat plate 
maintained at a constant temperature. N ow the free-stream ve- 
locity of the fluid is doubled. Determine the change in the rate 
of heat transfer between the fluid and the plate. Assume the 
flow to remain laminar. 


19-26E Consider a refrigeration truck traveling at 55 mph at 
a location where the air temperature is 80°F. The refrigerated 
compartment of the truck can be considered to be a 9-ft-wide, 
8-ft-high, and 20-ft-long rectangular box. The refrigeration 
system of the truck can provide 3 tons of refrigeration (i.e., it 
can remove heat at a rate of 600 Btu/min). The outer surface 
of the truck is coated with a low-emissivity material, and thus 
radiation heat transfer is very small. Determine the average 
temperature of the outer surface of the refrigeration compart- 
ment of the truck if the refrigeration system is observed to be 
operating at half the capacity. A ssume the airflow over the en- 
tire outer surface to be turbulent and the heat transfer coeffi- 
cient at the front and rear surfaces to be equal to that on side 
surfaces. 


Air, 80°F 
V =55 mph 


20 ft 





Refrigeration 
8 ft truck 


- 9 О 


FIGURE P19—26E 


19-27 Solar radiation is incident on the glass cover of a solar 
collector at a rate of 700 W /m?. The glass transmits 88 percent 
of the incident radiation and has an emissivity of 0.90. The en- 
tire hot-water needs of a family in summer can be met by two 
collectors 1.2 m high and 1 m wide. The two collectors are at- 
tached to each other on one side so that they appear like a sin- 
gle collector 1.2 m x 2 min size. The temperature of the glass 
cover is measured to be 35°C on a day when the surrounding 
air temperature is 25°C and the wind is blowing at 30 km/h. 
The effective sky temperature for radiation exchange between 
the glass cover and the open sky is —40°C. Water enters the 
tubes attached to the absorber plate at a rate of 1 kg/min. As- 
suming the back surface of the absorber plate to be heavily in- 
sulated and the only heat loss to occur through the glass cover, 
determine (a) the total rate of heat loss from the collector; 
(b) the collector efficiency, which is the ratio of the amount of 
heat transferred to the water to the solar energy incident on the 
collector; and (c) the temperature rise of water as it flows 
through the collector. 

















—— 





FIGURE P19-27 


19-28 A transformer that is 10 cm long, 6.2 cm wide, and 
5 cm high is to be cooled by attaching a 10 cm x 6.2 cm wide 
polished aluminum heat sink (emissivity — 0.03) to its top sur- 
face. The heat sink has seven fins, which are 5 mm high, 2 mm 
thick, and 10 cm long. A fan blows air at 25°C parallel to the 
passages between the fins. The heat sink is to dissipate 20 W of 
heat and the base temperature of the heat sink is not to exceed 
60°C. Assuming the fins and the base plate to be nearly 
isothermal and the radiation heat transfer to be negligible, de- 
termine the minimum free-stream velocity the fan needs to 
supply to avoid overheating. 

Air 

25°C 


NN 





6.2 cm —| 


FIGURE P19-28 


19-29 Repeat Prob. 19-28 assuming the heat sink to be 
black-anodized and thus to have an effective emissivity of 
0.90. Note that in radiation calculations the base area (10 cm x 
6.2 cm) is to be used, not the total surface area. 


19-30 An array of power transistors, dissipating 6 W of 
power each, are to be cooled by mounting them on a 25-cm x 
25-cm square aluminum plate and blowing air at 35?C over the 
plate with a fan at a velocity of 4 m/s. The average temperature 
of the plate is not to exceed 65?C. A ssuming the heat transfer 
from the back side of the plate to be negligible and disregard- 
ing radiation, determine the number of transistors that can be 
placed on this plate. 
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FIGURE P19-30 


19-31 Repeat Prob. 19-30 for a location at an elevation of 
1610 m where the atmospheric pressure is 83.4 kPa. 
Answer: 4 


Flow across Cylinders and Spheres 


19-32C Consider fluid flow across a horizontal cylindrical 
pipe. How would you compare the local heat transfer coeffi- 
cients at the stagnation point (6 — 0?) where the fluid strikes 
the cylinder normally and at the top point of the cylinder 
(@ = 90°)? 

19-33C  AtReynolds numbers greater than about 105, the lo- 
cal heat transfer coefficient during flow across a cylinder 
reaches a maximum at an angle of about 0 — 110? measured 
from the stagnation point. What is the physical phenomenon 
that is responsible for this increase? Explain. 


19-34C Consider laminar flow of air across a hot circular 
cylinder. At what point on the cylinder will the heat transfer be 
highest? W hat would your answer be if the flow were turbulent? 


19-35 A long 8-cm-diameter steam pipe whose external sur- 
face temperature is 90°C passes through some open area that is 
not protected against the winds. D etermine the rate of heat loss 
from the pipe per unit of its length when the air is at 1 atm 
pressure and 7°C and the wind is blowing across the pipe at a 
velocity of 50 km/h. 


19-36 A stainless steel ball (ọ = 8055 kg/m?, C, = 
480 J/kg - ?C) of diameter D — 15 cm is removed from the 
oven at a uniform temperature of 350°C. The ball is then sub- 
jected to the flow of air at 1 atm pressure and 30°C with a ve- 
locity of 6 m/s. The surface temperature of the ball eventually 
drops to 250°C. Determine the average convection heat trans- 
fer coefficient during this cooling process and estimate how 
long this process has taken. 


19-37 egy Reconsider Prob. 19-36. Using EES (or other) 

== software, investigate the effect of air velocity on 
the average convection heat transfer coefficient and the cooling 
time. Let the air velocity vary from 1 m/s to 10 m/s. Plot the 
heat transfer coefficient and the cooling time as a function of 
air velocity, and discuss the results. 
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19-38E A person extends his uncovered arms into the windy 
air outside at 54°F and 20 mph in order to feel nature closely. 
Initially, the skin temperature of the arm is 86°F. Treating the 
arm as a 2-ft-long and 3-in-diameter cylinder, determine the 
rate of heat loss from the arm. 

Air 
54°F, 20 mph 


LEA ge 


86°F 





FIGURE P19-38E 

eğ Reconsider Prob. 19-38E. Using EES (or other) 

software, investigate the effects of air tempera- 

ture and wind velocity on the rate of heat loss from the arm. Let 

the air temperature vary from 20°F to 80°F and the wind velocity 

from 10 mph to 40 mph. Plot the rate of heat loss as a function of 
air temperature and of wind velocity, and discuss the results. 


19-40 An average person generates heat at a rate of 84 W 
while resting. Assuming one-quarter of this heat is lost from 
the head and disregarding radiation, determine the average sur- 
face temperature of the head when it is not covered and is sub- 
jected to winds at 10°C and 35 km/h. The head can be 
approximated as a 30-cm-diameter sphere. Answer: 12.7°C 


19-41 Consider the flow of a fluid across a cylinder main- 
tained at a constant temperature. N ow the free-stream velocity 
of the fluid is doubled. Determine the change in the rate of heat 
transfer between the fluid and the cylinder. 


19-42 A 6-mm-diameter electrical transmission line carries 
an electric current of 50 A and has a resistance of 0.002 ohm 
per meter length. Determine the surface temperature of the 
wire during a windy day when the air temperature is 10°C and 
the wind is blowing across the transmission line at 40 km/h. 


19-39E 
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FIGURE P19-42 
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19-43 fgg Reconsider Prob. 19-42. Using EES (or other) 

<= software, investigate the effect of the wind veloc- 
ity on the surface temperature of the wire. Let the wind velocity 
vary from 10 km/h to 80 km/h. Plot the surface temperature as 
a function of wind velocity, and discuss the results. 


19-44 A heating system is to be designed to keep the wings of 
an aircraft cruising at a velocity of 900 km/h above freezing tem- 
peratures during flight at 12,200-m altitude where the standard 
atmospheric conditions are —55.4°C and 18.8 kPa. A pproximat- 
ing the wing as a cylinder of elliptical cross section whose minor 
axis is 30 cm and disregarding radiation, determine the average 
convection heat transfer coefficient on the wing surface and the 
average rate of heat transfer per unit surface area. 


19-45 22 A long aluminum wire of diameter 3 mm is 

«$^ extruded at a temperature of 370°C. The wire 
is subjected to cross airflow at 30°C at a velocity of 6 m/s. 
Determine the rate of heat transfer from the wire to the air per 
meter length when it is first exposed to the air. 


| "d 370°C 3mm 
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wire 


FIGURE P19-45 


19-46E Consider a person who is trying to keep cool on a hot 
summer day by turning a fan on and exposing his entire body to 
airflow. The air temperature is 85°F and the fan is blowing air at 
a velocity of 6 ft/s. If the person is doing light work and generat- 
ing sensible heat at a rate of 300 Btu/h, determine the average 
temperature of the outer surface (skin or clothing) of the person. 
The average human body can be treated as a 1-ft-diameter cylin- 
der with an exposed surface area of 18 ft*. Disregard any heat 
transfer by radiation. W hat would your answer be if the air ve- 
locity were doubled? Answers: 95.1°F, 91.6°F 


85°F 
6 ft/s 

















FIGURE P19-46E 


19-47 An incandescent lightbulb is an inexpensive but 
highly inefficient device that converts electrical energy into 


—— 


light. It converts about 10 percent of the electrical energy it 
consumes into light while converting the remaining 90 percent 
into heat. (A fluorescent lightbulb will give the same amount of 
light while consuming only one-fourth of the electrical energy, 
and it will last 10 times longer than an incandescent lightbulb.) 
The glass bulb of the lamp heats up very quickly as a result of 
absorbing all that heat and dissipating itto the surroundings by 
convection and radiation. 

Consider a 10-cm-diameter 100-W lightbulb cooled by a 
fan that blows air at 25°C to the bulb at a velocity of 2 m/s. The 
surrounding surfaces are also at 25°C, and the emissivity of the 
glass is 0.9. Assuming 10 percent of the energy passes through 
the glass bulb as light with negligible absorption and the rest of 
the energy is absorbed and dissipated by the bulb itself, deter- 
mine the equilibrium temperature of the glass bulb. 
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FIGURE P19-47 


19-48 During a plant visit, it was noticed that a 12-m-long 
section of a 10-cm-diameter steam pipe is completely exposed 
to the ambient air. The temperature measurements indicate that 
the average temperature of the outer surface of the steam pipe 
is 75°C when the ambient temperature is 5°C. There are also 
light winds in the area at 10 km/h. The emissivity of the outer 
surface of the pipe is 0.8, and the average temperature of the 
surfaces surrounding the pipe, including the sky, is estimated to 
be 0°C. Determine the amount of heat lost from the steam dur- 
ing a 10-h-long work day. 

Steam is supplied by a gas-fired steam generator that has an 
efficiency of 80 percent, and the plant pays $0.54/therm of nat- 
ural gas (1 therm = 105,500 kJ ). If the pipe is insulated and 90 
percent of the heat loss is saved, determine the amount of 
money this facility will save a year as a result of insulating the 
Steam pipes. A ssume the plant operates every day of the year 
for 10 h. State your assumptions. 


Light, 10 W 


Ta, 7 0*C 


€=0.8 


ALLL LS 


10 km/h 
FIGURE P19-48 


-6- 


cen54261 ch19.qxd 


1/25/04 9:22 AM Page 897 


19-49 Reconsider Prob. 19-48. There seems to be some un- 
certainty about the average temperature of the surfaces sur- 
rounding the pipe used in radiation calculations, and you are 
asked to determine if it makes any significant difference in 
overall heat transfer. R epeat the calculations for average sur- 
rounding and surface temperatures of —20°C and 25°C, re- 
spectively, and determine the change in the values obtained. 


19-50E A 12-ft-long, 1.5-kW electrical resistance wire is 
made of 0.1-in-diameter stainless steel (k = 8.7 Btu/h - ft- °F). 
The resistance wire operates in an environment at 85°F. Deter- 
mine the surface temperature of the wire if it is cooled by afan 
blowing air at a velocity of 20 ft/s. 







85°F 


1.5 kW 
resistance 
heater 


FIGURE P19—50E 


19-51 The components of an electronic system are located in 
a 1.5-m-long horizontal duct whose cross section is 20 cm х 
20 cm. The components in the duct are not allowed to come 
into direct contact with cooling air, and thus are cooled by air 
at 30°C flowing over the duct with a velocity of 200 m/min. 
If the surface temperature of the duct is not to exceed 65°C, de- 
termine the total power rating of the electronic devices that can 
be mounted into the duct. Answer: 640 W 
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FIGURE P19-51 


19-52 Repeat Prob. 19-51 for allocation at 4000-m altitude 
where the atmospheric pressure is 61.66 kPa. 


19-53 A 0.4-W cylindrical electronic component with diam- 
eter 0.3 cm and length 1.8 cm and mounted on a circuit board 
is cooled by air flowing across it at a velocity of 150 m/min. If 
the air temperature is 40?C, determine the surface temperature 
of the component. 


19-54 Consider a 50-cm-diameter and 95-cm-long hot-water 
tank. The tank is placed on the roof of a house. The water 


—— 
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inside the tank is heated to 809C by a flat-plate solar collector 
during the day. The tank is then exposed to windy air at 189C 
with an average velocity of 40 km/h during the night. Estimate 
the temperature of the tank after a 45-mm period. A ssume the 
tank surface to be at the same temperature as the water inside, 
and the heat transfer coefficient on the top and bottom surfaces 
to be the same as that on the side surface. 


19-55 се Reconsider Prob. 19-54. Using EES (or other) 

ss software, plot the temperature of the tank as a 
function of the cooling time as the time varies from 30 mm to 
5 h, and discuss the results. 


19-56 A 1.8-m-diameter spherical tank of negligible thick- 
ness contains iced water at 0°C. Air at 25°C flows over the tank 
with a velocity of 7 m/s. Determine the rate of heat transfer to 
the tank and the rate at which ice melts. The heat of fusion of 
Water at 09C is 333.7 kJ/kg. 


19-57 A 10-cm-diameter, 30-cm-high cylindrical bottle con- 
tains cold water at 39C. The bottle is placed in windy air at 
27°C. The water temperature is measured to be 119C after 45 
minutes of cooling. Disregarding radiation effects and heat 
transfer from the top and bottom surfaces, estimate the average 
wind velocity. 


Flow in Tubes 


19-58C What is the physical significance of the number of 
transfer units NTU = hA/mC,? What do small and large NTU 
values tell about a heat transfer system? 


19-59C What does the logarithmic mean temperature differ- 
ence represent for flow in a tube whose surface temperature is 
constant? Why do we use the logarithmic mean temperature 
instead of the arithmetic mean temperature? 


19-60C How is the thermal entry length defined for flow in 
a tube? In what region is the flow in a tube fully developed? 


19-61C Consider laminar forced convection in a circular 
tube. Will the heat flux be higher near the inlet of the tube or 
near the exit? W hy? 


19-62C Consider turbulent forced convection in a circular 
tube. Will the heat flux be higher near the inlet of the tube or 
near the exit? W hy? 


19-63C In the fully developed region of flow in a circular 
tube, will the velocity profile change in the flow direction? 
How about the temperature profile? 


19-64C Consider the flow of oil in a tube. How will the 
hydrodynamic and thermal entry lengths compare if the flow is 
laminar? How would they compare if the flow were turbulent? 


19-65C Consider the flow of mercury (a liquid metal) in a 
tube. How will the hydrodynamic and thermal entry lengths 
compare if the flow is laminar? How would they compare if the 
flow were turbulent? 


19-66C What do the mean velocity V and the mean tem- 
perature T „ represent in flow through circular tubes of constant 
diameter? 
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19-67C Consider fluid flow in a tube whose surface temper- 
ature remains constant. What is the appropriate temperature 
difference for use in Newton's law of cooling with an average 
heat transfer coefficient? 


19-68 Air enters a 20-cm-diameter, 12-m-long underwater 
duct at 50°C and 1 atm at a mean velocity of 7 m/s, and is 
cooled by the water outside. If the average heat transfer coeffi- 
cient is 85 W /m? - °C and the tube temperature is nearly equal 
to the water temperature of 5°C, determine the exit temperature 
of air and the rate of heat transfer. 


19-69 Cooling water available at 10°C is used to condense 
steam at 30°C in the condenser of a power plant at a rate of 
0.15 kg/s by circulating the cooling water through a bank of 
5-m-long, 1.2-cm-internal-diameter thin copper tubes. Water 
enters the tubes at a mean velocity of 4 m/s, and leaves at a 
temperature of 24°C. The tubes are nearly isothermal at 30°C. 
Determine the average heat transfer coefficient between the 
water and the tubes, and the number of tubes needed to achieve 
the indicated heat transfer rate in the condenser. 


19-70 Repeat Prob. 19-69 for steam condensing at a rate of 
0.60 kg/s. 


19-71 Combustion gases passing through a 3-cm-internal- 
diameter circular tube are used to vaporize waste water at at- 
mospheric pressure. Hot gases enter the tube at 115 kPa and 
250°C at a mean velocity of 5 m/s, and leave at 150°C. If the 
average heat transfer coefficient is 120 W/m? - °C and the inner 
surface temperature of the tube is 110°C, determine (a) the tube 
length and (b) the rate of evaporation of water. 


19-72 Repeat Prob. 19-71 for a heat transfer coefficient of 
60 W/m? - °C. 


19-73 Water is to be heated from 10°C to 80°C as it flows 
through a 2-cm-internal-diameter, 7-m-long tube. The tube is 
equipped with an electric resistance heater, which provides 
uniform heating throughout the surface of the tube. The outer 
surface of the heater is well insulated, so that in steady op- 
eration all the heat generated in the heater is transferred to 
the water in the tube. If the system is to provide hot water at a 
rate of 8 L/min, determine the power rating of the resistance 
heater. Also, estimate the inner surface temperature of the pipe 
at the exit. 


19-74 Hot air at atmospheric pressure and 85°C enters a 
10-m-long uninsulated square duct of cross section 0.15 m x 
0.15 m that passes through the attic of a house at a rate of 





FIGURE P19-74 


—— 


0.10 m?/s. The duct is observed to be nearly isothermal at 70°C. 
Determine the exit temperature of the air and the rate of heat 
loss from the duct to the air space in the attic. 

Answers: 75.7°C, 941 W 


19-75 Reconsider Prob. 19-74. Using EES (or other) 

= software, investigate the effect of the volume 
flow rate of air on the exit temperature of air and the rate of 
heat loss. Let the flow rate vary from 0.05 m?/s to 0.15 m?/s. 
Plot the exit temperature and the rate of heat loss as a function 
of flow rate, and discuss the results. 


19-76 Consider an air solar collector that is 1 m wide and 
5 m long and has a constant spacing of 3 cm between the glass 
cover and the collector plate. Air enters the collector at 30°C at 
a rate of 0.15 m?/s through the 1-m-wide edge and flows along 
the 5-m-long passage way. If the average temperatures of the 
glass cover and the collector plate are 20°C and 60°C, respec- 
tively, determine (a) the net rate of heat transfer to the air in the 
collector and (b) the temperature rise of air as it flows through 
the collector. 


iic. 
yt 
su Air 
30°C 
4 0.15 m3/s 
жа 
аж 
аа 
! ar 






Glass 
cover 
20°C 
Collector 

plate, 60°C 
FIGURE P19-76 


19-77 Consider the flow of oil at 10°C in a 40-cm-diameter 
pipeline at an average velocity of 0.5 m/s. A 300-m-long sec- 
tion of the pipeline passes through icy waters of a lake at 0°C. 
M easurements indicate that the surface temperature of the pipe 
is very nearly 0°C. Disregarding the thermal resistance of the 
pipe material, determine (a) the temperature of the oil when the 
pipe leaves the lake and (b) the rate of heat transfer from the oil. 


19-78 Consider laminar flow of a fluid through a square 
channel maintained at a constant temperature. Now the mean 
velocity of the fluid is doubled. Determine the change in the 
pressure drop and the change in the rate of heat transfer be- 
tween the fluid and the walls of the channel. Assume the flow 
regime remains unchanged. 


19-79 Repeat Prob. 19-78 for turbulent flow. 


19-80E Thehot-water needs of a household are to be met by 
heating water at 55°F to 200°F by a parabolic solar collector at 
a rate of 4 Ibm/s. Water flows through a 1.25-in-diameter thin 


Insulation 
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aluminum tube whose outer surface is black anodized in order 
to maximize its solar absorption ability. The centerline of the 
tube coincides with the focal line of the collector, and a glass 
sleeve is placed outside the tube to minimize the heat losses. If 
solar energy is transferred to water at a net rate of 350 Btu/h 
per ft length of the tube, determine the required length of the 
parabolic collector to meet the hot-water requirements of this 
house. Also, determine the surface temperature of the tube at 
the exit. 


Parabolic 
solar collector 


Water 
200°F 
4 |bm/s 





Glass tube 


W ater tube 
FIGURE P19-80E 


19-81 A 15-cm x 20-cm printed circuit board whose com- 
ponents are not allowed to come into direct contact with air for 
reliability reasons is to be cooled by passing cool air through a 
20-cm-long channel of rectangular cross section 0.2 cm x 
14 cm drilled into the board. The heat generated by the elec- 
tronic components is conducted across the thin layer of the 
board to the channel, where it is removed by air that enters the 
channel at 15°C. The heat flux at the top surface of the channel 
can be considered to be uniform, and heat transfer through 
other surfaces is negligible. If the velocity of the air at the inlet 
of the channel is not to exceed 4 m/s and the surface tempera- 
ture of the channel is to remain under 50°C, determine the 
maximum total power of the electronic components that can 
safely be mounted on this circuit board. 





Electronic 
components 


Air channel 
0.2 cm x 14 cm 


FIGURE P19-81 


19-82 Repeat Prob. 19-81 by replacing air with helium, 
which has six times the thermal conductivity of air. 


19-83 eS Reconsider Prob. 19-81. Using EES (or other) 

= software, investigate the effects of air velocity at 
the inlet of the channel and the maximum surface temperature 
on the maximum total power dissipation of electronic compo- 
nents. Let the air velocity vary from 1 m/s to 10 m/s and the 
surface temperature from 30°C to 90°C. Plot the power dissi- 
pation as functions of air velocity and surface temperature, and 
discuss the results. 


—— 
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19-84 Air enters a 7-m-long section of a rectangular duct of 
cross section 15 cm х 20 ст аї 50°С at an average velocity of 
7 m/s. If the walls of the duct are maintained at 10°C, deter- 
mine (a) the outlet temperature of the air and (b) the rate of 
heat transfer from the air. 

Answers: (a) 34.2°C, (b) 3776 W 


19-85 Reconsider Prob. 19-84. Using EES (or other) 

ss software, investigate the effect of air velocity on 
the exit temperature of air, the rate of heat transfer, and the fan 
power. Let the air velocity vary from 1 m/s to 10 m/s. Plot the 
exit temperature, the rate of heat transfer, and the fan power as 
a function of the air velocity, and discuss the results. 


19-86 Hotair at 60°C leaving the furnace of a house enters a 
12-m-long section of a sheet metal duct of rectangular cross 
section 20 cm X 20 cm at an average velocity of 4 m/s. The 
thermal resistance of the duct is negligible, and the outer sur- 
face of the duct, whose emissivity is 0.3, is exposed to the cold 
air at 10°C in the basement, with a convection heat transfer co- 
efficient of 10 W/m? - °C. Taking the walls of the basement to 
be at 10°C also, determine (a) the temperature at which the hot 
air will leave the basement and (b) the rate of heat loss from the 
hot air in the duct to the basement. 
10°C 
h, =10 W/m?: °C 


12m 





Hot air Air duct 
60°C 20 ст х 20 ст 
4 m/s €=0.3 


FIGURE P19-86 


19-87 се Reconsider Prob. 19-86. Using EES (or other) 

= software, investigate the effects of air velocity 
and the surface emissivity on the exit temperature of air and the 
rate of heat loss. L et the air velocity vary from 1 m/s to 10 m/s 
and the emissivity from 0.1 to 1.0. Plot the exit temperature 
and the rate of heat loss as functions of air velocity and emis- 
sivity, and discuss the results. 


19-88 The components of an electronic system dissipating 
90 W are located in a 1-m-long horizontal duct whose cross 
section is 16 cm x 16 cm. The components in the duct are 
cooled by forced air, which enters at 32?C at a rate of 
0.65 m?/min. A ssuming 85 percent of the heat generated inside 
is transferred to air flowing through the duct and the remaining 
15 percent is lost through the outer surfaces of the duct, deter- 
mine (a) the exit temperature of air and (b) the highest compo- 
nent surface temperature in the duct. 


19-89 Repeat Prob. 19-88 for a circular horizontal duct of 
15-cm diameter. 
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19-90 Consider a hollow-core printed circuit board 12 cm 
high and 15 cm long, dissipating a total of 20 W. The width of 
the air gap in the middle of the PCB is 0.25 cm. The cooling air 
enters the 12-cm-wide core at 1 atm and 32°C at a rate of 0.8 
L/s. Assuming the heat generated to be uniformly distributed 
over the two side surfaces of the PCB, determine (a) the tem- 
perature at which the air leaves the hollow core and (b) the 
highest temperature on the inner surface of the core. For prop- 
erty evaluation, take the mean air temperature to be 35°C. 
Answers: (a) 53.7°C, (b) 74.4°C 


19-91 Repeat Prob. 19-90 for a hollow-core PCB dissipating 
35 W. 


19-92E Water at 60°F is heated by passing it through 0.75- 
in-internal-diameter thin-walled copper tubes. Heat is sup- 
plied to the water by steam that condenses outside the copper 
tubes at 250°F. If water is to be heated to 140°F at a rate of 
0.7 Ibm/s, determine the length of the copper tube that needs 
to be used. Assume the entire copper tube to be at the steam 
temperature of 250°F. 


19-93 A computer cooled by afan contains eight PCBs, each 
dissipating 10 W of power. The height of the PCBs is 12 cm 
and the length is 18 cm. The clearance between the tips of the 
components on the PCB and the back surface of the adjacent 
PCB is 0.3 cm. The cooling air is supplied by a 10-W fan 
mounted at the inlet. If the temperature rise of air as it flows 
through the case of the computer is not to exceed 10°C, deter- 
mine (a) the flow rate of the air that the fan needs to deliver; 
(b) the fraction of the temperature rise of air that is due to the 
heat generated by the fan and its motor; and (c) the highest 
allowable inlet air temperature if the surface temperature of the 
components is not to exceed 70°C anywhere in the system. Use 
air properties at 25°C. 























FIGURE P19-93 


Review Problems 


19-94 Consider a house that is maintained at 22°C at all 
times. The walls of the house have R-3.38 insulation in SI units 
(i.e., an L/k value or a thermal resistance of 3.38 m? - °C/W). 
During a cold winter night, the outside air temperature is 4°C 
and wind at 50 km/h is blowing parallel to a 3-m-high and 
8-m-long wall of the house. If the heat transfer coefficient on 


—— 


the interior surface of the wall is 8 W/m? - °C, determine the 
rate of heat loss from that wall of the house. Draw the thermal 
resistance network and disregard radiation heat transfer. Use 
air properties at 10°C. 

Answer: 122 W 


19-95 An automotive engine can be approximated as a 0.4- 
m-high, 0.60-m-wide, and 0.7-m-long rectangular block. The 
bottom surface of the block is at a temperature of 75°C and has 
an emissivity of 0.92. The ambient air is at 5°C, and the road 
surface is at 10°C. Determine the rate of heat transfer from the 
bottom surface of the engine block by convection and radiation 
as the car travels at a velocity of 60 km/h. Assume the flow to 
be turbulent over the entire surface because of the constant ag- 
itation of the engine block. How will the heat transfer be af- 
fected when a 2-mm-thick gunk (k = 3 W/m - °C) has formed 
at the bottom surface as a result of the dirt and oil collected at 
that surface over time? Assume the metal temperature under 
the gunk still to be 75°C. 


Air 
60 km/h 
59C 








FIGURE P19-95 


19-96E The passenger compartment of a minivan traveling 
at 60 mph can be modeled as a 3.2-ft-high, 6-ft-wide, and 11- 
ft-long rectangular box whose walls have an insulating value 
of R-3 (i.e., a wall thickness-to-thermal conductivity ratio of 
3h- ft? - °F/Btu). The interior of a minivan is maintained at an 
average temperature of 70°F during a trip at night while the 
outside air temperature is 90°F. The average heat transfer coef- 
ficient on the interior surfaces of the van is 1.2 Btu/h - ft? - °F. 
The airflow over the exterior surfaces can be assumed to be 
turbulent because of the intense vibrations involved, and the 
heat transfer coefficient on the front and back surfaces can be 
taken to be equal to that on the top surface. Disregarding any 
heat gain or loss by radiation, determine the rate of heat trans- 
fer from the ambient air to the van. Use air properties at 80°F. 


-- АГ 





FIGURE P19-96E 
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19-97 Consider a house that is maintained at a constant tem- 
perature of 22°C. One of the walls of the house has three sin- 
gle-pane glass windows that are 1.5 m high and 1.2 m long. 
The glass (k = 0.78 W/m - °C) is 0.5 cm thick, and the heat 
transfer coefficient on the inner surface of the glass is 
8 W/m? - C. Now winds at 60 km/h start to blow parallel to the 
surface of this wall. If the air temperature outside is —2°C, de- 
termine the rate of heat loss through the windows of this wall. 
A ssume radiation heat transfer to be negligible. U se air proper- 
ties at 5°C. 


19-98 Consider a person who is trying to keep cool on a hot 
summer day by turning a fan on and exposing his body to air- 
flow. The air temperature is 32°C, and the fan is blowing air at 
a velocity of 5 m/s. The surrounding surfaces are at 40°C, and 
the emissivity of the person can be taken to be 0.9. If the per- 
son is doing light work and generating sensible heat at a rate of 
90 W, determine the average temperature of the outer surface 
(skin or clothing) of the person. The average human body can 
be treated as a 30-cm-diameter cylinder with an exposed sur- 
face area of 1.7 m’. Use air properties at 35°C. Answer: 36.2°C 


19-99 Four power transistors, each dissipating 12 W, are 
mounted ona thin vertical aluminum plate (k = 237 W/m - °C) 
22 cm x 22cm in size. The heat generated by the transistors is 
to be dissipated by both surfaces of the plate to the surrounding 
air at 20°C, which is blown over the plate by a fan at a velocity 
of 250 m/min. The entire plate can be assumed to be nearly 
isothermal, and the exposed surface area of the transistor can 
be taken to be equal to its base area. D etermine the temperature 
of the aluminum plate. Use air properties at 40°C. 


19-100 A 3-m-internal-diameter spherical tank made of 1- 
cm-thick stainless steel (k = 15 W/m - °C) is used to store iced 
water at 0°C. The tank is located outdoors at 30°C and is sub- 
jected to winds at 25 km/h. A ssuming the entire steel tank to be 
at 0°C and thus its thermal resistance to be negligible, deter- 
mine (a) the rate of heat transfer to the iced water in the tank 
and (b) the amount of ice at 0°C that melts during a 24-h pe- 
riod. The heat of fusion of water at atmospheric pressure is hi; 
= 333.7 kJ/kg. Disregard any heat transfer by radiation. 
T = 30°C 


room 


25 km/h 





FIGURE P19-100 


19-101 Repeat Prob. 19- 100, assuming the inner surface of 
the tank to be at 0°C but by taking the thermal resistance of the 
tank and heat transfer by radiation into consideration. Assume 


—— 
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the average surrounding surface temperature for radiation ex- 
change to be 15°C and the outer surface of the tank to have an 
emissivity of 0.9. Answers: (a) 9630 W, (b) 2493 kg 


19-102E A transistor with a height of 0.25 in and a diameter 
of 0.22 in is mounted on a circuit board. The transistor is 
cooled by air flowing over it at a velocity of 500 ft/min. If the 
air temperature is 120°F and the transistor case temperature is 
not to exceed 180°F, determine the amount of power this tran- 
sistor can dissipate safely. 


Air, 500 ft/min 
120°F 


(011444 


Power 
transistor 


T, <180°F 


I— 0.25 in —+| 








FIGURE P19-102E 


19-103 The roof of a house consists of a 15-cm-thick con- 
crete slab (k = 2 W/m - °C) 15 m wide and 20 m long. The 
convection heat transfer coefficient on the inner surface of the 
roof is 5 W/m? - °C. On aclear winter night, the ambient air is 
reported to be at 10°C, while the night sky temperature is 100 
K. The house and the interior surfaces of the wall are main- 
tained at a constant temperature of 20°C. The emissivity of 
both surfaces of the concrete roof is 0.9. Considering both ra- 
diation and convection heat transfer, determine the rate of heat 
transfer through the roof when wind at 60 km/h is blowing over 
the roof. 

If the house is heated by a furnace burning natural gas with 
an efficiency of 85 percent, and the price of natural gas is 
$0.60/therm (1 therm — 105,500 kJ of energy content), deter- 
mine the money lost through the roof that night during a 14-h 
period. Answers: 28 kW, $9.44 


T sy = 100 K 


Ty, = 10°C 
T Concrete 
— 60 km/h roof 20m 


— 





FIGURE P19-103 


-6- 


cen54261 ch19.qxd 





1/25/04 9:22 AM Page 902 


902 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


19-104 Steam at 250°C flows in a stainless steel pipe 
(k = 15 W/m - °C) whose inner and outer diameters are 4 cm 
and 4.6 cm, respectively. The pipe is covered with 3.5-cm-thick 
glass wool insulation (k = 0.038 W/m - °C) whose outer sur- 
face has an emissivity of 0.3. Heat is lost to the surrounding air 
and surfaces at 3°C by convection and radiation. Taking the 
heat transfer coefficient inside the pipe to be 80 W/m? - °C, de- 
termine the rate of heat loss from the steam per unit length of 
the pipe when air is flowing across the pipe at 4 m/s. Use air 
properties at 10°C. 


19-105 The boiling temperature of nitrogen at atmospheric 
pressure at sea level (1 atm pressure) is —196°C. Therefore, 
nitrogen is commonly used in low-temperature scientific 
studies, since the temperature of liquid nitrogen in a tank open 
to the atmosphere will remain constant at —196°C until it is 
depleted. Any heat transfer to the tank will result in the 
evaporation of some liquid nitrogen, which has a heat of 
vaporization of 198 k] /kg and a density of 810 kg/m? at 1 atm. 

Consider a 4-m-diameter spherical tank that is initially 
filled with liquid nitrogen at 1 atm and —196°C. The tank is 
exposed to 20°C ambient air and 40 km/h winds. The 
temperature of the thin-shelled spherical tank is observed to be 
almost the same as the temperature of the nitrogen inside. 
Disregarding any radiation heat exchange, determine the rate 
of evaporation of the liquid nitrogen in the tank as a result of 
heat transfer from the ambient air if the tank is (a) not 
insulated; (b) insulated with 5-cm-thick fiberglass insulation 
(k = 0.035 W/m - °C); and (c) insulated with 2-cm-thick 
superinsulation that has an effective thermal conductivity of 
0.00005 W/m - °C. 


N, vapor 


40 km/h 
2 “илэх 
1 atm 
шэн ess 
y зэ 
= ff .  LiquidN, 


—| # ~~ -196°c – 


a SS 





Insulation 
FIGURE P19-105 
19-106 Repeat Prob. 19-105 for liquid oxygen, which has 


a boiling temperature of —183°C, a heat of vaporization of 
213 kJ/kg, and a density of 1140 kg/m? at 1 atm pressure. 


19-107 A  0.3-cm-thick, 12-cm-high, and 18-cm-long 
circuit board houses 80 closely spaced logic chips on one side, 


—— 


each dissipating 0.06 W. The board is impregnated with cop- 
per fillings and has an effective thermal conductivity of 
16 W/m - °C. All the heat generated in the chips is conducted 
across the circuit board and is dissipated from the back side of 
the board to the ambient air at 30°C, which is forced to flow 
over the surface by a fan at a free-stream velocity of 
400 m/min. Determine the temperatures on the two sides of the 
circuit board. Use air properties at 40°C. 


19- 108E It is well known that cold air feels much 

«$^ colder in windy weather than what the ther- 
mometer reading indicates because of the "chilling effect" 
of the wind. This effect is due to the increase in the con- 
vection heat transfer coefficient with increasing air veloci- 
ties. The equivalent windchill temperature in °F is given by 
(1993 ASHRAE Handbook of Fundamentals, Atlanta, GA, 
p. 8.15) 


Ташу = 91.4 — (91.4 — T ambient) (0.475 — 0.0203" -F 0.304) 


where *l/ is the wind velocity in mph and T ambient iS the ambient 
air temperature in °F in calm air, which is taken to be air with 
light winds at speeds up to 4 mph. The constant 91.4°F in the 
equation here is the mean skin temperature of a resting person in 
a comfortable environment. Windy air at a temperature T ambient 
and velocity ‘V will feel as cold as calm air at a temperature 
T equiv: This equation is valid for winds up to 43 mph. Winds at 
higher velocities produce little additional chilling effect. D eter- 
mine the equivalent windchill temperature of an environment at 
10°F at wind speeds of 10, 20, 30, and 40 mph. Exposed flesh 
can freeze within one minute at a temperature below —25°F in 
calm weather. Does a person need to be concerned about this 
possibility in any of these cases? 


Winds It feels 
40°F | like 11°F 
35 mph e 





FIGURE P19-108E 
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19-109Е egy Reconsider Prob. 19-108E. Using EES (or 

== other) software, plot the equivalent windchill 
temperatures in °F as a function of wind velocity in the range 
of 4 mph to 100 mph for ambient temperatures of 20°F, 40°F 


and 60°F. Discuss the results. 


19-110 Thecompressed air requirements of a manufacturing 
facility are met by a 150-hp compressor located in a room that 
is maintained at 20°C. In order to minimize the compressor 
work, the intake port of the compressor is connected to the 
outside through an 11-m-long, 20-cm-diameter duct made of 
thin aluminum sheet. The compressor takes in air at a rate of 
0.27 m?/s at the outdoor conditions of 10°C and 95 kPa. Dis- 
regarding the thermal resistance of the duct and taking the heat 
transfer coefficient on the outer surface of the duct to be 10 
W /m? - °C, determine (a) the rate of heat transfer to the incom- 
ing cooler air and (b) the temperature rise of air as it flows 
through the duct. 


Air, 0.27 m3/s 
10°C, 95 kPa 


HH 


Air 
| Compressor 
150 hp 








FIGURE P19-110 


19-111 A house built on a riverside is to be cooled in summer 
by utilizing the cool water of the river, which flows at an aver- 
age temperature of 15°C. A 15-m-long section of a circular 
duct of 20-cm diameter passes through the water. Air enters the 
underwater section of the duct at 25°C at a velocity of 3 m/s. 
Assuming the surface of the duct to be at the temperature of the 


Air 
25°C, 3 m/s 
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FIGURE P19-111 
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water, determine the outlet temperature of air as it leaves the 
underwater portion of the duct. 


19-112 Repeat Prob. 19-111 assuming that a 0.15-mm-thick 
layer of mineral deposit (k = 3 W/m - °C) formed on the inner 
surface of the pipe. 


19-113Е 22 The exhaust gases of an automotive engine 

«s” leave the combustion chamber and enter a 
8-ft-long and 3.5-in-diameter thin-walled steel exhaust pipe at 
800°F and 15.5 psia at a rate of 0.2 Ibm/s. The surrounding 
ambient air is at a temperature of 80°F, and the heat transfer 
coefficient on the outer surface of the exhaust pipe is 
3 Btu/h - ft? - °F. Assuming the exhaust gases to have the prop- 
erties of air, determine (a) the velocity of the exhaust gases at 
the inlet of the exhaust pipe and (b) the temperature at which 
the exhaust gases will leave the pipe and enter the air. 


19-114 Hotwater at 90°C enters a 15-m section of a cast iron 
pipe (k = 52 W/m - °C) whose inner and outer diameters are 4 
and 4.6 cm, respectively, at an average velocity of 0.8 m/s. The 
outer surface of the pipe, whose emissivity is 0.7, is exposed to 
the cold air at 10°C in a basement, with a convection heat 
transfer coefficient of 5 W/m? - °C. Taking the walls of the 
basement to be at 10°C also, determine (a) the rate of heat loss 
from the water and (b) the temperature at which the water 
leaves the basement. 


T ambient =10°C 

є-01 
Hot 
water 
90°C 





0.8 m/s ke5 m = 


FIGURE P19-114 


19-115 Repeat Prob. 19-114 for a pipe made of copper 
(k = 386 W/m - °C) instead of cast iron. 


19-116 D.B. Tuckerman and R. F. Pease of Stanford U ni- 
versity demonstrated in the early 1980s that integrated circuits 
can be cooled very effectively by fabricating a series of micro- 
scopic channels 0.3 mm high and 0.05 mm wide in the back of 
the substrate and covering them with a plate to confine the 
fluid flow within the channels. They were able to dissipate 
790 W of power generated in a 1-cm? silicon chip at a junction- 
to-ambient temperature difference of 71?C using water as the 
coolant flowing at a rate of 0.01 L/s through 100 such channels 
under a 1-cm x 1-cm silicon chip. Heat is transferred primar- 
ily through the base area of the channel, and it was found that 
the increased surface area and thus the fin effect are of lesser 
importance. Disregarding the entrance effects and ignoring 
any heat transfer from the side and cover surfaces, deter- 
mine (a) the temperature rise of water as it flows through the 
microchannels and (b) the average surface temperature of the 
base of the microchannels for a power dissipation of 50 W. As- 
sume the water enters the channels at 20°C. 
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Electronic 
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FIGURE P19-116 


19-117 Liquid-cooled systems have high heat transfer coef- 
ficients associated with them, but they have the inherent disad- 
vantage that they present potential leakage problems. 
Therefore, air is proposed to be used as the microchannel 
coolant. R epeat Prob. 19-116 using air as the cooling fluid in- 
stead of water, entering at a rate of 0.5 L/s. 


19-118 Hot exhaust gases leaving a stationary diesel engine 
at 450°C enter al5-cm-diameter pipe at an average velocity of 
3.6 m/s. The surface temperature of the pipe is 180°C. Deter- 
mine the pipe length if the exhaust gases are to leave the pipe 
at 250°C after transferring heat to water in a heat recovery unit. 
Use properties of air for exhaust gases. 


19-119 Geothermal steam at 165°C condenses in the shell 
side of a heat exchanger over the tubes through which water 
flows. Water enters the 4-cm-diameter, 14-m-long tubes at 
20°C at a rate of 0.8 kg/s. Determine the exit temperature of 
water and the rate of condensation of geothermal steam. 


19-120 Cold air at 5°C enters a |2-cm-diameter, 20-m-long 
isothermal pipe at a velocity of 2.5 m/s and leaves at 19°C. 
Estimate the surface temperature of the pipe. 


19-121 Oil at 10°C is to be heated by saturated steam at 
1 atm in a double-pipe heat exchanger to a temperature of 
30°C. The inner and outer diameters of the annular space are 
3 cm and 5 cm, respectively, and oil enters with a mean veloc- 
ity of 0.8 m/s. The inner tube may be assumed to be isothermal 
at 100°C, and the outer tube is well insulated. Assuming fully 
developed flow for oil, determine the tube length required to 
heat the oil to the indicated temperature. In reality, will you 
need a shorter or longer tube? Explain. 


Design and Essay Problems 


19-122 On average, superinsulated homes use just 15 per- 
cent of the fuel required to heat the same size conventional 
home built before the energy crisis in the 1970s. Write an essay 


—— 


on superinsulated homes, and identify the features that make 
them so energy efficient as well as the problems associated 
with them. Do you think superinsulated homes will be eco- 
nomically attractive in your area? 


19-123 Conduct this experiment to determine the heat loss 
coefficient of your house or apartment in W/9C or But/h - °F. 
First make sure that the conditions in the house are steady and 
the house is at the set temperature of the thermostat. Use an 
outdoor thermometer to monitor outdoor temperature. One 
evening, using a watch or timer, determine how long the heater 
was on during a 3-h period and the average outdoor tempera- 
ture during that period. Then using the heat output rating of 
your heater, determine the amount of heat supplied. Also, esti- 
mate the amount of heat generation in the house during that pe- 
riod by noting the number of people, the total wattage of lights 
that were on, and the heat generated by the appliances and 
equipment. U sing that information, calculate the average rate 
of heat loss from the house and the heat loss coefficient. 


19-124 Obtain information on frostbite and the conditions 
under which it occurs. Using the relation in Prob. 19-108E, 
prepare a table that shows how long people can stay in cold and 
windy weather for specified temperatures and wind speeds be- 
fore the exposed flesh is in danger of experiencing frostbite. 


19-125 Write an article on forced convection cooling with 
air, helium, water, and a dielectric liquid. Discuss the advan- 
tages and disadvantages of each fluid in heat transfer. Explain 
the circumstances under which a certain fluid will be most suit- 
able for the cooling job. 


19-126 Electronic boxes such as computers are commonly 
cooled by a fan. Write an essay on forced air cooling of elec- 
tronic boxes and on the selection of the fan for electronic 
devices. 


19-127 Design a heat exchanger to pasteurize milk by steam 
in a dairy plant. Milk is to flow through a bank of 1.2-cm- 
internal-diameter tubes while steam condenses outside the 
tubes at 1 atm. Milk is to enter the tubes at 4°C, and it is to be 
heated to 72°C ata rate of 15 L/s. M aking reasonable assump- 
tions, you are to specify the tube length and the number of 
tubes, and the pump for the heat exchanger. 


19-128 A desktop computer is to be cooled by a fan. The 
electronic components of the computer consume 80 W of 
power under full-load conditions. The computer is to operate in 
environments at temperatures up to 50°C and at elevations up 
to 3000 m where the atmospheric pressure is 70.12 kPa. The 
exit temperature of air is not to exceed 60°C to meet the relia- 
bility requirements. Also, the average velocity of air is not to 
exceed 120 m/min at the exit of the computer case, where the 
fan is installed to keep the noise level down. Specify the flow 
rate of the fan that needs to be installed and the diameter of the 
casing of the fan. 
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n Chap. 19, we considered heat transfer by forced convection, where a fluid 

was forced to move over a surface or in a tube by external means such as a 

pump or a fan. In this chapter, we consider natural convection, where any 
fluid motion occurs by natural means such as buoyancy. The fluid motion in 
forced convection is quite noticeable, since a fan or a pump can transfer 
enough momentum to the fluid to move itin a certain direction. The fluid mo- 
tion in natural convection, however, is often not noticeable because of the low 
velocities involved. 

The convection heat transfer coefficient is a strong function of velocity: the 
higher the velocity, the higher the convection heat transfer coefficient. The 
fluid velocities associated with natural convection are low, typically less than 
1 m/s. Therefore, the heat transfer coefficients encountered in natural convec- 
tion are usually much lower than those encountered in forced convection. Y et 
several types of heat transfer equipment are designed to operate under natural 
convection conditions instead of forced convection, because natural convec- 
tion does not require the use of a fluid mover. 

We start this chapter with a discussion of the physical mechanism of natural 
convection and the Grashof number. We then present the correlations to eval- 
uate heat transfer by natural convection for various geometries, including 
finned surfaces and enclosures. Finally, we discuss simultaneous forced and 
natural convection. 
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FIGURE 20-1 
The cooling of a boiled egg in a cooler 
environment by natural convection. 





FIGURE 20-2 


The warming up of a cold drink 
in a warmer environment by 
natural convection. 
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20-1 = PHYSICAL MECHANISM OF NATURAL 
CONVECTION 


Many familiar heat transfer applications involve natural convection as the pri- 
mary mechanism of heat transfer. Some examples are cooling of electronic 
equipment such as power transistors, TVs, and V CRs; heat transfer from elec- 
tric baseboard heaters or steam radiators; heat transfer from the refrigeration 
coils and power transmission lines; and heat transfer from the bodies of ani- 
mals and human beings. Natural convection in gases is usually accompanied 
by radiation of comparable magnitude except for low-emissivity surfaces. 

We know that a hot boiled egg (or a hot baked potato) on a plate eventually 
cools to the surrounding air temperature (Fig. 20-1). The egg is cooled by 
transferring heat by convection to the air and by radiation to the surrounding 
surfaces. Disregarding heat transfer by radiation, the physical mechanism of 
cooling a hot egg (or any hot object) in a cooler environment can be explained 
as follows: 

A s soon as the hot egg is exposed to cooler air, the temperature of the outer 
surface of the egg shell will drop somewhat, and the temperature of the air ad- 
jacent to the shell will rise as a result of heat conduction from the shell to the 
air. Consequently, the egg will soon be surrounded by a thin layer of warmer 
air, and heat will then be transferred from this warmer layer to the outer lay- 
ers of air. The cooling process in this case would be rather slow since the egg 
would always be blanketed by warm air, and it would have no direct contact 
with the cooler air farther away. We may not notice any air motion in the 
vicinity of the egg, but careful measurements indicate otherwise. 

The temperature of the air adjacent to the egg is higher, and thus its density 
is lower, since at constant pressure the density of a gas is inversely propor- 
tional to its temperature. T hus, we have a situation in which some low-density 
or "light" gas is surrounded by a high-density or "heavy" gas, and the natural 
laws dictate that the light gas rise. This is no different than the oil in a vine- 
gar-and-oil salad dressing rising to the top (since poi) < Pyinegar)» This phe- 
nomenon is characterized incorrectly by the phrase “heat rises,” which is 
understood to mean heated air rises. The space vacated by the warmer air in 
the vicinity of the egg is replaced by the cooler air nearby, and the presence of 
cooler air in the vicinity of the egg speeds up the cooling process. The rise 
of warmer air and the flow of cooler air into its place continues until the egg 
is cooled to the temperature of the surrounding air. The motion that results 
from the continual replacement of the heated air in the vicinity of the egg by 
the cooler air nearby is called a natural convection current, and the heat 
transfer that is enhanced as a result of this natural convection current is called 
natural convection heat transfer. Note that in the absence of natural con- 
vection currents, heat transfer from the egg to the air surrounding it would be 
by conduction only, and the rate of heat transfer from the egg would be much 
lower. 

Natural convection is just as effective in the heating of cold surfaces in a 
warmer environment as it is in the cooling of hot surfaces in a cooler envi- 
ronment, as shown in Fig. 20-2. Note that the direction of fluid motion is 
reversed in this case. 

In a gravitational field, there is a net force that pushes upward a light fluid 
placed in a heavier fluid. The upward force exerted by a fluid on a body 
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completely or partially immersed in itis called the buoyancy force. The mag- 
nitude of the buoyancy force is equal to the weight of the fluid displaced by 
the body. That is, 


F buoyancy — Pfluid QV body (20-1) 


where pg, is the average density of the fluid (not the body), g is the gravita- 
tional acceleration, and Vs, is the volume of the portion of the body im- 
mersed in the fluid (for bodies completely immersed in the fluid, it is the total 
volume of the body). In the absence of other forces, the net vertical force 
acting on a body is the difference between the weight of the body and the 
buoyancy force. T hat is, 


Fre = W – F buoyancy 
= Prody IV body — Priuid 9V body (20-2) 
= (рыу — Pruid) QV body 


Note that this force is proportional to the difference in the densities of the fluid 
and the body immersed in it. Thus, a body immersed in a fluid will experience 
a "weight loss" in an amount equal to the weight of the fluid it displaces. This 
is known as Archimedes' principle. 

To have a better understanding of the buoyancy effect, consider an egg ү 
dropped into water. If the average density of the egg is greater than the density = == == =) == —~ submerged 


шэн эн T 338 


of water (a sign of freshness), the egg will settle at the bottom of the container. = = =- F buoyancy — aes 





Otherwise, it will rise to the top. When the density of the egg equals the FIGURE 20-3 
density of water, the egg will settle somewhere in the water while remaining It is the buoyancy force that 
completely immersed, acting like a “weightless object” in space. This occurs keeps the ships afloat in water 
when the upward buoyancy force acting on the egg equals the weight of the (W = F buoyancy for floating objects). 


egg, which acts downward. 

The buoyancy effect has far-reaching implications in life. For one thing, 
without buoyancy, heat transfer between a hot (or cold) surface and the fluid 
surrounding it would be by conduction instead of by natural convection. The 
natural convection currents encountered in the oceans, lakes, and the atmos- 
phere owe their existence to buoyancy. Also, light boats as well as heavy war- 
ships made of steel float on water because of buoyancy (Fig. 20-3). Ships are 100 kPa 
designed on the basis of the principle that the entire weight of a ship and its 
contents is equal to the weight of the water that the submerged volume of the 
ship can contain. The “chimney effect” that induces the upward flow of hot 
combustion gases through a chimney is also due to the buoyancy effect, and 
the upward force acting on the gases in the chimney is proportional to the dif- 
ference between the densities of the hot gases in the chimney and the cooler 
air outside. N ote that there is no gravity in space, and thus there can be no nat- 
ural convection heat transfer in a spacecraft, even if the spacecraft is filled 





! fs 100 kPa 
with atmospheric air. 1kg 
In heat transfer studies, the primary variable is temperature, and it is desir- 

able to express the net buoyancy force (Eq. 20-2) in terms of temperature dif- (b) A substance with a small 8 
ferences. But this requires expressing the density difference in terms of a FIGURE 20-4 
temperature difference, which requires a knowledge of a property that repre- The coefficient of volume expansion 
sents the variation of the density of a fluid with temperature at constant pres- is a measure of the change in volume 
sure. The property that provides that information is the volume expansion of a substance with temperature 
coefficient 6, defined as (Fig. 20-4) at constant pressure. 
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В- Ha) = 163) (1) (20-3) 


In natural convection studies, the condition of the fluid sufficiently far from 
the hot or cold surface is indicated by the subscript “infinity” to serve as a re- 
minder that this is the value at a distance where the presence of the surface is 
not felt. In such cases, the volume expansion coefficient can be expressed ap- 
proximately by replacing differential quantities by differences as 

1 Ap 1 Po — р 


a oe cm (at constant P ) (20-4) 





or 
Po — p = pf(T — T.) (at constant P ) (20-5) 


where p. is the density and T. is the temperature of the quiescent fluid away 
from the surface. 

We can show easily that the volume expansion coefficient (8 of an ideal gas 
(Р — pRT) at a temperature T is equivalent to the inverse of the temperature: 


Bideal gas = i (ШК) (20-6) 


where T is the absolute temperature. Note that a large value of B for a fluid 
means a large change in density with temperature, and that the product 8 АТ 
represents the fraction of volume change of a fluid that corresponds to a tem- 
perature change AT at constant pressure. Also note that the buoyancy force is 
proportional to the density difference, which is proportional to the temperature 
difference at constant pressure. Therefore, the larger the temperature differ- 
ence between the fluid adjacent to a hot (or cold) surface and the fluid away 
from it, the larger the buoyancy force and the stronger the natural convection 
currents, and thus the higher the heat transfer rate. 

The magnitude of the natural convection heat transfer between a surface and 
a fluid is directly related to the flow rate of the fluid. The higher the flow rate, 
the higher the heat transfer rate. In fact, it is the very high flow rates that in- 
crease the heat transfer coefficient by orders of magnitude when forced con- 
vection is used. In natural convection, no blowers are used, and therefore the 
flow rate cannot be controlled externally. The flow rate in this case is estab- 
lished by the dynamic balance of buoyancy and friction. 

A s we have discussed earlier, the buoyancy force is caused by the density dif- 
ference between the heated (or cooled) fluid adjacent to the surface and the 
fluid surrounding it, and is proportional to this density difference and the vol- 
ume occupied by the warmer fluid. It is also well known that whenever two 
bodies in contact (solid-solid, solid-fluid, or fluid-fluid) move relative to each 
other, a friction force develops atthe contact surface in the direction opposite to 
that of the motion. This opposing force slows down the fluid and thus reduces 
the flow rate of the fluid. Under steady conditions, the airflow rate driven by 
buoyancy is established at the point where these two effects balance each other. 
The friction force increases as more and more solid surfaces are introduced, se- 
riously disrupting the fluid flow and heat transfer. For that reason, heat sinks 
with closely spaced fins are not suitable for natural convection cooling. 

Most heat transfer correlations in natural convection are based on ex- 
perimental measurements. The instrument often used in natural convection 


-6- 


cen54261 ch20.qxd 1/25/04 11:07 АМ Раде 909 F 


909 
CHAPTER 20 





experiments is the Mach-Zehnder interferometer, which gives a plot 
of isotherms in the fluid in the vicinity of a surface. The operation principle of 
interferometers is based on the fact that at low pressure, the lines of constant 
temperature for a gas correspond to the lines of constant density, and that the 
index of refraction of a gas is a function of its density. Therefore, the degree 
of refraction of light at some point in a gas is a measure of the tempera- 
ture gradient at that point. An interferometer produces a map of interference 
fringes, which can be interpreted as lines of constant temperature as shown 
in Fig. 20-5. The smooth and parallel lines in (a) indicate that the flow is 
laminar, whereas the eddies and irregularities in (b) indicate that the flow is 
turbulent. N ote that the lines are closest near the surface, indicating a higher 
temperature gradient. 


20-2 * EQUATION OF MOTION AND THE GRASHOF 


ЕЕЕЕЕЕЕЕ 





NUMBER 
In this section we derive the equation of motion that governs the natural con- 
vection flow in laminar boundary layer. The conservation of mass and energy (è) Laminar flow (b) Turbulent flow 
equations derived in Chap. 6 for forced convection are also applicable for nat- FIGURE 20-5 
ural convection, but the momentum equation needs to be modified to incor- !ѕофегтѕ іп natural convection over 
porate buoyancy. a hot plate in air. 


Consider a vertical hot flat plate immersed in a quiescent fluid body. We as- 
sume the natural convection flow to be steady, laminar, and two-dimensional, 
and the fluid to be Newtonian with constant properties, including density, with 
one exception: the density difference p — p., is to be considered since itis this 
density difference between the inside and the outside of the boundary layer 
that gives rise to buoyancy force and sustains flow. (This is known as the 
Boussinesq approximation.) We take the upward direction along the plate to 
be x, and the direction normal to surface to be y, as shown in Fig. 20-6. There- 
fore, gravity acts in the —x-direction. Noting that the flow is steady and two- 
dimensional, the x- and y-components of velocity within boundary layer are цай 
u = u(x, y) and v = v(x, y), respectively. 

The velocity and temperature profiles for natural convection over a vertical 
hot plate are also shown in Fig. 20-6. Note that as in forced convection, the 
thickness of the boundary layer increases in the flow direction. Unlike forced 
convection, however, the fluid velocity is zero at the outer edge of the veloc- 
ity boundary layer as well as at the surface of the plate. This is expected since 
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profile 








V elocity 




















B oundary 
layer 








the fluid beyond the boundary layer is motionless. Thus, the fluid velocity in- Stationary 

creases with distance from the surface, reaches a maximum, and gradually de- fluid 

creases to zero at a distance sufficiently far from the surface. At the surface, ат, 

the fluid temperature is equal to the plate temperature, and gradually de- 

creases to the temperature of the surrounding fluid at a distance sufficiently : 

far from the surface, as shown in the figure. In the case of cold surfaces, the 

shape of the velocity and temperature profiles remains the same but their di- y 

rection is reversed. FIGURE 20-6 
Consider a differential volume element of height dx, length dy, and unit Typical velocity and temperature 

depth in the z-direction (normal to the paper) for analysis. The forces acting profiles for natural convection flow 

on this volume element are shown in Fig. 20-7. Newton's second law of mo- over a hot vertical plate at temperature 

tion for this control volume can be expressed as T, inserted in a fluid at temperature T.. 
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FIGURE 20-7 

Forces acting on a differential 
control volume in the natural 
convection boundary layer 
over a vertical flat plate. 
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6m-a, =F, (20-7) 


where 6m = p(dx - dy - 1) is the mass of the fluid element within the control 
volume. The acceleration in the x-direction is obtained by taking the total dif- 
ferential of u(x, y), which is du = (du/ax)dx + (du/dy)dy, and dividing it by dt. 
We get 
du диах , диду ди, au 

88500 = ax dt © ay dt ~" ax Vay (20-8) 
The forces acting on the differential volume element in the vertical direction 
are the pressure forces acting on the top and bottom surfaces, the shear 
stresses acting on the side surfaces (the normal stresses acting on the top and 
bottom surfaces are small and are disregarded), and the force of gravity act- 
ing on the entire volume element. Then the net surface force acting in the 
x-direction becomes 


ð aP 
F= (y) 41)- (z 21 - 1) — pg(dx - dy - 1) 
ou ӘР (20-9) 


- («95 - 29 - pg ide - dy 1) 


since r = ш(ди/ду). Substituting Eqs. 20-8 and 20-9 into Eq. 20-7 and di- 
viding by p- dx - dy - 1 gives the conservation of momentum in the x-direction 
as 


au, du) _ , Ou 3P 
ZU ы ош) p эх | 99 (20-10) 


The x-momentum equation in the quiescent fluid outside the boundary layer 
can be obtained from the relation above as a special case by setting u = 0. It 
gives 

9Р,, 

X ^ — p«Q (20-11) 


which is simply the relation for the variation of hydrostatic pressure in a 
quiescent fluid with height, as expected. Also, noting that v <u in the bound- 
ary layer and thus dv/dx ~ dv/ay ~ 0, and that there are no body forces (in- 
cluding gravity) in the y-direction, the force balance in that direction gives 
oP /ay = 0. Thatis, the variation of pressure in the direction normal to the sur- 
face is negligible, and for a given x the pressure in the boundary layer is equal 
to the pressure in the quiescent fluid. Therefore, P = P(x) = P..(x) and 
dP /ax = dP JaX = —p..g. Substituting into Eq. 20-10, 


ðu ðu 2и 
11: obu) = p (p. — gig (20-12) 


The last term represents the net upward force per unit volume of the fluid (the 
difference between the buoyant force and the fluid weight). This is the force 
that initiates and sustains convection currents. 

From Eq. 20-5, we have p.. — p = p(T — T..). Substituting it into the 
last equation and dividing both sides by p gives the desired form of the 
x-momentum equation, 
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ðu au. atu 
ЭХ Vay = vay gel =.) (20-13) 


u 
This is the equation that governs the fluid motion in the boundary layer due 
to the effect of buoyancy. Note that the momentum equation involves the 
temperature, and thus the momentum and energy equations must be solved 
simultaneously. 

The set of three partial differential equations (the continuity, momentum, 
and the energy equations) that govern natural convection flow over vertical 
isothermal plates can be reduced to a set of two ordinary nonlinear differential 
equations by the introduction of a similarity variable. But the resulting equa- 
tions must still be solved numerically [Ostrach (1953)]. Interested readers are 
referred to advanced books on the topic for detailed discussions [e.g., K ays 
and Crawford (1993)]. 


The Grashof Number 
The governing equations of natural convection and the boundary conditions 
can be nondimensionalized by dividing all dependent and independent vari- 
ables by suitable constant quantities: all lengths by a characteristic length L., 
all velocities by an arbitrary reference velocity Y (which, from the definition 
of Reynolds number, is taken to be ‘Vv = Re, v/L,), and temperature by a suit- 
able temperature difference (which is taken to be T, — T.,) as 

X 


= 2 de. =— * = — = 
E MEL NEL M р 





where asterisks are used to denote nondimensional variables. Substituting 
them into the momentum equation and simplifying give 


au*  [98(, TJL2] T* , 1 o2u* 
axe 0 дуж v? Re Re, ay*” 





(20-14) 


The dimensionless parameter in the brackets represents the natural convection 
effects, and is called the Grashof number Gr, , T 


Gr z (20-15) 






Friction 


where ЗЭХ 4 
g = gravitational acceleration, m/s? fluid 
B = coefficient of volume expansion, 1/K (8 = 1/T for ideal gases) 
T, = temperature of the surface, °C 
T. = temperature of the fluid sufficiently far from the surface, °C 
L. = characteristic length of the geometry, m 
v = kinematic viscosity of the fluid, m?/s Buoyancy 
force 
We mentioned in the preceding chapters that the flow regime in forced con- FIGURE 20-8 
vection is governed by the dimensionless Reynolds number, which represents The Grashof number Gr is a measure 
the ratio of inertial forces to viscous forces acting on the fluid. The flow of the relative magnitudes of the 
regime in natural convection is governed by the dimensionless G rashof num- buoyancy force and the opposing 
ber, which represents the ratio of the buoyancy force to the viscous force act- viscous force acting on the fluid. 


ing on the fluid (Fig. 20-8). 
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FIGURE 20-9 

Natural convection heat transfer 
correlations are usually expressed in 
terms of the Rayleigh number raised 
to aconstant n multiplied by another 
constant C, both of which are 
determined experimentally. 
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The role played by the Reynolds number in forced convection is played by 
the Grashof number in natural convection. As such, the Grashof number pro- 
vides the main criterion in determining whether the fluid flow is laminar or 
turbulent in natural convection. For vertical plates, for example, the critical 
Grashof number is observed to be about 10?. Therefore, the flow regime on a 
vertical plate becomes turbulent at Grashof numbers greater than 10?. 

W hen a surface is subjected to external flow, the problem involves both nat- 
ural and forced convection. The relative importance of each mode of heat 
transfer is determined by the value of the coefficient Gr, /Re?: Natural con- 
vection effects are negligible if Gr, /Re? « 1, free convection dominates and 
the forced convection effects are negligible if Gr, /Re? 2 1, and both effects 
are significant and must be considered if Gr, /Re? ~ 1. 


20-3 = NATURAL CONVECTION OVER SURFACES 


Natural convection heat transfer on a surface depends on the geometry of the 
surface as well as its orientation. It also depends on the variation of tempera- 
ture on the surface and the thermophysical properties of the fluid involved. 

Although we understand the mechanism of natural convection well, the 
complexities of fluid motion make it very difficult to obtain simple analytical 
relations for heat transfer by solving the governing equations of motion and 
energy. Some analytical solutions exist for natural convection, but such solu- 
tions lack generality since they are obtained for simple geometries under some 
simplifying assumptions. Therefore, with the exception of some simple cases, 
heat transfer relations in natural convection are based on experimental studies. 
Of the numerous such correlations of varying complexity and claimed accu- 
racy available in the literature for any given geometry, we present here the 
ones that are best known and widely used. 

The simple empirical correlations for the average Nusselt number Nu in nat- 
ural convection are of the form (Fig. 20-9) 


E 


Nu= =C(Gr, Pr)! 2 C Raf (20-16) 


Y^ 
where Ra, is the Rayleigh number, which is the product of the Grashof and 
Prandtl numbers: 


T, - TL? 
Ra, = спри = EC Te pr (20-17) 


The values of the constants C and n depend on the geometry of the surface and 
the flow regime, which is characterized by the range of the Rayleigh number. 
The value of n is usually 1 for laminar flow and 1 for turbulent flow. The value 
of the constant C is normally less than 1. 

Simple relations for the average N usselt number for various geometries are 
given in Table 20-1, together with sketches of the geometries. Also given in 
this table are the characteristic lengths of the geometries and the ranges of 
Rayleigh number in which the relation is applicable. All fluid properties are to 
be evaluated at the film temperature T; = 5(T, + T..). 

W hen the average Nusselt number and thus the average convection coef- 
ficient is known, the rate of heat transfer by natural convection from a solid 
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surface at a uniform temperature T, to the surrounding fluid is expressed by 
N ewton's law of cooling as 


Ооу = ҺАТ, Т.) (М) (20-18) 


where A, is the heat transfer surface area and h is the average heat transfer co- 
efficient on the surface. 


Vertical Plates (7, = constant) 

For a vertical flat plate, the characteristic length is the plate height L. In Table 
20-1 we givethree relations for the average N usselt number for an isothermal 
vertical plate. The first two relations are very simple. Despite its complexity, 
we suggest using the third one (Eq. 20- 21) recommended by Churchill and 
Chu (1975) since it is applicable over the entire range of Rayleigh number. 
This relation is most accurate in the range of 10! — Ra, — 10°. 


Vertical Plates (g, = constant) 
In the case of constant surface heat flux, the rate of heat transfer is known (it 
is simply Q — q,A,), but the surface temperature T, is not. In fact, T, in- 
creases with height along the plate. It turns out that the N usselt number rela- 
tions for the constant surface temperature and constant surface heat flux cases 
are nearly identical [Churchill and Chu (1975)]. Therefore, the relations for 
isothermal plates can also be used for plates subjected to uniform heat flux, 
provided that the plate midpoint temperature T, ,; is used for T, in the evalua- 
tion of the film temperature, Rayleigh number, and the Nusselt number. N ot- 
ing that h — d, /(T,  — T), the average N usselt number in this case can be 
expressed as 

hL dL 


== n 20-19 
Nu то =) (ia) 


The midpoint temperature T, ,; is determined by iteration so that the Nusselt 
numbers determined from Eqs. 20-21 and 20- 19 match. 


Vertical Cylinders 
An outer surface of a vertical cylinder can be treated as a vertical plate when Hot 
the diameter of the cylinder is sufficiently large so that the curvature effects 


plate 
are negligible. This condition is satisfied if | / ( 
Dz 3» (20-20) v Boundary 


1/4 
Grt layer fl 


When this criteria is met, the relations for vertical plates can also be used for 
vertical cylinders. Nusselt number relations for slender cylinders that do not 
meet this criteria are available in the literature [e.g., Cebeci (1974)]. 





Inclined Plates 


Consider an inclined hot plate that makes an angle @ from the vertical, as FIGURE 20-10 
shown in Fig. 20-10, in a cooler environment. The net force F = g(p., — p) Natural convection flows on the 
(the difference between the buoyancy and gravity) acting on a unit volume of upper and lower surfaces of 
the fluid in the boundary layer is always in the vertical direction. In the case an inclined hot plate. 
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Empirical correlations for the average Nusselt number for natural convection over surfaces 





Characteristic 















































Geometry length Le Range of Ra Nu 
Vertical plate 104-109 Nu — 0.59Ra]^ (20-19) 
T 1020-1013 Nu — O.1Ra]? (20-20) 
! L Enti N 0.825 + оаа Í (20-21) 
ntire range u= 40. —— ст - 
3 1 + (0.492/Рт)278]8027 
(complex but more accurate) 
| Use vertical plate equations for the upper 
Inclined plate surface of a cold plate and the lower 
surface of a hot plate 
L 
// Replace g by g cos for Ra « 10? 
Horizontal plate 104-107 Nu = 0.54Ral^ (20-22) 
(Surface area A and perimeter p) 7101 2 13 t 
(a) U pper surface of a hot plate Ire Миг 0,ХЭНӨ: (20-23) 
(or lower surface of a cold plate) 
Hot surface Т, 
A,/p 
(b) Lower surface of a hot plate 
(or upper surface of a cold plate) 
| х 109-10! Nu — 0.27Ral^ (20-24) 
T 
Hot surface i 
Vertical cylinder T A vertical cylinder can be treated as a 
Ї 1 vertical plate when 
L 
L 
D= 35L 
| ap 
Horizontal cylinder : 7 Зоосон 4 зас 0.387Ва}в 2 one 
ap S u = 40.6 + :557 - 
- ° [1 + (0.559/Pr)916]827 
Sphere 0.589Ra #4 
Rap < 10! Nu = 2 + ——_—__________- 20-26 
"p : [1 + (0.469/Pr)"15}49 
D (Pr = 0.7) 
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of inclined plate, this force can be resolved into two components: F, — F cos 
parallel to the plate that drives the flow along the plate, and F, — F sin 6 nor- 
mal to the plate. Noting that the force that drives the motion is reduced, we 
expect the convection currents to be weaker, and the rate of heat transfer to be 
lower relative to the vertical plate case. 

The experiments confirm what we suspect for the lower surface of a hot 
plate, but the opposite is observed on the upper surface. The reason for this cu- 
rious behavior for the upper surface is that the force component F , initiates 
upward motion in addition to the parallel motion along the plate, and thus the 
boundary layer breaks up and forms plumes, as shown in the figure. As a re- 
sult, the thickness of the boundary layer and thus the resistance to heat trans- 
fer decreases, and the rate of heat transfer increases relative to the vertical 
orientation. 

In the case of a cold plate in a warmer environment, the opposite occurs as 
expected: T he boundary layer on the upper surface remains intact with weaker 
boundary layer flow and thus lower rate of heat transfer, and the boundary 
layer on the lower surface breaks apart (the colder fluid falls down) and thus 
enhances heat transfer. 

W hen the boundary layer remains intact (the lower surface of a hot plate or 
the upper surface of a cold plate), the N usselt number can be determined from 
the vertical plate relations provided that g in the Rayleigh number relation is 
replaced by g cos 6 for 0 « 60°. Nusselt number relations for the other two 
surfaces (the upper surface of a hot plate or the lower surface of a cold plate) 
are available in the literature [e.g., Fujiii and Imura (1972)]. 


Horizontal Plates 
The rate of heat transfer to or from a horizontal surface depends on whether 
the surface is facing upward or downward. For a hot surface in a cooler envi- 
ronment, the net force acts upward, forcing the heated fluid to rise. If the hot 
surface is facing upward, the heated fluid rises freely, inducing strong natural 
convection currents and thus effective heat transfer, as shown in Fig. 20- 11. 
Butif the hot surface is facing downward, the plate will block the heated fluid 
that tends to rise (except near the edges), impeding heat transfer. The opposite 
is true for a cold plate in a warmer environment since the net force (weight 
minus buoyancy force) in this case acts downward, and the cooled fluid near 
the plate tends to descend. 

The average N usselt number for horizontal surfaces can be determined from 
the simple power-law relations given in Table 20-1. The characteristic length 
for horizontal surfaces is calculated from 


As 
L со р (20-21) 


where A, is the surface area and p is the perimeter. Note that L. = a/4 fora 
horizontal square surface of length a, and D/4 for a horizontal circular surface 
of diameter D. 


Horizontal Cylinders and Spheres 


The boundary layer over a hot horizontal cylinder starts to develop at the bot- 
tom, increasing in thickness along the circumference, and forming a rising 
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Natural convection flows on the 
upper and lower surfaces of 
a horizontal hot plate. 
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FIGURE 20-12 
Natural convection flow over a 
horizontal hot cylinder. 


T. = 20°C 





FIGURE 20-13 
Schematic for Example 20-1. 
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plume at the top, as shown in Fig. 20-12. Therefore, the local N usselt number 
is highest at the bottom, and lowest at the top of the cylinder when the bound- 
ary layer flow remains laminar. The opposite is true in the case of a cold hor- 
izontal cylinder in a warmer medium, and the boundary layer in this case 
starts to develop at the top of the cylinder and ending with a descending plume 
at the bottom. 

The average Nusselt number over the entire surface can be determined from 
Eq. 20-26 [Churchill and Chu (1975)] for an isothermal horizontal cylinder, 
and from Eq. 20-19 for an isothermal sphere [Churchill (1983)] both given in 
Table 20- 1. 





EXAMPLE 20-1 Heat Loss from Hot-Water Pipes 


A 6-m-long section of an 8-cm-diameter horizontal hot-water pipe shown in Fig. 
20-13 passes through a large room whose temperature is 20°C. If the outer sur- 
face temperature of the pipe is 70°C, determine the rate of heat loss from the 
pipe by natural convection. 


SOLUTION A horizontal hot-water pipe passes through a large room. The rate 
of heat loss from the pipe by natural convection is to be determined. 
Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 The 
local atmospheric pressure is 1 atm. 

Properties The properties of air at the film temperature of 7; = (7, + T.,)/2 
= (70 + 20)/2 = 45°C and 1 atm are (Table A-22) 


k = 0.02699 W/m - °C Pr = 0.7241 


2 1 1 
2 5 m2 ——— B— 
о = 1.749 x 10^? m/s B T 318K 
Analysis The characteristic length in this case is the outer diameter of the 
pipe, Le = D = 0.08 m. Then the Rayleigh number becomes 


ВИ = тар? 
Яо Pr 
(9.81 m/s2)[1/(318 K)](70 — 20 K)(0.08 m)? 


- (1.49 x 10-5 mjs)? (0.7241) — 1.869 х 109 


Rap = 





The natural convection Nusselt number in this case can be determined from 
Eq. 20-25 to be 


Nu= 206 0.3878 ар” ус i 0.387(1869 x 109)/6 |}? 
u= 10S 7 т Cosson = 100 * rx (0:559/0.7241)$]87 
= 17.40 
Then, 
h.— Kuu - 092629 WIm °C (17,40) = 5.869 Wim - °C 


р 0.08 т 
A, — zDL = 7(0.08 т)(6 т) = 1.508 т> 


and 





Q =hA,(T, — T..) = (5.869 W/m? - °C)(1.508 m2)(70 — 20)°C = 443 W 
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Therefore, the pipe will lose heat to the air in the room at a rate of 443 W by 
natural convection. 


Discussion The pipe will lose heat to the surroundings by radiation as well as by 
natural convection. Assuming the outer surface of the pipe to be black (emissiv- 
ity e — 1) and the inner surfaces of the walls of the room to be at room temper- 
ature, the radiation heat transfer is determined to be (Fig. 20-14) 


СА = sÅ (T à "i Па 


— (1)(1.508 m2)(5.67 x 10-8 W/m2 - K4)[(70 + 273 K)4 — (20 + 273 K)‘] | T.=70°C 
ms ee 


стт : Pee ee : = W 
which is larger than natural convection. The emissivity of a real surface is less Q rad, max = 553 


Too = 20°C 
Q nat con = 443 W 


than 1, and thus the radiation heat transfer for a real surface will be less. But FIGURE 20-14 
radiation will still be significant for most systems cooled by natural convection. Radiation heat transfer is usually 
Therefore, a radiation analysis should normally accompany a natural convection comparable to natural convection in 
analysis unless the emissivity of the surface is low. magnitude and should be considered in 


heat transfer analysis. 








EXAMPLE 20-2 Cooling of a Plate in Different Orientations 


Consider a 0.6-m Xx 0.6-m thin square plate in a room at 30°C. One side of the 
plate is maintained at a temperature of 90°C, while the other side is insulated, 
as shown in Fig. 20-15. Determine the rate of heat transfer from the plate by 0° 
natural convection if the plate is (a) vertical, (b) horizontal with hot surface fac- 
ing up, and (c) horizontal with hot surface facing down. 


Ta = 30°С 


AP 





SOLUTION A hot plate with an insulated back is considered. The rate of heat L=0.6m 
loss by natural convection is to be determined for different orientations. 

Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 The 

local atmospheric pressure is 1 atm. 


Properties The properties of air at the film temperature of 7; = (T, + T.,)/2 (a) Vertical 
= (90 + 30)/2 = 60°C and 1 atm are (Table A-22) 


k = 0.02808 W/m - °C Pr = 0.7202 


о =1.896 х 10-5 05 В= E "gx 





(b) Hot surface facing up 
Analysis (a) Vertical. The characteristic length in this case is the height of the 
plate, which is L = 0.6 m. The Rayleigh number is 


Т,-1,13 
na, = l = irs 


(9.81 m/s?)[1/(333 K)](90 — 30 K )(0.6 m)? 











c) Hot surface facing down 

(1.896 x 10-5 m?/s? ee 2С ыле 20-15 
Then the natural convection Nusselt number can be determined from Eq. Schematic for Example 20-2. 
20-21 to be 

Nu= {0825 + care ome | 
[1 + (0.492/Pr)%16]8/27 
0.387(7.656 х 108)16 ? 
= fosas d LER pape) = 113.4 


--Ө3--- 
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Note that the simpler relation Eq. 20-19 would give Nu = 0.59 Ra}ł^ = 98.14, 
which is 13 percent lower. Then, 


n — K yy — 0.02808 Wim - °C 
m Е 0.6 m 
A, = L? = (0.6 m)? = 0.36 m? 


Nu (113.4) = 5.306 W/m? - °C 


and 


Q =hA,T, — T..) = (5.306 W/m? - °C)(0.36 m2)(90 — 30)°C = 115 W 


(b) Horizontal with hot surface facing up. The characteristic length and the 
Rayleigh number in this case are 
Шог 2 1 шд 
C= pase a dm 
48(Т, ши Pr 
v 
(9.81 m/s?)[1/(333 K )](90 — 30 K)(0.15 m)3 


й (1.896 x 10-5 m4s)? (0.7202) = 1.196 х 107 


Ra, = 





The natural convection Nusselt number can be determined from Eq. 20-22 to be 


Nu = 0.54Ral^ — 0.54(1.196 x 107)!^ — 31.76 


Then, 
aks — 0.0280 W/m - 9C - 28 
h= L. Nu= CIEN (31.76) = 5.946 W/m2 - °C 
A, = 2 = (0'6)m)2 = 0:36 m2 
and 


Q =hA,T, — T..) = (5.946 W/m? - °C)(0.36 m2)(90 — 30)°C = 128 W 


(c) Horizontal with hot surface facing down. The characteristic length, the heat 
transfer surface area, and the Rayleigh number in this case are the same as 
those determined in (b). But the natural convection Nusselt number is to be de- 
termined from Eq. 20-24, 


Nu = 0.27Raj^ — 0.27(1.196 x 107)!^ — 15.86 


Then, 
_ 0.02808 W/m : °C 


= 223 
015m — (1586) — 2.973 Wim? - °C 


_k 
ae 
and 


Q — hAT, — T.) — (2.973 W/m? - °C)(0.36 m2)(90 — 30)°C = 64.2 W 


Note that the natural convection heat transfer is the lowest in the case of the 
hot surface facing down. This is not surprising, since the hot air is “trapped” 
under the plate in this case and cannot get away from the plate easily. As a re- 
sult, the cooler air in the vicinity of the plate will have difficulty reaching the 
plate, which results in a reduced rate of heat transfer. 


Discussion The plate will lose heat to the surroundings by radiation as well as 
by natural convection. Assuming the surface of the plate to be black (emissivity 


--Ө3--- 
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& — 1) and the inner surfaces of the walls of the room to be at room tempera- 
ture, the radiation heat transfer in this case is determined to be 


Qs = eA,a(T? on n) 
— (1)(0.36 m?)(5.67 x 10? W/m? - K^[(90 + 273 K )* — (30 + 273 K)4] 
= 182 W 
which is larger than that for natural convection heat transfer for each case. 


Therefore, radiation can be significant and needs to be considered in surfaces 
cooled by natural convection. 








20-4 ~ NATURAL CONVECTION FROM FINNED 
SURFACES AND PCBs 


Natural convection flow through a channel formed by two parallel plates as 








shown in Fig. 20-16 is commonly encountered in practice. When the plates Fully 

are hot (T, > T..), the ambient fluid at T., enters the channel from the lower developed ! | 

end, rises as it is heated under the effect of buoyancy, and the heated fluid flow 

leaves the channel from the upper end. The plates could be the fins of a finned cohen 

heat sink, or the PCBs (printed circuit boards) of an electronic device. The plate at T, 

plates can be approximated as being isothermal (T, = constant) in the first d | | 

case, and isoflux (d, — constant) in the second case. L 
Boundary layers start to develop at the lower ends of opposing surfaces, and Bund 

eventually merge at the midplane if the plates are vertical and sufficiently layer 

long. In this case, we will have fully developed channel flow after the merger Rs 

of the boundary layers, and the natural convection flow is analyzed as channel 

flow. But when the plates are short or the spacing is large, the boundary lay- T NS 

ers of opposing surfaces never reach each other, and the natural convection 

flow on a surface is not affected by the presence of the opposing surface. In pog [oc 9 

that case, the problem should be analyzed as natural convection from two in- E 

dependent plates in a quiescent medium, using the relations given for surfaces, j 

rather than natural convection flow through a channel. FIGURE 20-16 

Natural convection flow through a 
Natural Convection Cooling of Finned Surfaces aie ee 


vertical plates. 

(T, = constant) 
Finned surfaces of various shapes, called heat sinks, are frequently used in the 
cooling of electronic devices. Energy dissipated by these devices is transferred 
to the heat sinks by conduction and from the heat sinks to the ambient air by 
natural or forced convection, depending on the power dissipation require- 
ments. Natural convection is the preferred mode of heat transfer since it in- 
volves no moving parts, like the electronic components themselves. H owever, 
in the natural convection mode, the components are more likely to run ata 
higher temperature and thus undermine reliability. A properly selected heat 
sink may considerably lower the operation temperature of the components and 
thus reduce the risk of failure. 

Natural convection from vertical finned surfaces of rectangular shape has 
been the subject of numerous studies, mostly experimental. Bar-Cohen and 
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(a) 





FIGURE 20-17 
Heat sinks with (a) widely spaced and 
(b) closely packed fins. 





Quiescent 
air, T 
Ї 


| | 
n dd 


2x 
FIGURE 20-18 


Various dimensions of a finned surface 
oriented vertically. 


cen54261 ch20.qxd 1/25/04 11:07 AM Page 920 T 


Rohsenow (1984) have compiled the available data under various boundary 
conditions, and developed correlations for the N usselt number and optimum 
spacing. The characteristic length for vertical parallel plates used as fins is 
usually taken to be the spacing between adjacent fins S, although the fin 
height L could also be used. The Rayleigh number is expressed as 


081Т, m T,JS? P 981Т, a Talk 


3 
13 
Ва; = = r and Ra = 2 Pr = Ra, E (20-22) 


The recommended relation for the average Nusselt number for vertical 
isothermal parallel plates is 


=05 
T, = constant: Nu= ie = .. H m (20-23) 
A question that often arises in the selection of a heat sink is whether to se- 
lect one with closely packed fins or widely spaced fins for a given base area 
(Fig. 20-17). A heat sink with closely packed fins will have greater surface 
area for heat transfer but a smaller heat transfer coefficient because of the ex- 
tra resistance the additional fins introduce to fluid flow through the interfin 
passages. A heat sink with widely spaced fins, on the other hand, will havea 
higher heat transfer coefficient but a smaller surface area. Therefore, there 
must be an optimum spacing that maximizes the natural convection heat trans- 
fer from the heat sink for a given base area WL, where W and L are the width 
and height of the base of the heat sink, respectively, as shown in Fig. 20-18. 
When the fins are essentially isothermal and the fin thickness t is small rela- 
tive to the fin spacing S, the optimum fin spacing for a vertical heat sink is de- 
termined by Bar-Cohen and Rohsenow to be 





S3L 0.25 
T, = constant: Sant = гм ) = 2.714 (20-24) 


L 
Ra; Ra? 
It can be shown by combining the three equations above that when S = Soot, 
the Nusselt number is a constant and its value is 1.307, 
S opt 


h 
S = Soot Ми = = = 1307 (20-25) 





The rate of heat transfer by natural convection from the fins can be deter- 
mined from 


Q =h(2nLH)(T, — T..) (20-26) 


wheren = W/(S + t) ~ W/S is the number of fins on the heat sink and T, is the 
surface temperature of the fins. All fluid properties are to be evaluated at the 
average temperature T aye = (T, + T.,)/2. 


Natural Convection Cooling of Vertical PCBs 


(q, — constant) 

Arrays of printed circuit boards used in electronic systems can often be mod- 
eled as parallel plates subjected to uniform heat flux g, (Fig. 20-19). The plate 
temperature in this case increases with height, reaching a maximum at the 
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upper edge of the board. The modified Rayleigh number for uniform heat flux | w — 
on both plates is expressed as 
_ 9Bq,S* 
Re oo (20-27) Ї 
L 
The Nusselt number at the upper edge of the plate where maximum tempera- ЈЕ | 
ture occurs is determined from [B ar-Cohen and Rohsenow (1984)] 2н A 
j; Ts Р-5-- 
аг 4825119 (20-28) i 22 
Lk  jRatS/L ' (RafS/L)94 = FIGURE 20-19 
Arrays of vertical printed circuit 
The optimum fin spacing for the case of uniform heat flux on both plates is boards (PCBs) cooled by natural 
given as convection. 
. S4L 0.2 
q; = constant: Sopt = 2.12 63 (20-29) 


The total rate of heat transfer from the plates is 


Q =4q,A, = q,(2nLH) (20-30) 


where n = W/(S + t) ~ W/S is the number of plates. The critical surface tem- 
perature T, occurs at the upper edge of the plates, and it can be determined 
from 


ў, = (Т, = Т.) (20-31) 


AIl fluid properties are to be evaluated at the average temperature Tave = 
(T, T Т.12. 


Mass Flow Rate through the Space between Plates 
As we mentioned earlier, the magnitude of the natural convection heat trans- 
fer is directly related to the mass flow rate of the fluid, which is established by 
the dynamic balance of two opposing effects: buoyancy and friction. 

The fins of a heat sink introduce both effects: inducing extra buoyancy as a 
result of the elevated temperature of the fin surfaces and slowing down the 
fluid by acting as an added obstacle on the flow path. A s a result, increasing 
the number of fins on a heat sink can either enhance or reduce natural con- 
vection, depending on which effect is dominant. The buoyancy-driven fluid 
flow rate is established at the point where these two effects balance each 
other. The friction force increases as more and more solid surfaces are intro- 
duced, seriously disrupting fluid flow and heat transfer. Under some condi- 
tions, the increase in friction may more than offset the increase in buoyancy. 
This in turn will tend to reduce the flow rate and thus the heat transfer. For that 
reason, heat sinks with closely spaced fins are not suitable for natural convec- 
tion cooling. 

When the heat sink involves closely spaced fins, the narrow channels 
formed tend to block or "suffocate" the fluid, especially when the heat sink is 
long. As a result, the blocking action produced overwhelms the extra buoy- 
ancy and downgrades the heat transfer characteristics of the heat sink. Then, 
at a fixed power setting, the heat sink runs at a higher temperature relative to 
the no-shroud case. When the heat sink involves widely spaced fins, the 
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shroud does not introduce a significant increase in resistance to flow, and the 
buoyancy effects dominate. As a result, heat transfer by natural convection 
may improve, and at a fixed power level the heat sink may run at a lower tem- 
perature. 

W hen extended surfaces such as fins are used to enhance natural convection 
heat transfer between a solid and a fluid, theflow rate of thefluid inthe vicin- 
ity of the solid adjusts itself to incorporate the changes in buoyancy and fric- 
tion. It is obvious that this enhancement technique will work to advantage 
only when the increase in buoyancy is greater than the additional friction in- 
troduced. One does not need to be concerned with pressure drop or pumping 
power when studying natural convection since no pumps or blowers are used 
in this case. Therefore, an enhancement technique in natural convection is 
evaluated on heat transfer performance alone. 

The failure rate of an electronic component increases almost exponen- 
tially with operating temperature. The cooler the electronic device operates, 
the more reliable itis. A rule of thumb is that the semiconductor failure rate 
is halved for each 10?C reduction in junction operating temperature. T he de- 
sire to lower the operating temperature without having to resort to forced 
convection has motivated researchers to investi gate enhancement techniques 
for natural convection. Sparrow and Prakash have demonstrated that, under 
certain conditions, the use of discrete plates in lieu of continuous plates of 
the same surface area increases heat transfer considerably. In other experi- 
mental work, using transistors as the heat source, Cengel and Zing have 
demonstrated that temperature recorded on the transistor case dropped by as 
much as 30°C when a shroud was used, as opposed to the corresponding no- 
shroud case. 





EXAMPLE 20-3 Optimum Fin Spacing of a Heat Sink 


A 12-cm-wide and 18-cm-high vertical hot surface in 30°C air is to be cooled by 
| =0.12 т B a heat sink with equally spaced fins of rectangular profile (Fig. 20-20). The fins 
are 0.1 cm thick and 18 cm long in the vertical direction and have a height of 
2.4 cm from the base. Determine the optimum fin spacing and the rate of heat 
transfer by natural convection from the heat sink if the base temperature is 80°C. 





L =0.18m SOLUTION A heat sink with equally spaced rectangular fins is to be used to 
L cool a hot surface. The optimum fin spacing and the rate of heat transfer are to 

T Т. = 80°C be determined. 
telmm— p= sH Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 The 
FIGURE 20—20 atmospheric pressure at that location is 1 atm. 4 The thickness f of the fins is 
Schematic for Example 20-3. very small relative to the fin spacing S so that Eq. 20-24 for optimum fin spac- 


ing is applicable. 5 All fin surfaces are isothermal at base temperature. 
Properties The properties of air at the film temperature of 7; = (7, + T..)/2 
= (80 + 30)/2 = 55°C and 1 atm pressure are (Table A-22) 


k = 0.02772 W/m - °C Pr = 0.7215 
о = 1.846 х 10-5 т2/5 В = ІП; = 1328 К 
Analysis We take the characteristic length to be the length of the fins in the 


vertical direction (since we do not know the fin spacing). Then the Rayleigh 
number becomes 
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m 
Ra PUAT T UL E ) Pr 
(981 m/s?)[1/(328 K )](80 — 30 K)(0.18 m)? 2 5 
- Е (0.7215) = 1.846 х 10 


The optimum fin spacing is determined from Eq. 20-24 to be 





2.714 = 2.714 = 7.45 х 105 т 


Raps — 7.45 mm 


Ge 0.8m 

opt (1.846 х 107)925 
which is about seven times the thickness of the fins. Therefore, the assumption 
of negligible fin thickness in this case is acceptable. The number of fins and 
the heat transfer coefficient for this optimum fin spacing case are 


W 0.12m 


S-Ft- (0.00745 0.0001) m ^. 19 fins 


n= 


The convection coefficient for this optimum in spacing case is, from Eq. 20-25, 


k 0.02772 W [m - *C 
Sx 1701 0.00745 т 





h = Nu = 0.2012 W/m? - °C 


Then the rate of natural convection heat transfer becomes 


Q — hAJT, — T.) — h(2nLH)(T, — T.) 
= (0.2012 W/m? - °C)[2 x 15(0.18 m)(0.024 m)](80 — 30)°C = 1.30W 


Therefore, this heat sink can dissipate heat by natural convection at a rate of 
1.30 W. 








20-5 = NATURAL CONVECTION INSIDE ENCLOSURES 


A considerable portion of heat loss from a typical residence occurs through 
the windows. We certainly would insulate the windows, if we could, in order 
to conserve energy. The problem is finding an insulating material that is trans- 
parent. An examination of the thermal conductivities of the insulting materi- 
als reveals that air is a better insulator than most common insulating 
materials. Besides, it is transparent. Therefore, it makes sense to insulate the 
windows with a layer of air. Of course, we need to use another sheet of glass 
to trap the air. The result is an enclosure, which is known as a double-pane 
window in this case. Other examples of enclosures include wall cavities, solar 
collectors, and cryogenic chambers involving concentric cylinders or spheres. 

Enclosures are frequentl y encountered in practice, and heat transfer through 
them is of practical interest. H eat transfer in enclosed spaces is complicated 
by the fact that the fluid in the enclosure, in general, does not remain station- 
ary. In a vertical enclosure, the fluid adjacent to the hotter surface rises and the 
fluid adjacent to the cooler one falls, setting off a rotationary motion within 
the enclosure that enhances heat transfer through the enclosure. Typical flow 
patterns in vertical and horizontal rectangular enclosures are shown in Figs. 
20-21 апа 20-22. 
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FIGURE 20-21 


Convective currents in a vertical 
rectangular enclosure. 
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FIGURE 20-22 


Convective currents in a horizontal 
enclosure with (a) hot plate at the top 
and (b) hot plate at the bottom. 
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Pure Natural 
conduction convection 
FIGURE 20-23 


A Nusselt number of 3 for an 
enclosure indicates that heat transfer 
through the enclosure by natural 
convection is three times that by pure 
conduction. 
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The characteristics of heat transfer through a horizontal enclosure depend 
on whether the hotter plate is at the top or at the bottom, as shown in 
Fig. 20-22. W hen the hotter plate is at the top, no convection currents will de- 
velop in the enclosure, since the lighter fluid will always be on top of the 
heavier fluid. H eat transfer in this case will be by pure conduction, and we 
will have Nu = 1. W hen the hotter plate is at the bottom, the heavier fluid will 
be on top of the lighter fluid, and there will be a tendency for the lighter fluid 
to topple the heavier fluid and rise to the top, where it will come in contact 
with the cooler plate and cool down. Until that happens, however, the heat 
transfer is still by pure conduction and Nu = 1. When Ra > 1708, the buoy- 
ant force overcomes the fluid resistance and initiates natural convection cur- 
rents, which are observed to be in the form of hexagonal cells called Bénard 
cells. For Ra > 3 X 10°, the cells break down and the fluid motion becomes 
turbulent. 

The Rayleigh number for an enclosure is determined from 


T,—T2)L? 
DU EM : M (20-32) 
Vv 


Ra, = 
where the characteristic length L, is the distance between the hot and cold sur- 
faces, and T, and T; are the temperatures of the hot and cold surfaces, respec- 
tively. All fluid properties are to be evaluated at the average fluid temperature 
Tave = (Ti F T2)/2. 


Effective Thermal Conductivity 
When the N usselt number is known, the rate of heat transfer through the en- 
closure can be determined from 


T-T 
Q — hA,T, – Т,) — kNuA, : i (20-33) 
С. 





since h = kNu/L. The rate of steady heat conduction across a layer of thick- 
ness L., area A., and thermal conductivity k is expressed as 


| iat 
О сопа = КА; “р 2 (20-34) 





where T, and T; are the temperatures on the two sides of the layer. A compar- 
ison of this relation with Eq. 20-33 reveals that the convection heat transfer in 
an enclosure is analogous to heat conduction across the fluid layer in the en- 
closure provided that the thermal conductivity k is replaced by kNu. That is, 
the fluid in an enclosure behaves like a fluid whose thermal conductivity is 
kNu as a result of convection currents. Therefore, the quantity kNu is called 
the effective thermal conductivity of the enclosure. That is, 


Keff = kN u (20-35) 


Note that for the special case of Nu = 1, the effective thermal conductivity of 
the enclosure becomes equal to the conductivity of the fluid. This is expected 
since this case corresponds to pure conduction (Fig. 20-23). 

Natural convection heat transfer in enclosed spaces has been the subject 
of many experimental and numerical studies, and numerous correlations for 
the Nusselt number exist. Simple power-law type relations in the form of 
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Nu — CRaf, where C and n are constants, are sufficiently accurate, but they 
are usually applicable to a narrow range of Prandtl and Rayleigh numbers 
and aspect ratios. The relations that are more comprehensive are naturally 
more complex. N ext we present some widely used relations for various types 
of enclosures. 


Horizontal Rectangular Enclosures 
We need no Nusselt number relations for the case of the hotter plate being at 
the top, since there will be no convection currents in this case and heat trans- 
fer will be downward by conduction (Nu — 1). When the hotter plate is at the 
bottom, however, significant convection currents set in for Ra, > 1708, and 
the rate of heat transfer increases (Fig. 20-24). 

For horizontal enclosures that contain air, Jakob (1949) recommends the 
following simple correlations 


Nu — 0.195Raj^ 
Nu = 0.068Аар? 


104 «Ra, « 4 x 105 (20-36) 


4 x 10 « Ra, « 10 (20-37) 


These relations can also be used for other gases with 0.5 < Pr < 2. Using wa- 
ter, silicone oil, and mercury in their experiments, Globe and Dropkin (1959) 
obtained this correlation for horizontal enclosures heated from below, 


Nu-0.069Raj? Pr?)?^ 3З х 10° < Ва <7 x 10? (20-38) 


Based on experiments with air, Hollands et al. (1976) recommend this corre- 
lation for horizontal enclosures, 
S ES 


Nu =1 +144 |1- HO 18 





á 
= 1 Ra,<108 (20-39) 


The notation [ ]* indicates that if the quantity in the bracket is negative, it should 
be set equal to zero. This relation also correlates data well for liquids with mod- 
erate Prandtl numbers for Ra, < 105, and thus it can also be used for water. 


Inclined Rectangular Enclosures 
Air spaces between two inclined parallel plates are commonly encountered in 
flat-plate solar collectors (between the glass cover and the absorber plate) and 
the double-pane skylights on inclined roofs. H eat transfer through an inclined 
enclosure depends on the aspect ratio H /L as well as the tilt angle 0 from the 
horizontal (Fig. 20-25). 

For large aspect ratios (H/L — 12), this equation [H ollands et al., 1976] cor- 
relates experimental data extremely well for tilt angles up to 70°, 


1708 E 1 1708(sin 1.80)16 (Ra, cos 9) 13 i $ 
Ra, cos 0 


Ra, cos 6 18 
for Ra, « 105, 0 « 0 « 70?, and H/L 2 12. A gain any quantity in [ ]* should 
be set equal to zero if it is negative. This is to ensure that Nu — 1 for 
Ra, cos 0 « 1708. Note that this relation reduces to Eq. 20-39 for horizontal 
enclosures for 0 — 0?, as expected. 








Nu — 1d 144) 1 
(20-40) 
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FIGURE 20-24 
A horizontal rectangular enclosure 
with isothermal surfaces. 


Т; 


K a 
H С ü 


L 





Тү»Т, 


FIGURE 20-25 
An inclined rectangular enclosure 
with isothermal surfaces. 
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For enclosures with smaller aspect ratios (H/L < 12), the next correlation 
can be used provided that the tilt angle is less than the critical value 6,, listed 
in Table 20-2 [Catton (1978)] 








TABLE 20-2 N Ug= 900 6J6cr 1 
= Nu = NUp-oe (SiN Ө.) — 09—8-— 6, (20-41) 
Critical angles for inclined NU, os 
rectangular enclosures For tilt angles greater than the critical value (4, < 6 < 90°), the Nusselt 
Aspect ratio, Critical angle, number can be obtained by multiplying the Nusselt number for a vertical en- 
HIL Ber closure by (sin @)#4 [Ayyaswamy and Catton (1973)], 
1 25° 
3 53° N и = N Ug = go (Sin 9)“ Ger < 0 < 90°, any H /L (20-42) 
sd es For enclosures tilted more than 90°, the recommended relation is [Arnold et 
213 s al. (1974)] 


Nu = 1 + (№ъ№и, ор = 1)5іп 0 90° < 0 < 180°, апу H/L (20-43) 


More recent but more complex correlations are also available in the literature 
[e.g., and ElSherbiny et al. (1982)]. 


Vertical Rectangular Enclosures 
Ti Т, For vertical enclosures (Fig. 20-26), Catton (1978) recommends these two 
correlations due to Berkovsky and Polevikov (1977), 


458 180 Ї«22 
Nu = 0.18 (7223 3-r Pr 2 any Prandtl number (20-44) 
Ra, Pr/(0.2 + Pr) > 10? 


0.28 14 2<H/L <10 
Nu = 0.22 (axe 74 Pr Ra.) (t) any Prandtl number (20-45) 
Ra, « 1029 


For vertical enclosures with larger aspect ratios, the following correlations can 
be used [M acGregor and Emery (1969)] 





FIGURE 20-26 озоби уаз 10 НА < 40. 
A vertical rectangular enclosure with Nu = 0.42R aj! Pro (&) I«Pr«2x I0 (20-46) 
isothermal surfaces. 10^ « Ra, « 107 
1<H/L < 40 
Nu = 0.46R az? L<Pr<20 (20-47) 
(os 106 — Ra, — 109 
0 


Again all fluid properties are to be evaluated at the average temperature 
(T4 + T,)/2. 


Concentric Cylinders 
Consider two long concentric horizontal cylinders maintained at uniform but 





Inner cylinder different temperatures of T; and T,, as shown in Figure 20-27. The diameters 

at T; of the inner and outer cylinders are D; and D ,, respectively, and the character- 

FIGURE 20-27 istic length is the spacing between the cylinders, L. — (D, — D,)/2. The rate of 

Two concentric horizontal isothermal heat transfer through the annular space between the natural convection unit is 
cylinders. expressed as 


—— 
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- 2K eff 
Q = in(D,/D,) 01 =x) (W/m) (20-48) 


The recommended relation for effective thermal conductivity is [Raithby and 
Hollands (1975)] 


Ker 


= 0.386 ( 


Pr 1/4 
пар) (Е суі R a, j^ (20-49) 


where the geometric factor for concentric cylinders F «y is 


л(0,/0:)8 
Foi - LAD 35 x p ;35)5 (20-50) 
The Keg relation in Eq. 20-49 is applicable for 0.70 « Pr - 6000 and 10? < 
F yiRa, < 10’. For F Ra, « 100, natural convection currents are negligible 
and thus Kep = k. Note that kep cannot be less than k, and thus we should set 
Ker = K if Kerk < 1. The fluid properties are evaluated at the average temper- 
ature of (T; + T,)/2. 


Concentric Spheres 
For concentric isothermal spheres, the rate of heat transfer through the gap 
between the spheres by natural convection is expressed as (Fig. 20-28) 





S D:D, 
0 = т Г )m -Tu (W) (20-51) 


where L, = (D, — Dj)/2 is the characteristic length. The recommended rela- 
tion for effective thermal conductivity is [Raithby and Hollands (1975)] 





Kerf 2 Pr 14 1/4 
(qe 0.74 (csi (FoR a) (20-52) 
where the geometric factor for concentric spheres F spn IS FIGURE 20-28 
1. Two concentric isothermal spheres. 


F sph = (D;D,)4(D;75 + D, 75)5 (20-53) 
The Kee relation in Eq. 20-52 is applicable for 0.70 = Pr = 4200 and 10? = 
Е Ra, = 104. If К/К < 1, we should set Kerr = К, 


Combined Natural Convection and Radiation 

Gases are nearly transparent to radiation, and thus heat transfer through a gas 
layer is by simultaneous convection (or conduction, if the gas is quiescent) 
and radiation. Natural convection heat transfer coefficients are typically very 
low compared to those for forced convection. Therefore, radiation is usually 
disregarded in forced convection problems, but it must be considered in nat- 
ural convection problems that involve a gas. This is especially the case for 
surfaces with high emissivities. For example, about half of the heat transfer 
through the air space of a double-pane window is by radiation. The total 
rate of heat transfer is determined by adding the convection and radiation 
components, 


Q total = Q conv + Q rad (20-54) 
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Radiation heat transfer from a surface at temperature T. surrounded by surfaces 
at a temperature T, (both in absolute temperature unit K ) is determined from 


Org = eoA (TS -T3,) (М) (20-55) 


where e is the emissivity of the surface, A, is the surface area, and øe = 
5.67 X 10-8 W/m? - K4 is the Stefan-B oltzmann constant. 

When the end effects are negligible, radiation heat transfer between two 
large parallel plates at absolute temperatures T, and T, is expressed as (see 
Chap. 22 for details) 

TAT} ш ТЭ) 


Оа = lie; 1Еу-1 = Eeffective oA{T Ї = Т3) (W) (20-56) 


where s; and s, are the emissivities of the plates, and Egrrectiye iS the effective 
emissivity defined as 


1 


E effective — 18:41 5-1 (20-57) 


The emissivity of an ordinary glass surface, for example, is 0.84. Therefore, 
the effective emissivity of two parallel glass surfaces facing each other is 0.72. 
Radiation heat transfer between concentric cylinders and spheres is discussed 
in Chap. 22. 

N ote that in some cases the temperature of the surrounding medium may be 
below the surface temperature (T., < T.), while the temperature of the sur- 
rounding surfaces is above the surface temperature (T surr > T,). In such cases, 
convection and radiation heat transfers are subtracted from each other instead 
of being added since they are in opposite directions. Also, for a metal surface, 
the radiation effect can be reduced to negligible levels by polishing the surface 
and thus lowering the surface emissivity to a value near zero. 





EXAMPLE 20-4 Heat Loss through a Double-Pane Window 





The vertical 0.8-m-high, 2-m-wide double-pane window shown in Fig. 20-29 
Air Glass consists of two sheets of glass separated by a 2-cm air gap at atmospheric pres- 
2 sure. If the glass surface temperatures across the air gap are measured to be 
12°C and 2°C, determine the rate of heat transfer through the window. 


1 
Glass — 


SOLUTION Two glasses of a double-pane window are maintained at specified 
temperatures. The rate of heat transfer through the window is to be determined. 
H 20.8m| =2ст — Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 Radi- 
ation heat transfer is not considered. 

Properties The properties of air at the average temperature of Taye = (Ty + 
T,)/2 = (12 + 2)/2 = 7°C and 1 atm pressure are (Table A-22) 


k = 0.02416 W/m - °C Pr = 0.7344 

















1 1 
= -5 m? ERE RE 
о = 1.399 x 10^? m/s p Tae 280K 
FIGURE 20-29 Analysis We have a rectangular enclosure filled with air. The characteristic 
Schematic for Example 20-4. length in this case is the distance between the two glasses, L = 0.02 m. Then 





the Rayleigh number becomes 


-6- 
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gB(T; — T;)L? 
asa 


(9.81 m/s?)[1/(280 K )](12 — 2 K )(0.02 m)? 


p (1.399 x 10-5m2/s)2 (0.7344) = 1.051 x 104 


The aspect ratio of the geometry is H/L = 0.8/0.02 = 40. Then the Nusselt 
number in this case can be determined from Eq. 20-46 to be 


Nu = 0.42Ra} па (Н 





-03 
= 0.42(1.051 x 100 rapi (28) = 1.401 


Then, 
А, = Н хм = (0.8 т)(2 т) = 1.6 т? 


апа 


: T. — 
Q = hAJT; - Tj) = kNuA, —4 


(12-26 


E 


= (0.02416 W /m - *C)(1.401)(1.6 m?) 


Therefore, heat will be lost through the window at a rate of 27.1 W. 


Discussion Recall that a Nusselt number of Nu = 1 for an enclosure corre- 
sponds to pure conduction heat transfer through the enclosure. The air in the 
enclosure in this case remains still, and no natural convection currents occur in 
the enclosure. The Nusselt number in our case is 1.32, which indicates that 
heat transfer through the enclosure is 1.32 times that by pure conduction. The 
increase in heat transfer is due to the natural convection currents that develop 
in the enclosure. 











EXAMPLE 20-5 Heat Transfer through a Spherical Enclosure 


The two concentric spheres of diameters D; = 20 cm and D, = 30 cm shown in 
Fig. 20-30 are separated by air at 1 atm pressure. The surface temperatures of D,=30cm 
the two spheres enclosing the air are T; = 320 K and 7, — 280 K, respectively. = Т,= 280 К 
Determine the rate of heat transfer from the inner sphere to the outer sphere by 
natural convection. 


SOLUTION Two surfaces of a spherical enclosure are maintained at specified 
temperatures. The rate of heat transfer through the enclosure is to be determined. 
Assumptions 1 Steady operating conditions exist. 2 Air is an ideal gas. 3 Radi- 
ation heat transfer is not considered. 

Properties The properties of air at the average temperature of Taye = (7; + T,)/2 





0,-20ст 


= (320 + 280)/2 = 300 К = 27°C and 1 atm pressure are (Table A-22) ieee 
. FIGURE 20-30 
k = 0.02566 W/m - °C Рг = 0.7290 Schematic for Example 20-5. 
e e eT 
v — 1.580 x 10^? m?/s B Tae 300K 
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Solar 
energy N Glass cover 


Aluminum tube 





FIGURE 20-31 
Schematic for Example 20-6. 
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Analysis \We have a spherical enclosure filled with air. The characteristic 
length in this case is the distance between the two spheres, 


L. = (D, — D;)/2 = (0.3 — 0.2)/2 = 0.05 m 





The Rayleigh number is 


Th Vel? 
да = 26 5 шин 
(9.81 m/s?)[1/(300 K )](320 — 280 K )(0.05 m)? 
Е (1.58 x 10-5 m?/s? 
The effective thermal conductivity is 
— Lc 
F spn = (D;D,)4(D 77/5 + D ;7/5)5 


= ERN — 0.005229 


[(0.2 m)(0.3 m)]^[(0.2 m-75 4- (0.3 m)-?5]* 





(0.729) = 4.776 x 10° 





Pr Ч 
Ке = оъ) (F sphR ams 


— 0.74(0.02566 W /m x 0.729 (0.005229 x 4.776 x 105)4 


0.861 + 0.729 
= 0.1104 W/m - °C 
Then the rate of heat transfer between the spheres becomes 


D,D, 
ў = kaaf EENT -Ta 


(0.2 m)(0.3 m) 
0.05 m 





= (0.1104 W/m - “сун Jan 280)K — 16.7W 
Therefore, heat will be lost from the inner sphere to the outer one at a rate of 
16.7 W. 


Discussion Note that the air in the spherical enclosure will act like a station- 
ary fluid whose thermal conductivity is kẹ/k = 0.1104/0.02566 = 4.3 times 
that of air as a result of natural convection currents. Also, radiation heat trans- 
fer between spheres is usually very significant, and should be considered in a 
complete analysis. 








EXAMPLE 20-6 Heating Water in a Tube by Solar Energy 


A solar collector consists of a horizontal aluminum tube having an outer di- 
ameter of 2 in enclosed in a concentric thin glass tube of 4-in-diameter (Fig. 
20-31). Water is heated as it flows through the tube, and the annular space 
between the aluminum and the glass tubes is filled with air at 1 atm pressure. 
The pump circulating the water fails during a clear day, and the water tem- 
perature in the tube starts rising. The aluminum tube absorbs solar radiation 
at a rate of 30 Btu/h per foot length, and the temperature of the ambient air 
outside is 7O?F. Disregarding any heat loss by radiation, determine the tem- 
perature of the aluminum tube when steady operation is established (i.e., 
when the rate of heat loss from the tube equals the amount of solar energy 
gained by the tube). 


—— 
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SOLUTION The circulating pump of a solar collector that consists of a hori- 
zontal tube and its glass cover fails. The equilibrium temperature of the tube is 
to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The tube and its cover are 
isothermal. 3 Air is an ideal gas. 4 Heat loss by radiation is negligible. 
Properties The properties of air should be evaluated at the average tempera- 
ture. But we do not know the exit temperature of the air in the duct, and thus 
we cannot determine the bulk fluid and glass cover temperatures at this point, 
and thus we cannot evaluate the average temperatures. Therefore, we will as- 
sume the glass temperature to be 110°F, and use properties at an anticipated 
average temperature of (70 + 110)/2 = 90°F (Table A-22E), 


k = 0.01505 Btu/h - ft - °F Pie = 0.7275 
= 2h = -4 gp ЕЕЕ 
v — 0.6310 f/h 2 1.753 x 10 ^ ft^/s В- Tae 550K 


Analysis \We have a horizontal cylindrical enclosure filled with air at 1 atm 
pressure. The problem involves heat transfer from the aluminum tube to the 
glass cover and from the outer surface of the glass cover to the surrounding am- 
bient air. When steady operation is reached, these two heat transfer rates must 
equal the rate of heat gain. That is, 


O E Ооа = Ong gain — 30 Btu/h (per foot of tube) 
The heat transfer surface area of the glass cover is 
А, = Ада = (20,1) = a(4/12 ft)(1 ft) = 1.047 ft? (per foot of tube) 


To determine the Rayleigh number, we need to know the surface temperature of 
the glass, which is not available. Therefore, it is clear that the solution will re- 
quire a trial-and-error approach. Assuming the glass cover temperature to be 
100°F, the Rayleigh number, the Nusselt number, the convection heat transfer 
coefficient, and the rate of natural convection heat transfer from the glass cover 
to the ambient air are determined to be 


1 
poet DN x ID 3 Pr 


(32.2 ft/s?)[1/(550 R)](110 — 70 R)(4/12 ft)3 S ! 
= 711. (0.7275) = 2.054 х 10 








тг NR 0.387(2.054 х 109)19 (2 
еа И И s toHS Sa S 
- 17.89 


k 
=e 


Ny = 2.0250 Btu/h ft- (17.89) = 0.8075 Btuh - ft - °F 


he 4/12 ft 


Qo =h,A,(T, — 1.) = (0.8075 Btush - ft? - °F)(1.047 ft2)(1L0 — 70)°F 
= 33.8 Btu/h 
which is more than 30 Btu/h. Therefore, the assumed temperature of 110°F for 


the glass cover is high. Repeating the calculations with lower temperatures, the 
glass cover temperature corresponding to 30 Btu/h is determined to be 106°F. 
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The temperature of the aluminum tube is determined in a similar manner us- 
ing the natural convection relations for two horizontal concentric cylinders. The 
characteristic length in this case is the distance between the two cylinders, 
which is 





nona S aA in = le tt 


We start the calculations by assuming the tube temperature to be 200°F, and 
thus an average temperature of (106 + 200)/2 = 154°F = 614 R. This gives 


 gB(T; - T)L? 
LUE 


Ra, Pr 


.. (322 ft/s?)[1/614 R)](200 — 106 R)(1/12 ft? - И 
(2.117 x 10-* ft2/s)2 (0.7184) = 4.579 x 10 


The effective thermal conductivity is 
Їїл(0,/0:)1 
[In(4/2)]* 
— (1/12 ft)3[(2/12 ft) 9^ 4- (4/12 ft 





Eel = 





yap = 02466 


A Pr 2 14 
ker = 0.386k 0.861 + Pr (F cyiRa,) 


= 2 NC 0.7184 4\14 
= 0.386(0.01653 Btu/h - ft "ret Dem y Ва gg) (0466 x 4.579 x 107) 
= 0.04743 Btu/h - ft - °F 


Then the rate of heat transfer between the cylinders becomes 
E 271K ef 
Q = In(D,/D;) (T; s ili) 
277(0.04743 Btu/h - ft - °F) 
In(4/2) 





(200 — 106)°F = 40.4 Btu/h 


which is more than 30 Btu/h. Therefore, the assumed temperature of 200°F for 
the tube is high. By trying other values, the tube temperature corresponding to 
30 Btu/h is determined to be 180°F. Therefore, the tube will reach an equilib- 
rium temperature of 180?F when the pump fails. 


Discussion Note that we have not considered heat loss by radiation in the cal- 
culations, and thus the tube temperature determined is probably too high. This 
problem is considered in Chap. 22 by accounting for the effect of radiation heat 
transfer. 








20-6 = COMBINED NATURAL AND FORCED 


CONVECTION 


The presence of a temperature gradient in a fluid in a gravity field always 
gives rise to natural convection currents, and thus heat transfer by natural 
convection. Therefore, forced convection is always accompanied by natural 
convection. 
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We mentioned earlier that the convection heat transfer coefficient, natural or 
forced, is a strong function of the fluid velocity. Heat transfer coefficients 
encountered in forced convection are typically much higher than those en- 
countered in natural convection because of the higher fluid velocities associ- 
ated with forced convection. A s a result, we tend to ignore natural convection 
in heat transfer analyses that involve forced convection, although we recog- 
nize that natural convection always accompanies forced convection. The error 
involved in ignoring natural convection is negligible at high velocities but 
may be considerable at low velocities associated with forced convection. 
Therefore, itis desirable to havea criterion to assess the relative magnitude of 
natural convection in the presence of forced convection. 10 





о Experiment 


For a given fluid, it is observed that the parameter G r/R e? represents the im- j- ——, Approximate solution 
portance of natural convection relative to forced convection. This is not | 2.2 Pure free convection en" 


surprising since the convection heat transfer coefficient is a strong function of 
the Reynolds number Re in forced convection and the Grashof number Gr in 
natural convection. 

A plot of the nondimensionalized heat transfer coefficient for combined nat- 
ural and forced convection on a vertical plate is given in Fig. 20-32 for dif- 
ferent fluids. We note from this figure that natural convection is negligible 
when Gr/Re? < 0.1, forced convection is negligible when Gr/Re? > 10, and 
neither is negligible when 0.1 < Gr/Re? < 10. Therefore, both natural and 
forced convection must be considered in heat transfer calculations when the 0.01 01 1.0 10 
Gr and Re? are of the same order of magnitude (one is within a factor of 10 Gr,/Re2 
times the other). Note that forced convection is small relative to natural con- FIGURE 20-32 
vection only in the rare case of extremely low forced flow velocities. Variation ofthe local Nusselt number 

N atural convection may help or hurt forced convection heat transfer, de- Nur-forcominad natiral and forced 
pending on the relative directions of buoyancy-induced and the forced con- convection irona hot isothermal 


vection motions (Fig. 20-33): vertical plate (from Lloyd and 


1.0 








Nu/Re¥2 





- -— [Pr 20.003 
0.01 j i ji pi 

















Sparrows). 
Hot plate 
ty Cold plate 
euoyan Buoyant 
flow flow 
Buoyant 
flow Forced 
flow 7 Ж Ч 
Ht $= | ) 
oP Hh ї 2? / 
Forced Cf 
flow Forced NS 27 
flow 
(a) Assisting flow (b) Opposing flow (c) Transverse flow 


FIGURE 20-33 
Natural convection can enhance or inhibit heat transfer, depending on the relative 
directions of buoyancy-induced motion and the forced convection motion. 
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1. In assisting flow, the buoyant motion is in the same direction as the 
forced motion. Therefore, natural convection assists forced convection 
and enhances heat transfer. An example is upward forced flow over a 
hot surface. 

2. In opposing flow, the buoyant motion is in the opposite direction to the 
forced motion. Therefore, natural convection resists forced convection 
and decreases heat transfer. An example is upward forced flow over a 
cold surface. 

3. In transverse flow, the buoyant motion is perpendicular to the forced 
motion. Transverse flow enhances fluid mixing and thus enhances heat 
transfer. An example is horizontal forced flow over a hot or cold 
cylinder or sphere, 


When determining heat transfer under combined natural and forced con- 
vection conditions, itis tempting to add the contributions of natural and forced 
convection in assisting flows and to subtract them in opposing flows. How- 
ever, the evidence indicates differently. A review of experimental data sug- 
gests a correlation of the form 


N Ucombined = (N Шива з= М Uds) (20-58) 


where Nuj,4 and Nu,4,, are determined from the correlations for pure 
forced and pure natural convection, respectively. The plus sign is for assisting 
and transverse flows and the minus sign is for opposing flows. The value of 
the exponent n varies between 3 and 4, depending on the geometry involved. 
It is observed that n = 3 correlates experimental data for vertical surfaces 
well. Larger values of n are better suited for horizontal surfaces. 

A question that frequently arises in the cooling of heat-generating equip- 
ment such as electronic components is whether to use a fan (or a pump if the 
cooling medium is a liquid)— that is, whether to utilize natural or forced con- 
vection in the cooling of the equipment. The answer depends on the maximum 
allowable operating temperature. Recall that the convection heat transfer rate 
from a surface at temperature T, in a medium at T, is given by 


Don = hA,(T, = Ta) 


where h is the convection heat transfer coefficient and A, is the surface area. 
N ote that for a fixed value of power dissipation and surface area, h and T, are 
inversely proportional. Therefore, the device will operate at a higher temper- 
ature when h is low (typical of natural convection) and at a lower temperature 
when h is high (typical of forced convection). 

Natural convection is the preferred mode of heat transfer since no blowers 
or pumps are needed and thus all the problems associated with these, such as 
noise, vibration, power consumption, and malfunctioning, are avoided. N at- 
ural convection is adequate for cooling low-power-output devices, especially 
when they are attached to extended surfaces such as heat sinks. For high- 
power-output devices, however, we have no choice but to use a blower or a 
pump to keep the operating temperature below the maximum allowable level. 
For very-high-power-output devices, even forced convection may not be suf- 
ficient to keep the surface temperature at the desirable levels. In such cases, 
we may have to use boiling and condensation to take advantage of the very 
high heat transfer coefficients associated with phase-change processes. 
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CHAPTER 20 


SUMMARY 


In this chapter, we have considered natural convection heat 
transfer where any fluid motion occurs by natural means such 
as buoyancy. The volume expansion coefficient of a substance 
represents the variation of the density of that substance with 
temperature at constant pressure, and for an ideal gas, it is ex- 
pressed as B = 1/T, whereT is the absolute temperature in 
K or R. 

The flow regime in natural convection is governed by a di- 
mensionless number called the Grashof number, which repre- 
sents the ratio of the buoyancy force to the viscous force acting 
on the fluid and is expressed as 

Gr = gB(T, — T.JL? 

LS v? 
where L, is the characteristic length, which is the height L for 
a vertical plate and the diameter D for a horizontal cylinder. 
The correlations for the Nusselt number Nu — hL,/k in natural 
convection are expressed in terms of the Rayleigh number 
defined as 


Тод 
На, - би, Рг- 2818 Тө i ) * pr 


Nusselt number relations for various surfaces are given in 
Table 20-1. A 1 Ци properties are evaluated at the film temper- 
ature of T; = 3(T, + T.,). The outer surface of a vertical cylinder 
can be treated s a vertical plate when the curvature effects are 
negligible. The characteristic length for a horizontal surface is 
L. = Ajp, where A, is the surface area and p is the perimeter. 

The average N usselt number for vertical isothermal parallel 
plates of spacing S and height L is given as 


hs_[| 576 . 285 [* 
k  [(RasS/L)? ' (RasS/L)55 





Nu= 


The optimum fin spacing for a vertical heat sink and the N us- 
selt number for optimally spaced fins is 


0.25 
S3L 
ius IER ) = 2.714 


NS opt 


and Nu = k 








L 
Ra02s = 1,307 

In ahorizontal rectangular enclosure with the hotter plate at 
the top, heat transfer is by pure conduction and Nu = 1. When 
the hotter plate is at the bottom, the N usselt is 


R 1/3 
Nu= 1+ 1.44[1 — 3208)" uui 


8 
Ra 18 Ra, « 10 


The notation [ ]* indicates that if the quantity in the bracket is 
negative, it should be set equal to zero. For vertical horizontal 
enclosures, the N usselt number can be determined from 


1<H/L <2 
any Prandtl number 
Ra, Pr/(0.2 + Pr) > 10 


0.28 H —1/4 
Nu = 0.22 (229 34 Pr ка) (t 


For aspect ratios greater than 10, E qs. 20- 46 and 20- 47 should 
be used. For inclined enclosures, Eqs. 20-40 through 20-43 
should be used. 

For concentric horizontal cylinders, the rate of heat transfer 
through the annular space between the cylinders by natural 
convection per unit length is 


0.29 
Nu= oae (sz cna.) 


2<H/L <10 
any Prandtl number 
Ra, « 1010 


2 271K ere T T 
Q0 - inp) TT 
where 
Karo Pr i 14 
k = 0.386 (cst (F Ra) 
and 


[In(D,/D )* 


Роу = L3(D 3/5 + 0 3/5)5 


For a spherical enclosure, the rate of heat transfer through 
the space between the spheres by natural convection is ex- 





pressed as 
1 р р, 
Q= ат L )т —T,) 
where 
Karo Pr n 14 
То (єг (Аа) 
і. = (D, — Dj/2 
Lc 


F coh = (D;D,)4(D 275 4- D 77555 


The quantity kNu is called the effective thermal conductivity of 
the enclosure, since a fluid in an enclosure behaves like a qui- 
escent fluid whose thermal conductivity is kNu as a result of 
convection currents. The fluid properties are evaluated at the 
average temperature of (T; + T,)/2. 

For a given fluid, the parameter Gr/Re? represents the im- 
portance of natural convection relative to forced convection. 
Natural convection is negligible when Gr/Re? < 0.1, forced 
convection is negligible when Gr/Re? > 10, and neither is neg- 
ligible when 0.1 < Gr/Re? < 10. 
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PROBLEMS* 


Physical Mechanism of Natural Convection 


20-1C Whatis natural convection? How does it differ from 
forced convection? What force causes natural convection 
currents? 


20-2C |n which mode of heat transfer is the convection heat 
transfer coefficient usually higher, natural convection or forced 
convection? W hy? 


20-3C Consider a hot boiled egg in a spacecraft that is filled 
with air at atmospheric pressure and temperature at all times. 
Will the egg cool faster or slower when the spacecraft is in 
space instead of on the ground? Explain. 


20-4C  Whatis buoyancy force? Compare the relative mag- 
nitudes of the buoyancy force acting on a body immersed in 
these mediums: (a) air, (b) water, (c) mercury, and (d) an evac- 
uated chamber. 


20-5C When will the hull of a ship sink in water deeper: 
when the ship is sailing in fresh water or in seawater? Why? 


20-6C A person weighs himself on a waterproof spring scale 
placed at the bottom of a 1-m-deep swimming pool. Will the 
person weigh more or less in water? W hy? 


20-7C Consider two fluids, one with a large coefficient of 
volume expansion and the other with a small one. In what fluid 
will a hot surface initiate stronger natural convection currents? 
W hy? Assume the viscosity of the fluids to be the same. 


20-8C Consider a fluid whose volume does not change with 
temperature at constant pressure. W hat can you say about nat- 
ural convection heat transfer in this medium? 


20-9C What do the lines on an interferometer photograph 
represent? What do closely packed lines on the same photo- 
graph represent? 


20-10C Physically, what does the Grashof number repre- 
sent? How does the Grashof number differ from the Reynolds 
number? 


20-11 Show that the volume expansion coefficient of an ideal 
gas is B — 1/T, whereT is the absolute temperature. 


Natural Convection over Surfaces 


20-12C How does the Rayleigh number differ from the 
Grashof number? 


20-13C Under what conditions can the outer surface of a 
vertical cylinder be treated as a vertical plate in natural con- 
vection calculations? 


20-14C Will a hot horizontal plate whose back side is insu- 
lated cool faster or slower when its hot surface is facing down 
instead of up? 


20-15C Consider laminar natural convection from a vertical 
hot-plate. Will the heat flux be higher at the top or at the bot- 
tom of the plate? W hy? 


20-16 A 10-m-long section of a 6-cm-diameter horizontal 
hot-water pipe passes through a large room whose temperature 
is 22°C. If the temperature and the emissivity of the outer sur- 
face of the pipe are 65°C and 0.8, respectively, determine the 
rate of heat loss from the pipe by (a) natural convection and 
(b) radiation. 


20-17 Consider a wall-mounted power transistor that dissi- 
pates 0.18 W of power in an environment at 35°C. The transis- 
tor is 0.45 cm long and has a diameter of 0.4 cm. The 
emissivity of the outer surface of the transistor is 0.1, and the 
average temperature of the surrounding surfaces is 25°C. Dis- 
regarding any heat transfer from the base surface, determine 
the surface temperature of the transistor. Use air properties at 
100°C. Answer: 183°C 





*Problems designated by a “C” are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an “E” are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 
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35°C 


Power 
transistor 


4 
0.18 W ша om 


є-01 


m— 0.45 cm d 


FIGURE P20-17 








20-18 egy Reconsider Prob. 20-17. Using EES (or other) 

== software, investigate the effect of ambient tem- 
perature on the surface temperature of the transistor. L et the en- 
vironment temperature vary from 10°C to 40°C and assume 
that the surrounding surfaces are 10°C colder than the environ- 
ment temperature. Plot the surface temperature of the transistor 


versus the environment temperature, and discuss the results. 


20-19E Consider a 2-ft x 2-ft thin square plate in a room at 
75°F. One side of the plate is maintained at a temperature of 
130*F, while the other side is insulated. Determine the rate of 
heat transfer from the plate by natural convection if the plate 
is (a) vertical; (b) horizontal with hot surface facing up; and 
(c) horizontal with hot surface facing down. 


20-20E egg Reconsider Prob. 20-19E. Using EES (or 

ss other) software, plot the rate of natural con- 
vection heat transfer for different orientations of the plate as a 
function of the plate temperature as the temperature varies 
from 80°F to 180°F, and discuss the results. 


20-21 A 400-W cylindrical resistance heater is 1 m long and 
0.5 cm in diameter. The resistance wire is placed horizontally 
ina fluid at 20°C. Determine the outer surface temperature of 
the resistance wire in steady operation if the fluid is (a) air and 
(b) water. Ignore any heat transfer by radiation. Use properties 
at 500°C for air and 40°C for water. 


20-22 Water is boiling in a 12-cm-deep pan with an outer di- 
ameter of 25 cm that is placed on top of a stove. The ambient 


Vapor 
2 kg/h 





FIGURE P20-22 
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air and the surrounding surfaces are at a temperature of 25°C, 
and the emissivity of the outer surface of the pan is 0.95. A s- 
suming the entire pan to be at an average temperature of 98°C, 
determine the rate of heat loss from the cylindrical side surface 
of the pan to the surroundings by (a) natural convection and 
(b) radiation. (c) If water is boiling at a rate of 2 kg/h at 100°C, 
determine the ratio of the heat lost from the side surfaces of the 
pan to that by the evaporation of water. The heat of 
vaporization of water at 100°C is 2257 kJ/kg. 

Answers: 46.2 W, 56.1 W, 0.082 


20-23 Repeat Prob. 20-22 for a pan whose outer surface is 
polished and has an emissivity of 0.1. 


20-24 |n a plant that manufactures canned aerosol paints, 
the cans are temperature-tested in water baths at 55°C before 
they are shipped to ensure that they will withstand tempera- 
tures up to 55°C during transportation and shelving. The cans, 
moving on aconveyor, enter the open hot water bath, which is 
0.5 m deep, 1 m wide, and 3.5 m long, and move slowly in the 
hot water toward the other end. Some of the cans fail the test 
and explode in the water bath. T he water container is made of 
sheet metal, and the entire container is at about the same tem- 
perature as the hot water. The emissivity of the outer surface 
of the container is 0.7. If the temperature of the surrounding 
air and surfaces is 20°C, determine the rate of heat loss from 
the four side surfaces of the container (disregard the top sur- 
face, which is open). 

The water is heated electrically by resistance heaters, and the 
cost of electricity is $0.085/kW h. If the plant operates 24 ha 
day 365 days a year and thus 8760 h a year, determine the an- 
nual cost of the heat losses from the container for this facility. 


Aerosol 


can W ater bath 
55°C 


ыг rest = 





FIGURE P20-24 


20-25 Reconsider Prob. 20-24. In order to reduce the heat- 
ing cost of the hot water, itis proposed to insulate the side and 
bottom surfaces of the container with 5-cm-thick fiberglass in- 
sulation (k = 0.035 W/m - *C) and to wrap the insulation with 
aluminum foil (e — 0.1) in order to minimize the heat loss by 
radiation. A n estimate is obtained from a local insulation con- 
tractor, who proposes to do the insulation job for $350, includ- 
ing materials and labor. Would you support this proposal? How 
long will it take for the insulation to pay for itself from the en- 
ergy it saves? 


20-26 Consider a 15-cm x 20-cm printed circuit board 
(PCB) that has electronic components on one side. The board 
is placed in a room at 20°C. The heat loss from the back 
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surface of the board is negligible. If the circuit board is dissi- 
pating 8 W of power in steady operation, determine the aver- 
age temperature of the hot surface of the board, assuming the 
board is (a) vertical; (b) horizontal with hot surface facing up; 
and (c) horizontal with hot surface facing down. Take the 
emissivity of the surface of the board to be 0.8 and assume the 
surrounding surfaces to be at the same temperature as the air 
in the room. — Answers: (a) 46.6*C, (b) 42.6*C, (c) 50.7*C 





FIGURE P20-26 


20-27 Reconsider Prob. 20-26. Using EES (or other) 

= software, investigate the effects of the room 
temperature and the emissivity of the board on the tempera- 
ture of the hot surface of the board for different orientations of 
the board. Let the room temperature vary from 5°C to 35°C 
and the emissivity from 0.1 to 1.0. Plot the hot surface tem- 
perature for different orientations of the board as the functions 
of the room temperature and the emissivity, and discuss the 
results. 


20-28 (ae A manufacturer makes absorber plates that are 

& 12m x 0.8 m in size for use in solar collec- 
tors. The back side of the plate is heavily insulated, while its 
front surface is coated with black chrome, which has an ab- 
sorptivity of 0.87 for solar radiation and an emissivity of 
0.09. Consider such a plate placed horizontally outdoors in 
calm air at 25°C. Solar radiation is incident on the plate at a 
rate of 700 W /m?. Taking the effective sky temperature to be 


Solar radiation 
700 W /m2 


evr eS 


Absorber plate 


о, = 0.87 
3 € - 0.09 


Insulation 


FIGURE P20-28 
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10°C, determine the equilibrium temperature of the absorber 
plate. What would your answer be if the absorber plate is 
made of ordinary aluminum plate that has a solar absorptiv- 
ity of 0.28 and an emissivity of 0.07? 


20-29 Repeat Prob. 20-28 for an aluminum plate painted 
flat black (solar absorptivity 0.98 and emissivity 0.98) and 
also for a plate painted white (solar absorptivity 0.26 and 
emissivity 0.90). 


20-30 The following experiment is conducted to determine the 
natural convection heat transfer coefficient for a horizontal 
cylinder that is 80 cm long and 2 cm in diameter. A 80-cm-long 
resistance heater is placed along the centerline of the cylinder, 
and the surfaces of the cylinder are polished to minimize the ra- 
diation effect. The two circular side surfaces of the cylinder are 
well insulated. The resistance heater is turned on, and the power 
dissipation is maintained constant at 40 W. If the average surface 
temperature of the cylinder is measured to be 120°C in the 20°C 
room air when steady operation is reached, determine the natural 
convection heat transfer coefficient. If the emissivity of the outer 
surface of the cylinder is 0.1 and a5 percent error is acceptable, 
do you think we need to do any correction for the radiation ef- 
fect? Assume the surrounding surfaces to be at 20°C also. 


120°C 


20°C 






Insulated 


Resistance 
9 heater 
40 W 


Insulated 
FIGURE P20-30 


20-31 Thick fluids such as asphalt and waxes and the pipes 
in which they flow are often heated in order to reduce the vis- 
cosity of the fluids and thus to reduce the pumping costs. Con- 
sider the flow of such a fluid through a 100-m-long pipe of 
outer diameter 30 cm in calm ambient air at 0°C. The pipe is 
heated electrically, and a thermostat keeps the outer surface 


Тау =-30°С 


Т, = 25°С 
== 0.8 





Asphalt Resistance 


heater 
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temperature of the pipe constant at 25°C. The emissivity of the 
outer surface of the pipe is 0.8, and the effective sky tempera- 
ture is —30°C. Determine the power rating of the electric resis- 
tance heater, in kW, that needs to be used. Also, determine the 
cost of electricity associated with heating the pipe during a 10- 
h period under the above conditions if the price of electricity is 
$0.09/KWh. Answers: 29.1 kW, $26.2 


20-32 Reconsider Prob. 20-31. To reduce the heating cost of 
the pipe, it is proposed to insulate it with sufficiently thick 
fiberglass insulation (k = 0.035 W/m - °C) wrapped with alu- 
minum foil (e = 0.1) to cut down the heat losses by 85 percent. 
Assuming the pipe temperature to remain constant at 25°C, de- 
termine the thickness of the insulation that needs to be used. 
How much money will the insulation save during this 10-h 
period? Answers: 1.3 cm, $22.3 


20-33E Consider an industrial furnace that resembles a 13- 
ft-long horizontal cylindrical enclosure 8 ft in diameter whose 
end surfaces are well insulated. The furnace burns natural gas 
at arate of 48 therms/h (1 therm = 100,000 Btu). The combus- 
tion efficiency of the furnace is 82 percent (i.e., 18 percent of 
the chemical energy of the fuel is lost through the flue gases as 
a result of incomplete combustion and the flue gases leaving 
the furnace at high temperature). If the heat loss from the outer 
surfaces of the furnace by natural convection and radiation is 
not to exceed 1 percent of the heat generated inside, determine 
the highest allowable surface temperature of the furnace. A s- 
sume the air and wall surface temperature of the room to be 
75°F, and take the emissivity of the outer surface of the furnace 
to be 0.85. If the cost of natural gas is $0.65/therm and the fur- 
nace operates 2800 h per year, determine the annual cost of this 
heat loss to the plant. 





FIGURE P20-33 


20-34 Consider a 1.2-m-high and 2-m-wide glass win- 
dow with a thickness of 6 mm, thermal conductivity 
k = 0.78 W/m - °C, and emissivity « = 0.9. The room and the 
walls that face the window are maintained at 25°C, and the 
average temperature of the inner surface of the window is 
measured to be 5°C. If the temperature of the outdoors is 
—5°C, determine (a) the convection heat transfer coefficient 
on the inner surface of the window; (b) the rate of total heat 
transfer through the window; and (c) the combined natural 
convection and radiation heat transfer coefficient on the outer 


—— 


surface of the window. Is it reasonable to neglect the thermal 
resistance of the glass in this case? 


| T" all 
Room 


25°C | — Glass 





1.2m -5°C 
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20-35 A 3-mm-diameter and 12-m-long electric wire is 
tightly wrapped with a 1.5-mm-thick plastic cover whose ther- 
mal conductivity and emissivity are k = 0.15 W/m · °С апа 
eé = 0.9. Electrical measurements indicate that a current of 
10A passes through the wire and there is a voltage drop of 8 V 
along the wire. If the insulated wire is exposed to calm atmo- 
spheric air at T., = 30°C, determine the temperature at the 
interface of the wire and the plastic cover in steady operation. 
Take the surrounding surfaces to be at about the same temper- 
ature as the air. 


20-36 During a visit to a plastic sheeting plant, it was ob- 
served that a 60-m-long section of a 2-in nominal (6.03-cm- 
outer-diameter) steam pipe extended from one end of the plant 
to the other with no insulation on it. The temperature measure- 
ments at several locations revealed that the average tempera- 
ture of the exposed surfaces of the steam pipe was 170°C, 
while the temperature of the surrounding air was 20°C. The 
outer surface of the pipe appeared to be oxidized, and its emis- 
sivity can be taken to be 0.7. Taking the temperature of the sur- 
rounding surfaces to be 20°C also, determine the rate of heat 
loss from the steam pipe. 

Steam is generated in a gas furnace that has an efficiency of 
78 percent, and the plant pays $0.538 per therm (1 therm 
— 105,500 kJ) of natural gas. The plant operates 24 h a day 365 
days a year, and thus 8760 h a year. Determine the annual cost 
of the heat losses from the steam pipe for this facility. 


170°C 
20°C €=0.7 





Steam 


FIGURE P20-36 
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20-37 egy Reconsider Prob. 20-36. Using EES (or other) 

= software, investigate the effect of the surface 
temperature of the steam pipe on the rate of heat loss from the 
pipe and the annual cost of this heat loss. Let the surface tem- 
perature vary from 100°C to 200°C. Plot the rate of heat loss 
and the annual cost as a function of the surface temperature, 


and discuss the results. 


20-38 Reconsider Prob. 20-36. In order to reduce heat 
losses, it is proposed to insulate the steam pipe with 5-cm-thick 
fiberglass insulation (k = 0.038 W/m - *C) and to wrap it with 
aluminum foil (e — 0.1) in order to minimize the radiation 
losses. Also, an estimate is obtained from a local insulation 
contractor, who proposed to do the insulation job for $750, in- 
cluding materials and labor. Would you support this proposal? 
How long will it take for the insulation to pay for itself from 
the energy it saves? Assume the temperature of the steam pipe 
to remain constant at 170°C. 


20-39 A 30-cm x 30-cm circuit board that contains 121 
square chips on one side is to be cooled by combined natural 
convection and radiation by mounting iton a vertical surface in 
a room at 25?C. Each chip dissipates 0.05 W of power, and the 
emissivity of the chip surfaces is 0.7. Assuming the heat trans- 
fer from the back side of the circuit board to be negligible, and 
the temperature of the surrounding surfaces to be the same as 
the air temperature of the room, determine the surface temper- 
ature of the chips. Answer: 33.4°C 


20-40 Repeat Prob. 20-39 assuming the circuit board to be 
positioned horizontally with (a) chips facing up and (b) chips 
facing down. 


20-41 The side surfaces of a 2-m-high cubic industrial 

<eés” furnace burning natural gas are not insulated, and 
the temperature at the outer surface of this section is measured 
to be 110°C. The temperature of the furnace room, including its 
surfaces, is 30°C, and the emissivity of the outer surface of the 
furnace is 0.7. [tis proposed that this section of the furnace wall 
be insulated with glass wool insulation (k = 0.038 W/m - °C) 
wrapped by a reflective sheet (e — 0.2) in order to reduce the 


Hot 
| gases 
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FIGURE P20-41 
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heat loss by 90 percent. A ssuming the outer surface temperature 
of the metal section still remains at about 110°C, determine the 
thickness of the insulation that needs to be used. 

The furnace operates continuously throughout the year and 
has an efficiency of 78 percent. The price of the natural gas is 
$0.55/therm (1 therm = 105,500 kJ of energy content). If the 
installation of the insulation will cost $550 for materials and la- 
bor, determine how long it will take for the insulation to pay 
for itself from the energy it saves. 


20-42 A 1.5-m-diameter, 4-m-long cylindrical propane tank 
is initially filled with liquid propane, whose density is 
581 kg/m?. The tank is exposed to the ambient air at 25°C in 
calm weather. T he outer surface of the tank is polished so that 
the radiation heat transfer is negligible. Now a crack develops 
at the top of the tank, and the pressure inside drops to 1 atm 
while the temperature drops to —42°C, which is the boiling 
temperature of propane at 1 atm. The heat of vaporization of 
propane at 1 atm is 425 kJ/kg. The propane is slowly vaporized 
as a result of the heat transfer from the ambient air into the 
tank, and the propane vapor escapes the tank at —42°C through 
the crack. Assuming the propane tank to be at about the same 
temperature as the propane inside at all times, determine how 
long it will take for the tank to empty if it is not insulated. 


Propane 
25°C vapor 


Propane tank 


- 42°C 





aim 


FIGURE P20-42 


20-43E An average person generates heat at a rate of 
287 Btu/h while resting in a room at 77°F. Assuming one- 
quarter of this heat is lost from the head and taking the emissiv- 
ity of the skin to be 0.9, determine the average surface 
temperature of the head when it is not covered. The head can be 
approximated as a 12-in-diameter sphere, and the interior sur- 
faces of the room can be assumed to be at the room temperature. 


20-44 An incandescent lightbulb is an inexpensive but highly 
inefficient device that converts electrical energy into light. It 
converts about 10 percent of the electrical energy it consumes 
into light while converting the remaining 90 percent into heat. 
The glass bulb of the lamp heats up very quickly as a result of 
absorbing all that heat and dissipating it to the surroundings by 
convection and radiation. Consider an 8-cm-diameter 60-W 
lightbulb in a room at 25°C. The emissivity of the glass is 
0.9. A ssuming that 10 percent of the energy passes through the 
glass bulb as light with negligible absorption and the rest of 
the energy is absorbed and dissipated by the bulb itself by nat- 
ural convection and radiation, determine the equilibrium 
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temperature of the glass bulb. Assume the interior surfaces of 
the room to be at room temperature. Answer: 169°C 


lll 


25°C 


he де” 


иж i 
є-09 7 | a 


Light, 6 W 
FIGURE P20-44 


20-45 A 40-cm-diameter, 110-cm-high cylindrical hot-water 
tank is located in the bathroom of a house maintained at 20°C. 
The surface temperature of the tank is measured to be 44°C and 
its emissivity is 0.4. Taking the surrounding surface tempera- 
ture to be also 20°C, determine the rate of heat loss from all 
surfaces of the tank by natural convection and radiation. 


20-46 A 28-cm-high, 18-cm-long, and 18-cm-wide rectan- 
gular container suspended in a room at 24°C is initially filled 
with cold water at 2°C. The surface temperature of the con- 
tainer is observed to be nearly the same as the water tempera- 
ture inside. The emissivity of the container surface is 0.6, and 
the temperature of the surrounding surfaces is about the same 
as the air temperature. D etermine the water temperature in the 
container after 3 h, and the average rate of heat transfer to the 
water. A ssume the heat transfer coefficient on the top and bot- 
tom surfaces to be the same as that on the side surfaces. 


20-47 Msg Reconsider Prob. 20-46. Using EES (or other) 
ss software, plot the water temperature in the con- 
tainer as a function of the heating time as the time varies from 


30 min to 10 h, and discuss the results. 


20-48 A room is to be heated by acoal-burning stove, which 
is a cylindrical cavity with an outer diameter of 32 cm and a 
height of 70 cm. The rate of heat loss from the room is esti- 
mated to be 1.2 kW when the air temperature in the room is 
maintained constant at 24°C. The emissivity of the stove sur- 
face is 0.85 and the average temperature of the surrounding 
wall surfaces is 17°C. Determine the surface temperature of the 
stove. Neglect the transfer from the bottom surface and take the 
heat transfer coefficient at the top surface to be the same as that 
on the side surface. 

The heating value of the coal is 30,000 kJ/kg, and the com- 
bustion efficiency is 65 percent. Determine the amount of coal 
burned a day if the stove operates 14 h a day. 


20-49 The water in a 40-L tank is to be heated from 15°C to 
45°C by a 6-cm-diameter spherical heater whose surface tem- 
perature is maintained at 85?C. Determine how long the heater 
should be kept on. 


—— 


Natural Convection from Finned Surfaces and PCBs 


20-50C Why arefinned surfaces frequently used in practice? 
Why are the finned surfaces referred to as heat sinks in the 
electronics industry? 


20-51C Why are heatsinks with closely packed fins not suit- 
able for natural convection heat transfer, although they increase 
the heat transfer surface area more? 


20-52C Consider a heat sink with optimum fin spacing. Ex- 
plain how heat transfer from this heat sink will be affected by 
(a) removing some of the fins on the heat sink and (b) doubling 
the number of fins on the heat sink by reducing the fin spacing. 
The base area of the heat sink remains unchanged at all times. 


20-53 Aluminum heat sinks of rectangular profile are com- 
monly used to cool electronic components. Consider a 
7.62-cm-long and 9.68-cm-wide commercially available heat 
sink whose cross section and dimensions are as shown in Fig. 
P20-53. The heat sink is oriented vertically and is used to cool 
a power transistor that can dissipate up to 125 W of power. The 
back surface of the heat sink is insulated. The surfaces of the 
heat sink are untreated, and thus they have a low emissivity 
(under 0.1). Therefore, radiation heat transfer from the heat 
sink can be neglected. During an experiment conducted in 
room air at 22°C, the base temperature of the heat sink was 
measured to be 120°C when the power dissipation of the tran- 
sistor was 15 W. A ssuming the entire heat sink to be at the base 
temperature, determine the average natural convection heat 
transfer coefficient for this case. Answer: 7.1 W/m2 - °C 


3.17 cm 1.45 cm 


Transistor 
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H eat sink 
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FIGURE P20-53 


20-54 Reconsider the heat sink in Prob. 20-53. In order to 
enhance heat transfer, a shroud (a thin rectangular metal plate) 
whose surface area is equal to the base area of the heat sink is 






Airflow 
Heat sink 


FIGURE P20-54 
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placed very close to the tips of the fins such that the interfin 
spaces are converted into rectangular channels. The base tem- 
perature of the heat sink in this case was measured to be 108°C. 
Noting that the shroud loses heat to the ambient air from both 
sides, determine the average natural convection heat transfer 
coefficient in this shrouded case. (For complete details, see 
Cengel and Zing.) 

20-55E A 6-in-wide and 8-in-high vertical hot surface in 
78°F air is to be cooled by a heat sink with equally spaced fins 
of rectangular profile. The fins are 0.08 in thick and 8 in long 
in the vertical direction and have a height of 1.2 in from the 
base. Determine the optimum fin spacing and the rate of heat 
transfer by natural convection from the heat sink if the base 
temperature is 180°F. 


20-56E egy Reconsider Prob. 20-55E. Using EES (or 

ss other) software, investigate the effect of the 
length of the fins in the vertical direction on the optimum fin 
spacing and the rate of heat transfer by natural convection. L et 
the fin length vary from 2 in to 10 in. Plot the optimum fin 
spacing and the rate of convection heat transfer as a function of 
the fin length, and discuss the results. 


20-57 A 12.1-cm-wide and 18-cm-high vertical hot surface 
in 25°C air is to be cooled by a heat sink with equally spaced 
fins of rectangular profile. Thefins are 0.1 cm thick and 18 cm 
long in the vertical direction. Determine the optimum fin 
height and the rate of heat transfer by natural convection from 
the heat sink if the base temperature is 65°C. 


Natural Convection inside Enclosures 


20-58C The upper and lower compartments of a well- 
insulated container are separated by two parallel sheets of glass 
with an air space between them. One of the compartments is to 
be filled with a hot fluid and the other with a cold fluid. If itis 
desired that heat transfer between the two compartments 
be minimal, would you recommend putting the hot fluid into 
the upper or the lower compartment of the container? Why? 


20-59C Someone claims that the air space in a double-pane 
window enhances the heat transfer from a house because of 
the natural convection currents that occur in the air space and 
recommends that the double-pane window be replaced by a 
single sheet of glass whose thickness is equal to the sum of the 
thicknesses of the two glasses of the double-pane window to 
save energy. Do you agree with this claim? 


20-60C Consider a double-pane window consisting of two 
glass sheets separated by a 1-cm-wide air space. Someone sug- 
gests inserting a thin vinyl sheet in the middle of the two 
glasses to form two 0.5-cm-wide compartments in the window 
in order to reduce natural convection heat transfer through the 
window. From a heat transfer point of view, would you be in 
favor of this idea to reduce heat losses through the window? 
20-61C What does the effective conductivity of an enclosure 
represent? H ow is the ratio of the effective conductivity to ther- 
mal conductivity related to the N usselt number? 


—— 
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20-62 Show that the thermal resistance of a rectangular en- 
closure can be expressed as R = 6/(Ak Nu), where k is the ther- 
mal conductivity of the fluid in the enclosure. 


20-63E A vertical 4-ft-high and 6-ft-wide double-pane win- 
dow consists of two sheets of glass separated by a 1-in air gap 
at atmospheric pressure. If the glass surface temperatures 
across the air gap are measured to be 65°F and 40°F, determine 
the rate of heat transfer through the window by (a) natural con- 
vection and (b) radiation. Also, determine the R-value of insu- 
lation of this window such that multiplying the inverse of the 
R-value by the surface area and the temperature difference 
gives the total rate of heat transfer through the window. The ef- 
fective emissivity for use in radiation calculations between two 
large parallel glass plates can be taken to be 0.82. 


4ft 








FIGURE P20-63E 





20- 64E е Reconsider Prob. 20-63E. Using EES (or 

other) software, investigate the effect of the air 
gap thickness on the rates of heat transfer by natural con- 
vection and radiation, and the R-value of insulation. L et the air 
gap thickness vary from 0.2 in to 2.0 in. Plot the rates of heat 
transfer by natural convection and radiation, and the R-value 
of insulation as a function of the air gap thickness, and discuss 
the results. 


20-65 Two concentric spheres of diameters 15 cm and 25 cm 
are separated by air at 1 atm pressure. T he surface temperatures 
of the two spheres enclosing the air are T, = 350 K and T, = 
275 K, respectively. Determine the rate of heat transfer from 
the inner sphere to the outer sphere by natural convection. 


20-66 ee Reconsider Prob. 20-65. Using EES (or other) 

ss software, plot the rate of natural convection heat 
transfer as a function of the hot surface temperature of the 
sphere as the temperature varies from 300 K to 500 K, and dis- 
cuss the results. 


20-67 Flat-plate solar collectors are often tilted up toward 
the sun in order to intercept a greater amount of direct solar ra- 
diation. The tilt angle from the horizontal also affects the 
rate of heat loss from the collector. Consider a 2-m-high and 
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3-m-wide solar collector that is tilted at an angle 0 from the 
horizontal. The back side of the absorber is heavily insulated. 
The absorber plate and the glass cover, which are spaced 
2.5 cm from each other, are maintained at temperatures of 80°C 
and 40°C, respectively. Determine the rate of heat loss from the 
absorber plate by natural convection for @ = 0°, 20°, and 90°. 


ЕЯ Glass 


cover 





Solar 


radiation е 





FIGURE P20-67 


20-68 A simple solar collector is built by placing a 5-cm- 
diameter clear plastic tube around a garden hose whose outer 
diameter is 1.6 cm. The hose is painted black to maximize solar 
absorption, and some plastic rings are used to keep the spacing 
between the hose and the clear plastic cover constant. During a 
clear day, the temperature of the hose is measured to be 65°C, 
while the ambient air temperature is 26°C. Determine the rate 
of heat loss from the water in the hose per meter of its length 
by natural convection. Also, discuss how the performance of 
this solar collector can be improved. Answer: 8.2 W 
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FIGURE P20-68 


20-69 egy Reconsider Prob. 20-68. Using EES (or other) 

software, plot the rate of heat loss from the wa- 
ter by natural convection as a function of the ambient air tem- 
perature as the temperature varies from 4°C to 40°C, and 


discuss the results. 


20-70 A vertical 1.3-m-high, 2.8-m-wide double-pane win- 
dow consists of two layers of glass separated by a 2.2-cm air 


—— 


gap at atmospheric pressure. The room temperature is 26°C 
while the inner glass temperature is 18°C. Disregarding radia- 
tion heat transfer, determine the temperature of the outer glass 
layer and the rate of heat loss through the window by natural 
convection. 


20-71 Consider two concentric horizontal cylinders of diam- 
eters 55 cm and 65 cm, and length 125 cm. The surfaces of the 
inner and outer cylinders are maintained at 46°C and 74°C, re- 
spectively. Determine the rate of heat transfer between the 
cylinders by natural convection if the annular space is filled 
with (a) water and (b) air. 


Combined Natural and Forced Convection 


20-72C When is natural convection negligible and when is it 
not negligible in forced convection heat transfer? 


20-73C Under what conditions does natural convection en- 
hance forced convection, and under what conditions does it 
hurt forced convection? 


20-74C When neither natural nor forced convection is negli- 
gible, is it correct to calculate each independently and add them 
to determine the total convection heat transfer? 


20-75 Consider a 5-m-long vertical plate at 85°C in air at 
30°C. Determine the forced motion velocity above which nat- 
ural convection heat transfer from this plate is negligible. 
Answer: 9.04 m/s 


20-76 Reconsider Prob. 20-75. Using EES (or other) soft- 
ware, plot the forced motion velocity above which natural con- 
vection heat transfer is negligible as a function of the plate 
temperature as the temperature varies from 50°C to 150°C, and 
discuss the results. 


20-77 Consider a5-m-long vertical plate at 60°C in water at 
25°C. Determine the forced motion velocity above which nat- 
ural convection heat transfer from this plate is negligible. Take 
B = 0.0004 K ~? for water. 


20-78 In a production facility, thin square plates 2m x 2 min 
size coming out of the oven at 270°C are cooled by blowing am- 
bient air at 30°C horizontally parallel to their surfaces. D eter- 
mine the air velocity above which the natural convection effects 
on heat transfer are less than 10 percent and thus are negligible. 
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FIGURE P20-78 
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20-79 A 12-cm-high and 20-cm-wide circuit board houses 
100 closely spaced logic chips on its surface, each dissipating 
0.05 W. The board is cooled by a fan that blows air over the hot 
surface of the board at 35°C at a velocity of 0.5 m/s. The heat 
transfer from the back surface of the board is negligible. De- 
termine the average temperature on the surface of the circuit 
board assuming the air flows vertically upward along the 
12-cm-long side by (a) ignoring natural convection and 
(b) considering the contribution of natural convection. Disre- 
gard any heat transfer by radiation. 


Review Problems 


20-80E A 0.1-W small cylindrical resistor mounted on a 
lower part of a vertical circuit board is 0.3 in long and has a 
diameter of 0.2 in. The view of the resistor is largely blocked 
by another circuit board facing it, and the heat transfer 
through the connecting wires is negligible. The air is free to 
flow through the large parallel flow passages between the 
boards as a result of natural convection currents. If the air 
temperature at the vicinity of the resistor is 120°F, determine 
the approximate surface temperature of the resistor. 

Answer: 212°F 





FIGURE P20—80E 


20-81 An ice chest whose outer dimensions are 30 ст х 
40 cm x 40 cm is made of 3-cm-thick Styrofoam 
(k = 0.033 W/m - °C). Initially, the chest is filled with 30 kg 
of ice at 0?C, and the inner surface temperature of the ice 
chest can be taken to be 0°C at all times. The heat of fusion of 
water at 0°C is 333.7 kJ/kg, and the surrounding ambient air 
is at 20°C. Disregarding any heat transfer from the 40 cm x 
40 cm base of the ice chest, determine how long it will take 
for the ice in the chest to melt completely if the ice chest is 
subjected to (a) calm air and (b) winds at 50 km/h. Assume 
the heat transfer coefficient on the front, back, and top sur- 
faces to be the same as that on the side surfaces. 


20-82 An electronic box that consumes 180 W of power is 
cooled by a fan blowing air into the box enclosure. The dimen- 
sions of the electronic box are 15 cm х 50 cm х 50 cm, and all 
surfaces of the box are exposed to the ambient except the base 
surface. Temperature measurements indicate that the box is at 
an average temperature of 32°C when the ambient temperature 
and the temperature of the surrounding walls are 25°C. If the 
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emissivity of the outer surface of the box is 0.85, determine the 
fraction of the heat lost from the outer surfaces of the elec- 
tronic box. 


25°C ай 


15cm 





T 50 cm 


FIGURE P20-82 


20-83 A 6-m-internal-diameter spherical tank made of 1.5- 
cm-thick stainless steel (k = 15 W/m - °C) is used to store iced 
water at 0°C in aroom at 20°C. The walls of the room are also 
at 20°C. The outer surface of the tank is black (emissivity 
& — 1), and heat transfer between the outer surface of the tank 
and the surroundings is by natural convection and radiation. 
Assuming the entire steel tank to be at 0°C and thus the thermal 
resistance of the tank to be negligible, determine (a) the rate of 
heat transfer to the iced water in the tank and (b) the amount of 
ice at O?C that melts during a 24-h period. 

Answers: (a) 15.4 kW, (b) 3988 kg 


20-84 Consider a 1.2-m-high and 2-m-wide double-pane 
window consisting of two 3-mm-thick layers of glass 
(k = 0.78 W/m - °C) separated by a 3-cm-wide air space. 
Determine the steady rate of heat transfer through this win- 
dow and the temperature of its inner surface for a day during 
which the room is maintained at 20°C while the tempera- 
ture of the outdoors is 0°C. Take the heat transfer coeffi- 
cients on the inner and outer surfaces of the window to be 
h, = 10 W/m?- °C and h, = 25 W/m? - °C and disregard any 
heat transfer by radiation. 


20-85 An electric resistance space heater is designed such 
that it resembles a rectangular box 50 cm high, 80 cm long, and 
15 cm wide filled with 45 kg of oil. The heater is to be placed 
against a wall, and thus heat transfer from its back surface is 
negligible for safety considerations. T he surface temperature of 
the heater is not to exceed 45°C in aroom at 25°C. Disregard- 
ing heat transfer from the bottom and top surfaces of the heater 
in anticipation that the top surface will be used as a shelf, de- 
termine the power rating of the heater in W. Take the emissiv- 
ity of the outer surface of the heater to be 0.8 and the average 
temperature of the ceiling and wall surfaces to be the same as 
the room air temperature. 

Also, determine how long it will take for the heater to reach 
steady operation when it is first turned on (i.e., for the oil tem- 
perature to rise from 25°C to 45°C). State your assumptions in 
the calculations. 


20-86 Skylights or “roof windows” are commonly used in 
homes and manufacturing facilities since they let natural light 
in during day time and thus reduce the lighting costs. 
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FIGURE P20-85 


However, they offer little resistance to heat transfer, and 
large amounts of energy are lost through them in winter un- 
less they are equipped with a motorized insulating cover that 
can be used in cold weather and at nights to reduce heat 
losses. Consider a 1-m-wide and 2.5-m-long horizontal 
skylight on the roof of a house that is kept at 20°C. The glaz- 
ing of the skylight is made of a single layer of 0.5-cm-thick 
glass (k = 0.78 W/m - °C and « = 0.9). Determine the rate of 
heat loss through the skylight when the air temperature out- 
side is —10°C and the effective sky temperature is —30°C. 
Compare your result with the rate of heat loss through an 
equivalent surface area of the roof that has acommon R-5.34 
construction in SI units (i.¢., a thickness-to-effective-thermal- 
conductivity ratio of 5.34 m? - *C/W ). 


Tay --30C 
Tar==10°C skylight 
€=0.9 








FIGURE P20-86 


20-87 A solar collector consists of a horizontal copper tube 
of outer diameter 5 cm enclosed in a concentric thin glass tube 
of 9 cm diameter. Water is heated as it flows through the tube, 
and the annular space between the copper and glass tube is 
filled with air at 1 atm pressure. During a clear day, the tem- 
peratures of the tube surface and the glass cover are measured 
to be 60°C and 32°C, respectively. Determine the rate of heat 
loss from the collector by natural convection per meter length 
of the tube. Answer: 17.4 W 






Glass cover 


FIGURE P20-87 


20-88 A solar collector consists of a horizontal aluminum 
tube of outer diameter 4 cm enclosed in a concentric thin 
glass tube of 7 cm diameter. Water is heated as it flows 
through the aluminum tube, and the annular space between 
the aluminum and glass tubes is filled with air at 1 atm pres- 
sure. The pump circulating the water fails during a clear day, 
and the water temperature in the tube starts rising. The alu- 
minum tube absorbs solar radiation at a rate of 20 W per me- 
ter length, and the temperature of the ambient air outside is 
30°C. Approximating the surfaces of the tube and the glass 
cover as being black (emissivity « = 1) in radiation cal- 
culations and taking the effective sky temperature to be 20°C, 
determine the temperature of the aluminum tube when equi- 
librium is established (i.e., when the net heat loss from the 
tube by convection and radiation equals the amount of solar 
energy absorbed by the tube). 


20-89E Thecomponents of an electronic system dissipating 
180 W are located in a 4-ft-long horizontal duct whose cross 
section is 6 in x 6 in. The components in the duct are cooled 
by forced air, which enters at 85?F at a rate of 22 cfm and 
leaves at 100°F. The surfaces of the sheet metal duct are not 
painted, and thus radiation heat transfer from the outer surfaces 
is negligible. If the ambient air temperature is 80°F, determine 
(a) the heat transfer from the outer surfaces of the duct to the 
ambient air by natural convection and (b) the average temper- 
ature of the duct. 
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FIGURE P20-89E 


20-90E Repeat Prob. 20-90E for a circular horizontal duct 
of diameter 4 in. 
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20-91E  RepeatProb. 20- 90E assuming the fan fails and thus 
the entire heat generated inside the duct must be rejected to the 
ambient air by natural convection through the outer surfaces of 
the duct. 


20-92 Consider a cold aluminum canned drink that is ini- 
tially at a uniform temperature of 5°C. The can is 12.5 cm high 
and has a diameter of 6 cm. The emissivity of the outer surface 
of the can is 0.6. Disregarding any heat transfer from the bot- 
tom surface of the can, determine how long it will take for the 
average temperature of the drink to rise to 7°C if the surround- 
ing air and surfaces are at 25°C. Answer: 12.1 min 


20-93 Consider a 2-m-high electric hot-water heater that has 
a diameter of 40 cm and maintains the hot water at 60°C. The 
tank is located in a small room at 20°C whose walls and the 
ceiling are at about the same temperature. The tank is placed in 
a 46-cm-diameter sheet metal shell of negligible thickness, and 
the space between the tank and the shell is filled with foam in- 
sulation. The average temperature and emissivity of the outer 
surface of the shell are 40°C and 0.7, respectively. The price of 
electricity is $0.08/kW h. Hot-water tank insulation kits large 
enough to wrap the entire tank are available on the market for 
about $30. If such an insulation is installed on this water tank 
by the home owner himself, how long will ittake for this addi- 
tional insulation to pay for itself? Disregard any heat loss from 
the top and bottom surfaces, and assume the insulation to re- 
duce the heat losses by 80 percent. 
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FIGURE P20-93 


20-94 During a plant visit, it was observed that a 1.5-m-high 
and 1-m-wide section of the vertical front section of a natural 
gas furnace wall was too hot to touch. The temperature mea- 
surements on the surface revealed that the average temperature 
of the exposed hot surface was 110°C, while the temperature 
of the surrounding air was 25?C. The surface appeared to be 
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oxidized, and its emissivity can be taken to be 0.7. Taking the 
temperature of the surrounding surfaces to be 25°C also, deter- 
mine the rate of heat loss from this furnace. 

The furnace has an efficiency of 79 percent, and the plant 
pays $0.75 per therm of natural gas. If the plant operates 10 h a 
day, 310 days a year, and thus 3100 h a year, determine the an- 
nual cost of the heat loss from this vertical hot surface on the 
front section of the furnace wall. 
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FIGURE P20-94 


20-95 А group of 25 power transistors, dissipating 1.5 W 
each, are to be cooled by attaching them to a black-anodized 
square aluminum plate and mounting the plate on the wall of a 
room at 30°C. The emissivity of the transistor and the plate sur- 
faces is 0.9. Assuming the heat transfer from the back side of 
the plate to be negligible and the temperature of the surrounding 
surfaces to be the same as the air temperature of the room, 
determine the size of the plate if the average surface temperature 
of the plate is not to exceed 50°C. Answer: 43 cm 3 43 cm 
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FIGURE P20-95 














20-96 Repeat Prob. 20-109 assuming the plate to be posi- 
tioned horizontally with (a) transistors facing up and (b) tran- 
sistors facing down. 
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20-97E Hot water is flowing at an average velocity of 4 ft/s 
through a cast iron pipe (k — 30 Btu/h - ft - ^F) whose inner and 
outer diameters are 1.0 in and 1.2 in, respectively. The pipe 
passes through a 50-ft-long section of a basement whose tem- 
perature is 60?F. The emissivity of the outer surface of the pipe 
is 0.5, and the walls of the basement are also at about 60°F. If 
the inlet temperature of the water is 150°F and the heat transfer 
coefficient on the inner surface of the pipe is 30 Btu/h - ft? - ^F, 
determine the temperature drop of water as it passes through 
the basement. 


20-98 Consider a flat-plate solar collector placed horizon- 
tally on the flat roof of a house. The collector is 1.5 m wide 
and 6 m long, and the average temperature of the exposed sur- 
face of the collector is 42?C. Determine the rate of heat loss 
from the collector by natural convection during a calm day 
when the ambient air temperature is 15°C. Also, determine the 
heat loss by radiation by taking the emissivity of the collector 
surface to be 0.9 and the effective sky temperature to be 
—30°C. Answers: 1295 W, 2921 W 


20-99 Solar radiation is incident on the glass cover of a solar 
collector at a rate of 650 W /m?. The glass transmits 88 percent 
of the incident radiation and has an emissivity of 0.90. T he hot- 
water needs of a family in summer can be met completely by a 
collector 1.5 m high and 2 m wide, and tilted 40? from the hor- 
izontal. The temperature of the glass cover is measured to be 
40*C on a calm day when the surrounding air temperature is 
20°C. The effective sky temperature for radiation exchange be- 
tween the glass cover and the open sky is —40°C. Water enters 
the tubes attached to the absorber plate at a rate of 1 kg/min. 
Assuming the back surface of the absorber plate to be heavily 
insulated and the only heat loss occurs through the glass cover, 
determine (a) the total rate of heat loss from the collector; 
(b) the collector efficiency, which is the ratio of the amount of 
heat transferred to the water to the solar energy incident on the 
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FIGURE P20-99 


—— 


collector; and (c) the temperature rise of water as it flows 
through the collector. 


Design and Essay Problems 


20-100 Write a computer program to evaluate the variation 
of temperature with time of thin square metal plates that are re- 
moved from an oven at a specified temperature and placed ver- 
tically in a large room. The thickness, the size, the initial 
temperature, the emissivity, and the thermophysical properties 
of the plate as well as the room temperature are to be specified 
by the user. The program should evaluate the temperature of 
the plate at specified intervals and tabulate the results against 
time. The computer should list the assumptions made during 
calculations before printing the results. 

For each step or time interval, assume the surface tempera- 
ture to be constant and evaluate the heat loss during that time 
interval and the temperature drop of the plate as a result of this 
heat loss. T his gives the temperature of the plate at the end of a 
time interval, which is to serve as the initial temperature of the 
plate for the beginning of the next time interval. 

Try your program for 0.2-cm-thick vertical copper plates of 
40 cm x 40 cm in size initially at 300?C cooled in a room at 
25°C. Take the surface emissivity to be 0.9. Use atime interval 
of 1 sin calculations, but print the results at 10-s intervals for a 
total cooling period of 15 min. 


20-101 Write a computer program to optimize the spacing 
between the two glasses of a double-pane window. Assume the 
spacing is filled with dry air at atmospheric pressure. The pro- 
gram should evaluate the recommended practical value of the 
spacing to minimize the heat losses and list it when the size of 
the window (the height and the width) and the temperatures of 
the two glasses are specified. 


20-102 Contact a manufacturer of aluminum heat sinks and 
obtain their product catalog for cooling electronic components 
by natural convection and radiation. Write an essay on how to 
select a suitable heat sink for an electronic component when its 
maximum power dissipation and maximum allowable surface 
temperature are specified. 


20-103 The top surfaces of practically all flat-plate solar col- 
lectors are covered with glass in order to reduce the heat losses 
from the absorber plate underneath. Although the glass cover 
reflects or absorbs about 15 percent of the incident solar radia- 
tion, it saves much more from the potential heat losses from the 
absorber plate, and thus it is considered to be an essential part 
of a well-designed solar collector. Inspired by the energy effi- 
ciency of double-pane windows, someone proposes to use 
double glazing on solar collectors instead of a single glass. In- 
vestigate if this is a good idea for the town in which you live. 
U se local weather data and base your conclusion on heat trans- 
fer analysis and economic considerations. 
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o far, we have considered the conduction and convection modes of heat 

transfer, which are related to the nature of the materials involved and 

the presence of fluid motion, among other things. We now turn our at- 
tention to the third mechanism of heat transfer: radiation, which is character- 
istically different from the other two. 

We start this chapter with a discussion of electromagnetic waves and the 
electromagnetic spectrum, with particular emphasis on thermal radiation. 
Then we introduce the idealized blackbody, blackbody radiation, and black- 
body radiation function, together with the Stefan- Boltzmann law, Planck's 
law, and Wien’s displacement law. 

Radiation is emitted by every point on a plane surface in all directions into 
the hemisphere above the surface. The quantity that describes the magnitude 
of radiation emitted or incident in a specified direction in space is the ra- 
diation intensity. Various radiation fluxes such as emissive power, irradiation, 
and radiosity are expressed in terms of intensity. This is followed by a discus- 
sion of radiative properties of materials such as emissivity, absorptivity, re- 
flectivity, and transmissivity and their dependence on wavelength, direction, 
and temperature. 

The greenhouse effect is presented as an example of the consequences of the 
wavelength dependence of radiation properties. The last section is devoted to 
the discussions of atmospheric and solar radiation because of their importance. 
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FIGURE 21-1 
A hot object in a vacuum chamber 
loses heat by radiation only. 
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FIGURE 21-2 

Unlike conduction and convection, 
heat transfer by radiation can occur 
between two bodies, even when they 
are separated by a medium colder than 
both of them. 
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21-1 = INTRODUCTION 


Consider a hot object that is suspended in an evacuated chamber whose walls 
are at room temperature (Fig. 21-1). The hot object will eventually cool down 
and reach thermal equilibrium with its surroundings. That is, it will lose heat 
until its temperature reaches the temperature of the walls of the chamber. H eat 
transfer between the object and the chamber could not have taken place by 
conduction or convection, because these two mechanisms cannot occur in a 
vacuum. Therefore, heat transfer must have occurred through another mecha- 
nism that involves the emission of the internal energy of the object. This 
mechanism is radiation. 

Radiation differs from the other two heat transfer mechanisms in that it does 
not require the presence of a material medium to take place. In fact, energy 
transfer by radiation is fastest (at the speed of light) and it suffers no attenua- 
tion in a vacuum. Also, radiation transfer occurs in solids as well as liquids 
and gases. In most practical applications, all three modes of heat transfer oc- 
cur concurrently at varying degrees. But heat transfer through an evacuated 
space can occur only by radiation. For example, the energy of the sun reaches 
the earth by radiation. 

You will recall that heat transfer by conduction or convection takes place in 
the direction of decreasing temperature; that is, from a high-temperature 
medium to a lower-temperature one. It is interesting that radiation heat trans- 
fer can occur between two bodies separated by a medium colder than both 
bodies (Fig. 21-2). For example, solar radiation reaches the surface of the 
earth after passing through cold air layers at high altitudes. Also, the radiation- 
absorbing surfaces inside a greenhouse reach high temperatures even when its 
plastic or glass cover remains relatively cool. 

The theoretical foundation of radiation was established in 1864 by physicist 
James Clerk M axwell, who postulated that accelerated charges or changing 
electric currents give rise to electric and magnetic fields. These rapidly moving 
fields are called electromagnetic waves or electromagnetic radiation, and 
they represent the energy emitted by matter as a result of the changes in the 
electronic configurations of the atoms or molecules. In 1887, Heinrich Hertz 
experimentally demonstrated the existence of such waves. Electromagnetic 
waves transport energy just like other waves, and all electromagnetic waves 
travel at the speed of light in a vacuum, which is Cy = 2.9979 x 108 m/s. Elec- 
tromagnetic waves are characterized by their frequency v or wavelength A. 
These two properties in a medium are related by 


A= (21-1) 


ee 


where c is the speed of propagation of a wave in that medium. The speed 
of propagation in a medium is related to the speed of light in a vacuum by 
с = co/n, wheren isthe index of refraction of that medium. T he refractive index 
is essentially unity for air and most gases, about 1.5 for glass, and about 1.33 for 
water. The commonly used unit of wavelength is the micrometer (wm) or mi- 
cron, where 1 ит — 10-5 m. Unlike the wavelength and the speed of propaga- 
tion, the frequency of an electromagnetic wave depends only on the source and 
is independent of the medium through which the wave travels. The frequency 
(the number of oscillations per second) of an electromagnetic wave can range 
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from less than a million Hz to a septillion Hz or higher, depending on the 
source. Note from Eq. 21-1 that the wavelength and the frequency of electro- 
magnetic radiation are inversely proportional. 

It has proven useful to view electromagnetic radiation as the propagation of 
a collection of discrete packets of energy called photons or quanta, as pro- 
posed by M ax Planck in 1900 in conjunction with his quantum theory. In this 
view, each photon of frequency v is considered to have an energy of 
































e=hv= hc (21-2) 
À A, um Electrical 
power waves 

where h = 6.6256 x 10-34] - sis Planck's constant. Note from the second 10% n 
part of Eq. 21-2 that the energy of a photon is inversely proportional to its 10°- 
wavelength. Therefore, shorter-wavelength radiation possesses larger photon 1084) Radio and 
energies. It is no wonder that we try to avoid very-short-wavelength radiation ip TV waves 
such as gamma rays and X -rays since they are highly destructive. 106 - 

105-11--1 

104 4 
21-2 = THERMAL RADIATION nee 
Although all electromagnetic waves have the same general features, waves of 10? 1 
different wavelength differ significantly in their behavior. The electromag- 10 +| Thermal Infrared 
netic radiation encountered in practice covers a wide range of wavelengths, 1 |тайайоп ф 
varying from less than 10-?? um for cosmic rays to more than 1019 jm for 19-1 | =F Visible 
electrical power waves. The electromagnetic spectrum also includes gamma 105 ! Ultraviolet 
rays, X-rays, ultraviolet radiation, visible light, infrared radiation, thermal ra- А 
diation, microwaves, and radio waves, as shown in Fig. 21-3. мэн X-rays 

Different types of electromagnetic radiation are produced through various 1054 t 
mechanisms. For example, gamma rays are produced by nuclear reactions, 10° rays 
X-rays by the bombardment of metals with high-energy electrons, microwaves 1076 - | 
by special types of electron tubes such as klystrons and magnetrons, and radio 10-7 
waves by the excitation of some crystals or by the flow of alternating current TEE NM 
through electric conductors. 10-9-|| rays 
The short-wavelength gamma rays and X -rays are primarily of concern to | 

nuclear engineers, while the long-wavelength microwaves and radio waves FIGURE 21-3 


are of concern to electrical engineers. The type of electromagnetic radiation The electromagnetic wave spectrum. 
that is pertinent to heat transfer is the thermal radiation emitted as a result 
of energy transitions of molecules, atoms, and electrons of a substance. Tem- 
perature is a measure of the strength of these activities at the microscopic 
level, and the rate of thermal radiation emission increases with increasing 
temperature. Thermal radiation is continuously emitted by all matter whose 
temperature is above absolute zero. That is, everything around us such as 
walls, furniture, and our friends constantly emits (and absorbs) radiation 
(Fig. 21-4). Thermal radiation is also defined as the portion of the electro- 
magnetic spectrum that extends from about 0.1 to 100 uum, since the radiation 
emitted by bodies dueto their temperature falls almost entirely into this wave- 
length range. Thus, thermal radiation includes the entire visible and infrared 
(IR) radiation as well as a portion of the ultraviolet (UV ) radiation. 
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W hat we call light is simply the visible portion of the electromagnetic spec- FIGURE 21-4 
trum that lies between 0.40 and 0.76 jum. Light is characteristically no differ- Everything around us constantly 
ent than other electromagnetic radiation, except that it happens to trigger the emits thermal radiation. 
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sensation of seeing in the human eye. Light, or the visible spectrum, consists 
of narrow bands of color from violet (0.40- 0.44 um) to red (0.63-0.76 шт), 

TABLE 21-1 as shown in Table 21-1. 
A body that emits some radiation in the visible range is called a light source. 
The sun is obviously our primary light source. The electromagnetic radiation 
emitted by the sun is Known as solar radiation, and nearly all of it falls into 


The wavelength ranges of 
different colors 





Color Wavelength band — the wavelength band 0.3-3 yum. Almost half of solar radiation is light (i.e., it 
Violet 0.40-0.44 ит falls into the visible range), with the remaining being ultraviolet and infrared. 
Blue 0.44-0.49 um The radiation emitted by bodies at room temperature falls into the infrared 
Green 0.49-0.54 шт region of the spectrum, which extends from 0.76 to 100 wm. Bodies start 
Yellow 0.54-0.60 ит emitting noticeable visible radiation at temperatures above 800 K . The tung- 
Orange 0.60-0.67 um sten filament of a lightbulb must be heated to temperatures above 2000 K be- 
Red 0.63-0.76 um 


fore it can emit any significant amount of radiation in the visible range. 

The ultraviolet radiation includes the low wavelength end of the thermal ra- 
diation spectrum and lies between the wavelengths 0.01 and 0.40 jum. U Itra- 
violet rays are to be avoided since they can kill microorganisms and cause 
serious damage to humans and other living organisms. About 12 percent of so- 
lar radiation is in the ultraviolet range, and it would be devastating if it were 
to reach the surface of the earth. Fortunately, the ozone (0) layer in the at- 
mosphere acts as a protective blanket and absorbs most of this ultraviolet radi- 
ation. The ultraviolet rays that remain in sunlight are still sufficient to cause 
serious sunburns to sun worshippers, and prolonged exposure to direct sunlight 
is the leading cause of skin cancer, which can be lethal. Recent discoveries of 
"holes" in the ozone layer have prompted the international community to ban 
the use of ozone-destroying chemicals such as the refrigerant Freon-12 in or- 
der to save the earth. U Itraviolet radiation is also produced artificially in fluo- 
rescent lamps for use in medicine as a bacteria killer and in tanning parlors as 
an artificial tanner. The connection between skin cancer and ultraviolet rays 





FIGURE 21-5 has caused dermatologists to issue strong warnings against its use for tanning. 
Food is heated or cooked in a Microwave ovens utilize electromagnetic radiation in the microwave 
microwave oven by absorbing the region of the spectrum generated by microwave tubes called magnetrons. 
electromagnetic radiation energy M icrowaves in the range of 102-105 wm are very suitable for use in cooking 
generated by the magnetron of the since they are reflected by metals, transmitted by glass and plastics, and 
Oven; absorbed by food (especially water) molecules. Thus, the electric energy con- 


verted to radiation in a microwave oven eventually becomes part of the inter- 
nal energy of the food. The fast and efficient cooking of microwave ovens has 
made them one of the essential appliances in modern kitchens (Fig. 21-5). 

Radars and cordless telephones also use electromagnetic radiation in the mi- 
crowave region. The wavelength of the electromagnetic waves used in radio 
and TV broadcasting usually ranges between 1 and 1000 m in the radio wave 
region of the spectrum. 

In heat transfer studies, we are interested in the energy emitted by bodies 
because of their temperature only. Therefore, we will limit our consideration 
to thermal radiation, which we will simply call radiation. The relations 
developed below are restricted to thermal radiation only and may not be 
applicable to other forms of electromagnetic radiation. 

The electrons, atoms, and molecules of all solids, liquids, and gases above 
absolute zero temperature are constantly in motion, and thus radiation is con- 
stantly emitted, as well as being absorbed or transmitted throughout the entire 
volume of matter. That is, radiation is a volumetric phenomenon. H owever, 
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for opaque (nontransparent) solids such as metals, wood, and rocks, radiation 
is considered to be a surface phenomenon, since the radiation emitted by the 
interior regions can never reach the surface, and the radiation incident on such 
bodies is usually absorbed within a few microns from the surface (Fig. 21-6). 
Note that the radiation characteristics of surfaces can be changed completely 
by applying thin layers of coatings on them. 


21-3 = BLACKBODY RADIATION 


A body at a temperature above absolute zero emits radiation in all directions 
over a wide range of wavelengths. The amount of radiation energy emitted 
from a surface at a given wavelength depends on the material of the body and 
the condition of its surface as well as the surface temperature. Therefore, dif- 
ferent bodies may emit different amounts of radiation per unit surface area, 
even when they are at the same temperature. Thus, it is natural to be curious 
about the maximum amount of radiation that can be emitted by a surface at a 
given temperature, Satisfying this curiosity requires the definition of an ideal- 
ized body, called a blackbody, to serve as a standard against which the radia- 
tive properties of real surfaces may be compared. 

A blackbody is defined as a perfect emitter and absorber of radiation. Ata 
specified temperature and wavelength, no surface can emit more energy than a 
blackbody. A blackbody absorbs all incident radiation, regardless of wavelength 
and direction. Also, a blackbody emits radiation energy uniformly in all direc- 
tions per unit area normal to direction of emission (Fig. 21-7). That is, a black- 
body is a diffuse emitter. The term diffuse means “independent of direction.” 

The radiation energy emitted by a blackbody per unit time and per unit 
surface area was determined experimentally by Joseph Stefan in 1879 and 
expressed as 


E(T) 5 cT* (W/m?) (21-3) 


where o = 5.67 X 10°-® W/m? - K ‘is the Stefan- Boltzmann constant and T is 
the absolute temperature of the surface in K. This relation was theoretically 
verified in 1884 by Ludwig Boltzmann. Equation 21-3 is known as the 
Stefan- Boltzmann law and E, is called the blackbody emissive power. N ote 
that the emission of thermal radiation is proportional to the fourth power of 
the absolute temperature. 

Although a blackbody would appear black to the eye, a distinction should 
be made between the idealized blackbody and an ordinary black surface. A ny 
surface that absorbs light (the visible portion of radiation) would appear black 
to the eye, and a surface that reflects it completely would appear white. Con- 
sidering that visible radiation occupies a very narrow band of the spectrum 
from 0.4 to 0.76 wm, we cannot make any judgments about the blackness of a 
surface on the basis of visual observations. For example, snow and white paint 
reflect light and thus appear white. But they are essentially black for infrared 
radiation since they strongly absorb long-wavelength radiation. Surfaces 
coated with lampblack paint approach idealized blackbody behavior. 

Another type of body that closely resembles a blackbody is a large cavity 
with a small opening, as shown in Fig. 21-8. Radiation coming in through 
the opening of area A will undergo multiple reflections, and thus it will have 
several chances to be absorbed by the interior surfaces of the cavity before any 
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Radiation in opaque solids is 
considered a surface phenomenon 
since the radiation emitted only by the 
molecules at the surface can escape 
the solid. 
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FIGURE 21-7 

A blackbody is said to bea diffuse 
emitter since it emits radiation energy 
uniformly in all directions. 
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FIGURE 21-8 

A large isothermal cavity at 
temperature T with a small opening of 
area A closely resembles a blackbody 
of surface area A at the same 
temperature. 
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part of it can possibly escape. A Iso, if the surface of the cavity is isothermal at 
temperature T, the radiation emitted by the interior surfaces will stream 
through the opening after undergoing multiple reflections, and thus it will 
have a diffuse nature. Therefore, the cavity will act as a perfect absorber and 
perfect emitter, and the opening will resemble a blackbody of surface area A 
at temperature T, regardless of the actual radiative properties of the cavity. 

The Stefan-Boltzmann law in Eq. 21-3 gives the total blackbody emissive 
power E,, which is the sum of the radiation emitted over all wavelengths. 
Sometimes we need to Know the spectral blackbody emissive power, which 
is the amount of radiation energy emitted by a blackbody at an absolute tem- 
perature T per unit time, per unit surface area, and per unit wavelength about 
the wavelength A. For example, we are more interested in the amount of radi- 
ation an incandescent lightbulb emits in the visible wavelength spectrum than 
weare in the total amount emitted. 

The relation for the spectral blackbody emissive power E,, was developed 
by Max Planck in 1901 in conjunction with his famous quantum theory. This 
relation is Known as Planck’s law and is expressed as 


Ci 


Eala T) 7 Aste p (C2/AT ) — 1] 


(W/m? - uum) (21-4) 


where 


С, = 2те? = 3.742 х 109 W - um^/m? 
C, — heck — 1439 x 10^ um - K 


Also, T is the absolute temperature of the surface, A is the wavelength of the 
radiation emitted, and k — 1.38065 х 10723 Ј/К is Boltzmann's constant. This 
relation is valid for a surface in a vacuum or a gas. For other mediums, it 
needs to be modified by replacing C, by C,/n?, where n is the index of refrac- 
tion of the medium. Note that the term spectral indicates dependence on 
wavelength. 

The variation of the spectral blackbody emissive power with wavelength is 
plotted in Fig. 21-9 for selected temperatures. Several observations can be 
made from this figure: 


1. The emitted radiation is a continuous function of wavelength. At any 
specified temperature, it increases with wavelength, reaches a peak, and 
then decreases with increasing wavelength. 

2. Atany wavelength, the amount of emitted radiation increases with 
increasing temperature. 

3. As temperature increases, the curves shift to the left to the shorter- 
wavelength region. Consequently, a larger fraction of the radiation is 
emitted at shorter wavelengths at higher temperatures. 

4. The radiation emitted by the sun, which is considered to be a blackbody 
at 5780 K (or roughly at 5800 K ), reaches its peak in the visible region 
of the spectrum. Therefore, the sun is in tune with our eyes. On the other 
hand, surfaces at T = 800 K emit almost entirely in the infrared region 
and thus are not visible to the eye unless they reflect light coming from 
other sources. 
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As the temperature increases, the peak of the curve in Fig. 21-9 shifts 
toward shorter wavelengths. The wavelength at which the peak occurs for a 
specified temperature is given by Wien’s displacement law as 


(AT )max power = 2897.8 шт · К (21-5) 


This relation was originally developed by Willy Wien in 1894 using classical 
thermodynamics, but it can also be obtained by differentiating Eq. 21-4 with 
respect to A while holding T constant and setting the result equal to zero. 
A plot of Wien’s displacement law, which is the locus of the peaks of the 
radiation emission curves, is also given in Fig. 21-9. 

The peak of the solar radiation, for example, occurs at A = 2897.8/ 
5780 = 0.50 wm, which is near the middle of the visible range. The peak of 
the radiation emitted by a surface at room temperature (T — 298 K ) occurs at 
9.72 uum, which is well into the infrared region of the spectrum. 

An electrical resistance heater starts radiating heat soon after it is plugged 
in, and we can feel the emitted radiation energy by holding our hands facing 
the heater. B ut this radiation is entirely in the infrared region and thus cannot 
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FIGURE 21-10 

A surface that reflects red while 
absorbing the remaining parts of the 
incident light appears red to the eye. 
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FIGURE 21-11 

On an Ej,-A chart, the area under 

a curve for a given temperature 
represents the total radiation energy 
emitted by a blackbody at that 
temperature. 
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be sensed by our eyes. The heater would appear dull red when its temperature 
reaches about 1000 K , since it will start emitting a detectable amount (about 
1W/m? - um) of visible red radiation at that temperature. A s the temperature 
rises even more, the heater appears bright red and is said to be red hot. When 
the temperature reaches about 1500 K, the heater emits enough radiation in 
the entire visible range of the spectrum to appear almost white to the eye, and 
itis called white hot. 

Although it cannot be sensed directly by the human eye, infrared radiation 
can be detected by infrared cameras, which transmit the information to mi- 
croprocessors to display visual images of objects at night. Rattlesnakes can 
sense the infrared radiation or the “body heat” coming off warm-blooded ani- 
mals, and thus they can see at night without using any instruments. Similarly, 
honeybees are sensitive to ultraviolet radiation. A surface that reflects all of 
the light appears white, while a surface that absorbs all of the light incident on 
it appears black. (Then how do we see a black surface?) 

It should be clear from this discussion that the color of an object is not due 
to emission, which is primarily in the infrared region, unless the surface tem- 
perature of the object exceeds about 1000 K. Instead, the color of a surface de- 
pends on the absorption and reflection characteristics of the surface and is due 
to selective absorption and reflection of the incident visible radiation coming 
from a light source such as the sun or an incandescent lightbulb. A piece of 
clothing containing a pigment that reflects red while absorbing the remaining 
parts of the incident light appears “red” to the eye (Fig. 21-10). Leaves appear 
“green” because their cells contain the pigment chlorophyll, which strongly 
reflects green while absorbing other colors. 

It is left as an exercise to show that integration of the spectral blackbody 
emissive power E,, over the entire wavelength spectrum gives the total black- 
body emissive power E,: 

E,(T) = 1 E,,(A,T) dA = oT 4 (W/m?) (21-6) 
Thus, we obtained the Stefan-Boltzmann law (Eq. 21-3) by integrating 
Planck’s law (Eq. 21-4) over all wavelengths. Note that on an E,,-A chart, E,, 
corresponds to any value on the curve, whereas E, corresponds to the area 
under the entire curve for a specified temperature (Fig. 21-11). Also, the term 
total means “integrated over all wavelengths.” 





EXAMPLE 21-1 Radiation Emission from a Black Ball 


Consider a 20-cm-diameter spherical ball at 800 K suspended in air as shown 
in Fig. 21-12. Assuming the ball closely approximates a blackbody, determine 
(a) the total blackbody emissive power, (5) the total amount of radiation emitted 
by the ball in 5 min, and (c) the spectral blackbody emissive power at a wave- 
length of 3 um. 


SOLUTION An isothermal sphere is suspended in air. The total blackbody 
emissive power, the total radiation emitted in 5 min, and the spectral blackbody 
emissive power at 3 ит are to be determined. 
Assumptions The ball behaves as a blackbody. 
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Analysis (a) The total blackbody emissive power is determined from the 
Stefan—Boltzmann law to be 


E, = oT* — (5.67 x 10 5W/m? -K^(800K)* — 23/2 x 10? W/m? = 23.2 kW/m? 


That is, the ball emits 23.2 kJ of energy in the form of electromagnetic radia- 
tion per second per m? of the surface area of the ball. 


(b) The total amount of radiation energy emitted from the entire ball in 5 min 
is determined by multiplying the blackbody emissive power obtained above by 
the total surface area of the ball and the given time interval: 





А, = тр? = 1(0.2 т)? = 0.1257 т? FIGURE 21-12 
= "OUS M The spherical ball considered in 
ao тат 23 ays Example 21-1. 
1k 
Q ra = EA, At = (23.2 KW /m2)(0.1257 m?)(300 Imm) 
= 876 kJ 


That is, the ball loses 876 kJ of its internal energy in the form of electromag- 
netic waves to the surroundings in 5 min, which is enough energy to raise the 
temperature of 1 kg of water by 50°C. Note that the surface temperature of the 
ball cannot remain constant at 800 K unless there is an equal amount of energy 
flow to the surface from the surroundings or from the interior regions of the ball 
through some mechanisms such as chemical or nuclear reactions. 

(с) Тһе spectral blackbody emissive power at a wavelength of 3 um is deter- 
mined from Planck’s distribution law to be 


C, 3.743 x 109 W - um'/m? 
C 1.4387 x 10* um - K 
ер ()- 1| (3 шт)? СЕ ыр 1 


= 3848 W/m2- pm 








ES 








The Stefan- Boltzmann Іам Е (Т) = oT ^ gives the total radiation emitted 
by a blackbody at all wavelengths from A = 0 to A = ~. But we are often 41 
interested in the amount of radiation emitted over some wavelength band. E; ga (T) -Ї мал) ал 
For example, an incandescent lightbulb is judged on the basis of the radia- : 0 
tion it emits in the visible range rather than the radiation it emits at all 
wavelengths. 

The radiation energy emitted by a blackbody per unit area over a wave- 








ET 
length band from A — 0 to A is determined from (Fig. 21- 13) bal’ TI 
À 
Ep, o. (T) — | ESQ, T) dà (W/m?) (21-7) 
0 a i 
It looks like we can determine Ep, o-a Dy substituting the Ep, relation from FIGURE 21-13 
Eq. 21-4 and performing this integration. But it turns out that this integra- OnanE,,-A chart, the area under 


tion does not have a simple closed-form solution, and performing a numeri- the curve to the left of the A = A, line 
cal integration each time we need a value of Ep, o-a is not practical. represents the radiation energy emitted 
Therefore, we define a dimensionless quantity f, called the blackbody ra- by a blackbody in the wavelength 
diation function as range 0- A; for the given temperature. 
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TABLE 21-2 
Blackbody radiation functions f, 
АТ, AT, 
pm: K f. шт: К hy 
200 0.000000 6200 0.754140 
400 0.000000 6400 0.769234 
600 0.000000 6600 0.783199 
800 0.000016 6800 0.796129 
1000 0.000321 7000 0.808109 
1200 0.002134 7200 0.819217 
1400 0.007790 7400 0.829527 
1600 0.019718 7600 0.839102 
1800 0.039341 7800 0.848005 
2000 0.066728 8000 0.856288 
2200 0.100888 8500 0.874608 
2400 0.140256 9000 0.890029 
2600 0.183120 9500 0.903085 
2800 0.227897 10,000 0.914199 
3000 0.273232 10,500 0.923710 
3200 0.318102 11,000 0.931890 
3400 0.361735 11,500 0.939959 
3600 0.403607 12,000 0.945098 
3800 0.443382 13,000 0.955139 
4000 0.480877 14,000 0.962898 
4200 0.516014 15,000 0.969981 
4400 0.548796 16,000 0.973814 
4600 0.579280 18,000 0.980860 
4800 0.607559 20,000 0.985602 
5000 0.633747 25,000 0.992215 
5200 0.658970 30,000 0.995340 
5400 0.680360 40,000 0.997967 
5600 0.701046 50,000 0.998953 
5800 0.720158 75,000 0.999713 
6000 0.737818 100,000 0.999905 
Egi] 
[3 











f,(T) Е 


A 
1 Es, T) dà 


or? 


(21-8) 


The function f, represents the fraction of radiation emitted from a blackbody 
at temperature T in the wavelength band from A = 0 to A. The values of f, are 
listed in Table 21-2 as a function of AT, where A is in um and T isin K. 

The fraction of radiation energy emitted by a blackbody at tempera- 
ture T over a finite wavelength band from A = A, to A = Az, Is determined 


Ah Ry À from (Fig. 21-14) 
FIGURE21-14 — — foa T) 5 $T) — fT) (21-9) 
Graphical representation of the 
fraction of radiation emitted in the where f, (T ) and f, (T ) are blackbody radiation functions corresponding to 


wavelength band from A, to A». 


АТ апа АТ, respectively. 
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EXAMPLE 21-2 Emission of Radiation from a Lightbulb 


The temperature of the filament of an incandescent lightbulb is 2500 K. As- 
suming the filament to be a blackbody, determine the fraction of the radiant en- 
ergy emitted by the filament that falls in the visible range. Also, determine the 
wavelength at which the emission of radiation from the filament peaks. 


SOLUTION The temperature of the filament of an incandescent lightbulb is 
given. The fraction of visible radiation emitted by the filament and the wave- 
length at which the emission peaks are to be determined. 

Assumptions The filament behaves as a blackbody. 

Analysis The visible range of the electromagnetic spectrum extends from 
A, = 0.4 um to A2 — 0.76 um. Noting that T = 2500 K, the blackbody radia- 
tion functions corresponding to A,7 and AzT are determined from Table 21-2 
to be 


АТ = (0.40 um)(2500 K) 2 1000um-K —— f,, = 0.000321 
АТ = (0.76 um)(2500 K) - 1900 um-K —> f, = 0.053035 


That is, 0.03 percent of the radiation is emitted at wavelengths less than 
0.4 wm and 5.3 percent at wavelengths less than 0.76 um. Then the fraction 
of radiation emitted between these two wavelengths is (Fig. 21-15) 


fica, m fa, — fy = 0.053035 — 0.000321 = 0.0527135 


Therefore, only about 5 percent of the radiation emitted by the filament of the 
lightbulb falls in the visible range. The remaining 95 percent of the radiation 
appears in the infrared region in the form of radiant heat or “invisible light,” as 
it used to be called. This is certainly not a very efficient way of converting elec- 
trical energy to light and explains why fluorescent tubes are a wiser choice for 
lighting. 

The wavelength at which the emission of radiation from the filament peaks is 
easily determined from Wien’s displacement law to be 


2897.8 um - K 


соц ieu 


(AT imax power — 28978 ип-К ә Л power — 


Discussion Note that the radiation emitted from the filament peaks in the in- 
frared region. 








21-4 * RADIATION INTENSITY 


Radiation is emitted by all parts of a plane surface in all directions into the 
hemisphere above the surface, and the directional distribution of emitted (or 
incident) radiation is usually not uniform. Therefore, we need a quantity that 
describes the magnitude of radiation emitted (or incident) in a specified direc- 
tion in space. This quantity is radiation intensity, denoted by |. Before we can 
describe a directional quantity, we need to specify direction in space. The di- 
rection of radiation passing through a point is best described in spherical co- 
ordinates in terms of the zenith angle 6 and the azimuth angle œ, as shown in 
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04 0.76 1.16 A, um 
FIGURE 21-15 

Graphical representation of the 
fraction of radiation emitted in the 
visible range in Example 21-2. 
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FIGURE 21-16 

Radiation intensity is used to describe 
the variation of radiation energy with 
direction. 


Plane angle, Arc length 








A slice of watermelon of solid angle 


FIGURE 21-17 

Describing the size of aslice of pizza 
by aplane angle, and the size of a 
watermelon slice by a solid angle. 
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Fig. 21-16. Radiation intensity is used to describe how the emitted radiation 
varies with the zenith and azimuth angles. 

If all surfaces emitted radiation uniformly in all directions, the emissive 
power would be sufficient to quantify radiation, and we would not need to 
deal with intensity. The radiation emitted by a blackbody per unit normal area 
is the same in all directions, and thus there is no directional dependence. B ut 
this is not the case for real surfaces. Before we define intensity, we need to 
quantify the size of an opening in space. 


Solid Angle 

Let us try to quantify the size of a slice of pizza. One way of doing that is to 
specify the arc length of the outer edge of the slice, and to form the slice by 
connecting the endpoints of the arc to the center. A more general approach is 
to specify the angle of the slice at the center, as shown in Fig. 21- 17. An an- 
gle of 90? (or 7/2 radians), for example, always represents a quarter pizza, no 
matter what the radius is. For a circle of unit radius, the length of an arc is 
equivalent in magnitude to the plane angle it subtends (both are 27r for a com- 
plete circle of radiusr — 1). 

Now consider a watermelon, and let us attempt to quantify the size of a 
slice. A gain we can do it by specifying the outer surface area of the slice (the 
green part), or by working with angles for generality. Connecting all points at 
the edges of the slice to the center in this case will form a three-dimensional 
body (like a cone whose tip is at the center), and thus the angle at the center in 
this case is properly called the solid angle. The solid angle is denoted by c, 
and its unitis the steradian (sr). In analogy to plane angle, we can say that the 
area of a surface on a sphere of unit radius is equivalent in magnitude to the 
solid angle it subtends (both are 47 for a sphere of radius r = 1). 

This can be shown easily by considering a differential surface area on a 
sphere dS = r? sin 6 dé dd, as shown in Fig. 21-18, and integrating it from 
0 — 0to 6 =z, andfrom ¢ = 0to p = 2m. We get 


2a T T 
5-|8- | | r?sin 0 dog = 2nr?| 511040-4тг2 (21-10) 
0-0 0-0 


sphere 


which is the formula for the area of a sphere. Forr = 1 it reduces 0 5 = 47, 
and thus the solid angle associated with a sphere is w — 4r sr. For a hemi- 
sphere, which is more relevant to radiation emitted or received by a surface, it 
iS c — 27 Sr. 
The differential solid angle dw subtended by a differential area dS on a 
sphere of radius r can be expressed as 
do — = sin 0 do do 


FU (21-11) 
Note that the area dS is normal to the direction of viewing since dS is viewed 
from the center of the sphere. In general, the differential solid angle dw sub- 
tended by a differential surface area dA when viewed from a point at a dis- 
tance r from dA is expressed as 

dA, _dA cosa 


бо = 


r2 r2 (21-12) 
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Radiation 
0=0 = п/2 emitted into 2 . 
0-ó-2n , direction (9,0) dS = (r sin 0 4011 40) 
=r2sin 40 40 
rde 
FIGURE 21-18 
Solid angle: m 
do. 0579 гял 040 The emission of 


radiation from 

a differential 
surface element 
into the surrounding 
Eo 5 hemispherical space 
o= ЧИ - [75 ("sin 04040-2л гад through a differential 
Hemisphere EE solid angle. 


= 5іпӨ 01010 





Solid angle for a hemisphere: 


where a is the angle between the normal of the surface and the direction of 
viewing, and thus dA, = dA cos a is the normal (or projected) area to the di- 
rection of viewing. 

Small surfaces viewed from relatively large distances can approximately be 
treated as differential areas in solid angle calculations. For example, the solid 
angle subtended by a5 cm? plane surface when viewed from a point O ata 
distance of 80 cm along the normal of the surface is 

А бст? 


о = >= 


2 = 0сп) = 7.81 x 10~4 sr 





If the surface is tilted so that the normal of the surface makes an angle of 
a = 60° with the line connecting point O to the center of the surface, the pro- 
jected area would be dA, = dA cos a = (5 cm?)cos 60° = 2.5 ст?, апа ће 
solid angle in this case would be half of the value just determined. 


Intensity of Emitted Radiation 
Consider the emission of radiation by a differential area element dA of a sur- 
face, as shown in Fig. 21- 18. Radiation is emitted in all directions into the 
hemispherical space, and the radiation streaming though the surface area dS is 
proportional to the solid angle dw subtended by dS. It is also proportional to 
the radiating area dA as seen by an observer on dS, which varies from a max- 
imum of dA when dS is at the top directly above dA (0 — 0?) to a minimum of 
zero when dS is at the bottom (@ = 90°). Therefore, the effective area of dA for 
emission in the direction of 0 is the projection of dA on a plane normal to 0, 
which is dA cos 6. Radiation intensity in a given direction is based on a unit 
area normal to that direction to provide a common basis for the comparison of 
radiation emitted in different directions. 

The radiation intensity for emitted radiation |,(0, Ф) is defined as the rate 
at which radiation energy dQ, is emitted in the (6, œ) direction per unit area 
normal to this direction and per unit solid angle about this direction. That is, 

40. 40. 
~ dAcosé-dw  dAcos0sin0d0 d$ 





140, Ф) (W/m?-sr) (21-13) 
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FIGURE 21-19 

Radiation intensity is based on 
projected area, and thus the 
calculation of radiation emission 
from a surface involves the projection 
of the surface. 


10, 0) 


Incident 
radiation 





FIGURE 21-20 
Radiation incident on a surface in the 
direction (6, 4). 
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The radiation flux for emitted radiation is the emissive power E (the rate at 
which radiation energy is emitted per unit area of the emitting surface), which 
can be expressed in differential form as 


200. 
~ dA 





dE =1,(0, d) cosd sind dé dd (21-14) 


Noting that the hemisphere above the surface will intercept all the radiation 
rays emitted by the surface, the emissive power from the surface into the 
hemisphere surrounding it can be determined by integration as 

(W/m?) 


2a тг(2 
E = | dE = | | 1.(6, p) cos 0 sin 0 d8 do (21-15) 


-01)0- 
hemisphere ын 0 


The intensity of radiation emitted by a surface, in general, varies with di- 
rection (especially with the zenith angle 6). But many surfaces in practice can 
be approximated as being diffuse. For a diffusely emitting surface, the inten- 
sity of the emitted radiation is independent of direction and thus lą = constant. 


Noting that 
o=0 0-0 1 
Eq. 21-15 reduces in this case to 


cos 0 sin 0 dO do — «, the emissive power relation in 


D iffusely emitting surface: Е = ті, (W/m?) (21-16) 
Note that the factor in Eq. 21-16 is 7. You might have expected it to be 27 
since intensity is radiation energy per unit solid angle, and the solid angle as- 
sociated with a hemisphere is 27r. The reason for the factor being zr is that the 
emissive power is based on the actual surface area whereas the intensity is 
based on the projected area (and thus the factor cos 0 that accompanies it), as 
shown in Fig. 21- 19. 


For a blackbody, which is a diffuse emitter, Eq. 21- 16 can be expressed as 


Blackbody: Ey — ql; (21-17) 
where E, = oT? is the blackbody emissive power. Therefore, the intensity of 


the radiation emitted by a blackbody at absolute temperature T is 
ЕТ) шав" 


T ТГ 


Blackbody: I(T) = 





(W/m? - sr) (21-18) 


Incident Radiation 
All surfaces emit radiation, but they also receive radiation emitted or reflected 
by other surfaces. The intensity of incident radiation l;(6, œ) is defined as the 
rate at which radiation energy dG is incidentfrom the (0, $) direction per unit 
area of the receiving surface normal to this direction and per unit solid angle 
about this direction (Fig. 21-20). Here 0 isthe angle between the direction of 
incident radiation and the normal of the surface. 

The radiation flux incident on a surface from all directions is called irradi- 
ation G, and is expressed as 
(W/m?) 


27 [2 
б = |06 = | | 1(0, Ф) С05 0 5/п 0 40 4ф (21-19) 
-0 


=0J6 
hemisphere 
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Therefore irradiation represents the rate at which radiation energy is incident 
on a surface per unit area of the surface. W hen the incident radiation is diffuse 
and thus |, = constant, Eq. 21-19 reduces to 


Diffusely incident radiation: G = 7l; (W/m?) (21-20) 


Again note that irradiation is based on the actual surface area (and thus the 
factor cos 6), whereas the intensity of incident radiation is based on the pro- 
jected area. 


Radiosity 

Surfaces emit radiation as well as reflecting it, and thus the radiation leaving 

a surface consists of emitted and reflected components, as shown in Fig. Radiosity, J 
21-21. The calculation of radiation heat transfer between surfaces involves (Reflected 7-7 
the total radiation energy streaming away from a surface, with no regard for irradiation) 


its origin. Thus, we need to define a quantity that represents the rate at which 
radiation energy leaves a unit area of a surface in all directions. This quantity 
is called the radiosity J , and is expressed as 


Irradiation, G 


Emissive 
power, E 





2т (т( 
[= 1 нө, ф) соѕ Ө ѕіпө даф (W/m?) (21-21) FIGURE 21-21 
The three kinds of radiation flux 
where |... is the sum of the emitted and reflected intensities. For a surface that (in W/m?): emissive power, 
is both a diffuse emitter and a diffuse reflector, le}, = constant, and the ra- irradiation, and radiosity. 


diosity relation reduces to 
Diffuse emitter and reflector: J = mler (W/m?) (21-22) 


For a blackbody, radiosity J is equivalent to the emissive power E, since a 
blackbody absorbs the entire radiation incident on it and there is no reflected 
component in radiosity. 


Spectral Quantities 

So far we considered total radiation quantities (quantities integrated over all 
wavelengths), and made no reference to wavelength dependence. This lumped 
approach is adequate for many radiation problems encountered in practice. 
But sometimes it is necessary to consider the variation of radiation with wave- 
length as well as direction, and to express quantities at a certain wavelength A 
or per unit wavelength interval about A. Such quantities are referred to as 
spectral quantities to draw attention to wavelength dependence. The modifier 
“spectral” is used to indicate “at a given wavelength.” 

The spectral radiation intensity |,(A, 0, œ), for example, is simply the total 
radiation intensity I(6, $) per unit wavelength interval about A. The spectral 
intensity for emitted radiation |, .(A, 6, @) can be defined as the rate at which 
radiation energy dQ, is emitted at the wavelength A in the (6, $) direction per 
unit area normal to this direction, per unit solid angle about this direction, 
and it can be expressed as 


_ 40 2 
1, (A, 0, 6) = — ~~e W/m* - sr - uum (21-23) 
^d p) дА со50 · йо · ал n р 


-6- 





964 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


Атеа = /*1, da =k 





da А 
FIGURE 21-22 


Integration of a “spectral” quantity for 
all wavelengths gives the “total” 


quantity. 





FIGURE 21-23 
Schematic for Example 21-3. 
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Then the spectral emissive power becomes 


ES Fa. 0, Фїсо5 0 81 0404Ф (W/m?) ^ (21-24) 
Similar relations can be obtained for spectral irradiation G,, and spectral ra- 
diosity J] , by replacing !,,.in this equation by |, ; and 1), .+,, respectively. 

When the variation of spectral radiation intensity |, with wavelength A is 
known, the total radiation intensity | for emitted, incident, and emitted + re- 
flected radiation can be determined by integration over the entire wavelength 
spectrum as (Fig. 21-22) 


ls | bog. e | ptt: ai a= I хааг бХ (21-25) 
These intensities can then be used in Eqs. 21-15, 21-19, and 21-21 to deter- 
mine the emissive power E, irradiation G, and radiosity J , respectively. 

Similarly, when the variations of spectral radiation fluxes E,, G,, and J , 
with wavelength A are known, the total radiation fluxes can be determined by 
integration over the entire wavelength spectrum as 


p= | Età, в-| үй, апд j= f xi (21-26) 
0 0 0 


When the surfaces and the incident radiation are diffuse, the spectral radia- 
tion fluxes are related to spectral intensities as 


Ea = ті, бал = ті, апа J, = Tl, ec (21-27) 


Note that the relations for spectral and total radiation quantities are of the 
same form. 

The spectral intensity of radiation emitted by a blackbody at an absolute 
temperature T at a wavelength A has been determined by M ax Planck, and is 
expressed as 


2hc$ 
A?[exp(hco/ AKT ) — 1] 
where h — 6.6256 x 107?*J - sis the Planck constant, k = 1.38065 x 10°23 


J/K is the Boltzmann constant, and cy = 2.9979 x 10® m/s is the speed of light 
ina vacuum. Then the spectral blackbody emissive power is, from Eq. 21-27, 


ХА, Т) = (W/m? - sr - wm) (21-28) 


E,a(A, T) = al,,(A, T ) (21-29) 


A simplified relation for E,, is given by Eq. 21-4. 





EXAMPLE 21-3 Radiation Incident on a Small Surface 


A small surface of area A; = 3 cm? emits radiation as a blackbody at 7, = 
600 K. Part of the radiation emitted by A; strikes another small surface of area 
A> = 5 cm? oriented as shown in Fig. 21-23. Determine the solid angle sub- 
tended by A; when viewed from Aj, and the rate at which radiation emitted by 
A, strikes Ap. 
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SOLUTION A surface is subjected to radiation emitted by another surface. The 
solid angle subtended and the rate at which emitted radiation is received are to 
be determined. 

Assumptions 1 Surface A; emits diffusely as a blackbody. 2 Both A; and A, can 
be approximated as differential surfaces since both are very small compared to 
the square of the distance between them. 

Analysis Approximating both A, and A, as differential surfaces, the solid angle 
subtended by A, when viewed from A, can be determined from Eq. 21-12 to be 


An2 Acos, (5 cm?) cos 40° 
Пан! 





— 6.81 x 10-^sr 


Q2. 55 
since the normal of A; makes 40? with the direction of viewing. Note that solid 
angle subtended by A would be maximum if A; were positioned normal to the 
direction of viewing. Also, the point of viewing on A, is taken to be a point in 
the middle, but it can be any point since A, is assumed to be very small. 

The radiation emitted by A, that strikes A> is equivalent to the radiation 
emitted by A, through the solid angle «s ,. The intensity of the radiation 
emitted by A, is 


Е ЇЇ! .67 x 10-9? W/m? - K^ K)4 
2 al DE: i (56 0 Їт )(600 "= 2339 W/m? « sr 


l 1 TT T Т 





This value of intensity is the same in all directions since a blackbody is a diffuse 
emitter. Intensity represents the rate of radiation emission per unit area normal to 
the direction of emission per unit solid angle. Therefore, the rate of radiation en- 
ergy emitted by A, in the direction of 64 through the solid angle wp; is deter- 
mined by multiplying /, by the area of A, normal to 604 and the solid angle co ;. 
That is, 


Q 1:2: —— (А; cos 01)05.1 
— (2339 W /m? - sr)(3 x 107^ cos 55? m2)(6.81 x 10-4 sr) 
= 2,74 х 10:5М 


Therefore, the radiation emitted from surface A, will strike surface A, at a rate 
Oi 274 6 ПО) Wy, 

Discussion The total rate of radiation emission from surface A, is Q, — Ajo T? 
= 2.204 W. Therefore, the fraction of emitted radiation that strikes A» is 2.74 X 
10~4/2.204 = 0.00012 (or 0.012 percent). Noting that the solid angle associ- 
ated with a hemisphere is 277, the fraction of the solid angle subtended by A, is 
6.81 x 10-4/(27) = 0.000108 (or 0.0108 percent), which is 0.9 times the frac- 
tion of emitted radiation. Therefore, the fraction of the solid angle a surface oc- 
cupies does not represent the fraction of radiation energy the surface will receive 
even when the intensity of emitted radiation is constant. This is because radiation 
energy emitted by a surface in a given direction is proportional to the projected 
area of the surface in that direction, and reduces from a maximum at 6 = O° (the 
direction normal to surface) to zero at @ = 90° (the direction parallel to surface). 








21-5 = RADIATIVE PROPERTIES 


M ost materials encountered in practice, such as metals, wood, and bricks, 
are opaque to thermal radiation, and radiation is considered to be a surface 
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phenomenon for such materials. That is, thermal radiation is emitted or ab- 
sorbed within the first few microns of the surface, and thus we speak of radia- 
tive properties of surfaces for opaque materials. 

Some other materials, such as glass and water, allow visible radiation to 
penetrate to considerable depths before any significant absorption takes place. 
Radiation through such semitransparent materials obviously cannot be con- 
sidered to be a surface phenomenon since the entire volume of the material in- 
teracts with radiation. On the other hand, both glass and water are practically 
opaque to infrared radiation. Therefore, materials can exhibit different behav- 
ior at different wavelengths, and the dependence on wavelength is an impor- 
tant consideration in the study of radiative properties such as emissivity, 
absorptivity, reflectivity, and transmissivity of materials. 

In the preceding section, we defined a blackbody as a perfect emitter and 
absorber of radiation and said that no body can emit more radiation than a 
blackbody at the same temperature. Therefore, a blackbody can serve as a 
convenient reference in describing the emission and absorption characteristics 
of real surfaces. 


Emissivity 

The emissivity of a surface represents the ratio of the radiation emitted by the 
surface at a given temperature to the radiation emitted by a blackbody at the 
same temperature. The emissivity of a surface is denoted by e, and it varies 
between zero and one, 0 = « <1. Emissivity is a measure of how closely a 
surface approximates a blackbody, for which e = 1. 

The emissivity of areal surface is not a constant. Rather, it varies with the 
temperature of the surface as well as the wavelength and the direction of the 
emitted radiation. Therefore, different emissivities can be defined for a sur- 
face, depending on the effects considered. The most elemental emissivity of a 
surface at a given temperature is the spectral directional emissivity, which is 
defined as the ratio of the intensity of radiation emitted by the surface at a 
specified wavelength in a specified direction to the intensity of radiation emit- 
ted by a blackbody at the same temperature at the same wavelength. T hat is, 


| (3, 0, Ф, Т ) 
єз, (А, 0, Ф.Т) = aT (21-30) 


where the subscripts A and @ are used to designate spectral and directional 
quantities, respectively. N ote that blackbody radiation intensity is independent 
of direction, and thus it has no functional dependence on 0 апа ф. 

The total directional emissivity is defined in alike manner by using total 
intensities (intensities integrated over all wavelengths) as 


100, Ф,Т 
ё (0, ф,Т) - AN (21-31) 


In practice, itis usually more convenientto work with radiation properties av- 
eraged over all directions, called hemispherical properties. Noting that the in- 
tegral of the rate of radiation energy emitted at a specified wavelength per unit 
surface area over the entire hemisphere is spectral emissive power, the spec- 
tral hemispherical emissivity can be expressed as 
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eA, T) = ALU 


EAT) (21-32) 
À ' 


Note that the emissivity of a surface at a given wavelength can be different at 
different temperatures since the spectral distribution of emitted radiation (and 
thus the amount of radiation emitted at a given wavelength) changes with 
temperature. 

Finally, the total hemispherical emissivity is defined in terms of the radia- 
tion energy emitted over all wavelengths in all directions as 

e(T) = RE (21-33) 

Therefore, the total hemispherical emissivity (or simply the "average emis- 
sivity") of a surface at a given temperature represents the ratio of the total ra- 
diation energy emitted by the surface to the radiation emitted by a blackbody 
of the same surface area at the same temperature. 


Noting from Eqs. 21-26 and 21-32 thatE = E,dA and E,(A, T) = 
0 


elà, T)Epa(A, T), and the total hemispherical emissivity can also be ex- 
pressed as 


E(T) I €,(A, T)Epa(A, T)d A 
ET) | ст“ 


since E,(T ) = oT *. To perform this integration, we need to know the varia- 
tion of spectral emissivity with wavelength at the specified temperature. The 
integrand is usually a complicated function, and the integration has to be per- 
formed numerically. However, the integration can be performed quite easily 
by dividing the spectrum into a sufficient number of wavelength bands and as- 
suming the emissivity to remain constant over each band; that is, by express- 
ing the function e,(A, T) as a step function. This simplification offers great 
convenience for little sacrifice of accuracy, since it allows us to transform the 
integration into a summation in terms of blackbody emission functions. 

As an example, consider the emissivity function plotted in Fig. 21-24. It. &4 
seems like this function can be approximated reasonably well by a step func- 
tion of the form 


e(T) = 





(21-34) 


e, = constant, AQ,SAX€2X (21-35) £ 
a 2! Actual 


variation 





еу = constant, О=л< А; 
ёх = 


€3 = constant, 31:53 «оо 


Then the average emissivity can be determined from Eq. 21-34 by breaking & 
the integral into three parts and utilizing the definition of the blackbody radi- 

















ation function as 5 
a à co 
al Ej, dA ex] Eada га Boda А; 15 И 
e(T) = E + E | E 
b b b FIGURE 21-24 
7 & fo A(T) ** e; f, (T) e f (T) (21-36) A pproximating the actual variation 
Radiation is a complex phenomenon as it is, and the consideration of the of emissivity with wavelength 
wavelength and direction dependence of properties, assuming sufficient data by a step function. 


-6- 


cen54261 ch21.qxd 





1/25/04 11:32 AM 


968 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


Real surface: 
E + constant 
€; * constant 


Diffuse surface: 
& = constant 


Gray surface: 
& = constant 


Diffuse, gray surface: 
€ = & = &) = constant 


FIGURE 21-25 

The effect of diffuse and gray 
approximations on the emissivity 
of a surface. 
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FIGURE 21-26 


Typical variations of emissivity with 
direction for electrical conductors 
and nonconductors. 


FIGURE 21-27 

Comparison of the emissivity (a) and 
emissive power (b) of a real surface 
with those of a gray surface and a 
blackbody at the same temperature. 
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exist, makes it even more complicated. Therefore, the gray and diffuse ap- 
proximations are often utilized in radiation calculations. A surface is said to be 
diffuse if its properties are independent of direction, and gray if its properties 
are independent of wavelength. Therefore, the emissivity of a gray, diffuse 
surface is simply the total hemispherical emissivity of that surface because of 
independence of direction and wavelength (Fig. 21-25). 

A few comments about the validity of the diffuse approximation are in order. 
Although real surfaces do not emit radiation in a perfectly diffuse manner as a 
blackbody does, they often come close. The variation of emissivity with direc- 
tion for both electrical conductors and nonconductors is given in Fig. 21-26. 
Here 8 is the angle measured from the normal of the surface, and thus 6 = 0 for 
radiation emitted in a direction normal to the surface. Note that e, remains 
nearly constant for about 0 — 40? for conductors such as metals and for 0 < 70° 
for nonconductors such as plastics. Therefore, the directional emissivity of a 
surface in the normal direction is representative of the hemispherical emissivity 
of the surface. In radiation analysis, itis common practice to assume the sur- 
faces to be diffuse emitters with an emissivity equal to the value in the normal 
(Ө — 0) direction. 

The effect of the gray approximation on emissivity and emissive power of a 
real surface is illustrated in Fig. 21- 27. Note that the radiation emission from a 
real surface, in general, differs from the Planck distribution, and the emission 
curve may have several peaks and valleys. A gray surface should emit as much 
radiation as the real surface it represents at the same temperature. T herefore, the 
areas under the emission curves of the real and gray surfaces must be equal. 

The emissivities of common materials are listed in TableA -30 in the appen- 
dix, and the variation of emissivity with wavelength and temperature is illus- 
trated in Fig. 21-28. Typical ranges of emissivity of various materials are given 
in Fig. 21-29. Note that metals generally have low emissivities, as low as 0.02 
for polished surfaces, and nonmetals such as ceramics and organic materials 
have high ones. The emissivity of metals increases with temperature. Also, ox- 
idation causes significant increases in the emissivity of metals. Heavily oxi- 
dized metals can have emissivities comparable to those of nonmetals. 


£4 E;4 


Blackbody, € =1 





„~ Blackbody, Ena 







Gray surface, e = const. 


Gray surface, 
E, =E 





Real surface, £, 


Real surface, 
EA =e 











7 
T =const. / T -const 





>f 


(a) (b) 
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(a) (b) 
FIGURE 21-28 
The variation of normal emissivity with (a) wavelength and (b) temperature for various materials. 






















































































Care should be exercised in the use and interpretation of radiation property wegen en Wales aa 
data reported in the literature, since the properties strongly depend on the Building materials, paints 
surface conditions such as oxidation, roughness, type of finish, and cleanli- Site и 
ness. Consequently, there is considerable discrepancy and uncertainty in the 
reported values. This uncertainty is largely due to the difficulty in character- Carbon 
izing and describing the surface conditions precisely. Ceramics GE 

Oxidized 
metals 

EXAMPLE 21-4 Emissivity of a Surface and Emissive Power E= Metals, unpolished 

Polished metals 
The spectral emissivity function of an opaque surface at 800 K is approximated 
as (Fig. 21-30) ee 
FIGURE 21-29 
еу = 0.3, 0=A<3~m Typical ranges of emissivity for 
& = ([ е = 0.8, 3 um =À < 7 um various materials. 
£3 — 0.1, 7 um zx A < о £ 
Determine the average emissivity of the surface and its emissive power. ior 
ms SR m 0.8 - 

SOLUTION The variation of emissivity of a surface at a specified temperature l | 

with wavelength is given. The average emissivity of the surface and its emissive | | 

power are to be determined. l | 

Analysis The variation of the emissivity of the surface with wavelength is given i i 

as a step function. Therefore, the average emissivity of the surface can be de- | | 

termined from Eq. 21-34 by breaking the integral into three parts, 0.3 [rm 

| | 

Ay Ad оо І l 

£1 | Ej, dA 52 | Ej, dA £3 | Ej, dA 01r | | 
E 0 № № 0 1 | > 
EU mem uni Saas 0 3 d À, um 
= ё fo. (T) + ёр fay-a,(T ) t £3 ЁТ) FIGURE 21-30 
=e et) et, | The spectral emissivity of the surface 

1 2 1 2 





considered in Example 21-4. 
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pG 
Absorbed 
Semitransparent aG 
material 
Transmitted 
TG 
FIGURE 21-31 


The absorption, reflection, and 
transmission of incident radiation by a 
semitransparent material. 
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where fi, and f, are blackbody radiation functions corresponding to A, T and 
ЛТ. Тһеѕе functions are determined from Table 21-2 to be 


MT = (3 um) (800K) = 2400 um:K — f,, = 0.140256 
АТ = (7 шт)(800К) = 5600 ит :К — f, = 0.701046 


NCHS THE ify, = thy = tt = hyn SINGS fh) = ©, ANC! thon = te — th, = 1 — thy 
since fs = 1. Substituting, 


e = 0.3 X 0.140256 + 0.8(0.701046 — 0.140256) + 0.1(1 — 0.701046) 
= 0.521 


That is, the surface will emit as much radiation energy at 800 K as a gray surface 
having a constant emissivity of e = 0.521. The emissive power of the surface is 


E = sol 4 = 0.521(5.67 x 10-8 W/m? - K 4)(800 K )4 = 12,100 W/m? 


Discussion Note that the surface emits 12.1 kJ of radiation energy per second 
per m? area of the surface. 








Absorptivity, Reflectivity, and Transmissivity 

Everything around us constantly emits radiation, and the emissivity represents 
the emission characteristics of those bodies. This means that every body, in- 
cluding our own, is constantly bombarded by radiation coming from all direc- 
tions over a range of wavelengths. Recall that radiation flux incident on a 
surface is called irradiation and is denoted by G. 

When radiation strikes a surface, part of itis absorbed, part of it is reflected, 
and the remaining part, if any, is transmitted, as illustrated in Fig. 21-31. The 
fraction of irradiation absorbed by the surface Is called the absorptivity a, 
the fraction reflected by the surface is called the reflectivity p, and the frac- 
tion transmitted is called the transmissivity 7. T hat is, 


_ Absorbed radiation _ Gabs 





Анори “~~ Tncident radiation — G nu ieu 
E iati G 
Reflectivity: = Reflected radiation = Y 0=р=1 (21-38) 
| iati G 
Transmissivity: — Transmitted radiation _ Sv, aral (21-39) 


Incident radiation ^ G 


where G is the radiation energy incident on the surface, and G abs, G rep, and G y 
are the absorbed, reflected, and transmitted portions of it, respectively. The 
first law of thermodynamics requires that the sum of the absorbed, reflected, 
and transmitted radiation energy be equal to the incident radiation. That is, 


Gaps + С + бъ = б (21-40) 
Dividing each term of this relation by G yields 
а+р+т = 1 (21-41) 


For opaque surfaces, 7 — 0, and thus 
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а+р = 1 (21-42) 


This is an important property relation since it enables us to determine both the 
absorptivity and reflectivity of an opaque surface by measuring either of these 
properties. 

These definitions are for total hemispherical properties, since G represents 
the radiation flux incident on the surface from all directions over the hemi- 
spherical space and over all wavelengths. Thus, o, p, and 7 are the average 
properties of a medium for all directions and all wavelengths. However, like 
emissivity, these properties can also be defined for a specific wavelength 
and/or direction. For example, the spectral directional absorptivity and 
spectral directional reflectivity of a surface are defined, respectively, as the 
absorbed and reflected fractions of the intensity of radiation incident at a spec- 
ified wavelength in a specified direction as 


Ih, abs A; 0, Ф) 
Г (А, 0, Ф) 


1, (А, 0, Ф) 
апі р,,6(л,0,ф) = DL 


Ai 


ay A, 0, ф) = (21—43) 


Likewise, the spectral hemispherical absorptivity and spectral hemispher- 
ical reflectivity of a surface are defined as 

2 G A, abs( A) 
~ G,(A) 


G 4 ref (A) 
G (A) 





alà) and p,(A) = (21-44) 
where G , is the spectral irradiation (in W/m? - wm) incident on the surface, 
and G , aps and С, ге аге the reflected and absorbed portions of it, respectively. 

Similar quantities can be defined for the transmissivity of semitransparent 
materials. For example, the spectral hemispherical transmissivity of a 


medium can be expressed as 


G a ul A) 
G (A) 





T,(A) = (21-45) 
The average absorptivity, reflectivity, and transmissivity of a surface can 
also be defined in terms of their spectral counterparts as 


| a, G, dA | p, 6, dA | 7, 6,dA 
0 0 0 


E , p= 20 , E 
| G,dA | G,dA | G,dA 
0 0 0 


The reflectivity differs somewhat from the other properties in that it is bidi- 
rectional in nature. T hat is, the value of the reflectivity of a surface depends not 
only on the direction of the incident radiation but also the direction of reflec- 
tion. Therefore, the reflected rays of a radiation beam incident on a real surface 
in a specified direction will form an irregular shape, as shown in Fig. 21-32. 
Such detailed reflectivity data do not exist for most surfaces, and even if they 
did, they would be of little value in radiation calculations since this would usu- 
ally add more complication to the analysis than it is worth. 

In practice, for simplicity, surfaces are assumed to reflect in a perfectly 
specular or diffuse manner. In specular (or mirrorlike) reflection, the angle 
of reflection equals the angle of incidence of the radiation beam. In diffuse 
reflection, radiation is reflected equally in all directions, as shown in Fig. 








a= T= (21-46) 
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FIGURE 21-32 


Different types of reflection from 
a surface: (a) actual or irregular, 
(b) diffuse, and (c) specular 


or mirrorlike. 
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FIGURE 21-33 

Variation of absorptivity with 
the temperature of the source of 
irradiation for various common 
materials at room temperature. 
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FIGURE 21-34 

The absorptivity of a material may be 
quite different for radiation originating 
from sources at different temperatures. 











21-32. Reflection from smooth and polished surfaces approximates specular 
reflection, whereas reflection from rough surfaces approximates diffuse 
reflection. In radiation analysis, smoothness is defined relative to wavelength. 
A surface is said to be smooth if the height of the surface roughness is much 
smaller than the wavelength of the incident radiation. 

Unlike emissivity, the absorptivity of a material is practically independent 
of surface temperature. However, the absorptivity depends strongly on the 
temperature of the source at which the incident radiation is originating. This 
is also evident from Fig. 21-33, which shows the absorptivities of various ma- 
terials at room temperature as functions of the temperature of the radiation 
source. For example, the absorptivity of the concrete roof of a house is about 
0.6 for solar radiation (source temperature: 5780 K ) and 0.9 for radiation orig- 
inating from the surrounding trees and buildings (source temperature: 300 K ), 
as illustrated in Fig. 21-34. 

Notice that the absorptivity of aluminum increases with the source tempera- 
ture, a characteristic for metals, and the absorptivity of electric nonconductors, 
in general, decreases with temperature. T his decrease is most pronounced for 
surfaces that appear white to the eye. For example, the absorptivity of a white 
painted surface is low for solar radiation, but it is rather high for infrared 
radiation. 


Kirchhoff's Law 

Consider a small body of surface area A,, emissivity e, and absorptivity a at 
temperature T contained in a large isothermal enclosure at the same tempera- 
ture, as shown in Fig. 21-35. Recall that a large isothermal enclosure forms a 
blackbody cavity regardless of the radiative properties of the enclosure sur- 
face, and the body in the enclosure is too small to interfere with the blackbody 
nature of the cavity. Therefore, the radiation incident on any part of the sur- 
face of the small body is equal to the radiation emitted by a blackbody at tem- 
perature T. Thatis, G — E,(T) = oT 4, and the radiation absorbed by the small 
body per unit of its surface area is 


Gas = aG = aol 4 
The radiation emitted by the small body is 
E emit = eo 4 


Considering that the small body is in thermal equilibrium with the enclosure, 
the net rate of heat transfer to the body must be zero. Therefore, the radiation 
emitted by the body must be equal to the radiation absorbed by it: 


A; soT* = A aoT* 
Thus, we conclude that 
elT)=a(T) (21-47) 


That is, the total hemispherical emissivity of a surface at temperature T is 
equal to its total hemispherical absorptivity for radiation coming from a black- 
body at the same temperature. This relation, which greatly simplifies the radi- 
ation analysis, was first developed by Gustav K irchhoff in 1860 and is now 
called Kirchhoff’s law. N ote that this relation is derived under the condition 
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that the surface temperature is equal to the temperature of the source of irradi- 
ation, and the reader is cautioned against using it when considerable difference 
(more than a few hundred degrees) exists between the surface temperature and 
the temperature of the source of irradiation. 

The derivation above can also be repeated for radiation at a specified wave- 
length to obtain the spectral form of Kirchhoff’s law: 


é,(T) = a,(T) (21-48) 


This relation is valid when the irradiation or the emitted radiation is inde- 
pendent of direction. The form of Kirchhoff’s law that involves no restrictions 
is the spectral directional form expressed as e, «(T ) — o; «(T ). That is, the 
emissivity of a surface at a specified wavelength, direction, and temperature 





is always equal to its absorptivity at the same wavelength, direction, and FIGURE 21—35 
temperature. The small body contained in a large 

Itis very tempting to use K irchhoff's law in radiation analysis since the re- isothermal enclosure used in the 
lation e = «a together with p — 1 — « enables us to determine all three development of K irchhoff's law. 


properties of an opaque surface from a knowledge of only one property. 
Although Eq. 21-47 gives acceptable results in most cases, in practice, care 
should be exercised when there is considerable difference between the surface [Visible 


















temperature and the temperature of the source of incident radiation. 1.0 

0.8 
The Greenhouse Effect 0.6 Thickness 
You have probably noticed that when you leave your car under direct sunlight d » 0.038 cm 





on a sunny day, the interior of the car gets much warmer than the air outside, 
and you may have wondered why the car acts like a heat trap. The answer 
lies in the spectral transmissivity curve of the glass, which resembles an in- 
verted U, as shown in Fig. 21-36. We observe from this figure that glass at 
thicknesses encountered in practice transmits over 90 percent of radiation in Wavelength Л, um 
the visible range and is practically opaque (nontransparent) to radiation in the FIGURE 21-36 
longer-wavelength infrared regions of the electromagnetic spectrum (roughly The spectral transmissivity of low-iron 
А > 3 wm). Therefore, glass has a transparent window in the wavelength glass at room temperature for different 
range 0.3 um < A < 3 wm in which over 90 percent of solar radiation is thicknesses. 
emitted. On the other hand, the entire radiation emitted by surfaces at room 
temperature falls in the infrared region. Consequently, glass allows the solar 
radiation to enter but does not allow the infrared radiation from the interior 
surfaces to escape. T his causes a rise in the interior temperature as a result of í 
the energy buildup in the car. This heating effect, which is due to the nongray ЕЕ -.” 
characteristic of glass (or clear plastics), is known as the greenhouse effect, Solar ” 
since it is utilized primarily in greenhouses (Fig. 21-37). raaiation 
The greenhouse effect is also experienced on a larger scale on earth. The l 
surface of the earth, which warms up during the day as a result of the absorp- 
tion of solar energy, cools down at night by radiating its energy into deep 
space as infrared radiation. The combustion gases such as CO, and water 


























0 | | 
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Greenhous 


vapor in the atmosphere transmit the bulk of the solar radiation but absorb the radiation 

infrared radiation emitted by the surface of the earth. Thus, there is concern FIGURE 21-37 

that the energy trapped on earth will eventually cause global warming and A greenhouse traps energy by 

thus drastic changes in weather patterns. allowing the solar radiation to come in 
In humid places such as coastal areas, there is not a large change between but not allowing the infrared radiation 

the daytime and nighttime temperatures, because the humidity acts as a barrier to go out. 
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FIGURE 21-38 

Solar radiation reaching the 

earth’s atmosphere and the total solar 
irradiance. 





FIGURE 21-39 

The total solar energy passing through 
concentric spheres remains constant, 
but the energy falling per unit area 
decreases with increasing radius. 
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on the path of the infrared radiation coming from the earth, and thus slows 
down the cooling process at night. In areas with clear skies such as deserts, 
there is a large swing between the daytime and nighttime temperatures be- 
cause of the absence of such barriers for infrared radiation. 


21-6 = ATMOSPHERIC AND SOLAR RADIATION 


The sun is our primary source of energy. The energy coming off the sun, 
called solar energy, reaches us in the form of electromagnetic waves after 
experiencing considerable interactions with the atmosphere. The radiation 
energy emitted or reflected by the constituents of the atmosphere form the 
atmospheric radiation. Here we give an overview of the solar and atmos- 
pheric radiation because of their importance and relevance to daily life. Also, 
our familiarity with solar energy makes it an effective tool in developing a 
better understanding for some of the new concepts introduced earlier. D etailed 
treatment of this exciting subject can be found in numerous books devoted to 
this topic. 

Thesun is a nearly spherical body that has a diameter of D — 1.39 x 10? m 
and a mass of m ~ 2 x 10*° kg and is located at a mean distance of L = 1.50 
X 103 m from the earth. It emits radiation energy continuously at a rate of 
E gun ~ 3.8 х 1026 W. Less than a billionth of this energy (about 1.7 xX 10” W) 
strikes the earth, which is sufficient to keep the earth warm and to maintain 
life through the photosynthesis process. The energy of the sun is due to the 
continuous fusion reaction during which two hydrogen atoms fuse to form one 
atom of helium. Therefore, the sun is essentially a nuclear reactor, with tem- 
peratures as high as 40,000,000 K in its core region. T he temperature drops to 
about 5800 K in the outer region of the sun, called the convective zone, as a 
result of the dissipation of this energy by radiation. 

The solar energy reaching the earth’s atmosphere is called the total solar 
irradiance G., whose value is 


G,= 1373 W/m? (21-49) 


The total solar irradiance (also called the solar constant) represents the rate 
at which solar energy is incident on a surface normal to the sun’s rays at the 
outer edge of the atmosphere when the earth is at its mean distance from the 
sun (Fig. 21-38). 

The value of the total solar irradiance can be used to estimate the effective 
surface temperature of the sun from the requirement that 


(4712)G, = (4mr2) o Sd, (21-50) 


where L is the mean distance between the sun’s center and the earth and r is 
the radius of the sun. The left-hand side of this equation represents the total 
solar energy passing through a spherical surface whose radius is the mean 
earth-sun distance, and the right-hand side represents the total energy that 
leaves the sun’s outer surface. The conservation of energy principle requires 
that these two quantities be equal to each other, since the solar energy ex- 
periences no attenuation (or enhancement) on its way through the vacuum 
(Fig. 21-39). The effective surface temperature of the sun is determined 
from Eq. 21-50 to be T4, — 5780 K. That is, the sun can be treated as a 
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blackbody at a temperature of 5780 K. This is also confirmed by the 
measurements of the spectral distribution of the solar radiation just outside 
the atmosphere plotted in Fig. 21-40, which shows only small deviations 2500 















































Ї Ї Ї Ї 

from the idealized blackbody behavior. Е ce 2127 3 

The spectral distribution of solar radiation on the ground plotted in E^ L 4 
Fig. 21-40 shows that the solar radiation undergoes considerable attenua- = 4 
tion as it passes through the atmosphere as a result of absorption and scatter- t 4 
ing. About 99 percent of the atmosphere is contained within a distance of = 1500 - 
30 km from the earth's surface. The several dips on the spectral distribution 3 5 
of radiation on the earth's surface are due to absorption by the gases O;, E 1000 7 
0; (ozone), HO, and CO,. Absorption by oxygen occurs in a narrow band = J 
about A = 0.76 wm. The ozone absorbs ultraviolet radiation at wavelengths ї 3 
below 0.3 um almost completely, and radiation in the range 0.3-0.4 um & 500 Б 
considerably. Thus, the ozone layer in the upper regions of the atmosphere j 
protects biological systems on earth from harmful ultraviolet radiation. In turn, 00 7 
we must protect the ozone layer from the destructive chemicals commonly 0 05 10 15 20 25 30 
used as refrigerants, cleaning agents, and propellants in aerosol cans. The use Wavelength, um 
of these chemicals is now banned in many countries. The ozone gas also ab- FIGURE 21—40 
sorbs some radiation in the visible range. A bsorption in the infrared region is Spectral distribution of solar radiation 
dominated by water vapor and carbon dioxide. The dust particles and other just outside the atmosphere, at the 
pollutants in the atmosphere also absorb radiation at various wavelengths. surface of the earth on a typical day, 

As aresult of these absorptions, the solar energy reaching the earth’s sur- and comparison with blackbody 
face is weakened considerably, to about 950 W/m? on a clear day and much radiation at 5780 K . 


less on cloudy or smoggy days. Also, practically all of the solar radiation 
reaching the earth's surface falls in the wavelength band from 0.3 to 2.5 jum. 

A nother mechanism that attenuates solar radiation as it passes through the 
atmosphere is scattering or reflection by air molecules and the many other 
kinds of particles such as dust, smog, and water droplets suspended in the at- 
mosphere. Scattering is mainly governed by the size of the particle relative to 
the wavelength of radiation. The oxygen and nitrogen molecules primarily 
scatter radiation at very short wavelengths, comparable to the size of the 
molecules themselves. Therefore, radiation at wavelengths corresponding to 
violet and blue colors is scattered the most. This molecular scattering in all 
directions is what gives the sky its bluish color. The same phenomenon is 
responsible for red sunrises and sunsets. Early in the morning and late in the 
afternoon, the sun's rays pass through a greater thickness of the atmosphere 
than they do at midday, when the sun is at the top. Therefore, the violet and 
blue colors of the light encounter a greater number of molecules by the time 








they reach the earth's surface, and thus a greater fraction of them are scattered mous: 
(Fig. 21-41). Consequently, the light that reaches the earth's surface consists 
primarily of colors corresponding to longer wavelengths such as red, orange, Atmosphere Earth 


and yellow. The clouds appear in reddish-orange color during sunrise and sun- 

Set because the light they reflect is reddish-orange at those times. For the same 

reason, a red traffic light is visible from a longer distance than is a green light FIGURE 21-41 

under the same circumstances. Air molecules scatter blue light much 
The solar energy incident on a surface on earth is considered to consist of ^ more than they do red light. A t sunset, 

direct and diffuse parts. T he part of solar radiation that reaches the earth’s sur- — the light travels through a thicker layer 

face without being scattered or absorbed by the atmosphere is called direct of atmosphere, which removes much 

solar radiation G,. The scattered radiation is assumed to reach the earth's of the blue from the natural light, 

surface uniformly from all directions and is called diffuse solar radiation G ,. allowing the red to dominate. 
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FIGURE 21-42 

The direct and diffuse radiation 
incident on a horizontal surface at the 
earth's surface. 
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FIGURE 21-43 

Radiation interactions of a surface 
exposed to solar and atmospheric 
radiation. 
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Then the total solar energy incident on the unit area of a horizontal surface on 
the ground is (Fig. 21-42) 


G solar = Go COSO + Gy (W/m?) (21-51) 


where @ is the angle of incidence of direct solar radiation (the angle that the 
sun's rays make with the normal of the surface). The diffuse radiation varies 
from about 10 percent of the total radiation on a clear day to nearly 100 per- 
cent on a totally cloudy day. 

The gas molecules and the suspended particles in the atmosphere emit 
radiation as well as absorbing it. The atmospheric emission is primarily due 
to the CO, and HO molecules and is concentrated in the regions from 5 to 
8 um and above 13 uum. Although this emission is far from resembling the 
distribution of radiation from a blackbody, it is found convenient in radiation 
calculations to treat the atmosphere as a blackbody at some lower fictitious 
temperature that emits an equivalent amount of radiation energy. This ficti- 
tious temperature is called the effective sky temperature T y. Then the radi- 
ation emission from the atmosphere to the earth’s surface is expressed as 


Ou = gta, (W/m?) (21-52) 


The value of T,, depends on the atmospheric conditions. It ranges from about 
230 K for cold, clear-sky conditions to about 285 K for warm, cloudy-sky 
conditions. 

Note that the effective sky temperature does not deviate much from the 
room temperature. Thus, in the light of Kirchhoff’s law, we can take the ab- 
sorptivity of a surface to be equal to its emissivity at room temperature, œ = e. 
Then the sky radiation absorbed by a surface can be expressed as 


E ay. absorbed = 26 sky — аоТ4, = eal gy (W/m?) (21-53) 


The net rate of radiation heat transfer to a surface exposed to solar and atmos- 
pheric radiation is determined from an energy balance (Fig. 21-43): 


net, rad = У Е absorbed — 2: E emitted 


= E solar, absorbed ae 277 absorbed |. E emitted 
= Aree 4 
= a; Gola + EOT ky – 2071; 
= 4 _T4 
= a5 G solar + eo (T ky Ts ) 


(W/m?) (21-54) 


where T, is the temperature of the surface in K and s is its emissivity at room 
temperature. A positive result for d net, rag indicates a radiation heat gain by the 
surface and a negative result indicates a heat loss. 

The absorption and emission of radiation by the elementary gases such as 
H2, O;, and N; at moderate temperatures are negligible, and a medium filled 
with these gases can be treated as a vacuum in radiation analysis. T he absorp- 
tion and emission of gases with larger molecules such as H;O and CO;, how- 
ever, can be significant and may need to be considered when considerable 
amounts of such gases are present in a medium. For example, a 1-m-thick 
layer of water vapor at 1 atm pressure and 100?C emits more than 50 percent 
of the energy that a blackbody would emit at the same temperature. 

In solar energy applications, the spectral distribution of incident solar radi- 
ation is very different than the spectral distribution of emitted radiation by 
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the surfaces, since the former is concentrated in the short-wavelength region 
and the latter in the infrared region. Therefore, the radiation properties of sur- 
faces will be quite different for the incident and emitted radiation, and the 
surfaces cannot be assumed to be gray. Instead, the surfaces are assumed to 
have two sets of properties: one for solar radiation and another for infrared 
radiation at room temperature. Table 21-3 lists the emissivity & and the solar 
absorptivity a, of the surfaces of some common materials. Surfaces that are 
intended to collect solar energy, such as the absorber surfaces of solar col- 
lectors, are desired to have high a, but low s values to maximize the absorp- 
tion of solar radiation and to minimize the emission of radiation. Surfaces 
that are intended to remain cool under the sun, such as the outer surfaces of 
fuel tanks and refrigerator trucks, are desired to have just the opposite prop- 
erties. Surfaces are often given the desired properties by coating them with 
thin layers of selective materials. A surface can be kept cool, for example, by 
simply painting it white. 

We close this section by pointing out that what we call renewable energy is 
usually nothing more than the manifestation of solar energy in different forms. 
Such energy sources include wind energy, hydroelectric power, ocean thermal 
energy, ocean wave energy, and wood. For example, no hydroelectric power 
plant can generate electricity year after year unless the water evaporates by ab- 
sorbing solar energy and comes back as a rainfall to replenish the water source 
(Fig. 21-44). A Ithough solar energy is sufficient to meet the entire energy needs 
of the world, currently itis not economical to do so because of the low concen- 
tration of solar energy on earth and the high capital cost of harnessing it. 





EXAMPLE 21-5 Selective Absorber and Reflective Surfaces 


Consider a surface exposed to solar radiation. At a given time, the direct and 
diffuse components of solar radiation are Gp = 400 and G, — 300 W/m?, and 
the direct radiation makes a 20° angle with the normal of the surface. The sur- 
face temperature is observed to be 320 K at that time. Assuming an effective 
sky temperature of 260 K, determine the net rate of radiation heat transfer for 
these cases (Fig. 21-45): 

(a) aœ, = 0.9 and e — 0.9 (gray absorber surface) 

(b) a, = 0.1 and e — O.1 (gray reflector surface) 

(с) а; — 0.9 and « = 0.1 (selective absorber surface) 

(d) o4 — 0.1 and e = 0.9 (selective reflector surface) 


SOLUTION A surface is exposed to solar and sky radiation. The net rate of ra- 
diation heat transfer is to be determined for four different combinations of 
emissivities and solar absorptivities. 

Analysis The total solar energy incident on the surface is 


С соаг = Gp coSA + Gy 
— (400 W /m?) cos 20? + (300 W/m?) 
— 676 Wn? 


Then the net rate of radiation heat transfer for each of the four cases is deter- 
mined from: 





Cnet, rad = Os C solar го(Т4, ша 3 
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TABLE 21-3 


Comparison of the solar absorptivity 
as of some surfaces with their 
emissivity e at room temperature 








Surface Qs £ 
Aluminum 
Polished 0.09 0.03 
Anodized 0.14 0.84 
Foil 0.15 0.05 
Copper 
Polished 0.18 0.03 
Tarnished 0.65 0.75 
Stainless steel 
Polished 0.37 0.60 
Dull 0.50 0.21 


Plated metals 
Black nickel oxide 0.92 0.08 


Black chrome 0.87 0.09 
Concrete 0.60 0.88 
White marble 0.46 0.95 
Red brick 0.63 0.93 
Asphalt 0.90 0.90 
Black paint 0.97 0.97 
White paint 0.14 0.93 
Snow 0.28 0.97 
Human skin 

(Caucasian) 0.62 0.97 

= <—— Winds 


Clouds 






бу 
$ 




















FIGURE 21-44 
The cycle that water undergoes ina 
hydroelectric power plant. 
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(a) a, = 0.9 and e = 0.9 (gray absorber surface): 


Qna rad = 0.9(676 W/m?) + 0.9(5.67 X 10-8 W/m? - K 4)[(260 K )* — (320 K )*] 
= 307 W/m? 


(b) a, = 0.1 and s = 0.1 (gray reflector surface): 


Gnet rad = 0.1(676 W/m?) + 0.1(5.67 x 10-8 W/m? - K 4)[(260 K )4 — (320 K )*] 
= 34W/m? 


(c) a, = 0.9 and e = 0.1 (selective absorber surface): 


Qa, rad = 0.9(676 W/m?) + 0.1(5.67 x 10-8 W/m? - K *)[(260 K )* — (320 K)4] 
= 575 W/m? 


(d) œ; = 0.1 and « = 0.9 (selective reflector surface): 


Anes ad = 0-1(676 W/m?) + 0.9(5.67 x 10-8 W/m? - K *)[(260 K )4 — (320 K)4] 
= —234 W/m? 


Discussion Note that the surface of an ordinary gray material of high absorp- 
tivity gains heat at a rate of 307 W/m2. The amount of heat gain increases to 
575 W/m? when the surface is coated with a selective material that has the same 
absorptivity for solar radiation but a low emissivity for infrared radiation. Also 
note that the surface of an ordinary gray material of high reflectivity still gains 
heat at a rate of 34 W/m?. When the surface is coated with a selective material 
that has the same reflectivity for solar radiation but a high emissivity for infrared 
radiation, the surface loses 234 W/m? instead. Therefore, the temperature of the 





surface will decrease when a selective reflector surface is used. 








1 
Зит 3 





(d) 

FIGURE 21-45 

Graphical representation of the spectral 
emissivities of the four surfaces 
considered in Example 21-5. 


SUMMARY 


Radiation propagates in the form of electromagnetic waves. 
The frequency v and wavelength A of electromagnetic waves in 
a medium are related by A — c/v, wherec is the speed of prop- 
agation in that medium. A |l matter whose temperature is above 
absolute zero continuously emits thermal radiation as a result 
of vibrational and rotational motions of molecules, atoms, and 
electrons of a substance. Temperature is a measure of the 
strength of these activities at the microscopic level. 

A blackbody is defined as a perfect emitter and absorber of 
radiation. At a specified temperature and wavelength, no sur- 
face can emit more energy than a blackbody. A blackbody ab- 
sorbs all incident radiation, regardless of wavelength and 
direction. The radiation energy emitted by a blackbody per unit 


time and per unit surface area is called the blackbody emissive 
power E, and is expressed by the Stefan- Boltzmann law as 


ET) = от“ 


where o = 5.670 X 10-8 W/m? - K4 is the Stefan- Boltzmann 
constant and T is the absolute temperature of the surface in K . 
Atany specified temperature, the spectral blackbody emissive 
power E,, increases with wavelength, reaches a peak, and then 
decreases with increasing wavelength. The wavelength at 
which the peak occurs for a specified temperature is given by 
Wien’s displacement law as 


(AT) max power — 2897.8 ШТ. К 
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The blackbody radiation function f, represents the fraction of 
radiation emitted by a blackbody at temperature T in the wave- 
length band from A = 0 to A. The fraction of radiation energy 
emitted by a blackbody at temperature T over a finite wave- 
length band from A = A; to A = A; is determined from 


Ї-а 41) = fT) = f, (T) 


where f, (T) and f, (T) are the blackbody radiation functions 
corresponding to AT and A;T, respectively. 

The magnitude of a viewing angle in space is described by 
solid angle expressed as dw = dA,/r2. The radiation intensity 
for emitted radiation |,(6, œ) is defined as the rate at which ra- 
diation energy is emitted in the (0, œ) direction per unit area 
normal to this direction and per unit solid angle about this di- 
rection. The radiation flux for emitted radiation is the emissive 
power E, and is expressed as 


27 [2 
Е = [Е = | | I«(0, $) cos 0 sin 0 00 аф 
0 


$-0J0 


hemisphere 


For a diffusely emitting surface, intensity is independent of di- 
rection and thus 


For a blackbody, we have 





Ep = ml, and 


The radiation flux incident on a surface from all directions is 
irradiation G, and for diffusely incident radiation of intensity |; 
itis expressed as 


G = ml; 


The rate at which radiation energy leaves a unit area of a sur- 
face in all directions is radiosity], and for a surface that is both 
a diffuse emitter and a diffuse reflector it is expressed as 


Ј = ті... 


where ler is the sum of the emitted and reflected intensities. 
The spectral emitted quantities are related to total quantities as 


l = | lae dà 
0 


The last relation reduces for a diffusely emitting surface and 
for a blackbody to 


and E= Eaa 


0 


Еу = тї. ай  €,,(A,T) =-1,,(A,T) 


The emissivity of a surface represents the ratio of the radia- 
tion emitted by the surface at a given temperature to the radia- 
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tion emitted by a blackbody at the same temperature. D ifferent 
emissivities are defined as 


Spectral directional emissivity: 


l4 e 0, Ф, Т) 
À, 0, «T. T 
aT 
Total directional emissivity: 
I. (0, Ф,Т) 
E S 
Spectral hemispherical emissivity: 
== Е (А, Т) 
шин 


Total hemispherical emissivity: 


Е E(T) 1 e\(A,T )Ep (A, T) da 
нтр gT^ 
Emissivity can also be expressed as a step function by dividing 
the spectrum into a sufficient number of wavelength bands of 
constant emissivity as 


e(T) — &fo (T) * ef (T) esf, (T) 


The total hemispherical emissivity of a surface is the average 
emissivity over all directions and wavelengths. 

Radiation energy incident on a surface per unit surface area 
per unit time is called irradiation G. When radiation strikes a 
surface, part of it is absorbed, part of itis reflected, and the re- 
maining part, if any, is transmitted. The fraction of incident ra- 
diation (intensity |; or irradiation G) absorbed by the surface is 
called the absorptivity, the fraction reflected by the surface is 
called the reflectivity, and the fraction transmitted is called the 
transmissivity. Various absorptivities, reflectivities, and trans- 
missivities for a medium are expressed as 








2 n abs 0, Ф) E n ref( A, 0, Ф) 
о), вА, 0,0) — huey and Pa, (А, 0, ф) = Т0). 
2 G A, abs( A) 2 G A, ref 3) G 3, 44) 
в o MM р үү 
а= 586, дээж and qeu 


The consideration of wavelength and direction dependence of 
properties makes radiation calculations very complicated. 
Therefore, the gray and diffuse approximations are commonly 
utilized in radiation calculations. A surface is said to be diffuse 
if its properties are independent of direction and gray if its 
properties are independent of wavelength. 

The sum of the absorbed, reflected, and transmitted fractions 
of radiation energy must be equal to unity, 


а+р+т = 1 


-6- 


cen54261 ch21.qxd 





1/27/04 8:26 AM Page 980 


980 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


For opaque surfaces, 7 — 0, and thus 
а+ р = 1 


Surfaces are usually assumed to reflect in a perfectly specular 
or diffuse manner for simplicity. In specular (or mirrorlike) re- 
flection, the angle of reflection equals the angle of incidence of 
the radiation beam. In diffuse reflection, radiation is reflected 
equally in all directions. Reflection from smooth and polished 
surfaces approximates specular reflection, whereas reflection 
from rough surfaces approximates diffuse reflection. Kirch- 
hoff's law of radiation is expressed as 


ёл, 6(1) = a (T), eT) = aT), and e(T) = a(T) 


That is, the total hemispherical emissivity of a surface at tem- 
perature T is equal to its total hemispherical absorptivity for ra- 
diation coming from a blackbody at the same temperature. 


-Ф- 


Gas molecules and the suspended particles in the atmosphere 
emit radiation as well as absorbing it. The atmosphere can be 
treated as a blackbody at some lower fictitious temperature, 
called the effective sky temperature Tsy that emits an equiva- 
lent amount of radiation energy. Then the radiation emitted by 
the atmosphere is expressed as 


= 4 
G sky = oT sky 


The net rate of radiation heat transfer to a surface exposed to 
solar and atmospheric radiation is determined from an energy 
balance expressed as 

Get, rad — 236 solar + во(Т aby ж LES 


where T, is the surface temperature in K, and e is the surface 
emissivity at room temperature. 
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PROBLEMS* 


Electromagnetic and Thermal Radiation 


21-1C Whatis an electromagnetic wave? How does it differ 
from a sound wave? 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with a CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


21-2C By what properties is an electromagnetic wave char- 
acterized? H ow are these properties related to each other? 
21-3C What is visible light? How does it differ from the 
other forms of electromagnetic radiation? 


21-4C How do ultraviolet and infrared radiation differ? Do 
you think your body emits any radiation in the ultraviolet 
range? E xplain. 

21-5C Whatis thermal radiation? How does it differ from 
the other forms of electromagnetic radiation? 


21-6C Whatis the cause of color? W hy do some objects ap- 
pear blue to the eye while others appear red? Is the color of a 
surface at room temperature related to the radiation it emits? 
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21-7C Why is radiation usually treated as a surface 
phenomenon? 


21-8C Why do skiers get sunburned so easily? 


21-9C How does microwave cooking differ from conven- 
tional cooking? 


21-10 Electricity is generated and transmitted in power lines 
at a frequency of 60 Hz (1 Hz = 1 cycle per second). Deter- 
mine the wavelength of the electromagnetic waves generated 
by the passage of electricity in power lines. 


21-11 A microwave oven is designed to operate at a fre- 
quency of 2.8 x 10? Hz. Determine the wavelength of these 
microwaves and the energy of each microwave. 


21-12 A radio station is broadcasting radio waves at a wave- 
length of 200 m. Determine the frequency of these waves. 
Answer: 1.5 x 106 Hz 


21-13 A cordless telephone is designed to operate at a fre- 
quency of 8.5 x 108 Hz. Determine the wavelength of these 
telephone waves. 


Blackbody Radiation 


21-14C What is a blackbody? Does a blackbody actually 
exist? 


21-15C Define the total and spectral blackbody emissive pow- 
ers. How are they related to each other? How do they differ? 


21-16C Why did we define the blackbody radiation func- 
tion? What does it represent? For what is it used? 


21-17C Consider two identical bodies, one at 1000 K and 
the other at 1500 K. Which body emits more radiation in the 
shorter-wavelength region? Which body emits more radiation 
at a wavelength of 20 wm? 


21-18 Consider a20-cm x 20-cm x 20-cm cubical body at 
1000 K suspended in the air. Assuming the body closely ap- 
proximates a blackbody, determine (a) the rate at which the 
cube emits radiation energy, in W and (b) the spectral black- 
body emissive power at a wavelength of 4 wm. 


21-19E Thesuncan betreated as a blackbody at an effective 
surface temperature of 10,400 R. Determine the rate at which 
infrared radiation energy (A — 0.76- 100 um) is emitted by the 
sun, in Btu/h - ft2. 


21-20 egy The sun can be treated as a blackbody at 

ss 5780 K. Using EES (or other) software, calcu- 
late and plot the spectral blackbody emissive power E, of the 
sun versus wavelength in the range of 0.01 wm to 1000 um. 
Discuss the results. 


21-21 The temperature of the filament of an incandescent 
lightbulb is 3200 K. Treating the filament as a blackbody, de- 
termine the fraction of the radiant energy emitted by the fila- 
ment that falls in the visible range. Also, determine the 
wavelength at which the emission of radiation from the fila- 
ment peaks. 


—— 
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21-22 ee Reconsider Prob. 21-21. Using EES (or other) 

& software, investigate the effect of temperature 
on the fraction of radiation emitted in the visible range. Let the 
surface temperature vary from 1000 K to 4000 K, and plot 
fraction of radiation emitted in the visible range versus the sur- 
face temperature. 


21-23 An incandescent lightbulb is desired to emit at least 
15 percent of its energy at wavelengths shorter than 1 um. De- 
termine the minimum temperature to which the filament of the 
lightbulb must be heated. 


21-24 |tis desired that the radiation energy emitted by a light 
source reach a maximum in the blue range (A = 0.47 um). De- 
termine the temperature of this light source and the fraction of 
radiation it emits in the visible range (A = 0.40-0.76 um). 


21-25 A 3-mm-thick glass window transmits 90 percent of 
the radiation between A = 0.3 and 3.0 xm and is essentially 
opaque for radiation at other wavelengths. Determine the rate 
of radiation transmitted through a 2-m X 2-m glass window 
from blackbody sources at (a) 5800 K and (b) 1000 K . 
Answers: (a) 218,400 kW, (b) 55.8 kW 


Radiation Intensity 


21-26C What does a solid angle represent, and how does it 
differ from a plane angle? W hat is the value of a solid angle as- 
sociated with a sphere? 


21-27C How is the intensity of emitted radiation defined? 
For a diffusely emitting surface, how is the emissive power re- 
lated to the intensity of emitted radiation? 


21-28C For a surface, how is irradiation defined? For dif- 
fusely incident radiation, how is irradiation on a surface related 
to the intensity of incident radiation? 


21-29C For a surface, how is radiosity defined? For dif- 
fusely emitting and reflecting surfaces, how is radiosity related 
to the intensities of emitted and reflected radiation? 


21-30C When the variation of spectral radiation quantity 
with wavelength is known, how is the corresponding total 
quantity determined? 


21-31 A small surface of areaA, = 4 cm? emits radiation as 
a blackbody at T, = 800 K. Part of the radiation emitted by A, 





A, =4cm2 
CUu 
05 = 60° 
i 
i 
! 
10 = 452 г = 80 ст 
A1 = 4cm? 
T, - 800 K 


FIGURE P21-31 
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strikes another small surface of area A; — 4 cm? oriented as 
shown in the figure. Determine the solid angle subtended by A; 
when viewed from Aj, and the rate at which radiation emitted 
by A, strikes A> directly. What would your answer be if A, were 
directly above A, at a distance of 80 cm? 


21-32 A small circular surface of area A, = 2 cm? located at 
the center of a 2-m-diameter sphere emits radiation as a black- 
body atT, = 1000 K. Determine the rate at which radiation en- 
ergy is streaming through a D, = 1-cm-diameter hole located 
(a) on top of the sphere directly above A, and (b) on the side of 
sphere such that the line that connects the centers of A, and A, 
makes 45° with surface Aj. 


21-33 Repeat Prob. 21-32 for a 4-m-diameter sphere. 


21-34 A small surface of area A — 1 cm? emits radiation as a 
blackbody at 1500 K . Determine the rate at which radiation en- 
ergy is emitted through a band defined by 0 = @ S 27 and 45 
= @ = 60°, where @ is the angle a radiation beam makes with 
the normal of the surface and ¢ is the azimuth angle. 


21-35 A small surface of area A = 1 cm? is subjected to inci- 
dent radiation of constant intensity |; — 2.2 x 10^ W/m? - sr 
over the entire hemisphere. Determine the rate at which radia- 
tion energy is incident on the surface through (a) 0 = @ = 45° 
and (b) 45 = @ = 90°, where @ is the angle a radiation beam 
makes with the normal of the surface. 


Radiation Properties 


21-36C Define the properties emissivity and absorptivity. 
W hen are these two properties equal to each other? 


21-37C Define the properties reflectivity and transmissivity 
and discuss the different forms of reflection. 

21-38C What is a graybody? How does it differ from a 
blackbody? W hat is a diffuse gray surface? 

21-39C What is the greenhouse effect? W hy is it a matter of 
great concern among atmospheric scientists? 

21-40C We can see the inside of a microwave oven during 
operation through its glass door, which indicates that visible ra- 
diation is escaping the oven. Do you think that the harmful mi- 
crowave radiation might also be escaping? 

21-41 The spectral emissivity function of an opaque surface 
at 1000 K is approximated as 


ё = 0.4, 0=л<2 рт 
є = 4 е = 0.7, 2 um =A < 6 um 
£3 — 0.3, бийг До 


Determine the average emissivity of the surface and the rate of 
radiation emission from the surface, in W /m?. 
Answers: 0.575, 32.6 kW/m? 


21-42 Thereflectivity of aluminum coated with lead sulfate 
is 0.35 for radiation at wavelengths less than 3 wm and 0.95 for 
radiation greater than 3 xm. Determine the average reflectivity 


—— 


of this surface for solar radiation (T ~ 5800 K) and radiation 
coming from surfaces at room temperature (T ~ 300 K). Also, 
determine the emissivity and absorptivity of this surface 
at both temperatures. Do you think this material is suitable for 
use in solar collectors? 


21-43 A furnace that has a 25-cm x 25-cm glass window 
can be considered to be a blackbody at 1200 K. If the trans- 
missivity of the glass is 0.7 for radiation at wavelengths less 
than 3 uum and zero for radiation at wavelengths greater than 
3 um, determine the fraction and the rate of radiation coming 
from the furnace and transmitted through the window. 


21-44 The emissivity of a tungsten filament can be approxi- 
mated to be 0.5 for radiation at wavelengths less than 1 uum and 
0.15 for radiation at greater than 1 wm. Determine the average 
emissivity of the filament at (a) 2000 K and (b) 3000 K. Also, 
determine the absorptivity and reflectivity of the filament at 
both temperatures. 


21-45 The variations of the spectral emissivity of two sur- 
faces are as given in Fig. P21-45. Determine the average emis- 
sivity of each surface at T = 3000 K. Also, determine the 
average absorptivity and reflectivity of each surface for radia- 
tion coming from a source at 3000 K. Which surface is more 
suitable to serve as a solar absorber? 


& A 


10- 0.9 


0.8 (1) 





0.5 


(2) 
À, um 





0 
0 3 


FIGURE P21-45 


21-46 Theemissivity of a surface coated with aluminum ox- 
ide can be approximated to be 0.2 for radiation at wavelengths 
less than 5 wm and 0.9 for radiation at wavelengths greater 
than 5 uum. Determine the average emissivity of this surface 
at (a) 5800 K and (b) 300 K. What can you say about the ab- 
sorptivity of this surface for radiation coming from sources at 
5800 K and 300 K? Answers: (a) 0.203, (b) 0.89 


21-47 The variation of the spectral absorptivity of a surface 
is as given in Fig. P21-47. Determine the average absorptivity 


27 


2 À, um 
FIGURE P21-47 
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and reflectivity of the surface for radiation that originates from 
a source atT = 2500 K. Also, determine the average emissiv- 
ity of this surface at 3000 K. 


21-48E A 5-in-diameter spherical ball is known to emit ra- 
diation at a rate of 120 Btu/h when its surface temperature is 
950 R. Determine the average emissivity of the ball at this 
temperature. 


21-49 The variation of the spectral transmissivity of a 
0.6-cm-thick glass window is as given in Fig. P21-49. Deter- 
mine the average transmissivity of this window for solar radia- 
tion (T ~ 5800 K ) and radiation coming from surfaces at room 
temperature (T ~ 300 K). Also, determine the amount of solar 
radiation transmitted through the window for incident solar ra- 
diation of 650 W /m?. 

Answers: 0.848, 0.00015, 551.1 W/m? 

7 
0.92 


0 > 
0 0.3 3 Aum 


FIGURE P21-49 





Atmospheric and Solar Radiation 


21-50C What is the solar constant? How is it used to deter- 
mine the effective surface temperature of the sun? How would 
the value of the solar constant change if the distance betw een 
the earth and the sun doubled? 


21-51C What changes would you notice if the sun emitted ra- 
diation at an effective temperature of 2000 K instead of 5762 K? 


21-52C Explain why the sky is blue and the sunset is yellow- 
orange. 


21-53C When the earth is closest to the sun, we have winter 
in the northern hemisphere. Explain why. Also explain why we 
have summer in the northern hemisphere when the earth is far- 
thest away from the sun. 


21-54C Whatis the effective sky temperature? 


21-55C You have probably noticed warning signs on the 
highways stating that bridges may be icy even when the roads 
are not. Explain how this can happen. 


21-56C Unless you live in a warm southern state, you have 
probably had to scrape ice from the windshield and windows of 
your car many mornings. You may have noticed, with frustra- 
tion, that the thickest layer of ice always forms on the wind- 
shield instead of the side windows. Explain why this is the case. 


21-57C Explain why surfaces usually have quite different 
absorptivities for solar radiation and for radiation originating 
from the surrounding bodies. 


—— 
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21-58 I», A surface has an absorptivity of a, = 0.85 for 

solar radiation and an emissivity of « = 0.5 at 
room temperature. The surface temperature is observed to be 
350 K when the direct and the diffuse components of solar ra- 
diation are Gy = 350 and G, = 400 W/m*, respectively, and 
the direct radiation makes a 30° angle with the normal of the 
surface. Taking the effective sky temperature to be 280 K, de- 
termine the net rate of radiation heat transfer to the surface at 
that time. 


21-59E Solar radiation is incident on the outer surface of a 
spaceship at a rate of 400 Btu/h - ft?. The surface has an ab- 
sorptivity of a, = 0.10 for solar radiation and an emissivity of 
e = 0.8 at room temperature. The outer surface radiates heat 
into space at 0 R. If there is no net heat transfer into the space- 
ship, determine the equilibrium temperature of the surface. 
Answer: 413.3 R 


21-60 Theair temperature on a clear night is observed to re- 
main at about 4?C. Yet water is reported to have frozen that 
night due to radiation effect. Taking the convection heat trans- 
fer coefficient to be 18 W/m? - °C, determine the value of the 
maximum effective sky temperature that night. 


21-61 The absorber surface of a solar collector is made of 
aluminum coated with black chrome (o, — 0.87 and e = 0.09). 
Solar radiation is incident on the surface at a rate of 600 W /m?. 
The air and the effective sky temperatures are 25°C and 15°C, 
respectively, and the convection heat transfer coefficient is 
10 W /m? - *C. For an absorber surface temperature of 70?C , de- 
termine the net rate of solar energy delivered by the absorber 
plate to the water circulating behind it. 


= ш = 


ef 


atl G solar = 600 W/m? 
a 






T,-2»c Fay = 15°C 
T, =70°C 
A bsorber plate 
W ater tubes 
Insulation 
FIGURE P21-61 
21-62 Reconsider Prob. 21-61. Using EES (or other) 


S software, plot the net rate of solar energy trans- 
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ferred to water as a function of the absorptivity of the absorber 
plate. Let the absorptivity vary from 0.5 to 1.0, and discuss the 
results. 


21-63 Determine the equilibrium temperature of the ab- 
sorber surface in Prob. 21-61 if the back side of the absorber is 
insulated. 


Review Problems 


21-64 The spectral emissivity of an opaque surface at 
1200 K is approximated as 


е = 0 for A< 2 um 
е = 0.85 г 2=л=бит 
ез = 0 for л> бит 


Determine the total emissivity and the emissive flux of the 
surface. 


21-65 The spectral transmissivity of a 3-mm-thick regular 
glass can be expressed as 


ту = 0 for A<0.35 um 
тә = 0.85 for 0.35<A<2.5um 
тз = 0 for A>25 um 


Determine the transmissivity of this glass for solar radiation. 
W hat is the transmissivity of this glass for light? 


21-66 A 1-m-diameter spherical cavity is maintained at a 
uniform temperature of 600 K. Now a 5-mm-diameter hole is 
drilled. Determine the maximum rate of radiation energy 
streaming through the hole. What would your answer be if the 
diameter of the cavity were 3 m? 


21-67 The spectral absorptivity of an opaque surface is as 
shown on the graph. Determine the absorptivity of the surface 
for radiation emitted by a source at (a) 1000 K and (b) 3000 K. 





22 
0.8 Mese iii | 
01 — 


0 03 12 
FIGURE P21-67 
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21-68 Thesurface in Prob. 21-67 receives solar radiation at 
arate of 820 W/m?. Determine the solar absorptivity of the sur- 
face and the rate of absorption of solar radiation. 


21-69 Thespectral transmissivity of a glass cover used in a 
solar collector is given as 


7,70 for A<0.3 um 
7,—-0.9 for 03 <л<3 шт 
тз = 0 for A>3 yum 


Solar radiation is incident at a rate of 950 W/m?, and the ab- 
sorber plate, which can be considered to be black, is main- 
tained at 340 K by the cooling water. Determine (a) the solar 
flux incident on the absorber plate; (b) the transmissivity of the 
glass cover for radiation emitted by the absorber plate; and 
(c) the rate of heat transfer to the cooling water if the glass 
cover temperature is also 340 K. 


21-70 Consider a small black surface of area A = 2 cm? 
maintained at 600 K . Determine the rate at which radiation en- 
ergy is emitted by the surface through a ring-shaped opening 
defined by 0 = @ S 27 and 40 < 0 x 50?, where œ is the az- 
imuth angle and @ is the angle a radiation beam makes with the 
normal of the surface. 


Design and Essay Problems 


21-71 Write an essay on the radiation properties of selective 
surfaces used on the absorber plates of solar collectors. Find 
out about the various kinds of such surfaces, and discuss the 
performance and cost of each type. Recommend a selective 
surface that optimizes cost and performance. 


21-72 According to an Atomic Energy Commission report, 
a hydrogen bomb can be approximated as a large fireball at a 
temperature of 7200 К. You are to assess the impact if such a 
bomb exploded 5 km above a city. Assume the diameter of the 
fireball to be 1 km, and the blast to last 15 s. Investigate the 
level of radiation energy people, plants, and houses will be ex- 
posed to, and how adversely they will be affected by the blast. 
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n Chapter 21, we considered the fundamental aspects of radiation and the 

radiation properties of surfaces. We are now in a position to consider 

radiation exchange between two or more surfaces, which is the primary 
quantity of interest in most radiation problems. 

We start this chapter with a discussion of view factors and the rules associ- 
ated with them. View factor expressions and charts for some common config- 
urations are given, and the crossed-strings method is presented. We then 
discuss radiation heat transfer, first between black surfaces and then between 
nonblack surfaces using the radiation network approach. We continue with ra- 
diation shields and discuss the radiation effect on temperature measurements 
and comfort. Finally, we consider gas radiation, and discuss the effective 
emissivities and absorptivities of gas bodies of various shapes. We also dis- 
cuss radiation exchange between the walls of combustion chambers and the 
high-temperature emitting and absorbing combustion gases inside. 
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Surface 2 
Surface 1 


Surface 3 


Point 
source 


FIGURE 22-1 

Radiation heat exchange between 
surfaces depends on the orientation 
of the surfaces relative to each other, 
and this dependence on orientation is 
accounted for by the view factor. 





Ay 


FIGURE 22-2 
Geometry for the determination of the 
view factor between two surfaces. 


cen54261 ch22.qxd 1/25/04 3:00 PM Page 986 F 


22-1 = THE VIEW FACTOR 


Radiation heat transfer between surfaces depends on the orientation of the 
surfaces relative to each other as well as their radiation properties and tem- 
peratures, as illustrated in Fig. 22-1. For example, a camper will make the 
most use of a campfire on a cold night by standing as close to the fire as pos- 
sible and by blocking as much of the radiation coming from the fire by turn- 
ing her front to the fire instead of her side. Likewise, a person will maximize 
the amount of solar radiation incident on him and take a sunbath by lying 
down on his back instead of standing up on his feet. 

To account for the effects of orientation on radiation heat transfer between 
two surfaces, we define a new parameter called the view factor, which is a 
purely geometric quantity and is independent of the surface properties and 
temperature. It is also called the shape factor, configuration factor, and angle 
factor. The view factor based on the assumption that the surfaces are diffuse 
emitters and diffuse reflectors is called the diffuse view factor, and the view 
factor based on the assumption that the surfaces are diffuse emitters but spec- 
ular reflectors is called the specular view factor. In this book, we will consider 
radiation exchange between diffuse surfaces only, and thus the term view fac- 
tor will simply mean diffuse view factor. 

The view factor from a surfacei to a surface j is denoted by F; j or just F jj, 
and is defined as 


F = the fraction of the radiation leaving surface i that strikes surface j directly 


The notation F; j is instructive for beginners, since it emphasizes that the 
view factor is for radiation that travels from surface i to surface j. However, 
this notation becomes rather awkward when it has to be used many times in a 
problem. In such cases, it is convenient to replace it by its shorthand ver- 
sion F j. 

Therefore, the view factor F ,, represents the fraction of radiation leaving 
surface 1 that strikes surface 2 directly, and F ., represents the fraction of the 
radiation leaving surface 2 that strikes surface 1 directly. N ote that the radia- 
tion that strikes a surface does not need to be absorbed by that surface. Also, 
radiation that strikes a surface after being reflected by other surfaces is not 
considered in the evaluation of view factors. 

To develop a general expression for the view factor, consider two differen- 
tial surfaces dA, and dA, on two arbitrarily oriented surfaces A, and A;, re- 
spectively, as shown in Fig. 22-2. The distance between dA, and dA, isr, and 
the angles between the normals of the surfaces and the line that connects dA, 
and dA, are 0, and 6, respectively. Surface 1 emits and reflects radiation dif- 
fusely in all directions with a constant intensity of I4, and the solid angle sub- 
tended by dA; when viewed by dA, is dej. 

The rate at which radiation leaves dA, in the direction of 0; is |; cos 61dA,. 
Noting that dw»; = dA, cos 6;/r?, the portion of this radiation that strikes 
dA; is 


dA; COS 0; 


2 (22-1) 


Dao di ын lı cos 01 dA, dw, = li cos 0 dA, 
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The total rate at which radiation leaves dA, (via emission and reflection) in all 
directions is the radiosity (which is] , — 14) times the surface area, 


Qan, = Jı dA; = ql, dA, (22-2) 


Then the differential view factor dF aa, aa, Which is the fraction of radiation 
leaving dA, that strikes dA, directly, becomes 


О ад, зва, COS 0, COS 0, 
дЕ ад оед, = 2 = 2—0, (22-3) 
Оа, TT 


The differential view factor dF aa, aa, can be determined from Eq. 22-3 by 
interchanging the subscripts 1 and 2. 

The view factor from a differential area dA, to a finite area A, can be 
determined from the fact that the fraction of radiation leaving dA, that strikes 
A, is the sum of the fractions of radiation striking the differential areas dA). 
Therefore, the view factor F ya, _, ,, iS determined by integrating dF ga, -, aa, 
over A>, 


COS 6, Cos 6 
Pda, yA, = | c T à Ž dA, (22-4) 
A> ті 
The total rate at which radiation leaves the entire A, (via emission and re- 
flection) in all directions is 
Qn, = ЈА; = тА; (22-5) 
The portion of this radiation that strikes dA, is determined by considering the 


radiation that leaves dA, and strikes dA, (given by Eq. 22-1), and integrating 
it over A}, 


: : |4 COS 0, COS 05 dA; 
Qa, >da =Í Qaa, >da, = | шинж жи dA, (22-6) 


Integration of this relation over A; gives the radiation that strikes the entire A;, 


. : 1, (050, С050 
Од, а, =Í Qa, saa, = | | хавдсан - ? dA, dA; (22-7) 


Dividing this by the total radiation leaving A, (from Eq. 22-5) gives the frac- 
tion of radiation leaving A, that strikes A}, which is the view factor F a, a, (or 
F 45 for short), 





Fu = Ёныг = qr? dA, dA; (22-8) 


Саад. т | | COS 6, COS 6; 
Qa, Ay A; JA; 


The view factor F y,_, 4, is readily determined from Eq. 22-8 by interchanging 
the subscripts 1 and 2, 





dA, dA, (22-9) 


Cie d COS 6, COS 6; 
Ел = Ед, = = = т" 
2 1 


Bu А, 


art 2 
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Oa 


(a) Plane surface 


© 
F55570 


(b) Convex surface 


® 
х F3 3+0 


(c) Concave surface 


FIGURE 22-3 

The view factor from a surface 
to itself is zero for plane or 
convex surfaces and nonzero 
for concave surfaces. 


F,_,1=0 





FIGURE 22-4 


In a geometry that consists of two 
concentric spheres, the view factor 
F1,52- lsincethe entire radiation 
leaving the surface of the smaller 
sphere will be intercepted by the 
larger sphere. 
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Note that |, is constant but r, 6;, and 6 are variables. A Iso, integrations can be 
performed in any order since the integration limits are constants. These rela- 
tions confirm that the view factor between two surfaces depends on their rel- 
ative orientation and the distance between them. 

Combining Eqs. 22-8 and 22-9 after multiplying the former by A, and the 
latter by A; gives 


AiF i AF 21 (22-10) 
which is known as the reciprocity relation for view factors. It allows the cal- 
culation of a view factor from a knowledge of the other. 

The view factor relations developed above are applicable to any two sur- 
faces i and j provided that the surfaces are diffuse emitters and diffuse reflec- 
tors (so that the assumption of constant intensity is valid). For the special case 
of | =i, we have 


Е; у = the fraction of radiation leaving surface i that strikes itself directly 


Noting that in the absence of strong electromagnetic fields radiation beams 
travel in straight paths, the view factor from a surface to itself will be zero un- 
less the surface "sees" itself. Therefore, F; ,; — Ofor plane or convex surfaces 
and F,_,,; # 0 for concave surfaces, as illustrated in Fig. 22-3. 

The value of the view factor ranges between zero and one. The limiting case 
F, _,; = 0 indicates that the two surfaces do not have a direct view of each 
other, and thus radiation leaving surface i cannot strike surface j directly. The 
other limiting caseF, ,; = 1 indicates that surface j completely surrounds sur- 
face i, so that the entire radiation leaving surface i is intercepted by surface j. 
For example, in a geometry consisting of two concentric spheres, the entire 
radiation leaving the surface of the smaller sphere (surface 1) will strike the 
larger sphere (surface 2), and thus F „> = 1, as illustrated in Fig. 22-4. 

The view factor has proven to be very useful in radiation analysis because it 
allows us to express the fraction of radiation leaving a surface that strikes an- 
other surface in terms of the orientation of these two surfaces relative to each 
other. The underlying assumption in this process is that the radiation a surface 
receives from a source is directly proportional to the angle the surface sub- 
tends when viewed from the source. This would be the case only if the 
radiation coming off the source is uniform in all directions throughout its 
surface and the medium between the surfaces does not absorb, emit, or scatter 
radiation. That is, it will be the case when the surfaces are isothermal and 
diffuse emitters and reflectors and the surfaces are separated by a non- 
participating medium such as a vacuum or air. 

The view factor F, ,; between two surfaces A, and A; can be determined in 
a systematic manner first by expressing the view factor between two differen- 
tial areas dA, and dA, in terms of the spatial variables and then by performing 
the necessary integrations. However, this approach is not practical, since, even 
for simple geometries, the resulting integrations are usually very complex and 
difficult to perform. 

View factors for hundreds of common geometries are evaluated and the re- 
sults are given in analytical, graphical, and tabular form in several publica- 
tions. View factors for selected geometries are given in Tables 22-1 and 22-2 
in analytical form and in Figs. 22-5 to 22-8 in graphical form. The view 
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TABLE 22-1 


View factor expressions for some common geometries of finite size (3D) 





Geometry Relation 


Aligned parallel rectangles X =X/L and Y =Y/L 


Fi € Ш 
| mXY 


4Х(1-Ү2)У2 ta! 


Coaxial parallel disks 





. f 
@ p- 
liL 


Perpendicular rectangles H 2 Z/X and W z Y/X 
with a common edge 


F, 2 H.|wtan1l «B tani 
W H 


i>j zW 
+. - (H2 4 W2)V? цар! 
Y X +1 


(1 +W2)(W2 +H 2) 
H2(1+H2+W2) Ij 
(1 +H 2)(H2 +W2) 





factors in Table 22-1 are for three-dimensional geometries. The view factors 
in Table 22-2, on the other hand, are for geometries that are infinitely long 
in the direction perpendicular to the plane of the paper and are therefore 
two-dimensional. 


22-2 = VIEW FACTOR RELATIONS 


Radiation analysis on an enclosure consisting of N surfaces requires the eval- 
uation of N? view factors, and this evaluation process is probably the most 
time-consuming part of a radiation analysis. However, it is neither practical 
nor necessary to evaluate all of the view factors directly. Once a sufficient 
number of view factors are available, the rest of them can be determined by 
utilizing some fundamental relations for view factors, as discussed next. 
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TABLE 22-2 


View factor expressions for some infinitely long (2D) geometries 





Geometry Relation 


Parallel plates with midlines 
connected by perpendicular line 

















[T RS W, =w,/L and W, =w;/L 
| IW; - W? & 4)? - (W; - Ww)? € 41? 
| i2] ММ, 
L j 





Inclined plates of equal width 
and with a common edge 


w F; ,;71-sin5a 

















| | 


 — —3À 

















Three-sided enclosure 


a b. p. ЧЕ 


Infinite plane and row of cylinders 
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1 The Reciprocity Relation 
The view factors F; „j and F j; are not equal to each other unless the areas of 
the two surfaces are. That is, 


Firm Fg when A =A, 
Pi E Fiz when A ZA 


-6- 


cen54261 ch22.qxd 


1/25/04 3:00 PM Page 991 


—$— 


991 
CHAPTER 22 







































































ToU) O 0000 

























































































0.2 
































Ф 


















































F152 














0.1 


























0.08 




















0.07 





0.06 
0.05 





























0.04 





























0.03 











0.02 

























































































0.01 

































































































































































0.2 0.3 0.4 0.50.6 0.8 1 2 3 4 56 8 10 


Ratio L ;/D 


N 
о 





0.4 





0.3 


F152 


0.2 


0.1 








A» L 4 
"———— 


T | LFTFTTTTTTTTTTTTTTTTTT TTTTTTTTT TT T TTTTTTIT[| TTTTTTTTTT 





ШШ Ш] 


| 


1 


I 


| 





A 


4 5 6 8 10 20 


LI) | 
02 03 0.40506 08 1 2 3 


Ratio L/W 


--Ө3--- 


FIGURE 22-5 

View factor between two 
aligned parallel rectangles of 
equal size. 


FIGURE 22-6 

View factor between two 
perpendicular rectangles with 
a common edge. 
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FIGURE 22-7 
View factor between two 01 02 0304 06 10 2 3 456 810 
coaxial parallel disks. L/r, 
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FIGURE 22-8 
View factors for two concentric cylinders of finite length: (a) outer cylinder to inner cylinder; (b) outer cylinder to itself. 
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We have shown earlier the pair of view factors F; j and Fj; are related to 
each other by 


AF; = АЕ y (22-11) 


This relation is referred to as the reciprocity relation or the reciprocity rule, 
and it enables us to determine the counterpart of a view factor from a knowl- 
edge of the view factor itself and the areas of the two surfaces. W hen deter- 
mining the pair of view factors F ; j and F j ;, it makes sense to evaluate first 
the easier one directly and then the more difficult one by applying the reci- 
procity relation. 


2 The Summation Rule 

The radiation analysis of a surface normally requires the consideration of the 
radiation coming in or going out in all directions. Therefore, most radiation 
problems encountered in practice involve enclosed spaces. W hen formulating 
a radiation problem, we usually form an enclosure consisting of the surfaces 
interacting radiatively. Even openings are treated as imaginary surfaces with 
radiation properties equivalent to those of the opening. 

The conservation of energy principle requires that the entire radiation leav- 
ing any surface i of an enclosure be intercepted by the surfaces of 
the enclosure. Therefore, the sum of the view factors from surface i of an en- 
closure to all surfaces of the enclosure, including to itself, must equal unity. 
This is known as the summation rule for an enclosure and is expressed as 
(Fig. 22-9) Surface i 


N 
ЖЕрц-1 (22-12) 
1-1 


where N is the number of surfaces of the enclosure. For example, applying the 
summation rule to surface 1 of a three-surface enclosure yields 


3 
bXINLITMLIONC LAS. LS 
j=1 


The summation rule can be applied to each surface of an enclosure by vary- 
ing i from 1 to N. Therefore, the summation rule applied to each of the N sur- 26 FIGURE 22-9 
faces of an enclosure gives N relations for the determination of the view Radiation leaving any surface i of 
factors. Also, the reciprocity rule gives 4 N(N — 1) additional relations. Then an enclosure must be intercepted 
the total number of view factors that need to be evaluated directly for an completely by the surfaces of the 


enclosure. Therefore, the sum of 
- m ; | 
ie eee en OSU Dea ile the view factors from surface i to 


N? — [N 4 IN(N – 1)] = IN(N — 1) each one of the surfaces of the 
enclosure must be unity. 
For example, for a six-surface enclosure, we need to determine only 
5 x 6(6 — 1) = 15 of the 6? — 36 view factors directly. The remaining 
21 view factors can be determined from the 21 equations that are obtained by 
applying the reciprocity and the summation rules. 
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(1) 
(2) 


FIGURE 22-10 
The geometry considered 
in Example 22-1. 
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EXAMPLE 22-1 View Factors Associated with Two Concentric 
Spheres 


Determine the view factors associated with an enclosure formed by two spheres, 
shown in Fig. 22-10. 


SOLUTION The view factors associated with two concentric spheres are to be 
determined. 

Assumptions The surfaces are diffuse emitters and reflectors. 

Analysis The outer surface of the smaller sphere (surface 1) and inner surface 
of the larger sphere (surface 2) form a two-surface enclosure. Therefore, N = 2 
and this enclosure involves N? = 2? = 4 view factors, which are F,,, Fy, Foi, 
and F5;. In this two-surface enclosure, we need to determine only 


IN(N| — 1) =! x 2(2—1)=1 
2 2 


view factor directly. The remaining three view factors can be determined by the 
application of the summation and reciprocity rules. But it turns out that we can 
determine not only one but two view factors directly in this case by a simple 
inspection: 


Fu 70, since no radiation leaving surface 1 strikes itself 
Ер = 1, since all radiation leaving surface 1 strikes surface 2 


Actually it would be sufficient to determine only one of these view factors by 
inspection, since we could always determine the other one from the summation 
rule applied to surface 1 as F,,  Fj5 — 1. 

The view factor F,, is determined by applying the reciprocity relation to sur- 
faces 1 and 2: 


AF n = AF 21 


which yields 


Ау _ Ani en 
Ее РЕ - | 


Finally, the view factor F2; is determined by applying the summation rule to sur- 
face 2: 


лр 


and thus 


гүү 
F2=1-Fa=1- (f 


Discussion Note that when the outer sphere is much larger than the inner 
sphere (/ > r), F22 approaches one. This is expected, since the fraction of 
radiation leaving the outer sphere that is intercepted by the inner sphere will be 
negligible in that case. Also note that the two spheres considered above do not 
need to be concentric. However, the radiation analysis will be most accurate for 
the case of concentric spheres, since the radiation is most likely to be uniform 
on the surfaces in that case. 








cen54261 ch22.qxd 1/25/04 3:00 PM Page 995 F 


995 
CHAPTER 22 





3 The Superposition Rule 
Sometimes the view factor associated with a given geometry is not available 
in standard tables and charts. In such cases, it is desirable to express the given 
geometry as the sum or difference of some geometries with known view fac- 
tors, and then to apply the superposition rule, which can be expressed as the 
view factor from a surface i to a surface j is equal to the sum of the view fac- 
tors from surface i to the parts of surface j. Note that the reverse of this is not Э 
true. That is, the view factor from a surface | to a surface i is not equal to the 
sum of the view factors from the parts of surface j to surface i. 
Consider the geometry in Fig. 22-11, which is infinitely long in the Q 
direction perpendicular to the plane of the paper. The radiation that leaves 





surface 1 and strikes the combined surfaces 2 and 3 is equal to the sum of the Ф Ф 
radiation that strikes surfaces 2 and 3. Therefore, the view factor from surface F af. +F 
1 to the combined surfaces of 2 and 3 is DE 
FIGURE 22-11 
227 ай” ша” (22-13) The view factor from a surface to a 


, , , composite surface is equal to the sum 
Suppose we need to find the view factor F,_,3.A quick check of the view fac- — of the view factors from the surface to 


tor expressions and charts in this section will reveal that such a view factor the parts of the composite surface. 
cannot be evaluated directly. However, the view factor F ,4 can be deter- 
mined from Eq. 22-13 after determining both F,_,, and Fy _, (2 3) from the 
chart in Table 22-2. Therefore, it may be possible to determine some difficult 
view factors with relative ease by expressing one or both of the areas as the 
sum or differences of areas and then applying the superposition rule. 

To obtain a relation for the view factor F(. 3) _,1, we multiply Eq. 
22-13 by Aj, 


BaF4 5153 =A isa FAP is; 
and apply the reciprocity relation to each term to get 


(Az + As3)F зт = А: 1 + АзЁз 1 








or 
А, Fo 44 + А; F341 
F = 57-2232 22-14 
23)>1 АЕ 5 ( ) 
Areas that are expressed as the sum of more than two parts can be handled in FIGURE 22-12 
a similar manner. The cylindrical enclosure 


considered in Example 22-2. 





EXAMPLE 22-2 Fraction of Radiation Leaving 
through an Opening 


Determine the fraction of the radiation leaving the base of the cylindrical en- 
closure shown in Fig. 22-12 that escapes through a coaxial ring opening at its 
top surface. The radius and the length of the enclosure are r, — 10 cm and 
L — 10 cm, while the inner and outer radii of the ring are r = 5 cm and 
r3 — 8 cm, respectively. 
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Fy_,2=Fi_,3 


(Also, F>_,;=F3_,) 
FIGURE 22-13 
Two surfaces that are symmetric about 
athird surface will havethe same 
view factor from the third surface. 
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SOLUTION The fraction of radiation leaving the base of a cylindrical enclosure 
through a coaxial ring opening at its top surface is to be determined. 
Assumptions The base surface is a diffuse emitter and reflector. 

Analysis \We are asked to determine the fraction of the radiation leaving the 
base of the enclosure that escapes through an opening at the top surface. 
Actually, what we are asked to determine is simply the view factor Fy _, ring from 
the base of the enclosure to the ring-shaped surface at the top. 

We do not have an analytical expression or chart for view factors between a 
circular area and a coaxial ring, and so we cannot determine Fy _, ;ing directly. 
However, we do have a chart for view factors between two coaxial parallel disks, 
and we can always express a ring in terms of disks. 

Let the base surface of radius r; — 10 cm be surface 1, the circular area of 
r; — 5 cm at the top be surface 2, and the circular area of r5 — 8 cm be sur- 
face 3. Using the superposition rule, the view factor from surface 1 to surface 3 
can be expressed as 


DIN o T Fisi 


since surface 3 is the sum of surface 2 and the ring area. The view factors Fy _, 
and F „3 are determined from the chart in Fig. 22-7. 














| 10cm (5 — S (Fig. 22-7) Е 

002 and L = остео —————э Е: = 0.11 

L 10cm їз 8cm — (Fig. 22-7) 2 

Б 100773 апд Г = aren UP ----9» F,.,3=0.28 
Therefore, 





Fasting = F153 — Fi,2 = 0.28 — 0.11 = 0.17 


which is the desired result. Note that F, ,? and F, _,3 represent the fractions of 
radiation leaving the base that strike the circular surfaces 2 and 3, respectively, 
and their difference gives the fraction that strikes the ring area. 








4 TheSymmetry Rule 
The determination of the view factors in a problem can be simplified further 
if the geometry involved possesses some sort of symmetry. Therefore, it is 
good practice to check for the presence of any symmetry in a problem before 
attempting to determine the view factors directly. The presence of symmetry 
can be determined by inspection, keeping the definition of the view factor in 
mind. Identical surfaces that are oriented in an identical manner with respect 
to another surface will intercept identical amounts of radiation leaving that 
surface. Therefore, the symmetry rule can be expressed as two (or more) sur- 
faces that possess symmetry about a third surface will have identical view fac- 
tors from that surface (Fig. 22-13). 

The symmetry rule can also be expressed as if the surfaces j and k are sym- 
metric about the surface i then F; ,; — F; ,,. Using the reciprocity rule, we 
can show that the relation Fj; = Fk; is also true in this case. 


-6- 
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EXAMPLE 22-3 View Factors Associated with a Tetragon 


Determine the view factors from the base of the pyramid shown in Fig. 22-14 
to each of its four side surfaces. The base of the pyramid is a square, and its 
side surfaces are isosceles triangles. 


SOLUTION The view factors from the base of a pyramid to each of its four side 
surfaces for the case of a square base are to be determined. 

Assumptions The surfaces are diffuse emitters and reflectors. 

Analysis The base of the pyramid (surface 1) and its four side surfaces (sur- 
faces 2, 3, 4, and 5) form a five-surface enclosure. The first thing we notice 
about this enclosure is its symmetry. The four side surfaces are symmetric 
about the base surface. Then, from the symmetry rule, we have 





FIGURE 22-14 
ppc Fg The pyramid considered 
in Example 22-3. 


Also, the summation rule applied to surface 1 yields 


5 
MFg2FutFptFgtFuctFg-1 
j=l 


However, F,, = O, since the base is a flat surface. Then the two relations 
above yield 


Ро = Ёз = Ец = Ё = 0.25 


Discussion Note that each of the four side surfaces of the pyramid receive 
one-fourth of the entire radiation leaving the base surface, as expected. Also 
note that the presence of symmetry greatly simplified the determination of the 
view factors. 








EXAMPLE 22-4 View Factors Associated with a Triangular Duct 


Determine the view factor from any one side to any other side of the infinitely 
long triangular duct whose cross section is given in Fig. 22-15. 


SOLUTION The view factors associated with an infinitely long triangular duct 

are to be determined. 

Assumptions The surfaces are diffuse emitters and reflectors. 

Analysis Тһе widths of the sides of the triangular cross section of the duct are 

L4, Lo, and L5, and the surface areas corresponding to them are A), А», апа Аз, 

respectively. Since the duct is infinitely long, the fraction of radiation leaving L3 

any surface that escapes through the ends of the duct is negligible. Therefore, 

the infinitely long duct can be considered to be a three-surface enclosure, 

N=3. Ol, 
This enclosure involves N? = 32 = 9 view factors, and we need to determine FIGURE 22-15 








IN(N – 1) = I х33-1)-3 The infinitely long triangular duct 
considered in Example 22-4. 


--Ө3--- 
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of these view factors directly. Fortunately, we can determine all three of them by 
inspection to be 


оао 


since all three surfaces are flat. The remaining six view factors can be deter- 
mined by the application of the summation and reciprocity rules. 
Applying the summation rule to each of the three surfaces gives 
PaT tPS i 
Paa Paaa Т 
cabo Pg= l 


Noting that Fy; = Fo2 = F33 = O and multiplying the first equation by A), the 
second by A;, and the third by A5 gives 

AGE io) Aah = An 

AaF 1 + AaF 23 = Az 

A3F 3; + Ask 32 = A3 


Finally, applying the three reciprocity relations A,Fy2 = AoFo,, Ay Fi3 = A3F31, 
and AoFo3 = A3F 32 gives 

А; +А; Ез = Ау 

Aah ia + Ack А0 

А; зз + АР з = Аз 


This is a set of three algebraic equations with three unknowns, which can be 
solved to obtain 








F А|-А,-А, L + L, — L; 
R= he 7001, 
F “АР А.А, lı+ L- L, 
B 2À, 2L, 
А,-Аз-А, L, + L; — L, 
= ee Е Fe (22-15) 


Discussion Note that we have replaced the areas of the side surfaces by their 
corresponding widths for simplicity, since A = Ls and the length s can be fac- 
tored out and canceled. We can generalize this result as the view factor from a 
surface of a very long triangular duct to another surface is equal to the sum of 
the widths of these two surfaces minus the width of the third surface, divided 
by twice the width of the first surface. 








View Factors between Infinitely Long Surfaces: 
The Crossed-Strings Method 


Many problems encountered in practice involve geometries of constant cross 
section such as channels and ducts that are very long in one direction relative 


--Ө3--- 
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to the other directions. Such geometries can conveniently be considered to be 
two-dimensional, since any radiation interaction through their end surfaces 
will be negligible. These geometries can subsequently be modeled as being 
infinitely long, and the view factor between their surfaces can be determined 
by the amazingly simple crossed-strings method developed by H. C. Hottel in 
the 1950s. The surfaces of the geometry do not need to be flat; they can be 
convex, concave, or any irregular shape. 

To demonstrate this method, consider the geometry shown in Fig. 22-16, 
and let us try to find the view factor F , _,, between surfaces 1 and 2. The first 
thing we do is identify the endpoints of the surfaces (the points A, B, C, and D) 
and connect them to each other with tightly stretched strings, which are 
indicated by dashed lines. Hottel has shown that the view factor F, ,; can be 
expressed in terms of the lengths of these stretched strings, which are straight 
lines, as 





FIGURE 22-16 
(L5 * Lg) — (L3 - L4) Determination of the view factor 
n= = z (22-16) F; ,; by the application of 
the crossed-strings method. 
Note that Ls -- Lg is the sum of the lengths of the crossed strings, and L5 - L, 
is the sum of the lengths of the uncrossed strings attached to the endpoints. 
Therefore, Hottel's crossed-strings method can be expressed verbally as 


>= (Crossed strings) — X (Uncrossed strings) 
2 x (String on surface i) 





Fg (22-17) 


The crossed-strings method is applicable even when the two surfaces consid- 
ered share a common edge, as in a triangle. In such cases, the common edge 
can be treated as an imaginary string of zero length. The method can also be 
applied to surfaces that are partially blocked by other surfaces by allowing the 
strings to bend around the blocking surfaces. 











EXAMPLE 22-5 The Crossed-Strings Method for View Factors 
Two infinitely long parallel plates of widths a = 12 cm and b = 5 cm are lo- 
cated a distance c = 6 cm apart, as shown in Fig. 22-17. (a) Determine the b=L,=5cm 
view factor F; _, 2 from surface 1 to surface 2 by using the crossed-strings Q 
method. (5) Derive the crossed-strings formula by forming triangles on the given C х 2 p 
geometry and using Eq. 22-15 for view factors between the sides of triangles. E / X 
kc / х, 
te 
SOLUTION The view factors between two infinitely long parallel plates are to Ls) а р; 
be determined using the crossed-strings method, and the formula for the view | РА “нв, 3 1 
factor is to be derived. ! ls L6 ЭЭ K 
Assumptions The surfaces are diffuse emitters and reflectors. да 2 КАЯ 
Analysis (a) First we label the endpoints of both surfaces and draw straight A и Б 8 
dashed lines between the endpoints, as shown in Fig. 22-17. Then we identify VD 
the crossed and uncrossed strings and apply the crossed-strings method a-L,-12cm 
(Eq. 22-17) to determine the view factor F; _, 2: FIGURE 22-17 
po. E (Crossed strings) — = (Uncrossed strings) _ (Ls + Le) ~ (Ls + L4) | Nu M Mi) E 
Lc? 2 X (String on surface 1) Е p ивээн Он бал Жа pesar m 
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where 
Lı =a = 12 cm V a oA E O2 
L,=b=5cm УБ oE m 
із =с= бст [2 = V 122 + 62 = 13.42 cm 





Substituting, 


р [(7.81 + 13.42) — (6 + 9.22)] cm 
isg Pe Siem 





= 0.250 


(b) The geometry is infinitely long in the direction perpendicular to the plane of 
the paper, and thus the two plates (surfaces 1 and 2) and the two openings 
(imaginary surfaces 3 and 4) form a four-surface enclosure. Then applying the 
summation rule to surface 1 yields 


Fa t+ Fy t+Fi3+Fy=1 


Ви Бү = O since it is a flat surface. Therefore, 


Ыз 


where the view factors F,3 and Fy, can be determined by considering the trian- 
gles ABC and ABD, respectively, and applying Eq. 22-15 for view factors be- 
tween the sides of triangles. We obtain 


Е асаб Ё 22: 20, 
Па 2s , 14 21 


Substituting, 
ЕБИ le Ї 54! Neel 
Hu pm 


_ (Ls + Lb) — (Ls + Ly) 





Ер = 1 


which is the desired result. This is also a miniproof of the crossed-strings 
method for the case of two infinitely long plain parallel surfaces. 








22-3 = RADIATION HEAT TRANSFER: 
BLACK SURFACES 


So far, we have considered the nature of radiation, the radiation properties of 
materials, and the view factors, and we are now in a position to consider the 
rate of heat transfer between surfaces by radiation. The analysis of radiation 
exchange between surfaces, in general, is complicated because of reflection: a 
radiation beam leaving a surface may be reflected several times, with partial 
reflection occurring at each surface, before it is completely absorbed. The 
analysis is simplified greatly when the surfaces involved can be approximated 


—— 
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as blackbodies because of the absence of reflection. In this section, we con- 
sider radiation exchange between black surfaces only; we will extend the 
analysis to reflecting surfaces in the next section. 

Consider two black surfaces of arbitrary shape maintained at uniform tem- 
peratures T, and T,, as shown in Fig. 22-18. Recognizing that radiation leaves 


a black surface at a rate of E, = oT ^ per unit surface area and that the view T, 
factor F ı 2 represents the fraction of radiation leaving surface 1 that strikes А, 
surface 2, the net rate of radiation heat transfer from surface 1 to surface 2 can П 9р 
be expressed as : 
| Radiation leaving Radiation leaving 
Q4 ,,;-| theentiresurfacel |—| theentire surface 2 
that strikes surface 2 that strikes surface 1 FIGURE 22-18 
= АЕ: = АЕ Е (W) (22-18) | Two general black surfaces maintained 


at uniform temperatures T; and T ;. 
A pplying the reciprocity relation A;F 4 ,; — A;F; ,, yields 


0,2 —- A;gF152o(T? - Tf) (W) (22-19) 


which is the desired relation. A negative value for 0, _,2 indicates that net ra- 
diation heat transfer is from surface 2 to surface 1. 

Now consider an enclosure consisting of N black surfaces maintained at 
specified temperatures. The net radiation heat transfer from any surface i of 
this enclosure is determined by adding up the net radiation heat transfers from 
surface i to each of the surfaces of the enclosure: 


N N 
d= 0.4) = D Afjet- T} (w) (22-20) 
j=1 


j=1 


Again a negative value for Q indicates that net radiation heat transfer is to 
surface i (i.e., surfacei gains radiation energy instead of losing). A Iso, the net 
heat transfer from a surface to itself is zero, regardless of the shape of the 
surface. 





EXAMPLE 22-6 Radiation Heat Transfer in a Black Furnace 


Consider the 5-m x 5-m X 5-m cubical furnace shown in Fig. 22-19, whose T, = 1500 K 


surfaces closely approximate black surfaces. The base, top, and side surfaces 
of the furnace are maintained at uniform temperatures of 800 K, 1500 K, and 
500 K, respectively. Determine (a) the net rate of radiation heat transfer be- 
tween the base and the side surfaces, (b) the net rate of radiation heat transfer 
between the base and the top surface, and (c) the net radiation heat transfer 
from the base surface. 





T4 2500K 


SOLUTION The surfaces of a cubical furnace are black and are maintained at 
uniform temperatures. The net rate of radiation heat transfer between the base Т,-800К 

and side surfaces, between the base and the top surface, and from the base FIGURE 22-19 
surface are to be determined. 


Assumptions The surfaces are black and isothermal. The cubical furnace of black surfaces 


considered in Example 22-6. 





-6- 
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Analysis (a) Considering that the geometry involves six surfaces, we may be 
tempted at first to treat the furnace as a six-surface enclosure. However, the 
four side surfaces possess the same properties, and thus we can treat them as 
a single side surface in radiation analysis. We consider the base surface to be 
surface 1, the top surface to be surface 2, and the side surfaces to be surface 
3. Then the problem reduces to determining Q1 „3, Q1 2, and Q1. 

The net rate of radiation heat transfer Q; , 4 from surface 1 to surface 3 can 
be determined from Eq. 22-19, since both surfaces involved are black, by re- 
placing the subscript 2 by 3: 


ОЕ = A,F,_,30(T? —T3) 


But first we need to evaluate the view factor F; _, 3. After checking the view fac- 
tor charts and tables, we realize that we cannot determine this view factor di- 
rectly. However, we can determine the view factor Fy, _, » directly from Fig. 22-5 
to be Fı „> = 0.2, and we know that F, _,,; = O since surface 1 is a plane. Then 
applying the summation rule to surface 1 yields 


gue eo Lu 


or 





Fi,3=1-—Fy41-Fi42=1-0-0.2=0.8 


Substituting, 


Q;.,5 — (25 m2(0.8)(5.67 x 10-9 W/m? - K^[(800 K)^ — (500 K)4] 
= 394 х 10° М = 394 kW 


(Б) The net rate of radiation heat transfer Gr _,2 from surface 1 to surface 2 is 
determined in a similar manner from Eq. 22-19 to be 


ТҮС = AF120 (Tf — T) 
(25 m?)(0.2)(5.67 X 10-8 W/m? - K 4)[(800 K )4 — (1500 K)4] 
—1319 x 10? W = —1319 kW 


The negative sign indicates that net radiation heat transfer is from surface 2 to 
surface 1. 


(c) The net radiation heat transfer from the base surface Q, is determined from 
Eq. 22-20 by replacing the subscript / by 1 and taking N = 3: 


3 
07 x > бүс) x m ar 0. ate 02 
j=l 
= 0 + (—1319 kW) + (394 kW) 
= —925 kW 


Again the negative sign indicates that net radiation heat transfer is to surface 1. 
That is, the base of the furnace is gaining net radiation at a rate of about 
925 kW. 
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22-4 * RADIATION HEAT TRANSFER: 
DIFFUSE, GRAY SURFACES 


The analysis of radiation transfer in enclosures consisting of black surfaces is 
relatively easy, as we have seen, but most enclosures encountered in practice 
involve nonblack surfaces, which allow multiple reflections to occur. Radia- 
tion analysis of such enclosures becomes very complicated unless some sim- 
plifying assumptions are made. 

To make a simple radiation analysis possible, it is common to assume the 
surfaces of an enclosure to be opaque, diffuse, and gray. That is, the surfaces 
are nontransparent, they are diffuse emitters and diffuse reflectors, and their 
radiation properties are independent of wavelength. Also, each surface of the 
enclosure is isothermal, and both the incoming and outgoing radiation are uni- 
form over each surface. But first we review the concept of radiosity discussed 
in Chap. 21. 


Radiosity 

Surfaces emit radiation as well as reflect it, and thus the radiation leaving a 
surface consists of emitted and reflected parts. The calculation of radiation 
heat transfer between surfaces involves the total radiation energy streaming 
away from a surface, with no regard for its origin. The total radiation energy 
leaving a surface per unit time and per unit area is the radiosity and is 


denoted by J (Fig. 22-20). ados] 
For a surface i that is gray and opaque (a; = a, anda + p; = 1), the gen Reflected Emitted 
radiosity can be expressed as radiation radiation radiation 
ie пи ас РА a ши pG Е, 
by surface i by surface i 9 
— eEy + pG; 
— gEg t (1 — 8)6; (W/m?) (22-21) 
where E,; = oT,’ is the blackbody emissive power of surface i and G; is Surface 
irradiation (i.e., the radiation energy incident on surface | per unit time per FIGURE 22-20 
unit area). Radiosity represents the sum of the 
For a surface that can be approximated as a blackbody (¢ = 1), the radios- radiation energy emitted and 
ity relation reduces to reflected by a surface. 
Ji = Е, = оТ“ (blackbody) (22-22) 


That is, the radiosity of a blackbody is equal to its emissive power. This is 
expected, since a blackbody does not reflect any radiation, and thus radiation 
coming from a blackbody is due to emission only. 


Net Radiation Heat Transfer to or from a Surface 
During a radiation interaction, a surface loses energy by emitting radiation and 
gains energy by absorbing radiation emitted by other surfaces. A surface ex- 
periences a net gain or a net loss of energy, depending on which quantity is 
larger. The net rate of radiation heat transfer from a surface | of surface area А, 
is denoted by Q; and is expressed as 
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Surface 
i 


FIGURE 22-21 
Electrical analogy of surface 
resistance to radiation. 
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entire surface i on entire surface i 


ġ = 2. E B Gal ра 
= Ai(Ji — Gi) (W) (22-23) 


Solving for G; from Eq. 22-21 and substituting into Eq. 22-23 yields 





ee Be 
9-А() et) = e, Ji) (w) (22-24) 


In an electrical analogy to Ohm’s law, this equation can be rearranged as 


= xe (w) (22-25) 


where 


158 


А; 





R; (22-26) 


is the surface resistance to radiation. The quantity E,; — J; corresponds to a 
potential difference and the net rate of radiation heat transfer corresponds to 
current in the electrical analogy, as illustrated in Fig. 22-21. 

The direction of the net radiation heat transfer depends on the relative mag- 
nitudes of | ; (the radiosity) and E,; (the emissive power of a blackbody at the 
temperature of the surface). It will be from the surface if Ep; >], and to the 
surface if J; > Ep; A negative value for Q; indicates that heat transfer is to 
the surface. All of this radiation energy gained must be removed from the 
other side of the surface through some mechanism if the surface temperature 
is to remain constant. 

The surface resistance to radiation for a blackbody is zero since s; = 1 and 
Ji ^ Ey. The net rate of radiation heat transfer in this case is determined 
directly from Eq. 22-23. 

Some surfaces encountered in numerous practical heat transfer applications 
are modeled as being adiabatic since their back sides are well insulated and 
the net heat transfer through them is zero. W hen the convection effects on the 
front (heat transfer) side of such a surface is negligible and steady-state con- 
ditions are reached, the surface must lose as much radiation energy as it gains, 
and thus Q; = 0. In such cases, the surface is said to reradiate all the radiation 
energy it receives, and such a surface is called a reradiating surface, Setting 
Q; = Oin Eq. 22-25 yields 


Ji = Epi = oT; (W/m?) (22-27) 


Therefore, the temperature of a reradiating surface under steady conditions 
can easily be determined from the equation above once its radiosity is known. 
Note that the temperature of a reradiating surface is independent of its emis- 
sivity. In radiation analysis, the surface resistance of a reradiating surface is 
disregarded since there is no net heat transfer through it. (This is like the fact 
that there is no need to consider a resistance in an electrical network if no cur- 
rent is flowing through it.) 
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Net Radiation Heat Transfer 


between Any Two Surfaces 

Consider two diffuse, gray, and opaque surfaces of arbitrary shape maintained 
at uniform temperatures, as shown in Fig. 22-22. Recognizing that the radios- 
ity] represents the rate of radiation leaving a surface per unit surface area and 
that the view factor F ; „j represents the fraction of radiation leaving surface i 
that strikes surface j, the net rate of radiation heat transfer from surface i to 
surface j can be expressed as 


Radiation leaving Radiation leaving 
Qi; 7 the entire surfacei |—| the entire surface j 





(22-28) 
that strikes surface j that strikes surface i 
= АЈ Рау = АЈ Р (М) 
Applying the reciprocity relation A;F; ,; — AjF; ,, yields 
б = АР 0i 7 Jj) (W) (22-29) 
Again in analogy to Ohm's law, this equation can be rearranged as 
: Ји =) 
Qj =F a (w) (22-30) 
i2j 
where 
zu 
E us Mon (22-31) 


is the space resistance to radiation. A gain the quantity J; — J; corresponds to 
a potential difference, and the net rate of heat transfer between two surfaces 
corresponds to current in the electrical analogy, as illustrated in Fig. 22-22. 

The direction of the net radiation heat transfer between two surfaces de- 
pends on the relative magnitudes of J; and Jj. A positive value for Q; „j indi- 
cates that net heat transfer is from surface i to surface j. A negative value 
indicates the opposite. 

In an N-surface enclosure, the conservation of energy principle requires that 
the net heat transfer from surface i be equal to the sum of the net heat transfers 
from surface i to each of the N surfaces of the enclosure. T hat is, 


N N N 
Qi= x Qis = Y AjF udi re X 
ј=1 ј=1 j 





(W) (2-32 


The network representation of net radiation heat transfer from surface i to the 
remaining surfaces of an N-surface enclosure is given in Fig. 22-23. Note that 
Q; „i (the net rate of heat transfer from a surface to itself) is zero regardless of 
the shape of the surface. Combining Eqs. 22-25 and 22-32 gives 





(w) (22-33) 
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Surface j 


Ey 





Epi Surface i 

FIGURE 22-22 

Electrical analogy of 

space resistance to radiation. 





Surface i 


FIGURE 22-23 

Network representation of net 
radiation heat transfer from surface i 
to the remaining surfaces of an 
N-surface enclosure. 
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which has the electrical analogy interpretation that the net radiation flow from 
a surface through its surface resistance is equal to the sum of the radiation 
flows from that surface to all other surfaces through the corresponding space 
resistances. 


Methods of Solving Radiation Problems 

In the radiation analysis of an enclosure, either the temperature or the net rate 
of heat transfer must be given for each of the surfaces to obtain a unique solu- 
tion for the unknown surface temperatures and heat transfer rates. There are 
two methods commonly used to solve radiation problems. In the first method, 
Eqs. 22-32 (for surfaces with specified heat transfer rates) and 22-33 (for sur- 
faces with specified temperatures) are simplified and rearranged as 





Surfaces with specified, Сед, x 19 (22-34) 

net heat transfer rate Q; хо ар гэгч 

Surfaces with specified E 

temperature Ti оТ == Ji ae є} > Fi ili = J i) (22-35) 
1-1 


Note that Q; = 0 for insulated (or reradiating) surfaces, and oT;^ — J ; for black 
surfaces since e; — 1 in that case. Also, the term corresponding to j = i will 
drop out from either relation since}; — J; — Ji — J; = 0 in that case. 

The equations above give N linear algebraic equations for the determination 
of the N unknown radiosities for an N-surface enclosure. Once the radiosities 
] vu] a ]y are available, the unknown heat transfer rates can be determined 
from Eq. 22-34 while the unknown surface temperatures can be determined 
from Eq. 22-35. The temperatures of insulated or reradiating surfaces can be 
determined from oT;* =] ,.A positive value for Q, indicates net radiation heat 
transfer from surface i to other surfaces in the enclosure while a negative value 
indicates net radiation heat transfer to the surface. 

The systematic approach described above for solving radiation heat transfer 
problems is very suitable for use with today’s popular equation solvers such 
as EES, Mathcad, and Matlab, especially when there are a large number of 
surfaces, and is known as the direct method (formerly, the matrix method, 
since it resulted in matrices and the solution required a knowledge of linear 
algebra). The second method described below, called the network method, is 
based on the electrical network analogy. 

The network method was first introduced by A. K. Oppenheim in the 1950s 
and found widespread acceptance because of its simplicity and emphasis on 
the physics of the problem. The application of the method is straightforward: 
draw a surface resistance associated with each surface of an enclosure and 
connect them with space resistances. Then solve the radiation problem by 
treating it as an electrical network problem where the radiation heat transfer 
replaces the current and radiosity replaces the potential. 

The network method is not practical for enclosures with more than three or 
four surfaces, however, because of the increased complexity of the network. 
Next we apply the method to solve radiation problems in two- and three- 
surface enclosures. 
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Radiation Heat Transfer in Two-Surface Enclosures 
Consider an enclosure consisting of two opaque surfaces at specified temper- 
atures T; and T,, as shown in Fig. 22-24, and try to determine the net rate of 
radiation heat transfer between the two surfaces with the network method. 
Surfaces 1 and 2 have emissivities е; and e; and surface areas A, and A; and 
are maintained at uniform temperatures T, and T., respectively. There are only 
two surfaces in the enclosure, and thus we can write 


0:-0:--0, 0, 








Т пай (5, the net rate of radiation heat transfer from surface 1 to surface 2 must 


equal the net rate of radiation heat transfer from surface 1 and the net rateof — R, 2256) ВЕ. -1-5 
radiation heat transfer to surface 2. Ае АР Ade 
The radiation network of this two-surface enclosure consists of two surface FIGURE 22-24 
resistances and one space resistance, as shown in Fig. 22-24. In an electrical Schematic of a two-surface 
network, the electric current flowing through these resistances connected in enclosure and the radiation 
series would be determined by dividing the potential difference between network associated with it. 


points A and B by the total resistance between the same two points. The net 
rate of radiation transfer is determined in the same manner and is expressed as 


| o En-Ep oko g 
Ошро рор 793 


or 


0р = ПЕТТЕ (W) (22-36) 


T F 
Aye, Aii A22 











This important result is applicable to any two gray, diffuse, and opaque sur- 
faces that form an enclosure. The view factor F ;; depends on the geometry 
and must be determined first. Simplified forms of Eq. 22-36 for some famil- 
iar arrangements that form a two-surface enclosure are given in Table 22-3. 
Note that F ;; — 1 for all of these special cases. 





EXAMPLE 22-7 | Radiation Heat Transfer between Parallel Plates 


Two very large parallel plates are maintained at uniform temperatures 
T, = 800 K and ТГ, = 500 K and have етіѕѕіміїіеѕ = = 0.2 апа ғ = 0.7, re- 


spectively, as shown іп Fig. 22-25. Determine the net rate of radiation heat Lo n" 2 К 
= 


transfer between the two surfaces per unit surface area of the plates. 0 
12 


£) 20.7 


SOLUTION Two large parallel plates are maintained at uniform temperatures. Ф T. -500K 
The net rate of radiation heat transfer between the plates is to be determined. 2 


Assumptions Both surfaces are opaque, diffuse, and gray. FIGURE 22-25 
Analysis The net rate of radiation heat transfer between the two plates per unit 


area is readily determined from Eq. 22-38 to be T he two parallel plates 


considered in Example 22-7. 
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TABLE 22-3 
Small object in a large cavity 
A -0 
А . 
: Q;; 2 Aces (T5 - T2) (22-37) 
Fy=l 
А.Т, ё 
Infinitely large parallel plates 
Au T, 8 
Ay=A,=A q,, -AeT4- T2 eum 
Fi =1 l.1.i 
An, Ty £ ёр 
Infinitely long concentric cylinders 
Аут 
Acn Gop Amd TA) i529 
01.15 (a 
Fy=1 & ёо \г, 
Concentric spheres 
Bp 
Q) А, (5) d _Ayo(T4-T4) (22-40) 
1273 Lm X 
] i y 
Fy=l 81785 T) 
i Qi о(12-14) (5.67 x 10-5 W/m? - K^[(800 K)^ — (500 K)4] 
LN NE ET HE i 1 
= 3625 W/m? 


Discussion Note that heat at a net rate of 3625 W is transferred from plate 1 
to plate 2 by radiation per unit surface area of either plate. 





cen54261 ch22.Qxd 1/25/04 3:00 PM Page 1009 F | 


1009 
CHAPTER 22 





Radiation Heat Transfer 


in Three-Surface Enclosures 

We now consider an enclosure consisting of three opaque, diffuse, and gray 
surfaces, as shown in Fig. 22-26. Surfaces 1, 2, and 3 have surface areas 
Aj, Az, and A5; emissivities ei, &?, and e3; and uniform temperatures T,, T>, and 
T3, respectively. The radiation network of this geometry is constructed by fol- 
lowing the standard procedure: draw a surface resistance associated with each 
of the three surfaces and connect these surface resistances with space resis- 
tances, as shown in the figure. Relations for the surface and space resistances 
are given by Eqs. 22-26 and 22-31. The three endpoint potentials Ep1, Ep2, 
and E,3 are considered known, since the surface temperatures are specified. 
Then all we need to find are the radiosities J ;, J ;, and J 3. The three equations 
for the determination of these three unknowns are obtained from the require- 
ment that the algebraic sum of the currents (net radiation heat transfer) at 
each node must equal zero. That is, 


Еа) lazh hh 

















+ =0 
Ry К} Ris 
]: —]2. Ess 121218 
pOolI——g-——2t 
Ry R2 R5 
11-1312-13 Ез-]Јз 
p= f =0 (22-41) 
R5 R5 R3 





Once the radiosities J ;, J ;, and J ; are available, the net rate of radiation heat 
transfers at each surface can be determined from Eq. 22-32. 

The set of equations above simplify further if one or more surfaces are 
“special” in some way. For example, J; = E,; = oT)’ for a black or reradiating 
surface. Also, Q; = 0 for a reradiating surface. Finally, when the net rate of 
radiation heat transfer Q; is specified at surface i instead of the temperature, 
the term (E,; — J;)/R; should be replaced by the specified Q;. 








0, Зи 1 83 0; 
- е, 
(Ay, 
£y, As T3 
FIGURE 22-26 


Schematic of a three-surface enclosure and the radiation network associated with it. 
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= 700K 
=0.8 


T 







D 


Black 
T; =400 K 





T, =500 K 
€)=0.4 
FIGURE 22-27 
The cylindrical furnace 
considered in Example 22-8. 
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EXAMPLE 22-8 Radiation Heat Transfer in a Cylindrical Furnace 


Consider a cylindrical furnace with r, — H — 1 m, as shown in Fig. 22-27. 
The top (surface 1) and the base (surface 2) of the furnace have emissivities 
£j — 0.8 and eg; = 0.4, respectively, and are maintained at uniform tempera- 
tures T, — 700 K and 7, = 500 K. The side surface closely approximates a 
blackbody and is maintained at a temperature of T; — 400 K. Determine the 
net rate of radiation heat transfer at each surface during steady operation and 
explain how these surfaces can be maintained at specified temperatures. 


SOLUTION The surfaces of a cylindrical furnace are maintained at uniform 
temperatures. The net rate of radiation heat transfer at each surface during 
steady operation is to be determined. 


Assumptions 1 Steady operating conditions exist. 2 The surfaces are opaque, 
diffuse, and gray. 3 Convection heat transfer is not considered. 


Analysis We will solve this problem systematically using the direct method to 
demonstrate its use. The cylindrical furnace can be considered to be a three- 
surface enclosure with surface areas of 


A;—-A;— mt s(1m?- 314m? 
A; — 2qt,H — 2(1 m)(1m) — 628m? 


The view factor from the base to the top surface is, from Fig. 22-7, F1? — 0.38. 
Then the view factor from the base to the side surface is determined by apply- 
ing the summation rule to be 





since the base surface is flat and thus F4, — O. Noting that the top and bottom 
surfaces are symmetric about the side surface, Fo; = Fy. = 0.38 and 
Fo3 = Fy3 = 0.62. The view factor F3, is determined from the reciprocity 
relation, 


AyFy3 =A3F 32 — F 3, = Fy3(A,/A3) = (0.62)(0.314/0.628) = 0.31 


Also, F32 = Fz; = 0.31 because of symmetry. Now that all the view factors are 
available, we apply Eq. 22-35 to each surface to determine the radiosities: 


Top surface (i = 1): f=Jit шэг Ї2 


Bottom surface (і = 2): оТ4 =], + то ЕИ 12:11 + Е: ,3 (5 = Ј3)] 


Side surface (i = 3): оТ; =]; + an (since surface 3 is black and thus «3 = 1) 
Substituting the known quantities, 


(5.67 x 10-8 W/m? - K4)(700 K)4 = J + 





(1—]3) 0.6201 —]3)] 


(5.67 x 10 *W/m?-K^(500K) 2]; 





2 —J3 * 0.6205 —]3] 
(5.67 x 10-9 W/m? - K4)(400 K)4 =]; 
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Solving these equations for J;, J», and J3 gives 


Jı 11418 W/m?,]; — 4562 W/m, and J= 1452 W/m? 


Then the net rates of radiation heat transfer at the three surfaces are deter- 
mined from Eq. 22-34 to be 


Q; — AJF15201—J2 Pasa = ia 
= (3.14 m?)[0.38(11,418 — 4562) + 0.62(11,418 — 1452)] W/m? 
= 27.6 x 107 W = 27.6 kW 
0: = АЕ, (15 = 30) t F25302 —J3] 
(3.12 m2)[0.38(4562 — 11,418) + 0.62(4562 — 1452)] W/m2 
—2.13 x 102° W = —2.13 kW 
Q3 — AdF5.51(03—]3 + 23,2 03 = Ј2)] 
(6.28 m?)[0.31(1452 — 11,418) + 0.31(1452 — 4562)] W/m2 
= —25.5 x 10° W = —25.5 kW 


Note that the direction of net radiation heat transfer is from the top surface to 
the base and side surfaces, and the algebraic sum of these three quantities 
must be equal to zero. That is, 


Qı + Q, + Q; = 27.6 + (—2.13) + (—25.5) = 0 


Discussion To maintain the surfaces at the specified temperatures, we must 
supply heat to the top surface continuously at a rate of 27.6 kW while removing 
2.13 kW from the base and 25.5 kW from the side surfaces. 

The direct method presented here is straightforward, and it does not require 
the evaluation of radiation resistances. Also, it can be applied to enclosures 
with any number of surfaces in the same manner. 








EXAMPLE 22-9 Radiation Heat Transfer in a Triangular Furnace 


A furnace is shaped like a long equilateral triangular duct, as shown in Fig. 
22-28. The width of each side is 1 m. The base surface has an emissivity of 
0.7 and is maintained at a uniform temperature of 600 K. The heated left-side 
surface closely approximates a blackbody at 1000 K. The right-side surface is 
well insulated. Determine the rate at which heat must be supplied to the heated 
side externally per unit length of the duct in order to maintain these operating 








conditions. 
0, 5 J Riz Ja =Ey . . 
Ls ANNA : Aem 0,--0, 
Ry 
z m б Insulated 
B Кз R5; 

Tm 00K FIGURE 22-28 
ыг ( 5 Ep) The triangular furnace 
0,5 considered in Example 22-9. 
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FIGURE 22-29 


Schematic for Example 22-10. 
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SOLUTION Two of the surfaces of a long equilateral triangular furnace are 
maintained at uniform temperatures while the third surface is insulated. The ex- 
ternal rate of heat transfer to the heated side per unit length of the duct during 
steady operation is to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The surfaces are opaque, 
diffuse, and gray. 3 Convection heat transfer is not considered. 

Analysis The furnace can be considered to be a three-surface enclosure with a 
radiation network as shown in the figure, since the duct is very long and thus 
the end effects are negligible. We observe that the view factor from any surface 
to any other surface in the enclosure is 0.5 because of symmetry. Surface 3 is 
a reradiating surface since the net rate of heat transfer at that surface is zero. 
Then we must have Q, = —Qsz, since the entire heat lost by surface 1 must 
be gained by surface 2. The radiation network in this case is a simple series— 
parallel connection, and we can determine Q, directly from 


Ер Epp Еу = Е 


R (git : ЕЕ цо тү 
1 AR Аз + А53 Aye, UPC AF AF 





ос 





where 
fA e fs m As m will e 211 2 (per unit length of the duct) 
Ер = Ез = Ез = 0.5 (symmetry) 


Ey = oT? = (5.67 x 10.5 W [m? - K (600 K)* — 7348 Wm? 
Ер = оТ} = (5.67 х 1078 М /т? : K (1000 K )4 = 56,700 W/m? 


Substituting, 
. (56,700 — 7348) W/m? 
a Te 0.7 1 E 
See OL T UE 
2 гс: 22121512 201 1 1 


= 28.0 x 10? = 28.0kW 








Therefore, heat at a rate of 28 kW must be supplied to the heated surface per 
unit length of the duct to maintain steady operation in the furnace. 








EXAMPLE 22-10 Heat Transfer through a Tubular Solar Collector 


A solar collector consists of a horizontal aluminum tube having an outer diam- 
eter of 2 in enclosed in a concentric thin glass tube of 4-in diameter, as shown 
in Fig. 22-29. Water is heated as it flows through the tube, and the space be- 
tween the aluminum and the glass tubes is filled with air at 1 atm pressure. The 
pump circulating the water fails during a clear day, and the water temperature 
in the tube starts rising. The aluminum tube absorbs solar radiation at a rate of 
30 Btu/h per foot length, and the temperature of the ambient air outside is 
70°F. The emissivities of the tube and the glass cover are 0.95 and 0.9, 
respectively. Taking the effective sky temperature to be 50°F, determine the 
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temperature of the aluminum tube when steady operating conditions are 
established (i.e., when the rate of heat loss from the tube equals the amount of 
solar energy gained by the tube). 


SOLUTION The circulating pump of a solar collector that consists of a hori- 
zontal tube and its glass cover fails. The equilibrium temperature of the tube is 
to be determined. 


Assumptions 1 Steady operating conditions exist. 2 The tube and its cover are 
isothermal. 3 Air is an ideal gas. 4 The surfaces are opaque, diffuse, and gray 
for infrared radiation. 5 The glass cover is transparent to solar radiation. 


Properties The properties of air should be evaluated at the average tempera- 
ture. But we do not know the exit temperature of the air in the duct, and thus 
we cannot determine the bulk fluid and glass cover temperatures at this point, 
and thus we cannot evaluate the average temperatures. Therefore, we will as- 
sume the glass temperature to be 110°F, and use properties at an anticipated 
average temperature of (70 + 110)/2 = 90°F (Table A-22E), 


k = 0.01505 Btu/h - ft - °F Pr = 0.7275 
v = 0.6310 ft?/h — 1.753 x 10:55 Е l 


R 


Analysis This problem was solved in Chap. 9 by disregarding radiation heat 
transfer. Now we will repeat the solution by considering natural convection and 
radiation occurring simultaneously. 

We have a horizontal cylindrical enclosure filled with air at 1 atm pressure. 
The problem involves heat transfer from the aluminum tube to the glass cover 
and from the outer surface of the glass cover to the surrounding ambient air. 
When steady operation is reached, these two heat transfer rates must equal the 
rate of heat gain. That is, 


DERE = 08 2000: = O gain — 30 Btu/h (per foot of tube) 


The heat transfer surface area of the glass cover is 


Ao = Agas = (7D, L) = m(4/12 ft)(1 ft) — 1.047 f£ (per foot of tube) 


To determine the Rayleigh number, we need to know the surface temperature of 
the glass, which is not available. Therefore, it is clear that the solution will re- 
quire a trial-and-error approach. Assuming the glass cover temperature to be 
110°F, the Rayleigh number, the Nusselt number, the convection heat transfer 
coefficient, and the rate of natural convection heat transfer from the glass cover 
to the ambient air are determined to be 


=r 





Rap, = 2 
V 
_ (32.2 ft/s?)[1/(550 R)1(110 — 70 R)(4/12 ft)? Ч 6 
a (0.7275) = 2.054 x 10 
0.387 Кау? 2 0.387(2.054 х 109) 9 |2 
Ми- fos ане. z fos н ан 


= 17.89 
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K y, _ 0.01505 Btu/h - ft - °F Pe 
E A (17.89) = 0.8075 Btu/h - f£ - °F 


Qo, conv = Ny Ag(To — Tao) = (0.8075 Btu/h - f - °F)(1.047 ft2)(110 — 70)°F 
= 33.8 Btu/h 


Also, 


Q, rd 7 & cA JT — Ту) 
— (0.9)(0.1714 x 10-8 Btu/h - f£ - R*)(1.047 ft?)[(570 R)^ — (510 R)^] 
— 61.2 Btu/h 


Then the total rate of heat loss from the glass cover becomes 


Ооа = Quant Our 33:8 4-612 — 95.0 Btu/h 


which is much larger than 30 Btu/h. Therefore, the assumed temperature of 
110*F for the glass cover is high. Repeating the calculations with lower tem- 
peratures (including the evaluation of properties), the glass cover temperature 
corresponding to 30 Btu/h is determined to be 78?F (it would be 106*F if radi- 
ation were ignored). 

The temperature of the aluminum tube is determined in a similar manner 
using the natural convection and radiation relations for two horizontal concen- 
tric cylinders. The characteristic length in this case is the distance between the 
two cylinders, which is 


Lp — D2 =(4-— 2/2 — Tin 1/12 ft 





Also, 


A; = Ane = (mD4L) = «(2/12 ft)(1ft) — 0.5236 f£ (per foot of tube) 


We start the calculations by assuming the tube temperature to be 122?F, and 
thus an average temperature of (78 + 122)/2 = 100°F = 640 R. Using prop- 
erties at 100°F, 


T; - T)L? 


_ (32.2 ft/s*)[1/(640 R)](122 — 78 R)(1/12 ft)? d 
(1.809 x 10-4 ft?/s)? (0.726) — 3.249 x 10 





The effective thermal conductivity is 


[In(D ,/D;)]* 
Р сус = 220035 40.35) 
= [In(4/2)]* 
(1/12 ft)? [(2/12 ft) 35 -- (4/12 ft) 35] 


p e 
Kerf = 0.386k (0888) (F cycR a) ^ 


= х No 0.726 4ү1/4 
= 0.386(0.01529 Btu/h - ft ХОЛ” гт eas (01466 х 3.249 х 10°) 


= 0.1466 





= 0.04032 Btu/h - ft - °F 


--Ө3--- 
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Then the rate of heat transfer between the cylinders by convection becomes 


f 2Tke 
Oon = ї р, (0) (T; [2 To) 
27(0.04032 Btu/h - ft ^F) 
In(4/2) 





(122 — 78)°F = 16.1 Btu/h 


Also, 
СА; (Т4 = T 


e Di 
€i 17 50 (5) 


(0.1714 x 10-8 Btu/h - ft? - R4)(0.5236 ft?)[(582 R)4 — (538 R)4] 


1 ,1-09(2in 
0.95 0.9 Min 


Then the total rate of heat loss from the glass cover becomes 


Qi rad = 








= 25.1 Btu/h 


ОО О ОТБ ДТВ шп 


which is larger than 30 Btu/h. Therefore, the assumed temperature of 122°F for 
the tube is high. By trying other values, the tube temperature corresponding 
to 30 Btu/h is determined to be 112°F (it would be 180°F if radiation were 
ignored). Therefore, the tube will reach an equilibrium temperature of 112°F 
when the pump fails. 


Discussion |t is clear from the results obtained that radiation should always be 
considered in systems that are heated or cooled by natural convection, unless 
the surfaces involved are polished and thus have very low emissivities. 








22-5 = RADIATION SHIELDS 
AND THE RADIATION EFFECTS 


Radiation heat transfer between two surfaces can be reduced greatly by 
inserting a thin, high-reflectivity (low-emissivity) sheet of material be- 
tween the two surfaces. Such highly reflective thin plates or shells are called 
radiation shields. Multilayer radiation shields constructed of about 20 
sheets per cm thickness separated by evacuated space are commonly used in 
cryogenic and space applications. Radiation shields are also used in temper- 
ature measurements of fluids to reduce the error caused by the radiation ef- 
fect when the temperature sensor is exposed to surfaces that are much hotter 
or colder than the fluid itself. The role of the radiation shield is to reduce the 
rate of radiation heat transfer by placing additional resistances in the path of 
radiation heat flow. The lower the emissivity of the shield, the higher the re- 
sistance. 

Radiation heat transfer between two large parallel plates of emissivi- 
ties sı and s, maintained at uniform temperatures T; and T, is given by 
Eq. 22-38: 


-6- 
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FIGURE 22-30 


The radiation shield placed between 
two parallel plates and the radiation 
network associated with it. 
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Now consider a radiation shield placed between these two plates, as shown in 
Figure 22-30. Let the emissivities of the shield facing plates 1 and 2 be 2; у 
and e; 2, respectively. Note that the emissivity of different surfaces of the 
shield may be different. The radiation network of this geometry is constructed, 
as usual, by drawing a surface resistance associated with each surface and 
connecting these surface resistances with space resistances, as shown in the 
figure. The resistances are connected in series, and thus the rate of radiation 
heat transfer is 


Eb — Ep2 
1-531 1—82, T l-es 
| A3 €3,2 | Аз Ез 





0 12, опе shield — (22-42) 


l-as 1 
I + 
А; еу Ai Fy 





Аз ез1 А е 
Noting that F 3 = F33 = 1 and A; = A, = A; = A for infinite parallel plates, 
Eq. 12-42 simplifies to 


0 12, one shield ~ 
! 1,1 1 1 
(1-2-1) 44:54:31) 


where the terms in the second set of parentheses in the denominator represent 
the additional resistance to radiation introduced by the shield. The appearance 
of the equation above suggests that parallel plates involving multiple radiation 
shields can be handled by adding a group of terms like those in the second set 
of parentheses to the denominator for each radiation shield. Then the radiation 
heat transfer through large parallel plates separated by N radiation shields 
becomes 





(22-43) 








81) €) 


Q 12, N shields ~ (2 1 


эн 
х. 
XL ON 
M 
w| 
is 

e 
sim 
NA 


(22-44) 
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If the emissivities of all surfaces are equal, Eq. 12-44 reduces to 


Ат(Т:-1)2) 1 


1 1 ны N+1 Q 12, no shield 
(N + 1(2+2-1) 





0 12, N shields = (22-45) 


Therefore, when all emissivities are equal, 1 shield reduces the rate of radia- 
tion heat transfer to one-half, 9 shields reduce it to one-tenth, and 19 shields 
reduce it to one-twentieth (or 5 percent) of what it was when there were no 
shields. 

The equilibrium temperature of the radiation shield T; in Figure 22-30 can 
be determined by expressing Eq. 22-43 for Q 3 or Q 23 (which involves T.) 
after evaluating Qj, from Eq. 22-43 and noting that Q 2 = Q 13 = Q 23 when 
steady conditions are reached. 

Radiation shields used to reduce the rate of radiation heat transfer between 
concentric cylinders and spheres can be handled in a similar manner. In case 
of one shield, Eq. 22-42 can be used by taking F ;3 = F33 = 1 for both cases 
and by replacing the A’s by the proper area relations. 


Radiation Effect on Temperature Measurements 

A temperature measuring device indicates the temperature of its sensor, which 
is Supposed to be, but is not necessarily, the temperature of the medium that 
the sensor is in. W hen a thermometer (or any other temperature measuring de- 
vice such as a thermocouple) is placed in a medium, heat transfer takes place 
between the sensor of the thermometer and the medium by convection until 
the sensor reaches the temperature of the medium. B ut when the sensor is sur- 
rounded by surfaces that are at a different temperature than the fluid, radiation 
exchange will take place between the sensor and the surrounding surfaces. 
W hen the heat transfers by convection and radiation balance each other, the 
sensor will indicate a temperature that falls between the fluid and surface tem- 
peratures. Below we develop a procedure to account for the radiation effect 
and to determine the actual fluid temperature. 

Consider a thermometer that is used to measure the temperature of a 
fluid flowing through a large channel whose walls are at a lower temperature 
than the fluid (Fig. 22-31). Equilibrium will be established and the reading of Ta, 
the thermometer will stabilize when heat gain by convection, as measured 
by the sensor, equals heat loss by radiation (or vice versa). That is, on a unit- 





area basis, 
q conv, to sensor q rad, from sensor 
h(T; m Tin) = en o(T & m Ty) 
or FIGURE 22-31 
A thermometer used to measure the 
egy (Td — TZ) temperature of a fluid in a channel. 


Т = Ta + = (K) (22-46) 
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Ф 8) Ф 
€, =0.2 £; 207 
T, =800K T, =500K 
£3201| , 
d 
FIGURE 22-32 


Schematic for Example 22-11. 
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where 


T; = actual temperature of the fluid, K 
Ti, = temperature value measured by the thermometer, K 
Т, = temperature of the surrounding surfaces, K 

h — convection heat transfer coefficient, W/m? - K 

e = emissivity of the sensor of the thermometer 


The last term in Eq. 22-46 is due to the radiation effect and represents the 
radiation correction. Note that the radiation correction term is most signifi- 
cant when the convection heat transfer coefficient is small and the emissivity 
of the surface of the sensor is large. Therefore, the sensor should be coated 
with a material of high reflectivity (low emissivity) to reduce the radiation 
effect, 

Placing the sensor in a radiation shield without interfering with the fluid 
flow also reduces the radiation effect. The sensors of temperature measure- 
ment devices used outdoors must be protected from direct sunlight since the 
radiation effect in that case is sure to reach unacceptable levels. 

The radiation effect is also a significant factor in human comfort in heating 
and air-conditioning applications. A person who feels fine in a room at a spec- 
ified temperature may feel chilly in another room at the same temperature as 
a result of the radiation effect if the walls of the second room are at a consid- 
erably lower temperature. For example, most people will feel comfortable in 
a room at 22°C if the walls of the room are also roughly at that temperature. 
When the wall temperature drops to 5°C for some reason, the interior tem- 
perature of the room must be raised to at least 27°C to maintain the same level 
of comfort. Therefore, well-insulated buildings conserve energy not only by 
reducing the heat loss or heat gain, but also by allowing the thermostats to be 
set at a lower temperature in winter and at a higher temperature in summer 
without compromising the comfort level. 





EXAMPLE 22-11 Radiation Shields 


A thin aluminum sheet with an emissivity of 0.1 on both sides is placed be- 
tween two very large parallel plates that are maintained at uniform temperatures 
T, = 800 K and T; — 500 K and have emissivities e; — 0.2 and eg; = 0.7, re- 
spectively, as shown in Fig. 22-32. Determine the net rate of radiation heat 
transfer between the two plates per unit surface area of the plates and compare 
the result to that without the shield. 


SOLUTION A thin aluminum sheet is placed between two large parallel plates 
maintained at uniform temperatures. The net rates of radiation heat transfer be- 
tween the two plates with and without the radiation shield are to be determined. 


Assumptions The surfaces are opaque, diffuse, and gray. 


Analysis The net rate of radiation heat transfer between these two plates with- 
out the shield was determined in Example 22-7 to be 3625 W/m?. Heat trans- 
fer in the presence of one shield is determined from Eq. 22-43 to be 
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d Q5, one shield AP = WA) 
12, one shield ~ A 
221 1 1 
(1-2-1)(4:545-1) 


(5.67 x 10-8 W/m? ? K*)[(800 K )* — (500 K )4] 


1 1 1 1 
Села) пела 


= 806 W/m? 





Discussion Note that the rate of radiation heat transfer reduces to about one- 
fourth of what it was as a result of placing a radiation shield between the two 
parallel plates. 








EXAMPLE 22-12 Radiation Effect on Temperature Measurements 


A thermocouple used to measure the temperature of hot air flowing in a duct 
whose walls are maintained at 7, = 400 K shows a temperature reading of 
Ta = 650 K (Fig. 22-33). Assuming the emissivity of the thermocouple Ty, =650K 
junction to be s = 0.6 and the convection heat transfer coefficient to be h = 
80 W/m? - °C, determine the actual temperature of the air. 





SOLUTION The temperature of air in a duct is measured. The radiation effect T 
on the temperature measurement is to be quantified, and the actual air гн £206 _, 
temperature is to be determined. 
Assumptions The surfaces are opaque, diffuse, and gray. T,, = 400 K 
Analysis The walls of the duct are at a considerably lower temperature than 

FIGURE 22-33 


the air in it, and thus we expect the thermocouple to show a reading lower than | 
the actual air temperature as a result of the radiation effect. The actual air tem- Schematic for Example 22-12. 
perature is determined from Eq. 22-46 to be 


en mT -TA 





Т, z Tih ar h 
a 0.6 x (5.67 x 10-8 W/m? - K4)[(650 K)4 — (400 K)*] 
p 80 Wim? - °C 
= 715 K 


Note that the radiation effect causes a difference of 65°C (or 65 K since °C = K 
for temperature differences) in temperature reading in this case. 








SUMMARY 


Radiaton heat transfer between surfaces depends on the ori- the radiation leaving surface i that strikes surface j directly. 
entation of the surfaces relative to each other, the effects of The view factors between differential and finite surfaces 
orientation are accounted for by the geometric parameter аге expressed as differential view factor dF aa, aa, ÎS €X- 
view factor. The view factor from a surface i to a surface j pressed as 

is denoted by F; j or Fij, and is defined as the fraction of 


--Ө3--- 


cen54261 ch22.qxd 





1/25/04 3:00 PM Page 1020 


1020 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


Qua,saa, COS A, COS A> 
OF aa, > dA, = : T cm dA; 
Qu, T 


COS 0, COS 0; 
Ғад, >л, = — ——, — dA; 
1 2 A пг? 
2 


Ода 3l | COS 0, COS 05 
А, ЈА; 


Fi =Fasa,= : E qr? 


Qa, 
where r is the distance between dA, and dA;, and 6, and 6; are 
the angles between the normals of the surfaces and the line that 
connects dA, and dA. 

The view factor F ; _,; represents the fraction of the radiation 
leaving surface i that strikes itself directly; F; ,; — 0 for plane 
or convex surfaces and F;_,; # 0 for concave surfaces. For 
view factors, the reciprocity rule is expressed as 








dA, dA, 


Ag Py ig) = Ay Fp 


The sum of the view factors from surface i of an enclosure to 
all surfaces of the enclosure, including to itself, must equal 
unity. This is known as the summation rule for an enclosure. 
The superposition rule is expressed as the view factor from a 
surface i to a surface j is equal to the sum of the view factors 
from surface i to the parts of surface j. The symmetry rule is 
expressed as if the surfaces j and k are symmetric about the 
surface | then F;_,; = Fi_,x. 

The rate of net radiation heat transfer between two black sur- 
faces is determined from 


O142=AiFi_.0(T# - TS) (W) 


The net radiation heat transfer from any surface i of a black 
enclosure is determined by adding up the net radiation heat 
transfers from surface i to each of the surfaces of the enclosure: 

N N 
Qi — X Q7 » AFLolTi—T) (W) 
j=l j=l 

The total radiation energy leaving a surface per unit time and 
per unit area is called the radiosity and is denoted by J. The 
net rate of radiation heat transfer from a surface i of surface 
area A; is expressed as 


where 





2H 


А, £j 


is the surface resistance to radiation. The net rate of radiation 
heat transfer from surface i to surface j can be expressed as 


Qi. аз 


Ri 





inj 


—— 


where 


1 
Мы Ai Fi; 

is the space resistance to radiation. The network method is 
applied to radiation enclosure problems by drawing a surface 
resistance associated with each surface of an enclosure and 
connecting them with space resistances. Then the problem is 
solved by treating it as an electrical network problem where the 
radiation heat transfer replaces the current and the radiosity 
replaces the potential. The direct method is based on the 
following two equations: 


Surfaces with specified 


N 
net heat transfer rate 0, QSA È Fi sili J) 


j=1 
L2 d 
z MF -)) 


ј=1 


Surfaces with specified 


4-1 
temperature T; а м 





The first group (for surfaces with specified heat transfer rates) 
and the second group (for surfaces with specified tempera- 
tures) of equations give N linear algebraic equations for the de- 
termination of the N unknown radiosities for an N-surface 
enclosure. Once the radiosities J ,] ;, . . ., Jy are available, the 
unknown surface temperatures and heat transfer rates can be 
determined from the equations just shown. 

T he net rate of radiation transfer between any two gray, dif- 
fuse, opaque surfaces that form an enclosure is given by 


TN e(T? - T7) 
тв. 1 = 
Ai Fy Аз е) 


(М) 











А; еу 


Radiation heat transfer between two surfaces can be reduced 
greatly by inserting between the two surfaces thin, high- 
reflectivity (low-emissivity) sheets of material called ra- 
diation shields. Radiation heat transfer between two large 
parallel plates separated by N radiation shields is 


Aa(T? — T2) 
Eu 1 1 
1-8-1) 84:54:71) 


1 1 


The radiation effect in temperature measurements can be prop- 
erly accounted for by the relation 





Qi, N shields ~ ( 


Eth о(Т6 7 Ta! 


Т = Ta h 


(K) 

where T; is the actual temperature of the fluid, T,, is the tem- 
perature value measured by the thermometer, and Tẹ is the 
temperature of the surrounding walls, all in K. 
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PROBLEMS* 


The View Factor 


22-1C What does the view factor represent? When is the 
view factor from a surface to itself not zero? 


22-2C How can you determine the view factor F ;; when the 
view factor F ;, and the surface areas are available? 


22-3C What are the summation rule and the superposition 
rule for view factors? 


22-4C  Whatis the crossed-strings method? For what kind of 
geometries is the crossed-strings method applicable? 


22-5 Consider an enclosure consisting of six surfaces. How 
many view factors does this geometry involve? How many 





*Problems designated by a "C" are concept questions, and students 
are encouraged to answer them all. Problems designated by an “E” 
are in English units, and the SI users can ignore them. Problems 
with a CD-EES icon @ are solved using EES, and complete 
solutions together with parametric studies are included on the 
enclosed CD. Problems with a computer-EES icon & are compre- 
hensive in nature, and are intended to be solved with a computer, 
preferably using the EES software that accompanies this text. 





of these view factors can be determined by the application of 
the reciprocity and the summation rules? 


22-6 Consider an enclosure consisting of five surfaces. How 
many view factors does this geometry involve? How many 
of these view factors can be determined by the application of 
the reciprocity and summation rules? 


22-7 Consider an enclosure consisting of 12 surfaces. How 
many view factors does this geometry involve? How many of 
these view factors can be determined by the application of the 
reciprocity and the summation rules? Answers: 144, 78 


22-8 Determine the view factors F,3 and F.3 between the 
rectangular surfaces shown in Fig. P22-8. 





FIGURE P22-8 


FIGURE P22-11 

(a) Semicylindrical duct. 
(b) Triangular duct. 

(c) Rectangular duct. 
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0 — 


(а) (0) 
FIGURE P22-12 

(a) Semicylindrical groove. 

(b) Triangular groove. 

(c) Rectangular groove. 


22-9 Consider a cylindrical enclosure whose height is 
twice the diameter of its base. Determine the view factor 
from the side surface of this cylindrical enclosure to its base 
surface. 


22-10 Consider a hemispherical furnace with a flat circular 
base of diameter D. Determine the view factor from the dome 
of this furnace to its base. Answer: 0.5 


22-11 Determine the view factors F ,, and F ;, for the very 
long ducts shown in Fig. P22-11 without using any view factor 
tables or charts. Neglect end effects. 


22-12 Determine the view factors from the very long 
grooves shown in Fig. P22-12 to the surroundings without us- 
ing any view factor tables or charts. N eglect end effects. 


22-13 Determine the view factors from the base of a cube to 
each of the other five surfaces. 


22-14 Consider a conical enclosure of height h and base di- 
ameter D. Determine the view factor from the conical side 
surface to a hole of diameter d located at the center of the 
base. 


3 


3 


FIGURE P22-16 (a) 





—— 








L—»— 


FIGURE P22-14 


22-15 Determine the four view factors associated with an en- 
closure formed by two very long concentric cylinders of radii 
rı and r>. Neglect the end effects. 


22-16 Determine the view factor F ;; between the rectangular 
surfaces shown in Fig. P22-16. 


22-17 Two infinitely long parallel cylinders of diameter D 
are located a distance s apart from each other. Determine the 
view factor F ;; between these two cylinders. 


22-18 Three infinitely long parallel cylinders of diameter D 
are located a distance s apart from each other. Determine the 
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view factor between the cylinder in the middle and the sur- 
roundings. 


С 
Цаа - 


FIGURE P22-18 


Radiation Heat Transfer between Surfaces 


22-19C Why isthe radiation analysis of enclosures that con- 
sist of black surfaces relatively easy? How is the rate of radia- 
tion heat transfer between two surfaces expressed in this case? 


22-20C How does radiosity for a surface differ from the 
emitted energy? For what kind of surfaces are these two quan- 
tities identical? 

22-21C What are the radiation surface and space resis- 
tances? How are they expressed? For what kind of surfaces is 
the radiation surface resistance zero? 


22-22C What are the two methods used in radiation analy- 
sis? How do these two methods differ? 


22-23С Whatis a reradiating surface? W hat simplifications 
does a reradiating surface offer in the radiation analysis? 


22-24E Consider a 10-ft x 10-ft x 10-ft cubical furnace 
whose top and side surfaces closely approximate black sur- 
faces and whose base surface has an emissivity s = 0.7. The 
base, top, and side surfaces of the furnace are maintained at 
uniform temperatures of 800 R, 1600 R, and 2400 R, respec- 
tively. Determine the net rate of radiation heat transfer between 
(a) the base and the side surfaces and (b) the base and the top 
surfaces. Also, determine the net rate of radiation heat transfer 
to the base surface. 


22-25E egy Reconsider Prob. 22-24F. Using EES (or 

ss other) software, investigate the effect of base 
surface emissivity on the net rates of radiation heat transfer be- 
tween the base and the side surfaces, between the base and top 
surfaces, and to the base surface. L et the emissivity vary from 
0.1 to 0.9. Plot the rates of heat transfer as a function of emis- 
sivity, and discuss the results. 


22-26 Two very large parallel plates are maintained at uni- 
form temperatures of T; = 600 K and T, = 400 К апа һауе 
emissivities ©; = 0.5 and e, = 0.9, respectively. Determine the 
net rate of radiation heat transfer between the two surfaces per 
unit area of the plates. 
22-27 egy Reconsider Prob. 22-26. Using EES (or other) 
== software, investigate the effects of the tempera- 
ture and the emissivity of the hot plate on the net rate of radia- 


—$— 


1023 
CHAPTER 22 


tion heat transfer between the plates. L et the temperature vary 
from 500 K to 1000 K and the emissivity from 0.1 to 0.9. Plot 
the net rate of radiation heat transfer as functions of tempera- 
ture and emissivity, and discuss the results. 


22-28 A furnace is of cylindrical shape with R =H =2 m. 
The base, top, and side surfaces of the furnace are all black and 
are maintained at uniform temperatures of 500, 700, and 
1200 K, respectively. Determine the net rate of radiation heat 
transfer to or from the top surface during steady operation. 





FIGURE P22-28 


22-29 Consider a hemispherical furnace of diameter 
D =5 mwith a flat base. The dome of the furnace is black, and 
the base has an emissivity of 0.7. The base and the dome of the 
furnace are maintained at uniform temperatures of 400 and 
1000 K, respectively. Determine the net rate of radiation heat 
transfer from the dome to the base surface during steady oper- 
ation. Answer: 759 kW 


Black 
(2) 
D 


зп 
FIGURE P22-29 


22-30 Two very long concentric cylinders of diameters 
D; = 0.2 m and D, = 0.5 m are maintained at uniform temper- 
atures of T; = 950 K and T, = 500 K and have emissivities 
£j — land e; — 0.7, respectively. Determine the net rate of ra- 
diation heat transfer between the two cylinders per unit length 
of the cylinders. 


22-31 This experiment is conducted to determine the emis- 
sivity of a certain material. A long cylindrical rod of diameter 
D, = 0.01 m is coated with this new material and is placed in 
an evacuated long cylindrical enclosure of diameter 
D, = 0.1 m and emissivity e; — 0.95, which is cooled exter- 
nally and maintained at a temperature of 200 K at all times. 
Therod is heated by passing electric current through it. W hen 
steady operating conditions are reached, it is observed that 
the rod is dissipating electric power at a rate of 8 W per unit 
of its length and its surface temperature is 500 K . Based on 
these measurements, determine the emissivity of the coating 
on the rod. 

22-32E A furnaceis shaped like a long semicylindrical duct 
of diameter D — 15 ft. The base and the dome of the furnace 
have emissivities of 0.5 and 0.9 and are maintained at uniform 
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temperatures of 550 and 1800 R, respectively. Determine the 
net rate of radiation heat transfer from the dome to the base 
surface per unit length during steady operation. 





kD =15 ft 
FIGURE P22-32E 


22-33 Two parallel disks of diameter D = 0.6 m separated 
by L = 0.4 m are located directly on top of each other. Both 
disks are black and are maintained at a temperature of 700 K. 
The back sides of the disks are insulated, and the environment 
that the disks are in can be considered to be a blackbody at 
T, — 300 K. Determine the net rate of radiation heat transfer 
from the disks to the environment. Answer: 5505 W 


22-34 A furnace is shaped like a long equilateral-triangular 
duct where the width of each side is 2 m. Heat is supplied from 
the base surface, whose emissivity is c, = 0.8, at a rate of 
800 W/m? while the side surfaces, whose emissivities are 0.5, 
are maintained at 500 K . Neglecting the end effects, determine 
the temperature of the base surface. Can you treat this geome- 
try as a two-surface enclosure? 


22-35 е Reconsider Prob. 22-34. Using EES (or other) 

ss software, investigate the effects of the rate of 
the heat transfer at the base surface and the temperature of the 
side surfaces on the temperature of the base surface. L et the 
rate of heat transfer vary from 500 W/m? to 1000 W/m? and 
the temperature from 300 K to 700 K . Plot the temperature of 
the base surface as functions of the rate of heat transfer and 
the temperature of the side surfaces, and discuss the results. 


22-36 Consider a 4-m x 4-m x 4-m cubical furnace whose 
floor and ceiling are black and whose side surfaces are reradi- 
ating. The floor and the ceiling of the furnace are maintained at 
temperatures of 550 K and 1100 K , respectively. Determine 
the net rate of radiation heat transfer between the floor and the 
ceiling of the furnace. 


22-37 Two concentric spheres of diameters Dj — 0.3 m 
and D; — 0.8 m are maintained at uniform temperatures 
T4, 7 700 K and T; — 400K and have emissivities e, — 0.5 and 
e = 0.7, respectively. Determine the net rate of radiation heat 
transfer between the two spheres. Also, determine the convec- 
tion heat transfer coefficient at the outer surface if both the sur- 
rounding medium and the surrounding surfaces are at 30°C. 
Assume the emissivity of the outer surface is 0.35. 


22-38 A spherical tank of diameter D = 2 m that is filled 
with liquid nitrogen at 100 K is kept in an evacuated cubic en- 
closure whose sides are 3 m long. The emissivities of the 


—— 


spherical tank and the enclosure are e — 0.1 and e; = 0.8, 
respectively. If the temperature of the cubic enclosure is mea- 
sured to be 240 K , determine the net rate of radiation heat 
transfer to the liquid nitrogen. Answer: 228 W 


Liqui 


FIGURE P22-38 


22-39 Repeat Prob. 22-38 by replacing the cubic enclosure 
by a spherical enclosure whose diameter is 3 m. 


22-40 «c Reconsider Prob. 22-38. Using EES (or other) 

== software, investigate the effects of the side 
length and the emissivity of the cubic enclosure, and the emis- 
sivity of the spherical tank on the net rate of radiation heat 
transfer. L et the side length vary from 2.5 m to 5.0 m and both 
emissivities from 0.1 to 0.9. Plot the net rate of radiation heat 
transfer as functions of side length and emissivities, and dis- 
cuss the results. 


22-41 Consider a circular grill whose diameter is 0.3 m. The 
bottom of the grill is covered with hot coal bricks at 1100 K , 
while the wire mesh on top of the grill is covered with steaks 
initially at 5°C. The distance between the coal bricks and the 
steaks is 0.20 m. Treating both the steaks and the coal bricks as 
blackbodies, determine the initial rate of radiation heat transfer 
from the coal bricks to the steaks. Also, determine the initial 
rate of radiation heat transfer to the steaks if the side opening 
of the grill is covered by aluminum foil, which can be approx- 
imated as a reradiating surface. Answers: 1674 W, 3757 W 


Steaks 





Coal — 
bricks 





FIGURE P22-41 
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22-42E A 19-ft-high room with a base area of 12 ft x 12 ft 
is to be heated by electric resistance heaters placed on the ceil- 
ing, which is maintained at a uniform temperature of 90°F at all 
times. The floor of the room is at 65°F and has an emissivity of 
0.8. The side surfaces are well insulated. Treating the ceiling as 
a blackbody, determine the rate of heat loss from the room 
through the floor. 


22-43 Consider two rectangular surfaces perpendicular to 
each other with a common edge which is 1.6 m long. The hor- 
izontal surface is 0.8 m wide and the vertical surface is 1.2 m 
high. The horizontal surface has an emissivity of 0.75 and is 
maintained at 400 K . The vertical surface is black and is main- 
tained at 550 K. The back sides of the surfaces are insulated. 
The surrounding surfaces are at 290 K, and can be considered 
to have an emissivity of 0.85. Determine the net rate of radia- 
tion heat transfers between the two surfaces, and between the 
horizontal surface and the surroundings. 


T, =550K 


&=1 W=1.6m © 





T, =400K 
€1 =0.75 


FIGURE P22-43 


22-44 Two long parallel 16-cm-diameter cylinders are 
located 50 cm apart from each other. B oth cylinders are black, 
and are maintained at temperatures 425 K and 275 K. The 
surroundings can be treated as a blackbody at 300 K. For 
a 1-m-long section of the cylinders, determine the rates of 
radiation heat transfer between the cylinders and between the 
hot cylinder and the surroundings. 





T,2275K 
£71 


FIGURE P22-44 


22-45 Consider a long semicylindrical duct of diameter 
1.0 m. Heat is supplied from the base surface, which is black, 
at arate of 1200 W /m?, while the side surface with an emissiv- 
ity of 0.4 are is maintained at 650 K. Neglecting the end ef- 
fects, determine the temperature of the base surface. 


—— 
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22-46 Consider a 20-cm-diameter hemispherical enclosure. 
The dome is maintained at 600 K and heat is supplied from the 
dome at a rate of 50 W while the base surface with an emissiv- 
ity is 0.55 is maintained at 400 K. Determine the emissivity of 
the dome. 


Radiation Shields and the Radiation Effect 
22-47C Whatisa radiation shield? W hy is it used? 


22-48C Whatis the radiation effect? How does it influence 
the temperature measurements? 


22-49C Give examples of radiation effects that affect human 
comfort. 


22-50 Consider a person whose exposed surface area is 
1.7 m?, emissivity is 0.85, and surface temperature is 30°C. De- 
termine the rate of heat loss from that person by radiation in a 
large room whose walls are at a temperature of (a) 300 K and 
(b) 280 K . 


22-51 A thin aluminum sheet with an emissivity of 0.15 on 
both sides is placed between two very large parallel plates, 
which are maintained at uniform temperatures T; = 900 K and 
Т, = 650 К апа have emissivities e, — 0.5 and s, = 0.8, 
respectively. Determine the net rate of radiation heat transfer 
between the two plates per unit surface area of the plates and 
compare the result with that without the shield. 





FIGURE P22-51 


22-52 Reconsider Prob. 22-51. Using EES (or other) 

ss software, plot the net rate of radiation heat 
transfer between the two plates as a function of the emissivity 
of the aluminum sheet as the emissivity varies from 0.05 to 
0.25, and discuss the results. 


22-53 Two very large parallel plates are maintained at uni- 
form temperatures of T; = 1000 K and T, = 800 K and have 
emissivities of s3 = s) = 0.2, respectively. It is desired to 
reduce the net rate of radiation heat transfer between the two 
plates to one-fifth by placing thin aluminum sheets with an 
emissivity of 0.15 on both sides between the plates. Determine 
the number of sheets that need to be inserted. 


22-54 Five identical thin aluminum sheets with emissivi- 
ties of 0.1 on both sides are placed between two very large 
parallel plates, which are maintained at uniform temperatures 
of Tı = 800 K andT, = 450 K and have emissivities of e; — 
&, = 0.1, respectively. Determine the net rate of radiation 
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heat transfer between the two plates per unit surface area of 
the plates and compare the result to that without the shield. 


22-55 egy Reconsider Prob. 22-54. Using EES (or other) 

= software, investigate the effects of the number 
of the aluminum sheets and the emissivities of the plates on the 
net rate of radiation heat transfer between the two plates. Let 
the number of sheets vary from 1 to 10 and the emissivities of 
the plates from 0.1 to 0.9. Plot the rate of radiation heat trans- 
fer as functions of the number of sheets and the emissivities of 
the plates, and discuss the results. 


22-56E Two parallel disks of diameter D = 3 ft separated by 
L = 2 ft are located directly on top of each other. The disks are 
separated by a radiation shield whose emissivity is 0.15. Both 
disks are black and are maintained at temperatures of 1200 R 
and 700 R, respectively. The environment that the disks are in 
can be considered to be a blackbody at 540 R. Determine the 
net rate of radiation heat transfer through the shield under 
steady conditions. Answer: 866 Btu/h 





FIGURE P22-56E 


22-57 A radiation shield that has the same emissivity ез оп 
both sides is placed between two large parallel plates, which 
are maintained at uniform temperatures of T, = 650 K and 
T, = 400 K and have emissivities of е; = 0.6 and e; — 0.9, 
respectively. Determine the emissivity of the radiation shield if 
the radiation heat transfer between the plates is to be reduced to 
15 percent of that without the radiation shield. 


22-58 egy Reconsider Prob. 22-57. Using EES (or other) 

<= software, investigate the effect of the percent 
reduction in the net rate of radiation heat transfer between the 
plates on the emissivity of the radiation shields. L et the percent 
reduction vary from 40 to 95 percent. Plot the emissivity ver- 
sus the percent reduction in heat transfer, and discuss the 
results. 


22-59 Two coaxial cylinders of diameters D, = 0.10 m and 
D; — 0.30 m and emissivities e; — 0.7 and e; — 0.4 are main- 
tained at uniform temperatures of T; = 750K andT, = 500K, 
respectively. Now a coaxial radiation shield of diameter 


—— 


D, = 0.20 m and emissivity e = 0.2 is placed between the two 
cylinders. Determine the net rate of radiation heat transfer 
between the two cylinders per unit length of the cylinders and 
compare the result with that without the shield. 


22-60 се Reconsider Prob. 22-59. Using EES (or other) 

Ss software, investigate the effects of the diameter 
of the outer cylinder and the emissivity of the radiation shield 
on the net rate of radiation heat transfer between the two cylin- 
ders. Let the diameter vary from 0.25 m to 0.50 m and the 
emissivity from 0.05 to 0.35. Plot the rate of radiation heat 
transfer as functions of the diameter and the emissivity, and 
discuss the results. 


Review Problems 


22-61 A thermocouple used to measure the temperature 
of hot air flowing in a duct whose walls are maintained at 
T, = 500 K shows a temperature reading of T4, = 850 К. 
Assuming the emissivity of the thermocouple junction to be 
& = 0.6 and the convection heat transfer coefficient to be 
h = 60 W/m : °C, determine the actual temperature of air. 
Answer: 1111 K 


Thermocouple 
Т = 850 К 





(Ty =500 K 
FIGURE P22-61 


22-62 A thermocouple shielded by aluminum foil of emis- 
sivity 0.15 is used to measure the temperature of hot gases 
flowing in a duct whose walls are maintained at T,, = 380 K. 
The thermometer shows a temperature reading of Ta = 530 K. 
Assuming the emissivity of the thermocouple junction to 
ре е = 0.7 апа the convection heat transfer coefficient to be 
h = 120 W/m? : *C, determine the actual temperature of the 
gas. W hat would the thermometer reading be if no radiation 
shield was used? 


22-63E Consider a sealed 8-in-high electronic box whose 
base dimensions are 12 in x 12 in placed in a vacuum cham- 
ber. The emissivity of the outer surface of the box is 0.95. If the 
electronic components in the box dissipate a total of 100 W of 
power and the outer surface temperature of the box is not to ex- 
ceed 130°F, determine the highest temperature at which the 
surrounding surfaces must be kept if this box isto be cooled by 
radiation alone. A ssume the heat transfer from the bottom sur- 
face of the box to the stand to be negligible. Answer: 43°F 
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Electronic 
box 


FIGURE P22-63E 


22-64 A 2-m-internal-diameter double-walled spherical tank 
is used to store iced water at 0°C. Each wall is 0.5 cm thick, 
and the 1.5-cm-thick air space between the two walls of the 
tank is evacuated in order to minimize heat transfer. T he sur- 
faces surrounding the evacuated space are polished so that each 
surface has an emissivity of 0.15. The temperature of the outer 
wall of the tank is measured to be 20°C. Assuming the inner 
wall of the steel tank to be at 0°C, determine (a) the rate of heat 
transfer to the iced water in the tank and (b) the amount of ice 
at 0°C that melts during a 24-h period. 





FIGURE P22-64 


22-65 Two concentric spheres of diameters D, = 15 cm and 
D; — 25 cm are separated by air at 1 atm pressure. The surface 
temperatures of the two spheres enclosing the air are 
Т; = 350 К andT, = 275K, respectively, and their emissivi- 
ties are 0.5. Determine the rate of heat transfer from the inner 
sphere to the outer sphere by (a) natural convection and 
(b) radiation. 


22-66 Consider a 1.5-m-high and 3-m-wide solar collector 
that is tilted at an angle 20° from the horizontal. The distance 
between the glass cover and the absorber plate is 3 cm, and the 
back side of the absorber is heavily insulated. The absorber 
plate and the glass cover are maintained at temperatures of 
80°C and 32°C, respectively. The emissivity of the glass sur- 
face is 0.9 and that of the absorber plate is 0.8. Determine the 


—— 
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rate of heat loss from the absorber plate by natural convection 
and radiation. Answers: 750 W, 1289 W 







Sol 
"s S 
ч 32°С 
ҮЭ 80°C f 
A bsorber 
^i 





FIGURE P22-66 


22-67E A solar collector consists of a horizontal 
RS aluminum tube having an outer diameter of 
2.5 in enclosed in a concentric thin glass tube of diameter 5 in. 
Water is heated as it flows through the tube, and the annular 
space between the aluminum and the glass tube is filled with 
air at 0.5 atm pressure. The pump circulating the water fails 
during a clear day, and the water temperature in the tube starts 
rising. The aluminum tube absorbs solar radiation at a rate of 
30 B tu/h per foot length, and the temperature of the ambient air 
outside is 75°F. The emissivities of the tube and the glass cover 
are 0.9. Taking the effective sky temperature to be 60°F, deter- 
mine the temperature of the aluminum tube when thermal equi- 
librium is established (i.e., when the rate of heat loss from the 
tube equals the amount of solar energy gained by the tube). 


22-68 A vertical 2-m-high and 3-m-wide double-pane win- 
dow consists of two sheets of glass separated by a 5-cm-thick 
air gap. In order to reduce heat transfer through the window, 
the air space between the two glasses is partially evacuated to 
0.3 atm pressure. The emissivities of the glass surfaces are 0.9. 








FIGURE P22-68 
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Taking the glass surface temperatures across the air gap to be 
15°C and 5°C, determine the rate of heat transfer through the 
window by natural convection and radiation. 


22-69 (ae A simple solar collector is built by placing a 

«&» 6-cm-diameter clear plastic tube around a gar- 
den hose whose outer diameter is 2 cm. The hose is painted 
black to maximize solar absorption, and some plastic rings 
are used to keep the spacing between the hose and the clear 
plastic cover constant. T he emissivities of the hose surface and 
the glass cover are 0.9, and the effective sky temperature is 
estimated to be 15?C. The temperature of the plastic tube 
is measured to be 40°C, while the ambient air temperature is 
25°C. Determine the rate of heat loss from the water in the hose 
by natural convection and radiation per meter of its length 
under steady conditions. Answers: 5.2 W, 26.2 W 


Solar Tay =15°C 
radiation 
\ \ \ \ 2876 Clear plastic tube 
40°C 
Water c "E 
Spacer 


Garden hose 


FIGURE P22-69 


22-70 A solar collector consists of a horizontal copper tube 
of outer diameter 5 cm enclosed in a concentric thin glass 
tube of diameter 9 cm. Water is heated as it flows through the 
tube, and the annular space between the copper and the glass 
tubes is filled with air at 1 atm pressure. The emissivities of 
the tube surface and the glass cover are 0.85 and 0.9, respec- 
tively. During a clear day, the temperatures of the tube sur- 
face and the glass cover are measured to be 60°C and 40°C, 
respectively. Determine the rate of heat loss from the collec- 
tor by natural convection and radiation per meter length of 
the tube. 


22-71 A furnace is of cylindrical shape with a diameter of 
1.2 m and a length of 1.2 m. The top surface has an emissivity 
of 0.70 and is maintained at 500 K . The bottom surface has an 
emissivity of 0.50 and is maintained at 650 K . The side surface 
has an emissivity of 0.40. Heat is supplied from the base 
surface at a net rate of 1400 W. Determine the temperature of 


—— 


the side surface and the net rates of heat transfer between the 
top and the bottom surfaces, and between the bottom and side 
surfaces. 


h=12m 





FIGURE P22-71 


22-72 Consider a cubical furnace with a side length of 3 m. 
The top surface is maintained at 700 K . The base surface has 
an emissivity of 0.90 and is maintained at 950 K . The side sur- 
faceis black and is maintained at 450 K . Heat is supplied from 
the base surface at a rate of 340 kW. Determine the emissivity 
of the top surface and the net rates of heat transfer between the 
top and the bottom surfaces, and between the bottom and side 
surfaces. 


22-73 A thin aluminum sheet with an emissivity of 0.12 on 
both sides is placed between two very large parallel plates main- 
tained at uniform temperatures of T, — 750 K and T; — 550K. 
The emissivities of the plates are e, — 0.8 and e; — 0.9. Deter- 
mine the net rate of radiation heat transfer between the two 
plates per unit surface area of the plates, and the temperature of 
the radiation shield in steady operation. 


22-74 Two thin radiation shields with emissivities of 
ез = 0.10 and e, — 0.15 on both sides are placed between two 
very large parallel plates, which are maintained at uniform 
temperatures T, — 600 K and T; — 300 K and have emissivi- 
ties e; — 0.6 and e; — 0.7, respectively. Determine the net rates 
of radiation heat transfer between the two plates with and with- 
out the shields per unit surface area of the plates, and the tem- 
peratures of the radiation shields in steady operation. 
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22-76 Radiation shields are commonly used in the design of 





Ул, -600К superinsulations for use in space and cryogenic applications. 
£i - 0.6 Write an essay on superinsulations and how they are used in 


different applications. 


22-77 Thermal comfort in a houseis strongly affected by the 
С so-called radiation effect, which is due to radiation heat trans- 
£, 70.15 fer between the person and surrounding surfaces. A person 


A. e 2010 


Pm 5 feels much colder in the morning, for example, because of the 

is lower surface temperature of the walls at that time, although 

the thermostat setting of the house is fixed. Write an essay on 

FIGURE DS the radiation effect, how it affects human comfort, and how it 

Computer, Design, and Essay Problems is accounted for in heating and air-conditioning applications. 


22-75 Consider an enclosure consisting of N diffuse and 
gray surfaces. The emissivity and temperature of each surface 
as well as all the view factors between the surfaces are speci- 
fied. Write a program to determine the net rate of radiation heat 
transfer for each surface. 
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eat exchangers are devices that facilitate the exchange of heat between 

two fluids that are at different temperatures while keeping them from 

mixing with each other. Heat exchangers are commonly used in prac- 
tice in a wide range of applications, from heating and air-conditioning systems 
in a household, to chemical processing and power production in large plants. 
Heat exchangers differ from mixing chambers in that they do not allow the 
two fluids involved to mix. In a car radiator, for example, heat is transferred 
from the hot water flowing through the radiator tubes to the air flowing 
through the closely spaced thin plates outside attached to the tubes. 

H eat transfer in a heat exchanger usually involves convection in each fluid 
and conduction through the wall separating the two fluids. In the analysis of 
heat exchangers, it is convenient to work with an overall heat transfer coeffi- 
cient U that accounts for the contribution of all these effects on heat transfer. 
The rate of heat transfer between the two fluids at a location in a heat ex- 
changer depends on the magnitude of the temperature difference at that 
location, which varies along the heat exchanger. In the analysis of heat ex- 
changers, it is usually convenient to work with the logarithmic mean temper- 
ature difference LMTD, which is an equivalent mean temperature difference 
between the two fluids for the entire heat exchanger. 

Heat exchangers are manufactured in a variety of types, and thus we start 
this chapter with the classification of heat exchangers. We then discuss the de- 
termination of the overall heat transfer coefficient in heat exchangers, and the 
LMTD for some configurations. We then introduce the correction factor F to 
account for the deviation of the mean temperature difference from the LM TD 
in complex configurations. N ext we discuss the effectiveness- N TU method, 
which enables us to analyze heat exchangers when the outlet temperatures of 
the fluids are not known. Finally, we discuss the selection of heat exchangers. 
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23-1 = TYPES OF HEAT EXCHANGERS 


Different heat transfer applications require different types of hardware and 
different configurations of heat transfer equipment. The attempt to match the 
heat transfer hardware to the heat transfer requirements within the specified 
constraints has resulted in numerous types of innovative heat exchanger 
designs. 

The simplest type of heat exchanger consists of two concentric pipes of dif- 
ferent diameters, as shown in Fig. 23-1, called the double-pipe heat 
exchanger. One fluid in a double-pipe heat exchanger flows through the 
smaller pipe while the other fluid flows through the annular space between 
the two pipes. Two types of flow arrangement are possible in a double-pipe 
heat exchanger: in parallel flow, both the hot and cold fluids enter the heat 
exchanger at the same end and move in the same direction. In counter flow, 
on the other hand, the hot and cold fluids enter the heat exchanger at opposite 
ends and flow in opposite directions. 

A nother type of heat exchanger, which is specifically designed to realize a 
large heat transfer surface area per unit volume, is the compact heat ex- 
changer. The ratio of the heat transfer surface area of a heat exchanger to its 
volume is called the area density B. A heat exchanger with B8 — 700 m?/m? 
(or 200 ft?/ft?) is classified as being compact. Examples of compact heat 
exchangers are car radiators (8 ~ 1000 m2/m3), glass ceramic gas turbine 
heat exchangers (B ~= 6000 m2/m3), the regenerator of a Stirling engine 
(8 ~ 15,000 m?/m?), апа the human lung (8 = 20,000 m?/m?). Compact heat 
exchangers enable us to achieve high heat transfer rates between two fluids in 
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FIGURE 23-1 


Different flow regimes and 
associated temperature profiles in 
a double-pipe heat exchanger. 
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a small volume, and they are commonly used in applications with strict limi- 
tations on the weight and volume of heat exchangers (Fig. 23-2). 

The large surface area in compact heat exchangers is obtained by attaching 
closely spaced thin plate or corrugated fins to the walls separating the two flu- 
ids. Compact heat exchangers are commonly used in gas-to-gas and gas-to- 
liquid (or liquid-to-gas) heat exchangers to counteract the low heat transfer 
coefficient associated with gas flow with increased surface area. In a car radi- 
ator, which is a water-to-air compact heat exchanger, for example, it is no sur- 
prise that fins are attached to the air side of the tube surface. 

In compact heat exchangers, the two fluids usually move perpendicular to 
each other, and such flow configuration is called cross-flow. The cross-flow 
is further classified as unmixed and mixed flow, depending on the flow con- 
figuration, as shown in Fig. 23-3. In (a) the cross-flow is said to be unmixed 
since the plate fins force the fluid to flow through a particular interfin spacing 
and prevent it from moving in the transverse direction (i.e., parallel to the 
tubes). The cross-flow in (b) is said to be mixed since the fluid now is free to 
move in the transverse direction. Both fluids are unmixed in a car radiator. 
The presence of mixing in the fluid can have a significant effect on the heat 
transfer characteristics of the heat exchanger. 


FIGURE 23-2 

A gas-to-liquid compact heat 
exchanger for a residential air- 
conditioning system. 
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Different flow configurations in 
(a) Both fluids unmixed (b) One fluid mixed, one fluid unmixed cross-flow heat exchangers. 
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FIGURE 23-4 
The schematic of 
a shell-and-tube 
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(b) Two-shell passes and four-tube passes 
FIGURE 23-5 

M ultipass flow arrangements in shell- 
and-tube heat exchangers. 
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Perhaps the most common type of heat exchanger in industrial applications 
is the shell-and-tube heat exchanger, shown in Fig. 23-4. Shell-and-tube heat 
exchangers contain a large number of tubes (sometimes several hundred) 
packed in a shell with their axes parallel to that of the shell. Heat transfer takes 
place as one fluid flows inside the tubes while the other fluid flows outside the 
tubes through the shell. Baffles are commonly placed in the shell to force the 
shell-side fluid to flow across the shell to enhance heat transfer and to main- 
tain uniform spacing between the tubes. Despite their widespread use, shell- 
and-tube heat exchangers are not suitable for use in automotive and aircraft 
applications because of their relatively large size and weight. Note that the 
tubes in a shell-and-tube heat exchanger open to some large flow areas called 
headers at both ends of the shell, where the tube-side fluid accumulates before 
entering the tubes and after leaving them. 

Shell-and-tube heat exchangers are further classified according to the num- 
ber of shell and tube passes involved. H eat exchangers in which all the tubes 
make one U-turn in the shell, for example, are called one-shell-pass and two- 
tube-passes heat exchangers. Likewise, a heat exchanger that involves two 
passes in the shell and four passes in the tubes is called a two-shell-passes and 
four-tube-passes heat exchanger (Fig. 23-5). 

An innovative type of heat exchanger that has found widespread use is the 
plate and frame (or just plate) heat exchanger, which consists of a series of 
plates with corrugated flat flow passages (Fig. 23-6). The hot and cold fluids 
flow in alternate passages, and thus each cold fluid stream is surrounded by 
two hot fluid streams, resulting in very effective heat transfer. Also, plate heat 
exchangers can grow with increasing demand for heat transfer by simply 
mounting more plates. T hey are well suited for liquid-to-liquid heat exchange 
applications, provided that the hot and cold fluid streams are at about the same 
pressure. 

A nother type of heat exchanger that involves the alternate passage of the hot 
and cold fluid streams through the same flow area is the regenerative heat ex- 
changer. The static-type regenerative heat exchanger is basically a porous 
mass that has a large heat storage capacity, such as a ceramic wire mesh. Hot 
and cold fluids flow through this porous mass alternatively. Heat is transferred 
from the hot fluid to the matrix of the regenerator during the flow of the hot 
fluid, and from the matrix to the cold fluid during the flow of the cold fluid. 
Thus, the matrix serves as a temporary heat storage medi um. 
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Nozzles attached 
to end frames allow for 
entrance and exit of fluids. 


" 


| 


Plates supported by an 
upper guide bar are held 
in a frame which is 


te 


Portholes and gaskets 
allow fluids to flow in 
alternate channels. 


@< 


Special gaskets on end plates 
prevent fluids from contacting 
the frames. 


Tightening bolt. 







A and B plates 
are arranged 
alternately. 







A gasket mounted on each 
plate seals the channel 
between it and the next 
plate. 


preventing latera 


The dynamic-type regenerator involves a rotating drum and continuous flow 
of the hot and cold fluid through different portions of the drum so that any 
portion of the drum passes periodically through the hot stream, storing heat, 
and then through the cold stream, rejecting this stored heat. A gain the drum 
serves as the medium to transport the heat from the hot to the cold fluid 
stream. 

H eat exchangers are often given specific names to reflect the specific appli- 
cation for which they are used. For example, a condenser is a heat exchanger 
in which one of the fluids is cooled and condenses as it flows through the heat 
exchanger. A boiler is another heat exchanger in which one of the fluids ab- 
sorbs heat and vaporizes. A space radiator is a heat exchanger that transfers 
heat from the hot fluid to the surrounding space by radiation. 


23-2 * THE OVERALL HEAT TRANSFER COEFFICIENT 


A heat exchanger typically involves two flowing fluids separated by a solid 
wall. Heat is first transferred from the hot fluid to the wall by convection, 
through the wall by conduction, and from the wall to the cold fluid again by 
convection. Any radiation effects are usually included in the convection heat 
transfer coefficients. 

The thermal resistance network associated with this heat transfer process in- 
volves two convection and one conduction resistances, as shown in Fig. 23-7. 
Here the subscripts i and o represent the inner and outer surfaces of the inner 


--Ө3--- 


| 
! | 


bolted together. A E E 1 E | = !! E 


The lower rectangular guide bar 
assures absolute plate alignment 
movement. 
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FIGURE 23-6 

A plate-and-frame liquid-to-liquid 
heat exchanger (courtesy of 
Tranter PHE, Inc.). 
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FIGURE 23-7 

Thermal resistance network 
associated with heat transfer 

in a double-pipe heat exchanger. 
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Heat 
transfer 


FIGURE 23-8 

The two heat transfer surface areas 
associated with a double-pipe heat 
exchanger (for thin tubes, D; ~ D, 
and thus A; ~ A,). 
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tube. For a double-pipe heat exchanger, we have A; = mD;L and A, = тр „і, 
and the thermal resistance of the tube wall in this case is 


їл (0,/0:) 


Ка = 2akL (23-1) 


where k is the thermal conductivity of the wall material and L is the length of 
the tube. Then the total thermal resistance becomes 


1 a PAD 1 
ҢА, 2arkL ho Ao 





А = Аы = А + К + А, (23-2) 


The A; is the area of the inner surface of the wall that separates the two fluids, 
and A, is the area of the outer surface of the wall. In other words, A, and A, are 
surface areas of the separating wall wetted by the inner and the outer fluids, 
respectively. When one fluid flows inside a circular tube and the other outside 
of it, we have A; = wD,L and A, = wD,L (Fig. 23-8). 

In the analysis of heat exchangers, it is convenient to combine all the ther- 
mal resistances in the path of heat flow from the hot fluid to the cold one into 
a single resistance R, and to express the rate of heat transfer between the two 
fluids as 


0 = АТ = ААТ = ША AT =U À ÅT (23-3) 


where U is the overall heat transfer coefficient, whose unit is W/m? - °C, 
which is identical to the unit of the ordinary convection coefficient h. Cancel- 
ing AT, Eq. 23-3 reduces to 

1 I 1 


= spe 


1 221 
ос ооо + Rua (23-4) 


БА EN 


Perhaps you are wondering why we have two overall heat transfer coefficients 
U; and U, for a heat exchanger. The reason is that every heat exchanger has 
two heat transfer surface areas A; and A,, which, in general, are not equal to 
each other. 

Note that U;A; = U,A,, but U; # U, unless A; = Aj. Therefore, the overall 
heat transfer coefficient U of a heat exchanger is meaningless unless the area 
on which it is based is specified. This is especially the case when one side of 
the tube wall is finned and the other side is not, since the surface area of the 
finned side is several times that of the unfinned side. 

When the wall thickness of the tube is small and the thermal conductivity of 
the tube material is high, as is usually the case, the thermal resistance of the 
tube is negligible (Ra; ^ 0) and the inner and outer surfaces of the tube are 
almost identical (A; ~ A, ~ A,). Then Eq. 23-4 for the overall heat transfer 
coefficient simplifies to 


|= 


+ (23-5) 


с| m 
=p 
a |e 


where U = U; = U,. The individual convection heat transfer coefficients 
inside and outside the tube, h; and h,, are determined using the convection 
relations discussed in earlier chapters. 
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The overall heat transfer coefficient U in Eq. 23-5 is dominated by the 
smaller convection coefficient, since the inverse of a large number is small. 
W hen one of the convection coefficients is much smaller than the other (say, 
h; « hj), we have 1/h; > 1/h,, and thus U =~ h;. Therefore, the smaller heat 
transfer coefficient creates a bottleneck on the path of heat flow and seriously 
impedes heat transfer. This situation arises frequently when one of the fluids 
is a gas and the other is aliquid. In such cases, fins are commonly used on the 
gas side to enhance the product UA, and thus the heat transfer on that side. 

Representative values of the overall heat transfer coefficient U are given in 
Table 23-1. Note that the overall heat transfer coefficient ranges from about 
10 W/m? - °C for gas-to-gas heat exchangers to about 10,000 W /m? - *C for 
heat exchangers that involve phase changes. This is not surprising, since gases 
have very low thermal conductivities, and phase-change processes involve 
very high heat transfer coefficients. 

When the tube is finned on one side to enhance heat transfer, the total heat 
transfer surface area on the finned side becomes 


А, = Аны = Atin + Auntinned (23-6) 


where A,,, is the surface area of the fins and A untinne 15 the area of the unfinned 
portion of the tube surface. For short fins of high thermal conductivity, we can 
use this total area in the convection resistance relation R cony = 1/hA, since the 
fins in this case will be very nearly isothermal. Otherwise, we should deter- 
mine the effective surface area A from 


А, = Апей + 7а Аяп (23-7) 


TABLE 23-1 


Representative values of the overall heat transfer coefficients in 
heat exchangers 





Type of heat exchanger U, W/m? - *C* 
Water-to-water 850-1700 
Water-to-oil 100-350 
Water-to-gasoline or kerosene 300-1000 
Feedwater heaters 1000-8500 
Steam-to-light fuel oil 200-400 
Steam-to-heavy fuel oil 50-200 
Steam condenser 1000-6000 
Freon condenser (water cooled) 300-1000 
Ammonia condenser (water cooled) 800-1400 
Alcohol condensers (water cooled) 250-700 
Gas-to-gas 10-40 
Water-to-air in finned tubes (water in tubes) 30-60! 
400-850! 
Steam-to-air in finned tubes (steam in tubes) 30-300: 
400-4000? 


*Multiply the listed values by 0.176 to convert them to Btu/h - ft? - °F. 
‘Based on air-side surface area. 


*Based on water- or steam-side surface area. 





1038 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


FIGURE 23-9 

Precipitation fouling of 

ash particles on superheater tubes. 
(From Steam: Its Generation, and Use, 
Babcock and Wilcox Co., 1978. 
Reprinted by permission.) 
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where niin is the fin efficiency. This way, the temperature drop along the fins 
is accounted for. Note that ;,, = 1 for isothermal fins, and thus Eq. 23-7 
reduces to Eq. 23-6 in that case. 


Fouling Factor 

The performance of heat exchangers usually deteriorates with time as a result 
of accumulation of deposits on heat transfer surfaces. The layer of deposits 
represents additional resistance to heat transfer and causes the rate of heat 
transfer in a heat exchanger to decrease. T he net effect of these accumulations 
on heat transfer is represented by a fouling factor R;, which is a measure of 
the thermal resistance introduced by fouling. 

The most common type of fouling is the precipitation of solid deposits ina 
fluid on the heat transfer surfaces. You can observe this type of fouling even 
in your house. If you check the inner surfaces of your teapot after prolonged 
use, you will probably notice a layer of calcium-based deposits on the surfaces 
at which boiling occurs. This is especially the casein areas where the water is 
hard. The scales of such deposits come off by scratching, and the surfaces can 
be cleaned of such deposits by chemical treatment. N ow imagine those min- 
eral deposits forming on the inner surfaces of fine tubes in a heat exchanger 
(Fig. 23-9) and the detrimental effect it may have on the flow passage area 
and the heat transfer. To avoid this potential problem, water in power and 
process plants is extensively treated and its solid contents are removed before 
itis allowed to circulate through the system. The solid ash particles in the flue 
gases accumulating on the surfaces of air preheaters create similar problems. 

Another form of fouling, which is common in the chemical process indus- 
try, is corrosion and other chemical fouling. In this case, the surfaces are 
fouled by the accumulation of the products of chemical reactions on the sur- 
faces. This form of fouling can be avoided by coating metal pipes with glass 
or using plastic pipes instead of metal ones. Heat exchangers may also be 
fouled by the growth of algae in warm fluids. This type of fouling is called 
biological fouling and can be prevented by chemical treatment. 

In applications where it is likely to occur, fouling should be considered in 
the design and selection of heat exchangers. In such applications, it may be 
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necessary to select a larger and thus more expensive heat exchanger to ensure 
that it meets the design heat transfer requirements even after fouling occurs. 
The periodic cleaning of heat exchangers and the resulting down time are ad- 
ditional penalties associated with fouling. 

The fouling factor is obviously zero for a new heat exchanger and increases 
with time as the solid deposits build up on the heat exchanger surface. The 
fouling factor depends on the operating temperature and the velocity of the 
fluids, as well as the length of service. Fouling increases with increasing tem- 
perature and decreasing velocity. 

The overall heat transfer coefficient relation given above is valid for clean 
surfaces and needs to be modified to account for the effects of fouling on both 
the inner and the outer surfaces of the tube. For an unfinned shell-and-tube 
heat exchanger, it can be expressed as 


In(D,/D;) 
2akL 


Ris 1 
А, ЛА, 


1 1 1 1 Ri 


im, UA UL RASTA 





(23-8) 


where A, = 7D,L and A, = wD,L are the areas of inner and outer surfaces, 
and R; ; and R; , are the fouling factors at those surfaces. 

Representative values of fouling factors are given in Table 23-2. M ore com- 
prehensive tables of fouling factors are available in handbooks. As you would 
expect, considerable uncertainty exists in these values, and they should be 
used as a guide in the selection and evaluation of heat exchangers to account 
for the effects of anticipated fouling on heat transfer. Note that most fouling 
factors in the table are of the order of 10-4 m? - °C/W, which is equivalent to 
the thermal resistance of a 0.2-mm-thick limestone layer (k = 2.9 W/m - °C) 
per unit surface area. Therefore, in the absence of specific data, we can as- 
sume the surfaces to be coated with 0.2 mm of limestone as a starting point to 
account for the effects of fouling. 





EXAMPLE 23-1 Overall Heat Transfer Coefficient of a 


Heat Exchanger 


Hot oil is to be cooled in a double-tube counter-flow heat exchanger. The copper 
inner tubes have a diameter of 2 cm and negligible thickness. The inner diame- 
ter of the outer tube (the shell) is 3 cm. Water flows through the tube at a rate of 
0.5 kg/s, and the oil through the shell at a rate of 0.8 kg/s. Taking the average 
temperatures of the water and the oil to be 45°C and 80°C, respectively, deter- 
mine the overall heat transfer coefficient of this heat exchanger. 


SOLUTION Hot oil is cooled by water in a double-tube counter-flow heat 
exchanger. The overall heat transfer coefficient is to be determined. 
Assumptions 1 The thermal resistance of the inner tube is negligible since 
the tube material is highly conductive and its thickness is negligible. 2 Both 
the oil and water flow are fully developed. 3 Properties of the oil and water are 
constant. 

Properties The properties of water at 45°C are (Table A-15) 


p = 990 kg/m? Рг = 3.91 
k=0.637W/m-°C о = w/p = 0.602 х 10-6 т2/5 
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TABLE 23-2 


Representative fouling 


factors (thermal resistance due 
to fouling for a unit surface area) 


(Source: Tubular Exchange Manufacturers 


Association.) 





Fluid Rs, m? - °C/W 
Distilled water, sea- 
water, river water, 
boiler feedwater: 
Below 50°C 0.0001 
Above 50°C 0.0002 
Fuel oil 0.0009 
Steam (oil-free) 0.0001 
Refrigerants (liquid) 0.0002 
Refrigerants (vapor) 0.0004 
Alcohol vapors 0.0001 
Air 0.0004 
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Hot oil 
0.8 kg/s | 
Cold 
water 
+0 i2cm  [3cm Do 
0.5 kg/s 
FIGURE 23-10 


Schematic for Example 23-1. 


TABLE 23-3 


Nusselt number for fully developed 


laminar flow in a circular annulus 
with one surface insulated and the 


other isothermal (Kays and Perkins) 





D;/D, Nu; Nu, 
0.00 — 3.66 
0.05 17.46 4.06 
0.10 11.56 4.11 
0.25 7.37 4.23 
0.50 5.74 4.43 
1.00 4.86 4.86 
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The properties of oil at 80°C are (Table A-19). 


p = 852 kg/m? Pr = 490 
k = 0.138 W/m - °C о = 37.5 х 10-5 m?/s 


Analysis The schematic of the heat exchanger is given in Fig. 23-10. The 
overall heat transfer coefficient U can be determined from Eq. 23-5: 
ЕТЕШ 
шэг 
where л; апа h, are the convection heat transfer coefficients inside and outside 
the tube, respectively, which are to be determined using the forced convection 
relations. 
The hydraulic diameter for a circular tube is the diameter of the tube itself, 
D, — D — 0.02 m. The mean velocity of water in the tube and the Reynolds 
number are 





i i 0.5 kg/s 
== - Kal — 1.61 m/s 
pA, p(g7D2) (990 kg/m3)[z2r(0.02 m)2] 
and 
Ree VnDn _ (1.61 m/s)(0.02 m) _ 53,490 





U 0.602 x 10-5 m/s 


which is greater than 4000. Therefore, the flow of water is turbulent. Assuming 
the flow to be fully developed, the Nusselt number can be determined from 


hD 
Nu= Fo = 0.023 Re®®Pr°4 = 0.023(53,490)°9(3.91)°4 = 240.6 
Then, 
К __ 0.637 М/т - °C = 9.9 
h= D, Nu= Эрүүл (240.6) = 7663 W/m? - °C 


Now we repeat the analysis above for oil. The properties of oil at 80°C are 

p = 852 kg/m? v — 37.5 x 10-5 m?/s 
k=0.138W/m-°C Рг = 490 

The hydraulic diameter for the annular space is 

D, =D, = 0; = 0.03 – 0.02 = 0.01 т 

The mean velocity and the Reynolds number in this case аге 

EN m £ 0.8 kg/s 

på: pli s(D2 —D?)] (852 kg/m3)[1 z(0.03? — 0.022)] m2 





Vin = 2.39 m/s 


and 
Нэг Vin D h 2 (2.39 m/s)(0.01 m) _ 637 
B 37.5 х 10-6 т2/5 
which is less than 4000. Therefore, the flow of oil is laminar. Assuming fully 
developed flow, the Nusselt number on the tube side of the annular space 


Nu; corresponding to D,/D, = 0.02/0.03 = 0.667 can be determined from 
Table 23-3 by interpolation to be 


Nu = 5.45 
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and 
k 0.138 W/m - °C DS 
th =i, 0.01 m (5.45) 2 75.2 W [m*? - °C 


Then the overall heat transfer coefficient for this heat exchanger becomes 
il i 


T 1 7 1 
hi h, 7663W/m?-*C 75.2 Wi/m2- °C 


U = = 74.5 W/m? - °C 











Discussion Note that U = h, in this case, since h; > ho. This confirms our ear- 
lier statement that the overall heat transfer coefficient in a heat exchanger is 
dominated by the smaller heat transfer coefficient when the difference between 
the two values is large. 

To improve the overall heat transfer coefficient and thus the heat transfer in 
this heat exchanger, we must use some enhancement techniques on the oil 
side, such as a finned surface. 











EXAMPLE 23-2 Effect of Fouling on the Overall Heat 


Transfer Coefficient 


A double-pipe (shell-and-tube) heat exchanger is constructed of a stainless steel 
(k = 15.1 W/m - °C) inner tube of inner diameter D; = 1.5 cm and outer diam- 
eter D, = 1.9 cm and an outer shell of inner diameter 3.2 cm. The convection 
heat transfer coefficient is given to be h; = 800 W/m? - °C on the inner surface 
of the tube and h, = 1200 W/m? - °C on the outer surface. For a fouling factor 
of R; ; = 0.0004 m2 - °C/W on the tube side and R; , = 0.0001 m? - °C/W on 
the shell side, determine (a) the thermal resistance of the heat exchanger per 
unit length and (5) the overall heat transfer coefficients, U; and U, based on the 
inner and outer surface areas of the tube, respectively. 


SOLUTION The heat transfer coefficients and the fouling factors on the tube 
and shell sides of a heat exchanger are given. The thermal resistance and the 
overall heat transfer coefficients based on the inner and outer areas are to be 
determined. 

Assumptions The heat transfer coefficients and the fouling factors are constant 
and uniform. 

Analysis (a) The schematic of the heat exchanger is given in Fig. 23-11. The 
thermal resistance for an unfinned shell-and-tube heat exchanger with fouling 
on both heat transfer surfaces is given by Eq. 23-8 as 


1 1 1 In(D,/D;) Reo 1 


1 1 Rt; 1 1 
xU men e 


D Uem cU com Ae REA 


where 


A; = т), = (0015 m)(1 m) — 0.0471 m? 
A, = 70,1 = (0.019 т)(1 т) = 0.0597 m? 


Substituting, the total thermal resistance is determined to be 


—— 
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Cold fluid 
Outer layer of fouling 
Tube wall 
Hot Inner layer of fouling 
fluid 


Cold fluid 











; 2800 W/m?-*C 
Rr; 70.0004 m2: °C/W 
D, -19ст | 


h, =1200W/m?-°C 
К; 9 = 0.0001 m2: °C/W 


FIGURE 23-11 
Schematic for Example 23-2. 
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m 1 ,, 0.0004 m? - *C/W 
(800 W/m? - *C)(0.0471 m?) 0.0471 m? 
E In (0.019/0.015) 
22(15.1 W/m - ?C)(1 m) 
0.0001 m? - *C/W 1 








0.0597 m? F (1200 W/m? - °C)(0.0597 m?) 
= (0.02654 + 0.00849 + 0.0025 + 0.00168 + 0.01396)°C/W 
= 0,0532°C/W 


Note that about 19 percent of the total thermal resistance in this case is due to 
fouling and about 5 percent of it is due to the steel tube separating the two flu- 
ids. The rest (76 percent) is due to the convection resistances on the two sides 
of the inner tube. 


(b) Knowing the total thermal resistance and the heat transfer surface areas, 
the overall heat transfer coefficients based on the inner and outer surfaces of 
the tube are determined again from Eq. 23-8 to be 


1 1 


Е A = 2 
RA; ~ (0.0532°C/W)(0.0471 m2) 2 W/m" С 


Ui 


i 1 2.9 
Оо = дс = (0.0532 *C/W)(0.0597 m?) — 323 WIm* °C 


Discussion Note that the two overall heat transfer coefficients differ signifi- 
cantly (by 27 percent) in this case because of the considerable difference be- 
tween the heat transfer surface areas on the inner and the outer sides of the 
tube. For tubes of negligible thickness, the difference between the two overall 
heat transfer coefficients would be negligible. 








23-3 * ANALYSIS OF HEAT EXCHANGERS 


Heat exchangers are commonly used in practice, and an engineer often finds 
himself or herself in a position to select a heat exchanger that will achieve a 
specified temperature change in a fluid stream of known mass flow rate, or to 
predict the outlet temperatures of the hot and cold fluid streams in a specified 
heat exchanger. 

In upcoming sections, we will discuss the two methods used in the analysis 
of heat exchangers. Of these, the log mean temperature difference (or LM TD) 
method is best suited for the first task and the effectiveness-NTU method for 
the second task as just stated. B ut first we present some general considerations. 

H eat exchangers usually operate for long periods of time with no change in 
their operating conditions. Therefore, they can be modeled as steady-flow de- 
vices. As such, the mass flow rate of each fluid remains constant, and the fluid 
properties such as temperature and velocity at any inlet or outlet remain the 
same. Also, the fluid streams experience little or no change in their velocities 
and elevations, and thus the kinetic and potential energy changes are negligi- 
ble. The specific heat of a fluid, in general, changes with temperature. B ut, in 
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a specified temperature range, it can be treated as a constant at some average 
value with little loss in accuracy. Axial heat conduction along the tube is usu- 
ally insignificant and can be considered negligible. Finally, the outer surface 
of the heat exchanger is assumed to be perfectly insulated, so that there is no 
heat loss to the surrounding medium, and any heat transfer occurs between the 
two fluids only. 

The idealizations stated above are closely approximated in practice, and 
they greatly simplify the analysis of a heat exchanger with little sacrifice of 
accuracy. Therefore, they are commonly used. Under these assumptions, the 
first law of thermodynamics requires that the rate of heat transfer from the hot 
fluid be equal to the rate of heat transfer to the cold one. That is, 


Q = mC Юй аш = Teig) (23-9) 
and 


Q = hC palT h, in ~ Th, ou) (23-10) 
where the subscripts c and h stand for cold and hot fluids, respectively, and 


m., my — mass flow rates 
Cacr Cph = Specific heats 
Tc out Th, out = outlet temperatures 
To ins Th, in = inlet temperatures 


Note that the heat transfer rate Q is taken to be a positive quantity, and its di- 
rection is understood to be from the hot fluid to the cold one in accordance 
with the second law of thermodynamics. 

In heat exchanger analysis, it is often convenient to combine the product of 
the mass flow rate and the specific heat of a fluid into a single quantity. This 
quantity is called the heat capacity rate and is defined for the hot and cold 
fluid streams as 


Ch = MC pp and C, 2 mc, (23-11) 


The heat capacity rate of a fluid stream represents the rate of heat transfer Hot fluid 
needed to change the temperature of the fluid stream by 1°C as it flows 
through a heat exchanger. N ote that in a heat exchanger, the fluid with a large 
heat capacity rate will experience a small temperature change, and the fluid 


l 
| 
with a small heat capacity rate will experience a large temperature change. 5 Al І 
Therefore, doubling the mass flow rate of a fluid while leaving everything else T | AT, 
unchanged will halve the temperature change of that fluid. Cold fluid 
Í 
1 
l 
l 
l 
l 
l 
l 






With the definition of the heat capacity rate above, Eqs. 23-9 and 23-10 can Cat. x 
also be expressed as 








О = САТ, ов Тл) (23-12) AT = AT, =AT, =constant 
and ! 2 

G = ChlTh, in — Th, ou) paia Us — 23 
That is, the heat transfer rate in a heat exchanger is equal to the heat capacity Two fluids that have the same mass 
rate of either fluid multiplied by the temperature change of that fluid. Note flow rate and the same specific heat 
that the only time the temperature rise of a cold fluid is equal to the tempera- experience the same temperature 
ture drop of the hot fluid is when the heat capacity rates of the two fluids are change in a well-insulated heat 
equal to each other (Fig. 23-12). exchanger. 
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Ра Condensing fluid 
V 


ks Cold fluid 















nlet Outlet 


(a) Condenser (C, — o») 


Та 






," Hot fluid 


V 


\ Boiling fluid 











nlet Outlet 


(b) Boiler (C, — «c) 

FIGURE 23-13 

Variation of fluid temperatures in a 
heat exchanger when one of the fluids 
condenses or boils. 
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Two special types of heat exchangers commonly used in practice are con- 
densers and boilers. One of the fluids in a condenser or a boiler undergoes a 
phase-change process, and the rate of heat transfer is expressed as 


Q = mh, (23-14) 


where m is the rate of evaporation or condensation of the fluid and hy, is the 
enthalpy of vaporization of the fluid at the specified temperature or pressure. 

An ordinary fluid absorbs or releases a large amount of heat essentially 
at constant temperature during a phase-change process, as shown in Fig. 
23-13. The heat capacity rate of a fluid during a phase-change process must 
approach infinity since the temperature change is practically zero. That is, 
C = mC, > ~ when AT — 0, so that the heat transfer rate Q = mC, AT is a 
finite quantity. Therefore, in heat exchanger analysis, a condensing or boiling 
fluid is conveniently modeled as a fluid whose heat capacity rate is infinity. 

The rate of heat transfer in a heat exchanger can also be expressed in an 
analogous manner to Newton's law of cooling as 


Q —- UA, AT, (23-15) 


where U isthe overall heattransfer coefficient, A, is the heat transfer area, and 
AT, is an appropriate average temperature difference between the two fluids. 
Here the surface area A, can be determined precisely using the dimensions of 
the heat exchanger. However, the overall heat transfer coefficient U and the 
temperature difference AT between the hot and cold fluids, in general, are not 
constant and vary along the heat exchanger. 

The average value of the overall heat transfer coefficient can be determined 
as described in the preceding section by using the average convection coeffi- 
Cients for each fluid. It turns out that the appropriate form of the mean tem- 
perature difference between the two fluids is logarithmic in nature, and its 
determination is presented in Section 23-4. 


23-4 = THE LOG MEAN TEMPERATURE 
DIFFERENCE METHOD 


Earlier, we mentioned that the temperature difference between the hot and 
cold fluids varies along the heat exchanger, and it is convenient to have a 
mean temperature difference AT p for use in the relation Q = UA, AT m: 

In order to develop a relation for the equivalent average temperature differ- 
ence between the two fluids, consider the parallel-flow double-pipe heat ex- 
changer shown in Fig. 23-14. Note that the temperature difference AT 
between the hot and cold fluids is large at the inlet of the heat exchanger but 
decreases exponentially toward the outlet. A s you would expect, the tempera- 
ture of the hot fluid decreases and the temperature of the cold fluid increases 
along the heat exchanger, but the temperature of the cold fluid can never 
exceed that of the hot fluid no matter how long the heat exchanger is. 

A ssuming the outer surface of the heat exchanger to be well insulated so 
that any heat transfer occurs between the two fluids, and disregarding any 
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changes in kinetic and potential energy, an energy balance on each fluid in a T 
differential section of the heat exchanger can be expressed as Thin 8d -U (T, - TJ dA, 
80 = тС dT, (23-16) 
i 1Th out 
and 60 Aly, 
1 c,out 
6Q = m,.C,. dT, (23-17) 





























=Т in^ Т, in 
That is, the rate of heat loss from the hot fluid at any section of aheatex- — 4. Ат, ст, dios 
changer is equal to the rate of heat gain by the cold fluid in that section. The 55 227 
temperature change of the hot fluid is a negative quantity, and so a negative i —- (dA, 2 A 
. 1 
sign is added to Eq. 23-16 to make the heat transfer rate Q a positive quantity. | Тео 
Solving the equations above for dT, and dT, gives 
dT, — — = (23-18) 
m,C ph 
and 
ad Cold fluid 
dT. =- (23-19) Tein 
MC pe FIGURE 23-14 
Taking their difference, we get Variation of the fluid temperatures in a 
! parallel-flow double-pipe heat 
dT, — dT, - d(T, - TJ - —&Q ( + ) (23-20) ee 
Mh C ph m. C s 


The rate of heat transfer in the differential section of the heat exchanger can 
also be expressed as 


50 — U(T, — T) dA, (23-21) 


Substituting this equation into Eq. 23- 20 and rearranging gives 


d(T, — T) 2-3 
non ега m acd 





Integrating from the inlet of the heat exchanger to its outlet, we obtain 


Th out — Т, out ( 1 1 ) 
In — — —UA.l d 23-23 
Th, in ~ Tecin 1 Mh Cph MC pc : } 





Finally, solving Eqs. 23-9 and 23-10 for M,C p and m,C,, and substituting 
into Eq. 23-23 gives, after some rearrangement, 


Q — UA, ATi, (23-24) 


where 


АТ, mE AT; 


AT im = Ty (AT /AT>) 


(23-25) 


is the log mean temperature difference, which is the suitable form of the 
average temperature difference for use in the analysis of heat exchangers. 
Here AT, and AT, represent the temperature difference between the two fluids 


-6- 





1046 
FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


T 


! c,out 
Hot АТ, 
fluid == 
—— —- i)—- 
m i 
раа. 
X. 


| Cold fluid 
T AT, 2 Tuis - T 


AT? = Th out" Tc out 


cin cin 


(a) Parallel-flow heat exchangers 


Cold 
fluid 
ЦЭГ 


Hot АТ, 
fluid as 
—1 — Шин i)— 


AT d 
Te out АТ, =Thin = Te out 


AT) =Th out > Te,in 


(b) Counter-flow heat exchangers 

FIGURE 23-15 

The AT, and AT, expressions in 
parallel-flow and counter-flow heat 
exchangers. 
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at the two ends (inlet and outlet) of the heat exchanger. It makes no difference 
which end of the heat exchanger is designated as the inlet or the outlet 
(Fig. 23-15). 

The temperature difference between the two fluids decreases from AT, at 
the inlet to AT, at the outlet. Thus, it is tempting to use the arithmetic mean 
temperature AT am = (AT, + AT,) as the average temperature difference. The 
logarithmic mean temperature difference AT,,, is obtained by tracing the ac- 
tual temperature profile of the fluids along the heat exchanger and is an exact 
representation of the average temperature difference between the hot and 
cold fluids. It truly reflects the exponential decay of the local temperature 
difference. 

Note that AT m is always less than AT am: Therefore, using AT am in calcula- 
tions instead of AT m will overestimate the rate of heat transfer in a heat ex- 
changer between the two fluids. When AT; differs from AT, by no more than 
40 percent, the error in using the arithmetic mean temperature difference is 
less than 1 percent. But the error increases to undesirable levels when AT, 
differs from AT, by greater amounts. Therefore, we should always use the 
logarithmic mean temperature difference when determining the rate of heat 
transfer in a heat exchanger. 


Counter-Flow Heat Exchangers 

The variation of temperatures of hot and cold fluids in a counter-flow heat ex- 
changer is given in Fig. 23-16. Note that the hot and cold fluids enter the heat 
exchanger from opposite ends, and the outlet temperature of the cold fluid in 
this case may exceed the outlet temperature of the hot fluid. In the limiting 
case, the cold fluid will be heated to the inlet temperature of the hot fluid. 
However, the outlet temperature of the cold fluid can never exceed the inlet 
temperature of the hot fluid, since this would be a violation of the second law 
of thermodynamics. 

The relation already given for the log mean temperature difference is devel- 
oped using a parallel-flow heat exchanger, but we can show by repeating the 
analysis for a counter-flow heat exchanger that is also applicable to counter- 
flow heat exchangers. But this time, AT, and AT, are expressed as shown in 
Fig. 23-15. 

For specified inlet and outlet temperatures, the log mean temperature 
difference for a counter-flow heat exchanger is always greater than that for a 
parallel-flow heat exchanger. That is, ATjm, cr > ATim, pe, and thus a smaller 
surface area (and thus a smaller heat exchanger) is needed to achieve a speci- 
fied heat transfer rate in a counter-flow heat exchanger. Therefore, it is com- 
mon practice to use counter-flow arrangements in heat exchangers. 

In a counter-flow heat exchanger, the temperature difference between the 
hot and the cold fluids will remain constant along the heat exchanger when 
the heat capacity rates of the two fluids are equal (that is, AT = constant 
when Cy = C, Or MyC oh = MC). Then we have AT, = AT,, and the last log 
mean temperature difference relation gives ATi, — 9, which is indeterminate. 
Itcan be shown by the application of l'Hópital's rulethat in this case we have 
ATim = AT, = AT>, as expected. 

A condenser or a boiler can be considered to be either a parallel- or counter- 
flow heat exchanger since both approaches give the same result. 
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Multipass and Cross-Flow Heat Exchangers: 


Use of a Correction Factor 

The log mean temperature difference AT m relation developed earlier is limited 
to parallel-flow and counter-flow heat exchangers only. Similar relations are 
also developed for cross-flow and multipass shell-and-tube heat exchangers, 
but the resulting expressions are too complicated because of the complex flow 
conditions. 

In such cases, it is convenient to relate the equivalent temperature dif- 
ference to the log mean temperature difference relation for the counter-flow 
case as 

АТ) == F AT im, cF (23-26) 
where F is the correction factor, which depends on the geometry of the heat 
exchanger and the inlet and outlet temperatures of the hot and cold fluid 
streams. The AT m, cp is the log mean temperature difference for the case of 
a counter-flow heat exchanger with the same inlet and outlet temperatures 
and is determined from Eq. 23-25 by taking AT; = Th, in — Te, out and 
AT = Th out ~ Te in (Fig. 23-17). 

The correction factor is less than unity for a cross-flow and multipass 
shell-and-tube heat exchanger. That is, F < 1. The limiting value of F = 1 
corresponds to the counter-flow heat exchanger. Thus, the correction factor 
F for a heat exchanger is a measure of deviation of the AT m from the corre- 
sponding values for the counter-flow case. 

The correction factor F for common cross-flow and shell-and-tube heat ex- 
changer configurations is given in Fig. 23-18 versus two temperature ratios 
P and R defined as 





um 
рр (23-27) 
апа 
Т,-Т1, (С „Јев 
B 1 2 p/tube side (23-28) 





m | (MC ,)chetl side 


where the subscripts 1 and 2 represent the inlet and outlet, respectively. N ote 
that for a shell-and-tube heat exchanger, T and t represent the shell- and 
tube-side temperatures, respectively, as shown in the correction factor 
charts. It makes no difference whether the hot or the cold fluid flows 
through the shell or the tube. The determination of the correction factor F 
requires the availability of the inlet and the outlet temperatures for both the 
cold and hot fluids. 

N ote that the value of P ranges from 0 to 1. The value of R, on the other 
hand, ranges from 0 to infinity, with R = 0 corresponding to the phase-change 
(condensation or boiling) on the shell-side and R —> ~ to phase-change on the 
tube side. The correction factor is F = 1 for both of these limiting cases. 
Therefore, the correction factor for a condenser or boiler isF = 1, regardless 
of the configuration of the heat exchanger. 
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FIGURE 23-16 

The variation of the fluid temperatures 
in a counter-flow double-pipe heat 
exchanger. 


Cold | T, i, 
fluid | | 


Cross-flow or multipass 
shell-and-tube heat exchanger 





H eat transfer rate: 
Q -UAF ATi cr 


AT, - AT; 

where AT im, cr = MATAT) 
ATi =Thin Te, out 
АТ, =Th out ~ ЦЭГ 
and F =... (Fig. 23-18) 


FIGURE 23-17 

The determination of the heat transfer 
rate for cross-flow and multipass 
shell-and-tube heat exchangers 

using the correction factor. 
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(b) Two-shell passes and 4, 8, 12, etc. (any multiple of 4), tube passes 
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Correction factor F charts i T; 
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Bowman, M ueller, and Nagle). (d) Single-pass cross-flow with one fluid mixed and the other unmixed 
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EXAMPLE 23-3 The Condensation of Steam in a Condenser 


Steam in the condenser of a power plant is to be condensed at a temperature of 
30*C with cooling water from a nearby lake, which enters the tubes of the con- 
denser at 14°C and leaves at 22°C. The surface area of the tubes is 45 m?, and 
the overall heat transfer coefficient is 2100 W/m? - *C. Determine the mass flow 
rate of the cooling water needed and the rate of condensation of the steam in 
the condenser. 


SOLUTION Steam is condensed by cooling water in the condenser of a power 
plant. The mass flow rate of the cooling water and the rate of condensation are 
to be determined. 
Assumptions 1 Steady operating conditions exist. 2 The heat exchanger is well 
insulated so that heat loss to the surroundings is negligible and thus heat trans- 
fer from the hot fluid is equal to the heat transfer to the cold fluid. 3 Changes 
in the kinetic and potential energies of fluid streams are negligible. 4 There is 
no fouling. 5 Fluid properties are constant. 
Properties The heat of vaporization of water at 30°C is hy = 2431 kJ/kg 
and the specific heat of cold water at the average temperature of 18°C is 
C, = 4184 J/kg - °C (Table A-15). 
Analysis The schematic of the condenser is given in Fig. 23-19. The con- Steam 
denser can be treated as a counter-flow heat exchanger since the temperature 30°C 
of one of the fluids (the steam) remains constant. 

The temperature difference between the steam and the cooling water at the 
two ends of the condenser is 


АТ, аа ЇЇ? in Te out 7 (30 22 С one 
АТ, = Th, out ile ЇЙ (30 14)°С -11626 





Cooling 
water 


14°C 








That is, the temperature difference between the two fluids varies from 8°C at 
one end to 16°C at the other. The proper average temperature difference be- 
tween the two fluids is the /ogarithmic mean temperature difference (not the 
arithmetic), which is determined from 


AT; = АТ; 8 — 16 


AT y (АТАТ nene > 


)—» 
22°C 


! 30°C 
This is a little less than the arithmetic mean temperature difference of FIGURE 23-19 
1(8 -- 16) = 12°C. Then the heat transfer rate in the condenser is determined | 
irem Schematic for Example 23-3. 


Q = UA, AT im = (2100 W/m? - °C)(45 m?)(11.5°C) = 1.087 x 106 W = 1087 kW 


Therefore, the steam will lose heat at a rate of 1,087 kW as it flows through the 
condenser, and the cooling water will gain practically all of it, since the con- 
denser is well insulated. 

The mass flow rate of the cooling water and the rate of the condensation of the 
steam are determined from Q = [MC,(Tout — Tin)lcooting water = (M7h%g)steam to be 


À 0 
Mcooling water = СТТ) 


1087 kJ /s 


“(0184 Ка -2)(22-14рс 22995 
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Hot 
geothermal " 

water 1190 С 
2 kg/s 

Cold 

water 

20°C 80°C 

1.2 kg/s D =1.5cm 

FIGURE 23-20 


Schematic for Example 23-4. 
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and 


і 0 _ 108705 

Mcteam = hg — 2431 kJ /kg = 0.45 kg/s 
Therefore, we need to circulate about 72 kg of cooling water for each 1 kg of 
steam condensing to remove the heat released during the condensation process. 








EXAMPLE 23-4 Heating Water in a Counter-Flow Heat Exchanger 


A counter-flow double-pipe heat exchanger is to heat water from 20°C to 80°C 
at a rate of 1.2 kg/s. The heating is to be accomplished by geothermal water 
available at 160°C at a mass flow rate of 2 kg/s. The inner tube is thin-walled 
and has a diameter of 1.5 cm. If the overall heat transfer coefficient of the heat 
exchanger is 640 W/m? - °C, determine the length of the heat exchanger re- 
quired to achieve the desired heating. 


SOLUTION Water is heated in a counter-flow double-pipe heat exchanger by 
geothermal water. The required length of the heat exchanger is to be determined. 
Assumptions 1 Steady operating conditions exist. 2 The heat exchanger is well 
insulated so that heat loss to the surroundings is negligible and thus heat trans- 
fer from the hot fluid is equal to the heat transfer to the cold fluid. 3 Changes 
in the kinetic and potential energies of fluid streams are negligible. 4 There is 
no fouling. 5 Fluid properties are constant. 

Properties We take the specific heats of water and geothermal fluid to be 4.18 
and 4.31 kJ/kg - °C, respectively. 
Analysis The schematic of the heat exchanger is given in Fig. 23-20. The rate 
of heat transfer in the heat exchanger can be determined from 

Q = [MC (Tout — Tin) water = (1.2 kg/s)(4.18 kJ /kg - °C)(80 — 20)°C = 301 kW 
Noting that all of this heat is supplied by the geothermal water, the outlet 
temperature of the geothermal water is determined to be 





: Я 0 
= [mC (Tin Б Tout) lgeothermat =; lw a ee 
mC, 
5 301 kW 
- 180€ — 2 'kgis4.31 kJ kg - *C) 
= 125°C 


Knowing the inlet and outlet temperatures of both fluids, the logarithmic mean 
temperature difference for this counter-flow heat exchanger becomes 

AT, =Th,in — Te, our = (160 — 80)°C = 80°C 

AT2 =Th, out — Tein = (125 — 20)°C = 105°C 








and 


А = А _ 80 – 105 
Іп (АТ /АТ,) In (80/105) 





АТ = = 92.0°C 


Then the surface area of the heat exchanger is determined to be 


n 0 301,000 W 
Q=UASATim —> As= (Tar. = (640 Wim? - °C)(92.0°C) 





= 5.11 т? 
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To provide this much heat transfer surface area, the length of the tube must be 


A, 511m? 


А, = тр 7001 





= 108m 





Discussion The inner tube of this counter-flow heat exchanger (and thus the 
heat exchanger itself) needs to be over 100 m long to achieve the desired heat 
transfer, which is impractical. In cases like this, we need to use a plate heat 
exchanger or a multipass shell-and-tube heat exchanger with multiple passes of 
tube bundles. 








EXAMPLE 23-5 Heating of Glycerin in a 
Multipass Heat Exchanger 


A 2-shell passes and 4-tube passes heat exchanger is used to heat glycerin from 
20°C to 50°C by hot water, which enters the thin-walled 2-cm-diameter tubes at 


80°C and leaves at 40°C (Fig. 23-21). The total length of the tubes in the heat Cold 
exchanger is 60 m. The convection heat transfer coefficient is 25 W/m? - *C on glycerin 
the glycerin (shell) side and 160 W/m? - °С on the water (tube) side. Determine 20°C 


the rate of heat transfer in the heat exchanger (a) before any fouling occurs and 
(b) after fouling with a fouling factor of 0.0006 m? - *C/W occurs on the outer 
surfaces of the tubes. 








SOLUTION Glycerin is heated in a 2-shell passes and 4-tube passes heat 
exchanger by hot water. The rate of heat transfer for the cases of fouling and no 
fouling are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The heat exchanger is well FIGURE 23-21 
insulated so that heat loss to the surroundings is negligible and thus heat trans- Schematic for Example 23-5. 
fer from the hot fluid is equal to heat transfer to the cold fluid. 3 Changes in the 
kinetic and potential energies of fluid streams are negligible. 4 Heat transfer co- 
efficients and fouling factors are constant and uniform. 5 The thermal resis- 
tance of the inner tube is negligible since the tube is thin-walled and highly 
conductive. 

Analysis The tubes are said to be thin-walled, and thus it is reasonable to 
assume the inner and outer surface areas of the tubes to be equal. Then the 
heat transfer surface area becomes 





А; = трі = (0.02 т)(60 т) = 3.77 т> 


The rate of heat transfer in this heat exchanger can be determined from 


Q =UA,F ATim, ce 


where F is the correction factor and A Tim, cr is the log mean temperature differ- 
ence for the counter-flow arrangement. These two quantities are determined 
from 





АТ, x: Шоо Пот zm (80 50)°C = 30°C 
АТ, = Прог Te i S (40 20)°C = RC 
E DEEP UN 
Іп (АТ /АТ,) In (30/20) 





AT im, cF = ын 24.7°C 





--Ө3--- 
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and 
“5-1 40-80 
Маг 700853) | 
Е = 0.91 (Fig. 23-18b) 
Н11-12:20-50 (15 
t-t, 40-80 i 


(a) In the case of no fouling, the overall heat transfer coefficient U is deter- 
mined from 


2 8 
U bs 1 1 = 21.6 W/m? - °C 


h ^h, 160W/m^-*C ' 25 WIm? -*C 





Then the rate of heat transfer becomes 


Q — UA,F ATi, ce — (21.6 W/m? - *C)(3.77m?2)(0.91)(24.7C) = 1830 W 


(b) When there is fouling on one of the surfaces, the overall heat transfer coef- 
ficient U is 








1 1 
ies e 1 1 0.0006 т>: °С/М 
h h, /fÍ 160W/m?-*C 25W/m^-*C ^ 
— 21.3 W /m? - *C 


The rate of heat transfer in this case becomes 


Q — UA,F ATi, cc — (2.3 W/m? - *C)(3.77 m)(0.91)(24.7C) = 1805 W 


Discussion Note that the rate of heat transfer decreases as a result of fouling, 
as expected. The decrease is not dramatic, however, because of the relatively 
low convection heat transfer coefficients involved. 








EXAMPLE 23-6 Cooling of an Automotive Radiator 


A test is conducted to determine the overall heat transfer coefficient in an au- 
tomotive radiator that is a compact cross-flow water-to-air heat exchanger with 
both fluids (air and water) unmixed (Fig. 23-22). The radiator has 40 tubes of 
internal diameter 0.5 cm and length 65 cm in a closely spaced plate-finned 
matrix. Hot water enters the tubes at 90°C at a rate of 0.6 kg/s and leaves at 
65°C. Air flows across the radiator through the interfin spaces and is heated 
from 20°C to 40°C. Determine the overall heat transfer coefficient U; of this ra- 
diator based on the inner surface area of the tubes. 


SOLUTION During an experiment involving an automotive radiator, the inlet 
and exit temperatures of water and air and the mass flow rate of water are mea- 
sured. The overall heat transfer coefficient based on the inner surface area is to 
be determined. 

Assumptions 1 Steady operating conditions exist. 2 Changes in the kinetic 
and potential energies of fluid streams are negligible. 3 Fluid properties are 
constant. 
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90°C 







































































Air flow 
(unmixed) ә, © 
20°C S D > 40°C 
65°C 
Water flow FIGURE 23-22 
(unmixed) Schematic for Example 23-6. 


Properties The specific heat of water at the average temperature of (90 + 65)/ 
2 =77.5°C is 4.195 kJ/kg - °C. 

Analysis The rate of heat transfer in this radiator from the hot water to the air 
is determined from an energy balance on water flow, 


Q =[MC, (Tin — Tout) water = (0.6 kg/s)(4.195 kJ /kg - °C)(90 — 65)°C = 62.93 kW 


The tube-side heat transfer area is the total surface area of the tubes, and is 
determined from 


A; = naD;L = (40)(0.005 m)(0.65 m) = 0.408 m2 
Knowing the rate of heat transfer and the surface area, the overall heat transfer 
coefficient can be determined from 
a тг: 
0 = UA F Allin, cr ==: Е ААГ EE 


where F is the correction factor and AT, cr is the log mean temperature differ- 
ence for the counter-flow arrangement. These two quantities are found to be 
АТГ! 2-1 о ОЕ АОС Е БОЕ 
АТ; z Moui 11е, ME (65 20)°C = 45°C 
AT,—AT, _ 50-45 




















SVin ce = ATAT me 7105 
and 
ott 65-90 
ев ооо 
ТТ " Е = 0.97 (Fig. 23-18c) 
R = - 2202) 40 _ 080 
10556529090 
Substituting, the overall heat transfer coefficient U; is determined to be 
Q 62,930 W 





U; = 3341 W/m - °С 


ТАРАТ се (0.408 т2)(0.97)(47.6°С) 


Note that the overall heat transfer coefficient on the air side will be much lower 
because of the large surface area involved on that side. 
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23-5 = THE EFFECTIVENESS-NTU METHOD 


The log mean temperature difference (LMTD) method discussed in Section 
23-4 is easy to use in heat exchanger analysis when the inlet and the outlet 
temperatures of the hot and cold fluids are known or can be determined from 
an energy balance. Once AT m the mass flow rates, and the overall heat trans- 
fer coefficient are available, the heat transfer surface area of the heat ex- 
changer can be determined from 


Q = UA, ATim 


Therefore, the LMTD method is very suitable for determining the size 
of a heat exchanger to realize prescribed outlet temperatures when the mass 
flow rates and the inlet and outlet temperatures of the hot and cold fluids are 
specified. 

With the LMTD method, the task is to select a heat exchanger that will meet 
the prescribed heat transfer requirements. The procedure to be followed by the 
selection process is: 


1. Select the type of heat exchanger suitable for the application. 

2. Determine any unknown inlet or outlet temperature and the heat transfer 
rate using an energy balance. 

3. Calculate the log mean temperature difference AT), and the correction 
factor F , if necessary. 

4. Obtain (select or calculate) the value of the overall heat transfer co- 
efficient U. 

5. Calculate the heat transfer surface area A; . 


The task is completed by selecting a heat exchanger that has a heat transfer 
surface area equal to or larger than A; . 

A second kind of problem encountered in heat exchanger analysis is the de- 
termination of the heat transfer rate and the outlet temperatures of the hot and 
cold fluids for prescribed fluid mass flow rates and inlet temperatures when 
the type and size of the heat exchanger are specified. The heat transfer surface 
area A of the heat exchanger in this case is known, but the outlet temperatures 
are not. Here the task is to determine the heat transfer performance of a spec- 
ified heat exchanger or to determine if a heat exchanger available in storage 
will do the job. 

TheLMTD method could still be used for this alternative problem, but the 
procedure would require tedious iterations, and thus it is not practical. In an 
attempt to eliminate the iterations from the solution of such problems, K ays 
and London came up with a method in 1955 called the effectiveness- NT U 
method, which greatly simplified heat exchanger analysis. 

This method is based on a dimensionless parameter called the heat trans- 
fer effectiveness e, defined as 


2 0 a Actual heat transfer rate 
T Qua Maximum possible heat transfer rate 





(23-29) 


The actual heat transfer rate in a heat exchanger can be determined from an 
energy balance on the hot or cold fluids and can be expressed as 


Q= C e(Te, out Е Т, i = CahlTh, in m Th, out) (23-30) 
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where C, = m,.C,, and C, = M,C pn are the heat capacity rates of the cold and 
the hot fluids, respectively. 

To determine the maximum possible heat transfer rate in a heat exchanger, 
we first recognize that the maximum temperature difference in a heat ex- 
changer is the difference between the inlet temperatures of the hot and cold 
fluids. T hat is, 


AT max = Theta = Tem (23-31) 
The heat transfer in a heat exchanger will reach its maximum value when 
(1) the cold fluid is heated to the inlet temperature of the hot fluid or (2) the 
hot fluid is cooled to the inlet temperature of the cold fluid. These two limit- 
ing conditions will not be reached simultaneously unless the heat capacity 
rates of the hot and cold fluids are identical (i.e., C. = Ch). When C, # Cy, 
which is usually the case, the fluid with the smaller heat capacity rate will ex- 
perience a larger temperature change, and thus it will be the first to experience 
the maximum temperature, at which point the heat transfer will come to a halt. 
Therefore, the maximum possible heat transfer rate in a heat exchanger is 
(Fig. 23-23) 

Ou = Comm P god = (23-32) 


where C min Is the smaller of C} = 
clarified by Example 23-7. 


Te, in) 


тС рь апа С. = Сс. This is further 





ЕХАМРІЕ 23-7 Upper Limit for Heat Transfer in a 


Heat Exchanger 


Cold water enters a counter-flow heat exchanger at 10°C at a rate of 8 kg/s, 
where it is heated by a hot-water stream that enters the heat exchanger at 70°C 
at a rate of 2 kg/s. Assuming the specific heat of water to remain constant at 
C, = 4.18 kJ/kg - °C, determine the maximum heat transfer rate and the outlet 
temperatures of the cold- and the hot-water streams for this limiting case. 


SOLUTION Cold- and hot-water streams enter a heat exchanger at specified 
temperatures and flow rates. The maximum rate of heat transfer in the heat ex- 
changer is to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The heat exchanger is well 
insulated so that heat loss to the surroundings is negligible and thus heat trans- 
fer from the hot fluid is equal to heat transfer to the cold fluid. 3 Changes in the 
kinetic and potential energies of fluid streams are negligible. 4 Heat transfer co- 
efficients and fouling factors are constant and uniform. 5 The thermal resis- 
tance of the inner tube is negligible since the tube is thin-walled and highly 
conductive. 

Properties The specific heat of water is given to be C, = 4.18 kJ/kg · °С. 
Analysis A schematic of the heat exchanger is given in Fig. 23-24. The heat 
capacity rates of the hot and cold fluids are determined from 


C,= MC ph = (2 kg/s)(4.18 kJ/kg - °C) = 8.36 kW/°C 
and 
С. = тС ре = (8 kg/s)(4.18 kJ/kg - °C) = 33.4 kW/°C 
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Cold 
water 


20°C 
25 kg/s | 


Hot 
oil 


0 De 


130°C 
40 kg/s 


Ce = MC pe = 104.5 kW/°C 

C, eh Ca, 92 KW/C 

C rnin = 92 KW/°C 

AT max =Th,in- Tein = 110°C 

Qmar = Cmin AT max = 20,120 kW 
FIGURE 23-23 


The determination of the maximum 
rate of heat transfer in a heat 








exchanger. 
10°C Cold 
8kg/s , water 
Hot 
water 
—) De 
70°C 
2 kg/s 
FIGURE 23-24 


Schematic for Example 23-7. 
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Therefore 
Cre = С, = 8.36 kw/°C 


which is the smaller of the two heat capacity rates. Then the maximum heat 
transfer rate is determined from Eq. 23-32 to be 


Qro == Сот, іа Б Tc, in) 
= (8.36 kW/°C)(70 — 10)°C 
= 502 kW 


That is, the maximum possible heat transfer rate in this heat exchanger is 
502 kW. This value would be approached in a counter-flow heat exchanger with 
a very large heat transfer surface area. 

The maximum temperature difference in this heat exchanger is A Tmax = Th, in 
— lein = (70 — 10)°C = 60°C. Therefore, the hot water cannot be cooled by 
more than 60°C (to 10°C) in this heat exchanger, and the cold water cannot be 
heated by more than 60°C (to 70°C), no matter what we do. The outlet temper- 
atures of the cold and the hot streams in this limiting case are determined to be 


Q 502 kW 








Q Е CAT, ou ^ — Tei) === Пот ан Пет H (23 E 334 kW /°C = 25°C 
Е 0 502 И 
0 HE СТЬ т ЕЭ ан! e ЇЇ? out — Thy in oF = ONC 8.38 kW/°C = 10°C 


Discussion Note that the hot water is cooled to the limit of 10°C (the inlet tem- 
perature of the cold-water stream), but the cold water is heated to 25°C only 
when maximum heat transfer occurs in the heat exchanger. This is not surpris- 
ing, since the mass flow rate of the hot water is only one-fourth that of the cold 
water, and, as a result, the temperature of the cold water increases by 0.25°C 
for each 1°C drop in the temperature of the hot water. 
You may be tempted to think that the cold water should be heated to 70°C in 
MC | aad the limiting case of maximum heat transfer. But this will require the tempera- 
ture of the hot water to drop to —170°C (below 10°C), which is impossible. 
Hot Therefore, heat transfer in a heat exchanger reaches its maximum value when 
fluid the fluid with the smaller heat capacity rate (or the smaller mass flow rate when 
Dh : both fluids have the same specific heat value) experiences the maximum tem- 
IT C pn perature change. This example explains why we use C,,,, in the evaluation of 
Q4, instead of C... 
We can show that the hot water will leave at the inlet temperature of the cold 
0- h Cph ATh water and vice versa in the limiting case of maximum heat transfer when the mass 
- nC. AT, flow rates of the hot- and cold-water streams are identical (Fig. 23-25). We can 
also show that the outlet temperature of the cold water will reach the 70°C limit 
when the mass flow rate of the hot water is greater than that of the cold water. 





С 





then AT, = AT, 





FIGURE 23-25 

The temperature rise of the cold fluid The determination of Q max requires the availability of the inlet temperature 
in a heat exchanger will be equal to of the hot and cold fluids and their mass flow rates, which are usually speci- 
the temperature drop of the hot fluid fied, Then, once the effectiveness of the heat exchanger is known, the actual 
when the mass flow rates and the heat transfer rate Q can be determined from 

specific heats of the hot and cold | | 

fluids are identical. Q = EQimax = EC min(Th, in — Tc, in) (23-33) 
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Therefore, the effectiveness of a heat exchanger enables us to determine the 
heat transfer rate without knowing the outlet temperatures of the fluids. 

The effectiveness of a heat exchanger depends on the geometry of the heat 
exchanger as well as the flow arrangement. Therefore, different types of heat 
exchangers have different effectiveness relations. Below we illustrate the de- 
velopment of the effectiveness e relation for the double-pipe parallel-flow 
heat exchanger. 

Equation 23-23 developed in Section 23-4 for a parallel-flow heat ex- 
changer can be rearranged as 


Th out — Te out c =) 
| | — — 14 (23-34) 
? Th, in no Tein C. Ch 





Also, solving Eq. 23-30 for T, 4 gives 











Cc 
Th, out = Th, in C. (Т. out Te in) (23-35) 
h 
Substituting this relation into Eq. 23-34 after adding and subtracting 
To in gives 
T T T T Ce T T 
| hin - cin + cin sot С cout — cin) UA, à e 
n Th, in Tein Е Се na 
which simplifies to 
Се Тео = Гела UA, у C. 
n 1 é | e) Toa Ten ~ ( | E) (23736) 
We now manipulate the definition of effectiveness to obtain 
0 C (Tc out — Te, in) Te, out — Tc, in C uin 
с Once Coin lin Tea > Thin Tein Es C. 


Substituting this result into Eq. 23- 36 and solving for & gives the following 
relation for the effectiveness of a parallel-flow heat exchanger: 


UA, Ge 
1— exp - p. ( 0) 


Eparallel flow — CAC. 
e +e) 1 


Taking either C, or C, to be C, (both approaches give the same result), the 
relation above can be expressed more conveniently as 


UA Са 
1— exp - 2 E - s 
C min C тах, 
Eparallel flow — ЭН (23-38) 
di C max 


Again C min IS the smaller heat capacity ratio and C max is the larger one, and it 
makes no difference whether C min belongs to the hot or cold fluid. 





(23-37) 
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Effectiveness relations of the heat exchangers typically involve the dimen- 
sionless group UA,/C min. This quantity is called the number of transfer units 
NTU and is expressed as 


A A 
ie. - i 
тС р) vin 








Сан (23-39) 
where U is the overall heat transfer coefficient and A, is the heat transfer surface 
area of the heat exchanger. Note that NTU is proportional to A,. Therefore, for 
specified values of U and C min the value of NTU is a measure of the heat trans- 
fer surface area A,. Thus, the larger the NTU, the larger the heat exchanger. 

In heat exchanger analysis, it is also convenient to define another dimen- 
sionless quantity called the capacity ratio c as 


22 C min 
d 
It can be shown that the effectiveness of a heat exchanger is a function of the 
number of transfer units NTU and the capacity ratio c. That is, 
e = function (UA./C mins C min/C max) = function (NTU, c) 


Effectiveness relations have been developed for a large number of heat ex- 
changers, and the results are given in Table 23-4. The effectivenesses of some 
common types of heat exchangers are also plotted in Fig. 23-26. More 


(23-40) 


TABLE 23-4 


Effectiveness relations for heat exchangers: NTU = UA,/C,,i, and 
C = Cimin’ Cmax = (MCp)min/(MCp)max (Kays and London) 


Heat exchanger 
type 
1 Double pipe: 


Effectiveness relation 


1 — exp [-NTU(1 + c)] 
= 1+с 

1 — exp [—NTU(1 ~ с)] 
Ule c exp [- NTU(1 — c)] 


Parallel-flow E€ 


Counter-flow = 
2 Shell-and-tube: 


One-shell pass 
2,4,...tube 
passes 
Cross-flow 
(single-pass) 
Both fluids 
unmixed 

Cmax Mixed, 
Cin unmixed 
Cin Mixed, 
Cmax unmixed 
All heat 
exchangers 
with c = O 


V1+c?3] = 


sep Dad y pui ees 


1 — exp [-NTU 


NTU?9-22 
€= 1 — exp б 


s-la 








exp f1—c[1 


е = 1 – ехр 1-0 — exp (—c vun) 


& — ] — exp( - NTU) 





V1+c?] 


[exp (Cc NTU978) — ul 


exp (—NTU)]}) 


From W. M. Kays and A. L. London. Compact Heat Exchangers, 3/e. McGraw-Hill, 1984. Reprinted by 
permission of William M. Kays. 
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(c) One-shell pass and 2, 4, 6, ... tube passes 
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(e) Cross-flow with both fluids unmixed 
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(d) Two-shell passes and 4, 8, 12, ... tube passes 
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(f) Cross-flow with one fluid mixed and the 
other unmixed 


FIGURE 23-26 


Effectiveness for heat exchangers (from K ays and London). 
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Counter-flow 







Cross-flow with 
js both fluids unmixed 


Parallel-flow 


(forc 21) 








0 1-2 3 4 5 
NTU =UAJC min 


FIGURE 23-27 

For a specified NTU and capacity 
ratio c, the counter-flow heat 
exchanger has the highest 
effectiveness and the parallel-flow the 
lowest. 


Ne =1- e@ NTU 
(All heat exchangers 
with c =0) 











0 1 2 3 4 5 
NTU -UAJC min 
FIGURE 23-28 
The effectiveness relation reduces to 
& = Emax = 1 — exp(—NTU) for all 
heat exchangers when the capacity 
ratioc = 0. 
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extensive effectiveness charts and relations are available in the literature. The 
dashed lines in Fig. 23-26f are for the case of C min unmixed and C max Mixed 
and the solid lines are for the opposite case. The analytic relations for the ef- 
fectiveness give more accurate results than the charts, since reading errors in 
charts are unavoidable, and the relations are very suitable for computerized 
analysis of heat exchangers. 

We make these observations from the effectiveness relations and charts al- 
ready given: 


1. The value of the effectiveness ranges from 0 to 1. It increases rapidly 
with NTU for small values (up to about NTU = 1.5) but rather slowly 
for larger values. Therefore, the use of a heat exchanger with a large 
NTU (usually larger than 3) and thus a large size cannot be justified 
economically, since a large increase in NTU in this case corresponds 
to a small increase in effectiveness. Thus, a heat exchanger with a 
very high effectiveness may be highly desirable from a heat transfer 
point of view but rather undesirable from an economical point 
of view. 

2. Fora given NTU and capacity ratio c = C min /C max the counter-flow 
heat exchanger has the highest effectiveness, followed closely by the 
cross-flow heat exchangers with both fluids unmixed. As you might 
expect, the lowest effectiveness values are encountered in parallel-flow 
heat exchangers (Fig. 23-27). 

3. The effectiveness of a heat exchanger is independent of the capacity 
ratio c for NTU values of less than about 0.3. 

4. The value of the capacity ratio c ranges between 0 and 1. For agiven 
NTU, the effectiveness becomes a maximum for c = 0 and a minimum 
forc = 1. The case c = C min /C max — 0 corresponds to C maxs > 2, which 
is realized during a phase-change process in a condenser or boiler. AIl 
effectiveness relations in this case reduce to 


E = Emax = 1 — exp(—NTU) (23-41) 


regardless of the type of heat exchanger (Fig. 23-28). Note that the 
temperature of the condensing or boiling fluid remains constant in 
this case. T he effectiveness is the lowest in the other limiting case of 
C = C min/C max = 1, which is realized when the heat capacity rates of 
the two fluids are equal. 


Once the quantities c = C min/C max and NTU = U A,/C min have been evalu- 
ated, the effectiveness s can be determined from either the charts or (prefer- 
ably) the effectiveness relation for the specified type of heat exchanger. Then 
the rate of heat transfer Q and the outlet temperatures Th, out and Te, out can be 
determined from Eqs. 23-33 and 23-30, respectively. N ote that the analysis of 
heat exchangers with unknown outlet temperatures is a straightforward matter 
with the effectiveness-NTU method but requires rather tedious iterations with 
theLMTD method. 

We mentioned earlier that when all the inlet and outlet temperatures 
are specified, the size of the heat exchanger can easily be determined 
using the LMTD method. Alternatively, it can also be determined from the 
effectiveness-NTU method by first evaluating the effectiveness e from its 
definition (Eq. 23- 29) and then the NTU from the appropriate NTU relation 
in Table 23-5. 
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TABLE 23-5 


NTU relations for heat exchangers: NTU = UA,/Cmin and c = Cmin/Cmax 
= (MCp)min/(MCp)max (Kays and London) 


Heat exchanger type NTU relation 





1 Double-pipe: 


Parallel-flow Ni] es c ae 











LEC 
Counter-flow NTU =} n( £71 
c= 1 ec—1 
2 Shell and tube: 1 aes ees VI+ c2 
One-shell pass NTU = -—= In | 2 
2, 4, .. . tube passes м1 + с? 2 6-1-4ХМ1«2 
3 Cross-flow (single-pass): _ 
Curax mixed, NTU = —In 1 nace 
Cmin unmixed 
Cin Mixed, Е 
Cmax UNMixed NTU = ЕСА ааа. = юэ 
4 All heat exchangers 


йг NTU = —In(1 — e) 


From W. M. Kays and A. L. London. Compact Heat Exchangers, 3/e. McGraw-Hill, 1984. Reprinted by 
permission of William M. Kays. 


N ote that the relations in Table 23-5 are equivalent to those in Table 23-4. 
Both sets of relations are given for convenience. The relations in Table 23-4 
give the effectiveness directly when NTU is known, and the relations in 
Table 23-5 give the NTU directly when the effectiveness e is known. 





EXAMPLE 23-8 Using the Effectiveness-NTU Method 


Repeat Example 23-4, which was solved with the LMTD method, using the 
effectiveness- NTU method. 


SOLUTION The schematic of the heat exchanger is redrawn in Fig. 23-29, and Hen 

the same assumptions are utilized. | | geothermal, 160°C 
Analysis |n the effectiveness-NTU method, we first determine the heat capac- brine | 

ity rates of the hot and cold fluids and identify the smaller one: 


Ch = MC ph = (2 kg/s)(4.31 kJ/kg - °C) = 8.62 kW/°C 
Co = MC oe = (1.2 ko/s)(4.18 k]/kg - °C) = 5.02 kW /°C 





Therefore, 


Cinin = C, = 5.02 kKW/PC FIGURE 23-29 


and Schematic for Example 23-8. 


C = Cun/Cmac — 5.02/8:62 — 0:583 
Then the maximum heat transfer rate is determined from Eq. 23-32 to be 
Олс = C rnin lin, in ЕЕ Te 
= (5.02 kW/°C)(160 — 20)°C 
= 702.8 kW 
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: Oil 
150°C | 0.3 kg/s 
20°C 
Water 
0.2 kg/s 
FIGURE 23-30 


Schematic for Example 23-9. 
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That is, the maximum possible heat transfer rate in this heat exchanger is 
702.8 kW. The actual rate of heat transfer in the heat exchanger is 


Q = [MC (То — Tin) lwater = (1.2 kg/s)(4.18 kJ /kg - °C)(80 — 20)°C = 301.0 kW 


Thus, the effectiveness of the heat exchanger is 


Q _ 301.0 kw 
f= 5 702.8 kW = 0.428 
max 


Knowing the effectiveness, the NTU of this counter-flow heat exchanger can be 
determined from Fig. 23-265 or the appropriate relation from Table 23-5. We 
choose the latter approach for greater accuracy: 


шэг 1 0428-1 
NUUS н(2 - 1) = 0583-1 (sa x 0.583 — 1) т 061 





Then the heat transfer surface area becomes 


UA, a = NTU Cmn _ (0.651)(5020W/°C) _ 54, m 
СЕ Е ТЕБЕ СЛОЕ. 





NTU = 





To provide this much heat transfer surface area, the length of the tube must be 


A, 5.11 m2 


= a aa a 





= 108m 


Discussion Note that we obtained the same result with the effectiveness-NTU 
method in a systematic and straightforward manner. 








EXAMPLE 23-9 Cooling Hot Oil by Water in a Multipass 
Heat Exchanger 


Hot oil is to be cooled by water in a l-shell-pass and 8-tube-passes heat 
exchanger. The tubes are thin-walled and are made of copper with an internal 
diameter of 1.4 cm. The length of each tube pass in the heat exchanger is 5 m, 
and the overall heat transfer coefficient is 310 W/m? - ?C. Water flows through 
the tubes at a rate of 0.2 kg/s, and the oil through the shell at a rate of 0.3 kg/s. 
The water and the oil enter at temperatures of 20°C and 150°C, respectively. 
Determine the rate of heat transfer in the heat exchanger and the outlet tem- 
peratures of the water and the oil. 


SOLUTION Hot oil is to be cooled by water in a heat exchanger. The mass flow 
rates and the inlet temperatures are given. The rate of heat transfer and the out- 
let temperatures are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The heat exchanger is well 
insulated so that heat loss to the surroundings is negligible and thus heat trans- 
fer from the hot fluid is equal to the heat transfer to the cold fluid. 3 The thick- 
ness of the tube is negligible since it is thin-walled. 4 Changes in the kinetic 
and potential energies of fluid streams are negligible. 5 The overall heat trans- 
fer coefficient is constant and uniform. 

Analysis The schematic of the heat exchanger is given in Fig. 23-30. The 
outlet temperatures are not specified, and they cannot be determined from an 
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energy balance. The use of the LMTD method in this case will involve tedious 
iterations, and thus the s-NTU method is indicated. The first step in the s-NTU 
method is to determine the heat capacity rates of the hot and cold fluids and 
identify the smaller one: 


Съ = С, = (0.3 К9/5)(2.13 КЈ/Ко · °С) = 0.639 КМ/С 
C, — MC. = (0.2 kg/s)(4.18 kJ/kg - °C) = 0.836 kwW/°C 





Therefore, 
C min = Ch = 0.639 kW /°C 
and 
= Cmn _ 0.639 _ 0,764 
Cmax 0.836 


Then the maximum heat transfer rate is determined from Eq. 23-32 to be 
one = 201 їйл Te, m) 
= (0.639 kW/°C)(150 — 20)°C = 83.1 kW 


That is, the maximum possible heat transfer rate in this heat exchanger is 
83.1 kW. The heat transfer surface area is 


A, = n(aDL) = 82(0.014 т)(5 т) = 1.76 т? 
Then the NTU of this heat exchanger becomes 


_ UA, _ (310 W/m? - °C)(1.76 m?) 
C min 639 W/C 








NTU = 0.853 


The effectiveness of this heat exchanger corresponding to c — 0.764 and 
NTU = 0.853 15 determined from Fig. 23-26c to be 


e = 0.47 


We could also determine the effectiveness from the third relation in Table 23-4 
more accurately but with more labor. Then the actual rate of heat transfer 
becomes 


Q = eQ max = (0.47)(83.1 KW) = 39.1 kW 


Finally, the outlet temperatures of the cold and the hot fluid streams are deter- 
mined to be 


0 
0) CAT. cut 9) Ten) =? Me cut = П аг p 


NS 39.1КМ _ а 

= 20°C + 0.836 kWFC ^ 66.8°C 
Q 
ОСИ G 

Ш ESOS - 

= 0.639 kW/°C a 


Therefore, the temperature of the cooling water will rise from 20°C to 66.8°C as 
it cools the hot oil from 150°C to 88.8°C in this heat exchanger. 
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23-6 = SELECTION OF HEAT EXCHANGERS 


Heat exchangers are complicated devices, and the results obtained with the 
simplified approaches presented above should be used with care. For example, 
we assumed that the overall heat transfer coefficient U is constant throughout 
the heat exchanger and that the convection heat transfer coefficients can be 
predicted using the convection correlations. However, it should be kept in 
mind that the uncertainty in the predicted value of U can even exceed 30 per- 
cent. Thus, it is natural to tend to overdesign the heat exchangers in order to 
avoid unpleasant surprises. 

Heat transfer enhancement in heat exchangers is usually accompanied by 
increased pressure drop, and thus higher pumping power. Therefore, any gain 
from the enhancement in heat transfer should be weighed against the cost of 
the accompanying pressure drop. Also, some thought should be given to 
which fluid should pass through the tube side and which through the shell 
side. Usually, the more viscous fluid is more suitable for the shell side (larger 
passage area and thus lower pressure drop) and the fluid with the higher pres- 
sure for the tube side. 

Engineers in industry often find themselves in a position to select heat 
exchangers to accomplish certain heat transfer tasks. Usually, the goal is to 
heat or cool a certain fluid at a known mass flow rate and temperature to a 
desired temperature. Thus, the rate of heat transfer in the prospective heat 
exchanger is 


(2 = mC oT in = Tout) 


which gives the heat transfer requirement of the heat exchanger before having 
any idea about the heat exchanger itself. 

An engineer going through catalogs of heat exchanger manufacturers will 
be overwhelmed by the type and number of readily available off-the-shelf heat 
exchangers. T he proper selection depends on several factors. 


Heat Transfer Rate 

This is the most important quantity in the selection of a heat exchanger. A heat 
exchanger should be capable of transferring heat at the specified rate in order 
to achieve the desired temperature change of the fluid at the specified mass 
flow rate. 


Cost 
Budgetary limitations usually play an important role in the selection of heat 
exchangers, except for some specialized cases where "money is no object." 
An off-the-shelf heat exchanger has a definite cost advantage over those made 
to order. However, in some cases, none of the existing heat exchangers will 
do, and it may be necessary to undertake the expensive and time-consuming 
task of designing and manufacturing a heat exchanger from scratch to suit the 
needs. This is often the case when the heat exchanger is an integral part of the 
overall device to be manufactured. 

The operation and maintenance costs of the heat exchanger are also impor- 
tant considerations in assessing the overall cost. 
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Pumping Power 

In a heat exchanger, both fluids are usually forced to flow by pumps or fans 
that consume electrical power. The annual cost of electricity associated with 
the operation of the pumps and fans can be determined from 


Operating cost — (Pumping power, kW ) x (Hours of operation, h) 
x (Price of electricity, $/KW h) 


where the pumping power is the total electrical power consumed by the 
motors of the pumps and fans. For example, a heat exchanger that involves a 
1-hp pump and a 1-hp fan (1 hp — 0.746 kW) operating 8 h a day and 5 days 
a week will consume 2017 kWh of electricity per year, which will cost $161.4 
at an electricity cost of 8 cents/kW h. 

Minimizing the pressure drop and the mass flow rate of the fluids will min- 
imize the operating cost of the heat exchanger, but it will maximize the size of 
the heat exchanger and thus the initial cost. As a rule of thumb, doubling the 
mass flow rate will reduce the initial cost by half but will increase the pump- 
ing power requirements by a factor of roughly eight. 

Typically, fluid velocities encountered in heat exchangers range between 0.7 
and 7 m/s for liquids and between 3 and 30 m/s for gases. Low veloci- 
ties are helpful in avoiding erosion, tube vibrations, and noise as well as pres- 
sure drop. 


Size and Weight 

Normally, the smaller and the lighter the heat exchanger, the better itis. This 
is especially the case in the automotive and aerospace industries, where size 
and weight requirements are most stringent. A Iso, a larger heat exchanger nor- 
mally carries a higher price tag. The space available for the heat exchanger in 
some cases limits the length of the tubes that can be used. 


Type 

The type of heat exchanger to be selected depends primarily on the type of 
fluids involved, the size and weight limitations, and the presence of any phase- 
change processes. For example, a heat exchanger is suitable to cool a liquid 
by a gas if the surface area on the gas side is many times that on the liquid 
side. On the other hand, a plate or shell-and-tube heat exchanger is very suit- 
able for cooling a liquid by another liquid. 


Materials 
The materials used in the construction of the heat exchanger may be an im- 
portant consideration in the selection of heat exchangers. For example, the 
thermal and structural stress effects need not be considered at pressures below 
15 atm or temperatures below 150°C. But these effects are major considera- 
tions above 70 atm or 550°C and seriously limit the acceptable materials of 
the heat exchanger. 

A temperature difference of 50°C or more between the tubes and the shell 
will probably pose differential thermal expansion problems and needs to be 
considered. In the case of corrosive fluids, we may have to select expensive 
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FIGURE 23-31 
Schematic for Example 23-10. 


cen54261 ch23.qxd 2/12/04 10: 37 АМ Раде 1066 T 


corrosion-resistant materials such as stainless steel or even titanium if we are 
not willing to replace low-cost heat exchangers frequently. 


Other Considerations 

There are other considerations in the selection of heat exchangers that may 
or may not be important, depending on the application. For example, being 
leak-tight is an important consideration when toxic or expensive fluids are in- 
volved. Ease of servicing, low maintenance cost, and safety and reliability are 
some other important considerations in the selection process. Quietness is one 
of the primary considerations in the selection of liquid-to-air heat exchangers 
used in heating and air-conditioning applications. 





EXAMPLE 23-10 Installing a Heat Exchanger to Save Energy 
and Money 


In a dairy plant, milk is pasteurized by hot water supplied by a natural gas fur- 
nace. The hot water is then discharged to an open floor drain at 80°C at a rate 
of 15 kg/min. The plant operates 24 h a day and 365 days a year. The furnace 
has an efficiency of 80 percent, and the cost of the natural gas is $0.40 per 
therm (1 therm = 105,500 kJ). The average temperature of the cold water en- 
tering the furnace throughout the year is 15°C. The drained hot water cannot be 
returned to the furnace and recirculated, because it is contaminated during the 
process. 

In order to save energy, installation of a water-to-water heat exchanger to pre- 
heat the incoming cold water by the drained hot water is proposed. Assuming 
that the heat exchanger will recover 75 percent of the available heat in the hot 
water, determine the heat transfer rating of the heat exchanger that needs to be 
purchased and suggest a suitable type. Also, determine the amount of money 
this heat exchanger will save the company per year from natural gas savings. 


SOLUTION — A water-to-water heat exchanger is to be installed to transfer energy 
from drained hot water to the incoming cold water to preheat it. The rate of heat 
transfer in the heat exchanger and the amount of energy and money saved per 
year are to be determined. 

Assumptions 1 Steady operating conditions exist. 2 The effectiveness of the 
heat exchanger remains constant. 

Properties We use the specific heat of water at room temperature, C, = 4.18 kJ/ 
kg - °C, and treat it as a constant. 

Analysis A schematic of the prospective heat exchanger is given in Fig. 
23-31. The heat recovery from the hot water will be a maximum when it leaves 
the heat exchanger at the inlet temperature of the cold water. Therefore, 


Oras = С БОТ п En Te in) 
(5 kals (4.18 kJ/kg - °C)(80 — 15)°C 
= 67.9 КЈ/5 


That is, the existing hot-water stream has the potential to supply heat at a rate 
of 67.9 kJ/s to the incoming cold water. This value would be approached in a 
counter-flow heat exchanger with a very large heat transfer surface area. A heat 
exchanger of reasonable size and cost can capture 75 percent of this heat 
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transfer potential. Thus, the heat transfer rating of the prospective heat ex- 
changer must be 


Ó = £Q max = (0.75)(67.9 k}/s) = 50.9 kj /s 


That is, the heat exchanger should be able to deliver heat at a rate of 50.9 kJ/s 
from the hot to the cold water. An ordinary plate or shell-and-tube heat exchanger 
should be adequate for this purpose, since both sides of the heat exchanger in- 
volve the same fluid at comparable flow rates and thus comparable heat transfer 
coefficients. (Note that if we were heating air with hot water, we would have to 
specify a heat exchanger that has a large surface area on the air side.) 

The heat exchanger will operate 24 h a day and 365 days a year. Therefore, 
the annual operating hours are 


Operating hours = (24 h/day)(365 days/year) = 8760 h/year 


Noting that this heat exchanger saves 50.9 kJ of energy per second, the energy 
saved during an entire year will be 


Energy saved = (Heat transfer rate)(O peration time) 
= (50.9 kJ /s)(8760 h/year)(3600 s/h) 
= 1.605 x 109 К|/уеаг 


The furnace is said to be 80 percent efficient. That is, for each 80 units of heat 
supplied by the furnace, natural gas with an energy content of 100 units must 
be supplied to the furnace. Therefore, the energy savings determined above re- 
sult in fuel savings in the amount of 





E 1.605 x 10°k 
Fuel saved = nergy saved 605 x 10 шин! 1 therm ) 


Furnace efficiency 0.80 105,500 kJ 
= 19,020 therms/year 


Noting that the price of natural gas is $0.40 per therm, the amount of money 
saved becomes 


M oney saved — (Fuel saved) x (Price of fuel) 
= (19,020 therms/year)($0.40/therm) 
= $7607/ year 
Therefore, the installation of the proposed heat exchanger will save the com- 


pany $7607 a year, and the installation cost of the heat exchanger will proba- 
bly be paid from the fuel savings in a short time. 








SUMMARY 


Heat exchangers are devices that allow the exchange of heat 
between two fluids without allowing them to mix with each 
other. Heat exchangers are manufactured in a variety of 
types, the simplest being the double-pipe heat exchanger. In a 
parallel-flow type, both the hot and cold fluids enter the heat 
exchanger at the same end and move in the same direction, 
whereas in a counter-flow type, the hot and cold fluids enter 
the heat exchanger at opposite ends and flow in opposite 


directions. In compact heat exchangers, the two fluids move 
perpendicular to each other, and such a flow configuration is 
called cross-flow. Other common types of heat exchangers in 
industrial applications are the plate and the shell-and-tube heat 
exchangers. 

H eat transfer in a heat exchanger usually involves convection 
in each fluid and conduction through the wall separating the two 
fluids. In the analysis of heat exchangers, it is convenient to 
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work with an overall heat transfer coefficient U or a total ther- 
mal resistance R, expressed as 


ї 1 1 1 1 
== aoc Rye 
UA, U,A, UA, hA, наг БА, 





where the subscripts i and o stand for the inner and outer sur- 
faces of the wall that separates the two fluids, respectively. 
W hen the wall thickness of the tube is small and the thermal 
conductivity of the tube material is high, the last relation sim- 
plifies to 


[н 


+ 


Cle 
-— 
se 


where U = U; = U, The effects of fouling on both the inner 
and the outer surfaces of the tubes of a heat exchanger can be 
accounted for by 


1 1 1 








UA; UA ULAS 8 
Ao Rfi 11 (0,/0)) Rio 1 
hi Aj A; i 2211. А, i h, Ao 


where A; — zD;L and A, = zD,L are the areas of the inner 
and outer surfaces and R; ; and R; , are the fouling factors at 
those surfaces. 

In a well-insulated heat exchanger, the rate of heat transfer 
from the hot fluid is equal to the rate of heat transfer to the cold 
one. That is, 


Q- mC acl T c, out Te in) = СТ, out — To in) 


and 


0- m,C ph T n, in = Th, out) = СТ, in m Th, out) 


where the subscripts c and h stand for the cold and hot fluids, 
respectively, and the product of the mass flow rate and the spe- 
cific heat of a fluid mC, is called the heat capacity rate. 

Of the two methods used in the analysis of heat exchangers, 
the log mean temperature difference (or LMTD) method is 


-Ф- 


best suited for determining the size of a heat exchanger 
when all the inlet and the outlet temperatures are known. The 
effectiveness-NTU method is best suited to predict the outlet 
temperatures of the hot and cold fluid streams in a specified 
heat exchanger. |n the LM TD method, the rate of heat transfer 
is determined from 


Q =UA, ATim 
where 


AT; — AT; 


ATim = n (ATAT) 


is the log mean temperature difference, which is the suitable 
form of the average temperature difference for use in the analy- 
sis of heat exchangers. Here AT, and AT, represent the temper- 
ature differences between the two fluids at the two ends (inlet 
and outlet) of the heat exchanger. For cross-flow and multipass 
shell-and-tube heat exchangers, the logarithmic mean temper- 
ature difference is related to the counter-flow one ATi, cp as 


АТ = Е ATi cr 


where F is the correction factor, which depends on the geome- 
try of the heat exchanger and the inlet and outlet temperatures 
of the hot and cold fluid streams. 

The effectiveness of a heat exchanger is defined as 


Q Actual heat transfer rate 
E — Omax Maximum possible heat transfer rate 





where 
Da = C min(Th, in m Te. in) 


and C min is the smaller of Ch = m,C,, and C, = m.C,,. The ef- 
fectiveness of heat exchangers can be determined from effec- 
tiveness relations or charts. 

The selection or design of a heat exchanger depends on 
several factors such as the heat transfer rate, cost, pressure 
drop, size, weight, construction type, materials, and operating 
environment. 
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PROBLEMS* 


Types of Heat Exchangers 


23-1C Classify heat exchangers according to flow type and 
explain the characteristics of each type. 


23-2C Classify heat exchangers according to construction 
type and explain the characteristics of each type. 


23-3C When is a heat exchanger classified as being com- 
pact? Do you think a double-pipe heat exchanger can be classi- 
fied as a compact heat exchanger? 


23-4C How does a cross-flow heat exchanger differ from a 
counter-flow one? W hat is the difference between mixed and 
unmixed fluids in cross-flow? 


23-5C Whatis the role of the baffles in a shell-and-tube heat 
exchanger? How does the presence of baffles affect the heat 
transfer and the pumping power requirements? Explain. 


23-6C Draw a 1-shell-pass and 6-tube-passes shell-and-tube 
heat exchanger. W hat are the advantages and disadvantages of 
using 6 tube passes instead of just 2 of the same diameter? 


23-7C Draw a 2-shell-passes and 8-tube-passes shell-and- 
tube heat exchanger. W hat is the primary reason for using so 
many tube passes? 


23-8C Whatis a regenerative heat exchanger? How does a 
static type of regenerative heat exchanger differ from a dy- 
namic type? 


The Overall Heat Transfer Coefficient 


23-9C What are the heat transfer mechanisms involved dur- 
ing heat transfer from the hot to the cold fluid? 





*Problems designated by a "C" are concept questions, and 
students are encouraged to answer them all. Problems designated 
by an "E" are in English units, and the SI users can ignore them. 
Problems with an CD-EES icon @ are solved using EES, and 
complete solutions together with parametric studies are included 
on the enclosed CD. Problems with a computer-EES icon & are 
comprehensive in nature, and are intended to be solved with a 
computer, preferably using the EES software that accompanies 
this text. 


23-10C Under what conditions is the thermal resistance of 
the tube in a heat exchanger negligible? 


23-11C Consider a double-pipe parallel-flow heat exchanger 
of length L. The inner and outer diameters of the inner tube are 
D, and D,, respectively, and the inner diameter of the outer 
tube is D3. Explain how you would determine the two heat 
transfer surface areas A; and A,. When is it reasonable to 
assume A; ~ A, ~ A,? 


23-12C Is the approximation h; = h, = h for the convection 
heat transfer coefficient in a heat exchanger a reasonable one 
when the thickness of the tube wall is negligible? 


23-13C Under what conditions can the overall heat transfer 
coefficient of a heat exchanger be determined from U = (1/h; 
t hj? 


23-14C  Whatarethe restrictions on the relation UA, — U,A; 
— U,A, for a heat exchanger? Here A, is the heat transfer sur- 
face area and U is the overall heat transfer coefficient. 


23-15C In a thin-walled double-pipe heat exchanger, when 
is the approximation U = h; a reasonable one? Here U is the 
overall heat transfer coefficient and h; is the convection heat 
transfer coefficient inside the tube. 


23-16C What are the common causes of fouling in a heat 
exchanger? How does fouling affect heat transfer and pres- 
sure drop? 


23-17C How is the thermal resistance due to fouling in a 
heat exchanger accounted for? How do the fluid velocity and 
temperature affect fouling? 


23-18 A double-pipe heat exchanger is constructed of a 
copper (k = 380 W/m - °C) inner tube of internal diameter 
D; = 1.2 cm and external diameter D, — 1.6 cm and an outer 
tube of diameter 3.0 cm. The convection heat transfer coeffi- 
cient is reported to be h; — 700 W /m? - *C on the inner surface 
of the tube and h, = 1400 W/m? - °C on its outer surface. Fora 
fouling factor Ry ; = 0.0005 m? - °C/W on the tube side and 
Ro = 0.0002 m2 - °C/W on the shell side, determine (a) the 
thermal resistance of the heat exchanger per unit length and 
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(b) the overall heat transfer coefficients U ; and U , based on the 
inner and outer surface areas of the tube, respectively. 


23-19 Sg Reconsider Prob. 23-18. Using EES (or other) 

= software, investigate the effects of pipe conduc- 
tivity and heat transfer coefficients on the thermal resistance of 
the heat exchanger. Let the thermal conductivity vary from 
10 W/m - °C to 400 W/m - °C, the convection heat transfer co- 
efficient from 500 W /m? - C to 1500 W/m? - 9C on the inner 
surface, and from 1000 W /m? - 9C to 2000 W/m? - 9C on the 
outer surface. Plot the thermal resistance of the heat exchanger 
as functions of thermal conductivity and heat transfer coeffi- 
cients, and discuss the results. 


23-20 Water at an average temperature of 110°C and an aver- 
age velocity of 3.5 m/s flows through a 5-m-long stainless steel 
tube (k = 14.2 W/m - °C) in a boiler. The inner and outer diam- 
eters of the tube are D; — 1.0 cm and D, — 1.4 cm, respectively. 
If the convection heat transfer coefficient at the outer surface of 
the tube where boiling is taking place is h, = 8400 W/m? - °C, 
determine the overall heat transfer coefficient U; of this boiler 
based on the inner surface area of the tube. 


23-21 Repeat Prob. 23-20, assuming a fouling factor 
Ry; = 0.0005 m2 - °C/W on the inner surface of the tube. 


23-22 egy Reconsider Prob. 23-20. Using EES (or other) 

ss software, plot the overall heat transfer 
coefficient based on the inner surface as a function of fouling 
factor F; as it varies from 0.0001 m2 - °C/W to 0.0008 m? - 
?C/W, and discuss the results. 


23-23 A long thin-walled double-pipe heat exchanger with 
tube and shell diameters of 1.0 cm and 2.5 cm, respectively, is 
used to condense refrigerant-134a by water at 20°C. The refrig- 
erant flows through the tube, with a convection heat transfer 
coefficient of h, = 5000 W/m? - °C. Water flows through the 
shell at a rate of 0.3 kg/s. Determine the overall heat transfer 
coefficient of this heat exchanger. Answer: 2020 W/m? - *C 


23-24 Repeat Prob. 23-23 by assuming a 2-mm-thick layer 
of limestone (k = 1.3 W/m - °C) forms on the outer surface of 
the inner tube. 


23-25 egy Reconsider Prob. 23-24. Using EES (or other) 

ss software, plot the overall heat transfer coeffi- 
cient as a function of the limestone thickness as it varies from 
1mm to 3 mm, and discuss the results. 


23-26E Water at an average temperature of 140°F and an 
average velocity of 8 ft/s flows through a thin-walled 3-in- 
diameter tube. The water is cooled by air that flows across the 
tube with a velocity of V. = 12 ft/s at an average temperature 
of 80°F. Determine the overall heat transfer coefficient. 


Analysis of Heat Exchangers 


23-27C What are the common approximations made in the 
analysis of heat exchangers? 


—$— 


23-28С Under what conditions is the heat transfer relation 


Q= mC acl T c, out Te in) = тС рћ (Thin m Th, out) 


valid for a heat exchanger? 


23-29C What is the heat capacity rate? What can you say 
about the temperature changes of the hot and cold fluids in a 
heat exchanger if both fluids have the same capacity rate? 
W hat does a heat capacity of infinity for a fluid in a heat ex- 
changer mean? 


23-30C Consider a condenser in which steam at a specified 
temperature is condensed by rejecting heat to the cooling 
water. If the heat transfer rate in the condenser and the tem- 
perature rise of the cooling water is known, explain how the 
rate of condensation of the steam and the mass flow rate of 
the cooling water can be determined. Also, explain how the 
total thermal resistance R of this condenser can be evaluated 
in this case. 


23-31C Under what conditions will the temperature rise of 
the cold fluid in a heat exchanger be equal to the temperature 
drop of the hot fluid? 


The Log Mean Temperature Difference Method 


23-32C In the heat transfer relation Q = U A, AT m for a heat 
exchanger, what is AT,,, called? How is it calculated for a 
parallel-flow and counter-flow heat exchanger? 


23-33C How does the log mean temperature difference for a 
heat exchanger differ from the arithmetic mean temperature 
difference (AM TD)? For specified inlet and outlet tempera- 
tures, which one of these two quantities is larger? 


23-34C  Thetemperature difference between the hot and cold 
fluids in a heat exchanger is given to be AT; at one end and AT; 
at the other end. Can the logarithmic temperature difference 
AT Of this heat exchanger be greater than both AT, and AT,? 
Explain. 


23-35C Can the logarithmic mean temperature difference 
АТ Of a heat exchanger be a negative quantity? Explain. 


23-36C Can the outlet temperature of the cold fluid in a heat 
exchanger be higher than the outlet temperature of the hot fluid 
in a parallel-flow heat exchanger? How about in a counter-flow 
heat exchanger? Explain. 


23-37C For specified inlet and outlet temperatures, for what 
kind of heat exchanger will the AT,,, be greatest: double-pipe 
parallel-flow, double-pipe counter-flow, cross-flow, or multi- 
pass shell-and-tube heat exchanger? 


23-38C Іп the heat transfer relation Q = UA,F AT,,, fora 
heat exchanger, what is the quantity F called? W hat does it rep- 
resent? Can F be greater than one? 

23-39C When the outlet temperatures of the fluids in a heat 


exchanger are not known, is it still practical to use the LMTD 
method? Explain. 


-6- 


cen54261_ch23. qxd 


1/26/04 9:42 АМ Page 1071 


23-40C Explain how the LM TD method can be used to deter- 
mine the heat transfer surface area of a multipass shell-and-tube 
heat exchanger when all the necessary information, including 
the outlet temperatures, is given. 


23-41 Steam in the condenser of a steam power plantis to be 
condensed at a temperature of 50°C (hy, — 2305 kJ/kg) with 
cooling water (C, = 4180 J/kg - °C) from a nearby lake, which 
enters the tubes of the condenser at 18°C and leaves at 27°C. 
The surface area of the tubes is 58 m?, and the overall heat 
transfer coefficient is 2400 W /m? - *C. Determine the mass flow 
rate of the cooling water needed and the rate of condensation of 
the steam in the condenser. Answers: 101 kg/s, 1.65 kg/s 


Steam 
| 50€ 
27°C 
18°C 
Water 


50°C 
FIGURE P23-41 


23-42 A double-pipe parallel-flow heat exchanger is to heat 
water (C, = 4180 J/kg - °C) from 25°C to 60°C at a rate of 
0.2 kg/s. The heating is to be accomplished by geothermal wa- 
ter (C) — 4310 J/kg - *C) available at 140°C at a mass flow rate 
of 0.3 kg/s. The inner tube is thin-walled and has a diameter of 
0.8 cm. If the overall heat transfer coefficient of the heat 
exchanger is 550 W/m? - °C, determine the length of the heat 
exchanger required to achieve the desired heating. 


23-43 egy Reconsider Prob. 23-42. Using EES (or other) 

= software, investigate the effects of temperature 
and mass flow rate of geothermal water on the length of the 
heat exchanger. L et the temperature vary from 100°C to 200°C, 
and the mass flow rate from 0.1 kg/s to 0.5 kg/s. Plot the length 
of the heat exchanger as functions of temperature and mass 
flow rate, and discuss the results. 


23-44E A 1-shell-pass and 8-tube-passes heat exchanger is 
used to heat glycerin (C, = 0.60 Btu/lbm - °F) from 65°F to 
140°F by hot water (C, — 1.0 Btu/Ibm - °F) that enters the thin- 
walled 0.5-in-diameter tubes at 175°F and leaves at 120°F. The 
total length of the tubes in the heat exchanger is 500 ft. The 
convection heat transfer coefficient is 4 Btu/h - ft? - °F on the 
glycerin (shell) side and 50 Btu/h - ft? - °F on the water (tube) 
side. Determine the rate of heat transfer in the heat exchanger 
(a) before any fouling occurs and (b) after fouling with a foul- 
ing factor of 0.002 h - ft? - °F/Btu occurs on the outer surfaces 
of the tubes. 
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23-45 A testis conducted to determine the overall heat trans- 
fer coefficient in a shell-and-tube oil-to-water heat exchanger 
that has 24 tubes of internal diameter 1.2 cm and length 2 m 
in a single shell. Cold water (C, = 4180 J/kg - °C) enters the 
tubes at 20°C at a rate of 5 kg/s and leaves at 55°C. Oil 
(C, = 2150 J/kg - °C) flows through the shell and is cooled 
from 120°C to 45°C. Determine the overall heat transfer coef- 
ficient U ; of this heat exchanger based on the inner surface area 
of the tubes. Answer: 13.9 kW/m2 - °C 


23-46 A double-pipe counter-flow heat exchanger is to cool 
ethylene glycol (C, = 2560 J/kg - °C) flowing at a rate of 
3.5 kg/s from 80°C to 40°C by water (C, — 4180 J/kg - *C) that 
enters at 20°C and leaves at 55°C. The overall heat transfer co- 
efficient based on the inner surface area of the tube is 
250 W/m? - °C. Determine (a) the rate of heat transfer; (b) the 
mass flow rate of water; and (c) the heat transfer surface area 
on the inner side of the tube. 


Cold water | 
20°C 


а Дээд 
EN 
80°С —_ 40°С 
3.5 kg/s 


FIGURE P23-46 





23-47 Water (C, = 4180 J/kg - °C) enters the 2.5-cm- 
internal-diameter tube of a double-pipe counter-flow heat ex- 
changer at 17°C at a rate of 3 kg/s. It is heated by steam 
condensing at 120°C (hy, = 2203 kJ/kg) in the shell. If the 
overall heat transfer coefficient of the heat exchanger is 1500 
W/m? - °C, determine the length of the tube required in order to 
heat the water to 80°C. 


23-48 A thin-walled double-pipe counter-flow heat ex- 
changer is to be used to cool oil (C, = 2200 J/kg - °C) from 
150°C to 40°C at a rate of 2 kg/s by water (C, — 4180 J/kg - 
°C) that enters at 22°C at a rate of 1.5 kg/s. The diameter of the 
tube is 2.5 cm, and its length is 6 m. Determine the overall heat 
transfer coefficient of this heat exchanger. 


23-49 Reconsider Prob. 23-48. Using EES (or other) 

«ez software, investigate the effects of oil exit tem- 
perature and water inlet temperature on the overall heat trans- 
fer coefficient of the heat exchanger. Let the oil exit 
temperature vary from 309C to 709C and the water inlet tem- 
perature from 59C to 259C. Plot the overall heat transfer coeffi- 
cient as functions of the two temperatures, and discuss the 
results. 


23-50 Consider a water-to-water double-pipe heat exchanger 
whose flow arrangement is not known. The temperature mea- 
surements indicate that the cold water enters at 20°C and leaves 
at 50°C, while the hot water enters at 80°C and leaves at 45°C. 
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Do you think this is a parallel-flow or counter-flow heat ex- 
changer? Explain. 


23-51 Cold water (C, = 4180 J/kg - °C) leading to a shower 
enters a thin-walled double-pipe counter-flow heat exchanger 
at 15°C at a rate of 0.25 kg/s and is heated to 45°C by hot water 
(C, = 4190 J/kg - °C) that enters at 100°C at a rate of 3 kg/s. If 
the overall heat transfer coefficient is 1210 W/m? - °C, deter- 
mine the rate of heat transfer and the heat transfer surface area 
of the heat exchanger. 


23-52 Engine oil (C, = 2100] /kg - °C) is to be heated from 
20°C to 60°C at a rate of 0.3 kg/s in a 2-cm-diameter thin- 
walled copper tube by condensing steam outside at a temper- 
ature of 130°C (hy, = 2174 kJ /kg). For an overall heat transfer 
coefficient of 650 W /m2 - °C, determine the rate of heat trans- 
fer and the length of the tube required to achieve it. 

Answers: 25.2 kW, 7.0 m 














Steam | 
130°C 
Oil ш- 
20°C —_ 60°C 
0.3 kg/s 


| 55°C 
FIGURE P23-52 


23-53E Geothermal water (C, = 1.03 Btu/lbm - °F) is to be 
used as the heat source to supply heat to the hydronic heating 
system of a house at a rate of 30 Btu/s in a double-pipe 
counter-flow heat exchanger. Water (C, = 1.0 Btu/Ibm - °F) is 
heated from 140°F to 200°F in the heat exchanger as the geo- 
thermal water is cooled from 310°F to 180°F. Determine the 
mass flow rate of each fluid and the total thermal resistance of 
this heat exchanger. 


23-54 Glycerin (C, = 2400 J/kg - °C) at 20°C and 0.3 kg/s is 
to be heated by ethylene glycol (C, = 2500 J/kg - °C) at 60°C 
in a thin-walled double-pipe parallel-flow heat exchanger. The 
temperature difference between the two fluids is 15°C at 
the outlet of the heat exchanger. If the overall heat transfer co- 
efficient is 240 W/m? - °C and the heat transfer surface area is 
3.2 m2, determine (a) the rate of heat transfer; (b) the outlet 
temperature of the glycerin; and (c) the mass flow rate of the 
ethylene glycol. 


23-55 Air(C, — 1005 J/kg - *C) isto be preheated by hot ex- 
haust gases in a cross-flow heat exchanger before it enters the 
furnace. A ir enters the heat exchanger at 95 kPa and 20°C ata 
rate of 0.8 m?/s. The combustion gases (C, = 1100 J/kg - °C) 
enter at 180°C at a rate of 1.1 kg/s and leave at 95°C. The prod- 
uct of the overall heat transfer coefficient and the heat transfer 
surface area is AU = 1200 W/°C. Assuming both fluids to be 
unmixed, determine the rate of heat transfer and the outlet tem- 
perature of the air. 


—— 



































Air 
95 kPa 
20°C 

0.8 m3/s 





















































FIGURE P23-55 


23-56 А shell-and-tube heat exchanger with 2-shell passes 
and 12-tube passes is used to heat water (C, — 4180 J/kg - °C) 
in the tubes from 20°C to 70°C ata rate of 4.5 kg/s. Heat is sup- 
plied by hot oil (C, = 2300 J/kg - °C) that enters the shell side 
at 170°C ata rate of 10 kg/s. For a tube-side overall heat trans- 
fer coefficient of 600 W/m? - °C, determine the heat transfer 
surface area on the tube side. Answer: 15 m? 


23-57 Repeat Prob. 23-56 for a mass flow rate of 2 kg/s for 
Water. 


23-58 A shell-and-tube heat exchanger with 2-shell passes and 
8-tube passes is used to heat ethyl alcohol (C, = 2670 J/kg - °C) 
in the tubes from 25°C to 70°C at a rate of 2.1 kg/s. The heating 
is to be done by water (C, = 4190 J /kg - °C) that enters the shell 
side at 95°C and leaves at 45°C. If the overall heat transfer coef- 
ficient is 950 W/m? - °C, determine the heat transfer surface area 
of the heat exchanger. 


Water 
95°C 








2.1 kg/s i 
45°C 
FIGURE P23-58 


(8-tube passes) 


23-59 A shell-and-tube heat exchanger with 2-shell passes and 
12-tube passes is used to heat water (C, = 4180 J/kg - °C) with 
ethylene glycol (C, = 2680 J/kg - °C). Water enters the tubes at 
22°C ata rate of 0.8 kg/s and leaves at 70°C. Ethylene glycol en- 
ters the shell at 110°C and leaves at 60°C. If the overall heat 
transfer coefficient based on the tube side is 280 W/m? - °C, 
determine the rate of heat transfer and the heat transfer surface 
area on the tube side. 


-6- 


cen54261 ch23.qxd 


1/26/04 9:42 AM Page 1073 


23-60 ee Reconsider Prob. 23-59. Using EES (or other) 

ss software, investigate the effect of the mass flow 
rate of water on the rate of heat transfer and the tube-side surface 
area. Let the mass flow rate vary from 0.4 kg/s to 2.2 kg/s. Plot 
the rate of heat transfer and the surface area as a function of the 
mass flow rate, and discuss the results. 


23-61E Steam is to be condensed on the shell side of a 
l-shell-pass and 8-tube-passes condenser, with 50 tubes in 
each pass at 90°F (hy, = 1043 Btu/lbm). Cooling water 
(C, — 1.0 Btu/Ibm - ^F) enters the tubes at 60°F and leaves at 
73°F. The tubes are thin-walled and have a diameter of 3/4 in 
and length of 5 ft per pass. If the overall heat transfer 
coefficient is 600 Btu/h - ft? - °F, determine (a) the rate of heat 
transfer; (b) the rate of condensation of steam; and (c) the mass 
flow rate of cold water. 


Steam 
90°F 
1.20 Ibm/s 
73°F 
60°F 
Water 





90°F 
FIGURE P23-61E 


23-62E egy Reconsider Prob. 23-61E. Using EES (or 

= other) software, investigate the effect of the 
condensing steam temperature on the rate of heat transfer, the 
rate of condensation of steam, and the mass flow rate of cold 
water. L et the steam temperature vary from 80°F to 120°F. Plot 
the rate of heat transfer, the condensation rate of steam, and the 
mass flow rate of cold water as a function of steam tempera- 
ture, and discuss the results. 


23-63 A shell-and-tube heat exchanger with 1-shell pass and 
20- tube passes is used to heat glycerin (C, = 2480 J/kg - °C) 
in the shell, with hot water in the tubes. The tubes are thin- 
walled and have a diameter of 1.5 cm and length of 2 m per 
pass. The water enters the tubes at 100°C at a rate of 5 kg/s and 
leaves at 55°C. The glycerin enters the shell at 15°C and leaves 
at 55°C. Determine the mass flow rate of the glycerin and the 
overall heat transfer coefficient of the heat exchanger. 


23-64 In a binary geothermal power plant, the working fluid 
isobutane is to be condensed by air in a condenser at 75°C 
(hg = 255.7 kJ/kg) at a rate of 2.7 kg/s. Air enters the con- 
denser at 21°C and leaves at 28°C. The heat transfer surface 
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FIGURE P23-64 


area based on the isobutane side is 24 m?. Determine the mass 
flow rate of air and the overall heat transfer coefficient. 


23-65 Hot exhaust gases of a stationary diesel engine are to 
be used to generate steam in an evaporator. Exhaust gases 
(C, = 1051 J/kg - 9C) enter the heat exchanger at 550?C at a 
rate of 0.25 kg/s while water enters as saturated liquid and 
evaporates at 200°C (hj, = 1941 kJ/kg). The heat transfer sur- 
face area of the heat exchanger based on water side is 0.5 m? 
and overall heat transfer coefficient is 1780 W /m? - 2C. D eter- 
mine the rate of heat transfer, the exit temperature of exhaust 
gases, and the rate of evaporation of water. 


23-66 «c Reconsider Prob. 23-65. Using EES (or other) 

S software, investigate the effect of the exhaust 
gas inlet temperature on the rate of heat transfer, the exit tem- 
perature of exhaust gases, and the rate of evaporation of water. 
Let the temperature of exhaust gases vary from 300°C to 
600°C. Plot the rate of heat transfer, the exit temperature of ex- 
haust gases, and the rate of evaporation of water as a function 
of the temperature of the exhaust gases, and discuss the results. 


23-67 In a textile manufacturing plant, the waste dyeing wa- 
ter (C, — 4295 J/g - 2C) at 75°C is to be used to preheat fresh 
water (C, — 4180 J/kg - 9C) at 159C at the same flow rate in a 
double-pipe counter-flow heat exchanger. The heat transfer 
surface area of the heat exchanger is 1.65 m? and the overall 
heat transfer coefficient is 625 W/m? - °C. If the rate of heat 
transfer in the heat exchanger is 35 kW, determine the outlet 
temperature and the mass flow rate of each fluid stream. 











Fresh 
water | 
15°C 
Dyeing "i 
water T 
75°C i; Th, out 





| Tc out 
FIGURE P23-67 
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The Effectiveness-NTU Method 


23-68C Under what conditions is the effectiveness-NTU 
method definitely preferred over the LM TD method in heat ex- 
changer analysis? 


23-69C What does the effectiveness of a heat exchanger rep- 
resent? Can effectiveness be greater than one? On what factors 
does the effectiveness of a heat exchanger depend? 


23-70C For a specified fluid pair, inlet temperatures, and 
mass flow rates, what kind of heat exchanger will have the 
highest effectiveness: double-pipe parallel-flow, double-pipe 
counter-flow, cross-flow, or multipass shell-and-tube heat 
exchanger? 


23-71C Explain how you can evaluate the outlet tempera- 
tures of the cold and hot fluids in a heat exchanger after its ef- 
fectiveness is determined. 


23-72C Can the temperature of the hot fluid drop below the 
inlet temperature of the cold fluid at any location in a heat ex- 
changer? Explain. 


23-73C Can the temperature of the cold fluid rise above the 
inlet temperature of the hot fluid at any location in a heat ex- 
changer? Explain. 


23-74C Consider a heat exchanger in which both fluids have 
the same specific heats but different mass flow rates. Which 
fluid will experience a larger temperature change: the one with 
the lower or higher mass flow rate? 


23-75C Explain how the maximum possible heat transfer 
rate Q max in a heat exchanger can be determined when the mass 
flow rates, specific heats, and the inlet temperatures of the two 
fluids are specified. Does the value of Q max depend on the type 
of the heat exchanger? 


23-76C Consider two double-pipe counter-flow heat ex- 
changers that are identical except that one is twice as long as 
the other one. Which heat exchanger is more likely to have a 
higher effectiveness? 


23-77C Consider a double-pipe counter-flow heat ex- 
changer. In order to enhance heat transfer, the length of the heat 
exchanger is now doubled. Do you think its effectiveness will 
also double? 


23-78C Consider a shell-and-tube water-to-water heat ex- 
changer with identical mass flow rates for both the hot- and 
cold-water streams. Now the mass flow rate of the cold water 
is reduced by half. Will the effectiveness of this heat exchanger 
increase, decrease, or remain the same as a result of this modi- 
fication? Explain. Assume the overall heat transfer coefficient 
and the inlet temperatures remain the same. 

23-79C Under what conditions can a counter-flow heat ex- 
changer have an effectiveness of one? What would your an- 
swer be for a parallel-flow heat exchanger? 

23-80C How is the NTU of a heat exchanger defined? W hat 
does it represent? Is a heat exchanger with a very large NTU 
(say, 10) necessarily a good one to buy? 


—— 


23-81C Consider a heat exchanger that has an NTU of 4. 
Someone proposes to double the size of the heat exchanger and 
thus double the NTU to 8 in order to increase the effectiveness 
of the heat exchanger and thus save energy. Would you support 
this proposal? 


23-82C Consider a heat exchanger that has an NTU of 0.1. 
Someone proposes to triple the size of the heat exchanger and 
thus triple the NTU to 0.3 in order to increase the effectiveness 
of the heat exchanger and thus save energy. Would you support 
this proposal? 


23-83 Air(C, — 1005 J/kg - *C) enters a cross-flow heat ex- 
changer at 10?C at a rate of 3 kg/s, where it is heated by a hot- 
water stream (C, — 4190 J/kg - ?C) that enters the heat 
exchanger at 95?C at a rate of 1 kg/s. Determine the maximum 
heat transfer rate and the outlet temperatures of the cold- and 
the hot-water streams for that case. 


23-84 Hot oil (C, = 2200 J/kg - °C) is to be cooled by water 
(C, = 4180 J/kg - °C) ina 2-shell-passes and 12-tube-passes heat 
exchanger. The tubes are thin-walled and are made of copper 
with a diameter of 1.8 cm. The length of each tube pass in the 
heat exchanger is 3 m, and the overall heat transfer coefficient is 
340 W/m? - °C. Water flows through the tubes at a total rate of 
0.1 kg/s, and the oil through the shell at a rate of 0.2 kg/s. The 
water and the oil enter at temperatures 18°C and 160°C, respec- 
tively. Determine the rate of heat transfer in the heat exchanger 
and the outlet temperatures of the water and the oil. 

Answers: 36.2 kW, 104.6°C, 77.7°C 


Oil 
160°C 
0.2 kg/s 
' 
LLL 
18°C — 
0.1 kg/s | 
(12-tube passes) 


FIGURE P23-84 


23-85 Consider an oil-to-oil double-pipe heat exchanger 
whose flow arrangement is not known. The temperature mea- 
surements indicate that the cold oil enters at 20°C and leaves at 
55°C, while the hot oil enters at 80°C and leaves at 45°C. Do 
you think this is a parallel-flow or counter-flow heat ex- 
changer? W hy? Assuming the mass flow rates of both fluids to 
be identical, determine the effectiveness of this heat exchanger. 


23-86E Hot water enters a double-pipe counter-flow water- 
to-oil heat exchanger at 220°F and leaves at 100°F. Oil enters 
at 70°F and leaves at 150°F. Determine which fluid has the 
smaller heat capacity rate and calculate the effectiveness of this 
heat exchanger. 


23-87 A thin-walled double-pipe parallel-flow heat ex- 
changer is used to heat a chemical whose specific heat is 
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1800 J/kg - °C with hot water (C, = 4180 J/kg - °C). The 
chemical enters at 20°C at a rate of 3 kg/s, while the water en- 
ters at 110°C at a rate of 2 kg/s. The heat transfer surface area 
of the heat exchanger is 7 m? and the overall heat transfer co- 
efficient is 1200 W /m? - °C. Determine the outlet temperatures 
of the chemical and the water. 


t 


Chemical €— 
— 








20°C p 
3 kg/s Hot water 
! 110°C 
2 kg/s 


FIGURE P23-87 


23-88 egy Reconsider Prob. 23-87. Using EES (or other) 

ss software, investigate the effects of the inlet tem- 
peratures of the chemical and the water on their outlet temper- 
atures. Let the inlet temperature vary from 10°C to 50°C for the 
chemical and from 80°C to 150°C for water. Plot the outlet 
temperature of each fluid as a function of the inlet temperature 
of that fluid, and discuss the results. 


23-89 A cross-flow air-to-water heat exchanger with an ef- 
fectiveness of 0.65 is used to heat water (C, = 4180 J /kg - °C) 
with hot air (C, = 1010 J/kg - °C). Water enters the heat ex- 
changer at 20°C at a rate of 4 kg/s, while air enters at 100°C at 
arate of 9 kg/s. If the overall heat transfer coefficient based on 
the water side is 260 W/m? - °C, determine the heat transfer 
surface area of the heat exchanger on the water side. Assume 
both fluids are unmixed. Answer: 52.4 m? 

23-90 Water (C, = 4180 J/kg - °C) enters the 2.5-cm- 
internal-diameter tube of a double-pipe counter-flow heat ex- 
changer at 17°C ata rate of 3 kg/s. Water is heated by steam 
condensing at 120°C (hy, = 2203 kJ/kg) in the shell. If the 
overall heat transfer coefficient of the heat exchanger is 900 
W/m? - °C, determine the length of the tube required in order to 
heat the water to 80°C using (a) the LMTD method and (b) the 
e-NTU method. 

23-91 Ethanol is vaporized at 78°C (h;, = 846 kJ/kg) ina 
double-pipe parallel-flow heat exchanger at a rate of 0.03 kg/s 


Oil 
120°C | 


Ethanol 


i -— 
Ein 78°C 
0.03 Ко/5 


FIGURE P23-91 
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by hot oil (C, = 2200 J/kg - °C) that enters at 120°C. If the heat 
transfer surface area and the overall heat transfer coefficients 
are 6.2 m2 and 320 W/m? - °C, respectively, determine the out- 
let temperature and the mass flow rate of oil using (a) the 
LMTD method and (b) the e-NTU method. 


23-92 Water (C, = 4180 J/kg - °C) is to be heated by solar- 
heated hot air (C, = 1010 J/kg - °C) in a double-pipe counter- 
flow heat exchanger. Air enters the heat exchanger at 90°C ata 
rate of 0.3 kg/s, while water enters at 22°C at arate of 0.1 kg/s. 
The overall heat transfer coefficient based on the inner side of 
the tube is given to be 80 W/m? - °C. The length of the tube is 
12 m and the internal diameter of the tube is 1.2 cm. Determine 
the outlet temperatures of the water and the air. 


23-93 Reconsider Prob. 23-92. Using EES (or other) 

ss software, investigate the effects of the mass 
flow rate of water and the tube length on the outlet tempera- 
tures of water and air. Let the mass flow rate vary from 
0.05 kg/s to 1.0 kg/s and the tube length from 5 m to 25 m. Plot 
the outlet temperatures of the water and the air as the func- 
tions of the mass flow rate and the tube length, and discuss the 
results. 


23-94E A thin-walled double-pipe heat exchanger is to be 
used to cool oil (C, — 0.525 Btu/Ibm - °F) from 300°F to 105°F 
ata rate of 5 Ibm/s by water (C, — 1.0 Btu/Ibm - °F) that enters 
at 70°F at a rate of 3 Ibm/s. The diameter of the tube is 1 in and 
its length is 20 ft. Determine the overall heat transfer coeffi- 
cient of this heat exchanger using (a) the LMTD method and 
(b) the s-NTU method. 


23-95 Cold water (C, = 4180 J/kg - °C) leading to a 
shower enters a thin-walled double-pipe counter-flow heat 
exchanger at 15°C at a rate of 0.25 kg/s and is heated to 45°C 
by hot water (C, = 4190 J/kg - °C) that enters at 100°C ata 
rate of 3 kg/s. If the overall heat transfer coefficient is 
950 W/m? - °C, determine the rate of heat transfer and the 
heat transfer surface area of the heat exchanger using the 
e-NTU method. Answers: 31.35 kW, 0.482 m? 


Cold water 
15°C | 
0.25 kg/s 


Hot water 
= 
= — 5) —- 








100°C = 
3 kg/s 
| 45°C 
FIGURE P23-95 
23-96 Reconsider Prob. 23-95. Using EES (or other) 


Ss software, investigate the effects of the inlet tem- 
perature of hot water and the heat transfer coeffi- 
cient on the rate of heat transfer and surface area. Let the inlet 
temperature vary from 60°C to 120°C and the overall heat 
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transfer coefficient from 750 W/m? - °C to 1250 W/m? - °C. 
Plot the rate of heat transfer and surface area as functions of 
inlet temperature and the heat transfer coefficient, and discuss 
the results. 


23-97 Glycerin (C, = 2400 J/kg - °C) at 20°C and 0.3 kg/s 
is to be heated by ethylene glycol (C, = 2500 J/kg - °C) at 
60°C and the same mass flow rate in a thin-walled double- 
pipe parallel-flow heat exchanger. If the overall heat transfer 
coefficient is 380 W/m? - °C and the heat transfer surface area 
is 5.3 m2, determine (a) the rate of heat transfer and (b) the 
outlet temperatures of the glycerin and the glycol. 


23-98 A cross-flow heat exchanger consists of 40 thin- 
walled tubes of 1-cm diameter located in a duct of 1m x 1m 
cross section. There are no fins attached to the tubes. Cold 
water (C, = 4180 J/kg - °C) enters the tubes at 18°C with an 
average velocity of 3 m/s, while hot air (C, = 1010 J/kg - °C) 
enters the channel at 130°C and 105 kPa at an average veloc- 
ity of 12 m/s. If the overall heat transfer coefficient is 
130 W/m? - °C, determine the outlet temperatures of both flu- 
ids and the rate of heat transfer. 






Hot air 

130°C 

105 kPa Water 
12 m/s 18°C 


FIGURE P23-98 


23-99 A shell-and-tube heat exchanger with 2-shell 
«67 passes and 8-tube passes is used to heat ethyl 
alcohol (C, = 2670 J/kg - °C) in the tubes from 25°C to 70°C 
at a rate of 2.1 kg/s. The heating is to be done by water 
(C, — 4190] /kg - *C) that enters the shell at 95°C and leaves at 
60°C. If the overall heat transfer coefficient is 800 W/m? - ?C, 
determine the heat transfer surface area of the heat exchanger 
using (a) the LM TD method and (b) the e- NTU method. 


Answer (a): 11.4 m? 


23-100 Steam is to be condensed on the shell side of a 
1-shell-pass and 8-tube-passes condenser, with 50 tubes in 
each pass, at 309С (її, - 2430 kJ/kg). Cooling water 
(C, = 4180 J/kg - °C) enters the tubes at 15°C at a rate of 
1800 kg/h. The tubes are thin-walled, and have a diameter of 
1.5 cm and length of 2 m per pass. If the overall heat transfer 
coefficient is 3000 W /m? - °C, determine (a) the rate of heat 
transfer and (b) the rate of condensation of steam. 


—— 


Steam 
|. 30€ 


1576 
Water 
1800 kg/h 
30°C 
FIGURE P23-100 


23- 101 Reconsider Prob. 23-100. Using EES (or 

ss other) software, investigate the effects of the 
condensing steam temperature and the tube diameters on the 
rate of heat transfer and the rate of condensation of steam. Let 
the steam temperature vary from 20°C to 70°C and the tube 
diameter from 1.0 cm to 2.0 cm. Plot the rate of heat transfer 
and the rate of condensation as functions of steam temperature 
and tube diameter, and discuss the results. 


23-102 Cold water (C, = 4180 J/kg - °C) enters the tubes of 
a heat exchanger with 2-shell passes and 23-tube passes at 
20°C at a rate of 3 kg/s, while hot oil (C, = 2200 J/kg - °C) en- 
ters the shell at 130°C at the same mass flow rate. The overall 
heat transfer coefficient based on the outer surface of the tube 
is 300 W/m? - °C and the heat transfer surface area on that side 
is 20 m?. Determine the rate of heat transfer using (a) the 
LMTD method and (b) the se-NTU method. 


Selection of Heat Exchangers 


23-103C A heat exchanger is to be selected to cool a hot liq- 
uid chemical at a specified rate to a specified temperature. Ex- 
plain the steps involved in the selection process. 


23-104C There are two heat exchangers that can meet the 
heat transfer requirements of a facility. One is smaller and 
cheaper but requires a larger pump, while the other is larger 
and more expensive but has a smaller pressure drop and thus 
requires a smaller pump. B oth heat exchangers have the same 
life expectancy and meet all other requirements. Explain which 
heat exchanger you would choose under what conditions. 


23-105C There are two heat exchangers that can meet the 
heat transfer requirements of a facility. Both have the same 
pumping power requirements, the same useful life, and the 
same price tag. But one is heavier and larger in size. Under 
what conditions would you choose the smaller one? 


23-106 A heat exchanger is to cool oil (C, = 2200 J/kg - °C) 
at a rate of 13 kg/s from 120°C to 50°C by air. Determine the 
heat transfer rating of the heat exchanger and propose a suit- 
able type. 
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23-107 A shell-and-tube process heater is to be selected to 
heat water (C,, = 4190 J/kg - °C) from 20°C to 90°C by steam 
flowing on the shell side. The heat transfer load of the heater is 
600 kW. If the inner diameter of the tubes is 1 cm and the ve- 
locity of water is not to exceed 3 m/s, determine how many 
tubes need to be used in the heat exchanger. 


Steam 
| 


90°C 


20°C 
Water 


FIGURE P23-107 


23-108 egy Reconsider Prob. 23-107. Using EES (or 

ss other) software, plot the number of tube passes 
as a function of water velocity as it varies from 1 m/s to 8 m/s, 
and discuss the results. 


23-109 The condenser of a large power plant is to remove 
500 MW of heat from steam condensing at 30°C (hg = 2430 
kJ/kg). The cooling is to be accomplished by cooling water 
(C, = 4180 J/kg - °C) from a nearby river, which enters the 
tubes at 18°C and leaves at 26°C. The tubes of the heat ex- 
changer have an internal diameter of 2 cm, and the overall heat 
transfer coefficient is 3500 W/m? - °C. Determine the total 
length of the tubes required in the condenser. W hat type of heat 
exchanger is suitable for this task? Answer: 312.3 km 


23-110 Repeat Prob. 23-109 for a heat transfer load of 
300 MW. 


Review Problems 


23-111 Hot oil is to be cooled in a multipass shell-and-tube 
heat exchanger by water. The oil flows through the shell, with 
a heat transfer coefficient of h, = 35 W/m? - °C, and the water 
flows through the tube with an average velocity of 3 m/s. The 
tube is made of brass (k = 110 W/m - °C) with internal and ex- 
ternal diameters of 1.3 cm and 1.5 cm, respectively. Using wa- 
ter properties at 25°C, determine the overall heat transfer 
coefficient of this heat exchanger based on the inner surface. 


23-112 Repeat Prob. 23-111 by assuming a fouling factor 
Re 9 = 0.0004 m? - °C/W on the outer surface of the tube. 

23-113 Cold water (C, = 4180 J/kg - °C) enters the tubes of 
a heat exchanger with 2-shell passes and 20-tube passes at 
20°C at a rate of 3 kg/s, while hot oil (C, = 2200 J/kg - °C) en- 
ters the shell at 130°C at the same mass flow rate and leaves at 
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60°C. If the overall heat transfer coefficient based on the outer 
surface of the tube is 300 W/m? - °C, determine (a) the rate of 
heat transfer and (b) the heat transfer surface area on the outer 





side of the tube. Answers: (a) 462 kW, (b) 29.2 m2 
Hot oil 
130°C 
3 kg/s 
! 
20°C —» 
3 kg/s | 
(20-tube passes) 
60°C 


FIGURE P23-113 


23-114E Water (C, = 1.0 Btu/lbm - °F) is to be heated by 
solar-heated hot air (C, = 0.24 Btu/lbm - °F) in a double-pipe 
counter-flow heat exchanger. Air enters the heat exchanger 
at 190°F at a rate of 0.7 Ibm/s and leaves at 135°F. Water enters 
at 70°F at a rate of 0.35 Ibm/s. The overall heat transfer 
coefficient based on the inner side of the tube is given to be 
20 Btu/h - ft? - °F. Determine the length of the tube required 
for a tube internal diameter of 0.5 in. 


23-115 By taking the limit as AT, — AT,, show that when 
AT, = AT, for a heat exchanger, the AT, relation reduces to 
ATim = AT, = AT). 

23-116 Thecondenser of aroom air conditioner is designed 
to reject heat at a rate of 15,000 kJ/h from refrigerant-134a 
as the refrigerant is condensed at a temperature of 40°C. 
Air (C, = 1005 J/kg - °C) flows across the finned con- 
denser coils, entering at 25°C and leaving at 35°C. If the 
overall heat transfer coefficient based on the refrigerant side 
is 150 W/m? - °C, determine the heat transfer area on the 
refrigerant side. Answer: 3.05 m? 
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FIGURE P23-116 


23-117 Air(C, — 1005 J/kg - °C) is to be preheated by hot 
exhaust gases in a cross-flow heat exchanger before it enters 
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the furnace. Air enters the heat exchanger at 95 kPa and 20°C 
at a rate of 0.8 m?/s. The combustion gases (C, — 1100 J/kg - 
°C) enter at 180°C at a rate of 1.1 kg/s and leave at 95°C. The 
product of the overall heat transfer coefficient and the heat 
transfer surface area is UA, = 1620 W/°C. Assuming both flu- 
ids to be unmixed, determine the rate of heat transfer. 


23-118 Ina chemical plant, a certain chemical is heated by 
hot water supplied by a natural gas furnace. The hot water 
(C, — 4180 J/kg - °C) is then discharged at 60°C at a rate of 
8 kg/min. The plant operates 8 h a day, 5 days a week, 52 
Weeks a year. The furnace has an efficiency of 78 percent, and 
the cost of the natural gas is $0.54 per therm (1 therm 
— 100,000 Btu — 105,500 kJ). The average temperature of the 
cold water entering the furnace throughout the year is 14°C. In 
order to save energy, it is proposed to install a water-to-water 
heat exchanger to preheat the incoming cold water by the 
drained hot water. A ssuming that the heat exchanger will re- 
cover 72 percent of the available heat in the hot water, deter- 
mine the heat transfer rating of the heat exchanger that needs to 
be purchased and suggest a suitable type. Also, determine the 
amount of money this heat exchanger will save the company 
per year from natural gas savings. 


23-119 A shell-and-tube heat exchanger with 1-shell pass 
and 14-tube passes is used to heat water in the tubes with geo- 
thermal steam condensing at 120°C (hj, = 2203 kJ/kg) on the 
shell side. The tubes are thin-walled and have a diameter of 
2.4 cm and length of 3.2 m per pass. Water (C, — 4180 J/kg - C) 
enters the tubes at 22°C at a rate of 3.9 kg/s. If the temperature 
difference between the two fluids at the exitis 46°C, determine 
(a) the rate of heat transfer; (b) the rate of condensation of 
steam; and (c) the overall heat transfer coefficient. 


Steam 
120°C 


| 


22°C 
Water 


14 tubes 3.9 kg/s 


120°C 
FIGURE P23-119 


23-120 Geothermal water (C, = 4250 J/kg - 9C) at 959C is to 
be used to heat fresh water (C, — 4180 J/kg - °C) at 122C at a 
rate of 1.2 kg/s in a double-pipe counter-flow heat exchanger. 
The heat transfer surface area is 25 m2, the overall heat transfer 
coefficient is 480 W/m? - 9C, and the mass flow rate of geo- 
thermal water is larger than that of fresh water. If the effective- 
ness of the heat exchanger is desired to be 0.823, determine the 


—— 


mass flow rate of geothermal water and the outlet temperatures 
of both fluids. 


23-121 Air at 189C (C, = 1006 J/kg - 9C) is to be heated to 
70°C by hot oil at 80°C (C, = 2150 J/kg - 9C) in a cross-flow 
heat exchanger with air mixed and oil unmixed. The product of 
heat transfer surface area and the overall heat transfer coeffi- 
cient is 750 W/m? - °C and the mass flow rate of air is twice 
that of oil. Determine (a) the effectiveness of the heat ex- 
changer; (b) the mass flow rate of air; and (c) the rate of heat 
transfer. 


23-122 Consider a water-to-water counter-flow heat ex- 
changer with these specifications. Hot water enters at 959C 
while cold water enters at 209C. The exit temperature of hot 
water is 159C greater than that of cold water, and the mass flow 
rate of hot water is 50 percent greater than that of cold water. 
The product of heat transfer surface area and the overall heat 
transfer coefficient is 1400 W/m? - 9C. Taking the specific heat 
of both cold and hot water to be C, — 4180 J/kg - 9C, deter- 
mine (a) the outlet temperature of the cold water; (b) the effec- 
tiveness of the heat exchanger; (c) the mass flow rate of the 
cold water; and (d) the heat transfer rate. 








Cold water 
20°C | 
Hot water a 
Euer 
хүүг 








95°C 8 0 


FIGURE P23-122 


Computer, Design, and Essay Problems 


23-123 Writeaninteractive computer program that will give 
the effectiveness of a heat exchanger and the outlet tempera- 
tures of both the hot and cold fluids when the type of fluids, the 
inlet temperatures, the mass flow rates, the heat transfer sur- 
face area, the overall heat transfer coefficient, and the type of 
heat exchanger are specified. The program should allow the 
user to select from the fluids water, engine oil, glycerin, ethyl 
alcohol, and ammonia. A ssume constant specific heats at about 
room temperature. 


23-124 Water flows through a shower head steadily at a rate 
of 8 kg/min. The water is heated in an electric water heater 
from 15°C to 45°C. In an attempt to conserve energy, it is pro- 
posed to pass the drained warm water at a temperature of 38°C 
through a heat exchanger to preheat the incoming cold water. 
Design a heat exchanger that is suitable for this task, and dis- 
cuss the potential savings in energy and money for your area. 


23-125 Open the engine compartment of your car and search 
for heat exchangers. How many do you have? W hat type are 
they? Why do you think those specific types are selected? If 
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you were redesigning the car, would you use different kinds? 
Explain. 


23-126 Write an essay on the static and dynamic types of re- 
generative heat exchangers and compile information about the 
manufacturers of such heat exchangers. Choose a few models 
by different manufacturers and compare their costs and perfor- 
mance. 


23-127 Design a hydrocooling unit that can cool fruits and 
vegetables from 30°C to 5°C ata rate of 20,000 kg/h under the 
following conditions: 

The unit will be of flood type that will cool the products as 
they are conveyed into the channel filled with water. The prod- 
ucts will be dropped into the channel filled with water at one 
end and picked up at the other end. The channel can be as wide 
as 3 m and as high as 90 cm. The water is to be circulated and 
cooled by the evaporator section of a refrigeration system. T he 
refrigerant temperature inside the coils is to be -2?C, and 
the water temperature is not to drop below 1°C and not to ex- 
ceed 6°C. 

Assuming reasonable values for the average product den- 
sity, specific heat, and porosity (the fraction of air volumeina 
box), recommend reasonable values for the quantities related to 
the thermal aspects of the hydrocooler, including (a) how long 
the fruits and vegetables need to remain in the channel; (b) the 
length of the channel; (c) the water velocity through the chan- 
nel; (d) the velocity of the conveyor and thus the fruits and 
vegetables through the channel; (e) the refrigeration capacity 
of the refrigeration system; and ( f ) the type of heat exchanger 
for the evaporator and the surface area on the water side. 


23-128 Design a scalding unit for slaughtered chicken to 
loosen their feathers before they are routed to feather-picking 
machines with a capacity of 1200 chickens per h under the fol- 
lowing conditions: 

The unit will be of immersion type filled with hot water at 
an average temperature of 53°C at all times. Chickens with an 
average mass of 2.2 kg and an average temperature of 36°C 
will be dipped into the tank, held in the water for 1.5 min, and 
taken out by a slow-moving conveyor. Each chicken is ex- 
pected to leave the tank 15 percent heavier as a result of the 
water that sticks to its surface. The center-to-center distance 
between chickens in any direction will be at least 30 cm. The 
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tank can be as wide as 3 m and as high as 60 cm. The water is 
to be circulated through and heated by a natural gas furnace, 
but the temperature rise of water will not exceed 5°C as it 
passes through the furnace. The water loss is to be made up by 
the city water at an average temperature of 16°C. The ambient 
air temperature can be taken to be 20°C. The walls and the 
floor of the tank are to be insulated with a 2.5-cm-thick ure- 
thane layer. The unit operates 24 h a day and 6 days a week. 

Assuming reasonable values for the average properties, rec- 
ommend reasonable values for the quantities related to the 
thermal aspects of the scalding tank, including (a) the mass 
flow rate of the make-up water that must be supplied to the 
tank; (b) the length of the tank; (c) the rate of heat transfer from 
the water to the chicken, in kW; (d) the velocity of the con- 
veyor and thus the chickens through the tank; (e) the rate of 
heat loss from the exposed surfaces of the tank and if it is sig- 
nificant; ( f) the size of the heating system іп КЈ /һ; (9) the type 
of heat exchanger for heating the water with flue gases of the 
furnace and the surface area on the water side; and (h) the op- 
erating cost of the scalding unit per month for a unit cost of 
$0.56 therm of natural gas (1 therm = 105,000 kJ). 


23-129 A company owns a refrigeration system whose 
refrigeration capacity is 200 tons (1 ton of refrigeration 
= 211 kJ/min), and you are to design a forced-air cooling sys- 
tem for fruits whose diameters do not exceed 7 cm under the 
following conditions: 

The fruits are to be cooled from 28°C to an average temper- 
ature of 8°C. The air temperature is to remain above -2°C and 
below 10°C atall times, and the velocity of air approaching the 
fruits must remain under 2 m/s. The cooling section can be as 
wide as 3.5 m and as high as 2 m. 

Assuming reasonable values for the average fruit density, 
specific heat, and porosity (the fraction of air volume in a box), 
recommend reasonable values for the quantities related to the 
thermal aspects of the forced-air cooling, including (a) how 
long the fruits need to remain in the cooling section; (b) the 
length of the cooling section; (c) the air velocity approaching 
the cooling section; (d) the product cooling capacity of the sys- 
tem, in kg - fruit/h; (e) the volume flow rate of air; and ( f ) the 
type of heat exchanger for the evaporator and the surface area 
on the air side. 


cen54261 ch23.qxd 1/26/04 9:42 AM Page 1080 F 





Cengel: Introduction to 
Thermodynamics and Heat 
Transfer, Second Edition 


Back Matter 


Units) 


Appendix 1: Property 
Tables and Charts (SI 


© The McGraw-Hill 
Companies, 2008 


Appendix 1 





Table A-1 
Table A-2 
Table A-3 
Table A-4 


Table A-5 
Table A-6 
Table A-7 
Table A-8 
Figure A-9 
Figure A-10 
Table A-11 


Table A-12 


Table A-13 


PROPERTY TABLES AND CHARTS (SI UNITS) 


Molar mass, gas constant, and 
critical-point properties 766 
Ideal-gas specific heats of various 
common gases 767 


Properties of common liquids, solids, 
and foods 770 


Saturated water—Temperature 
table 772 


Saturated water—Pressure table 774 
Superheated water 776 

Compressed liquid water 780 
Saturated ice—water vapor 781 

T-s diagram for water 782 

Mollier diagram for water 783 


Saturated refrigerant-134a— 
Temperature table 784 


Saturated refrigerant-134a— 
Pressure table 786 


Superheated refrigerant-134a 787 


Figure A-14 
Table A-15 
Table A-16 


Table A-17 
Table A-18 
Table A-19 
Table A-20 
Table A-21 
Table A-22 


Table A-23 


Table A-24 
Table A-25 
Table A-26 
Figure A-27 
Figure A-28 


P-h diagram for refrigerant-134a 789 
Properties of saturated water 790 


Properties of saturated 
refrigerant-134a 791 


Properties of saturated ammonia 792 
Properties of saturated propane 793 
Properties of liquids 794 

Properties of liquid metals 795 
Ideal-gas properties of air 796 


Properties of air at 1 atm 
pressure 798 


Properties of gases at 1 atm 
pressure 799 


Properties of solid metals 801 
Properties of solid non-metals 804 
Emissivities of surfaces 805 

The Moody Chart 807 


Nelson-Obert generalized 
compressibility chart 808 








Q | Cengel: Introduction to Back Matter Appendix 1: Property € The McGraw-Hill 


Thermodynamics and Heat Tables and Charts (SI Companies, 2008 
Transfer, Second Edition Units) 
166 | Introduction to Thermodynamics and Heat Transfer 


TABLE A-1 


Molar mass, gas constant, and critical-point properties 








äs Critical-point properties 

Molar mass, constant, Temperature, Pressure, Volume, 
Substance Formula M kg/kmol R kJ/kg - K* K MPa m3/kmol 
Air -- 28.97 0.2870 132.5 3.77 0.0883 
Ammonia NH; 17.03 0.4882 405.5 11.28 0.0724 
Argon Ar 39.948 0.2081 151 4.86 0.0749 
Benzene CoH, 78.115 0.1064 562 4.92 0.2603 
Bromine Br, 159.808 0.0520 584 10.34 0.1355 
n-Butane СН; 58.124 0.1430 425.2 3.80 0.2547 
Carbon dioxide CO, 44.01 0.1889 304.2 7.39 0.0943 
Carbon monoxide CO 28.011 0.2968 133 3.50 0.0930 
Carbon tetrachloride CCl, 153.82 0.05405 556.4 4.56 0.2759 
Chlorine Cl, 70.906 0.1173 417 7.71 0.1242 
Chloroform CHCl, 119.38 0.06964 536.6 5.47 0.2403 
Dichlorodifluoromethane (R-12) CCIF, 120.91 0.06876 384.7 4.01 0.2179 
Dichlorofluoromethane (R-21) СНСІЕ 102.92 0.08078 451.7 5.17 0.1973 
Ethane C5Hg 30.070 0.2765 305.5 4.48 0.1480 
Ethyl alcohol С,Н,ОН 46.07 0.1805 516 6.38 0.1673 
Ethylene CH, 28.054 0.2964 282.4 5.12 0.1242 
Helium He 4.003 2.0769 5.3 0.23 0.0578 
n-Hexane С6Нід 86.179 0.09647 507.9 3.03 0.3677 
Hydrogen (normal) Н, 2.016 4.1240 33.3 1.30 0.0649 
Krypton Kr 83.80 0.09921 209.4 5.50 0.0924 
Methane CH, 16.043 0.5182 191.1 4.64 0.0993 
Methyl alcohol CH40H 32.042 0.2595 513.2 7.95 0.1180 
Methyl chloride CHs4CI 50.488 0.1647 416.3 6.68 0.1430 
Neon Ne 20.183 0.4119 44.5 2.73 0.0417 
Nitrogen М, 28.013 0.2968 126.2 3.39 0.0899 
Nitrous oxide №0 44.013 0.1889 309.7 7.27 0.0961 
Охувеп 0, 31.999 0.2598 154.8 5.08 0.0780 
Ргорапе C3H, 44.097 0.1885 370 4.26 0.1998 
Propylene C4Hg 42.081 0.1976 365 4.62 0.1810 
Sulfur dioxide 50, 64.063 0.1298 430.7 7.88 0.1217 
Tetrafluoroethane (R-134a) СЕзСН,Е 102.03 0.08149 374.2 4.059 0.1993 
Trichlorofluoromethane (R-11) CCI3F 137.37 0.06052 471.2 4.38 0.2478 
Water H20 18.015 0.4615 647.1 22.06 0.0560 
Xenon Xe 131.30 0.06332 289.8 5.88 0.1186 





*The unit kJ/kg - K is equivalent to kPa - m?/kg - K. The gas constant is calculated from R — R,/M, where R, = 8.31447 kJ/kmol - K and M is the molar 
mass. 


Source: K. A. Kobe and R. E. Lynn, Jr., Chemical Review 52 (1953), pp. 117-236; and ASHRAE, Handbook of Fundamentals (Atlanta, GA: American 
Society of Heating, Refrigerating and Air-Conditioning Engineers, Inc., 1993), pp. 16.4 and 36.1. 
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TABLE A-2 
Ideal-gas specific heats of various common gases 
(a) At 300 K 
Gas constant, R C, Cy 
Gas Formula kJ/kg - K kJ/kg - K kJ/kg - K k 
Air — 0.2870 1.005 0.718 1.400 
Argon Ar 0.2081 0.5203 0.3122 1.667 
Butane C4H1o 0.1433 1.7164 1.5734 1.091 
Carbon dioxide СО, 0.1889 0.846 0.657 1.289 
Carbon monoxide CO 0.2968 1.040 0.744 1.400 
Ethane C2H6 0.2765 1.7662 1.4897 1.186 
Ethylene CoH, 0.2964 1.5482 1.2518 1.237 
Helium He 2.0769 5.1926 3.1156 1.667 
Hydrogen Н, 4.1240 14.307 10.183 1.405 
Methane CH, 0.5182 2.2537 1.7354 1.299 
Neon Ne 0.4119 1.0299 0.6179 1.667 
Nitrogen №, 0.2968 1.039 0.743 1.400 
Осїапе CgHig 0.0729 1.7113 1.6385 1.044 
Oxygen О, 0.2598 0.918 0.658 1.395 
Ргорапе С.На 0.1885 1.6794 1.4909 1.126 


Steam H,0 0.4615 1.8723 1.4108 1.327 


Note: The unit kJ/kg - K is equivalent to kJ/kg - °C. 
Source: Chemical and Process Thermodynamics 3/E by Kyle, B. G., © 2000. Adapted by permission of Pearson Education, Inc., Upper Saddle River, NJ. 
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TABLE A—2 


Ideal-gas specific heats of various common gases (Continued) 
(b) At various temperatures 


























Ср Ci Cp Cy Cp Cy 
kJ/kg- K К/К. К k kJ/kg - K kMkg-K k kJkg-K = kJ/kg - Kk 

Temperature, 

K Air Carbon dioxide, CO; Carbon monoxide, CO 

250 1.003 0.716 1.401 0.791 0.602 1.314 1.039 0.743 1.400 
300 1.005 0.718 1.400 0.846 0.657 1.288 1.040 0.744 1.399 
350 1.008 0.721 1.398 0.895 0.706 1.268 1.043 0.746 1.398 
400 1.013 0.726 1.395 0.939 0.750 1.252 1.047 0.751 1.395 
450 1.020 0.733 1.391 0.978 0.790 1.239 1.054 0.757 1.392 
500 1.029 0.742 1.387 1.014 0.825 1.229 1.063 0.767 1.387 
550 1.040 0.753 1.381 1.046 0.857 1.220 1.075 0.778 1.382 
600 1.051 0.764 1.376 1.075 0.886 1.213 1.087 0.790 1.376 
650 1.063 0.776 1.370 1.102 0.913 1.207 1.100 0.803 1.370 
700 1.075 0.788 1.364 1.126 0.937 1.202 1.113 0.816 1.364 
750 1.087 0.800 1.359 1.148 0.959 1.197 1.126 0.829 1.358 
800 1.099 0.812 1.354 1.169 0.980 1.193 1.139 0.842 1.353 
900 1.121 0.834 1.344 1.204 1.015 1.186 1.163 0.866 1.343 
1000 1.142 0.855 1.336 1.234 1.045 1.181 1.185 0.888 1.335 

Hydrogen, H» Nitrogen, N., Oxygen, O> 

250 14.051 9.927 1.416 1.039 0.742 1.400 0.913 0.653 1.398 
300 14.307 10.183 1.405 1.039 0.743 1.400 0.918 0.658 1.395 
350 14.427 10.302 1.400 1.041 0.744 1.399 0.928 0.668 1.389 
400 14.476 10.352 1.398 1.044 0.747 1.397 0.941 0.681 1.382 
450 14.501 10.377 1.398 1.049 0.752 1:395 0.956 0.696 1.373 
500 14.513 10.389 1.397 1.056 0.759 1.391 0.972 0.712 1.365 
550 14.530 10.405 1.396 1.065 0.768 1.387 0.988 0.728 1.358 
600 14.546 10.422 1.396 1.075 0.778 1.382 1.003 0.743 1.350 
650 14.571 10.447 1.395 1.086 0.789 1.376 1.017 0.758 1.343 
700 14.604 10.480 1.394 1.098 0.801 1.371 1.031 0.771 1:337 
750 14.645 10.521 1.392 1.110 0.813 1.365 1.043 0.783 1.332 
800 14.695 10.570 1.390 1.121 0.825 1.360 1.054 0.794 1.327 
900 14.822 10.698 1.385 1.145 0.849 1.349 1.074 0.814 1.319 
1000 14.983 10.859 1.380 1.167 0.870 1.341 1.090 0.830 1.313 


Source: Kenneth Wark, Thermodynamics, 4th ed. (New York: McGraw-Hill, 1983), p. 783, Table A-4M. Originally published in Tables of Thermal 
Properties of Gases, NBS Circular 564, 1955. 
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TABLE A—2 


Ideal-gas specific heats of various common gases (Concluded) 
(c) As a function of temperature 





еа ОГГЕ" 
(Тіп К, с, іп kJ/kmol - K) 











% error 

Temperature ————— — 
Substance Formula a b C d range, K Max. Avg. 
Nitrogen No 28.90  —0.1571 x 10? 0.8081 x 1055 —2.873 x 10^? 273-1800 0.59 0.34 
Охувеп 0, 25.48 1.520 х 1072 —0.7155 x 1075 1.312 x 10? 273-1800 1.19 0.28 
Air — 28.11 0.1967 х 1072 0.4802 x 1075 -1.966 х 1079 273-1800 0.72 0.33 
Hydrogen Н, 29.11 -0.1916 х 1072 0.4003 х 1055 0.8704 х 1059 273-1800 1.01 0.26 
Сагроп 
monoxide CO 28.16 0.1675 x 10? 0.5372 x 1075 —2.222 x 10^? 273-1800 0.89 0.37 
Сагроп 
dioxide СО, 22.26 5.981 х 1072 —3.501 x 1075 7.469 x 107? 273-1800 0.67 0.22 
Water vapor H,0 32.24 0.1923 х 1072 1.055 x 1075 —3.595 x 10°9 273-1800 0.53 0.24 
Nitric oxide NO 29.34 -0.09395 x 10? 0.9747 х 1055 -4.187 х 1079 273-1500 0.97 0.36 
Nitrous oxide №0 24.11 5.8632 х 1072 -3.562 х 105% 10.58 x 10^? 273-1500 0.59 0.26 
Nitrogen 
dioxide МО, 22.9 5.715 х 1072 —3.52 x 105° 7.87 х 1079 273-1500 0.46 0.18 
Ammonia NH, 27.568 | 2.5630 x 10? 0.99072 х 1055 -6.6909 x 10^? 273-1500 0.91 0.36 
Sulfur S, 27.21 2.218 х 1072 -1.628 х 1055 3.986 х 1059 273-1800 0.99 0.38 
Sulfur 
dioxide 50, 25.78 5.795 x 10? —3.812 х 1055 8.612 х 1059 273-1800 0.45 0.24 
Sulfur 
trioxide 50, 16.40 14.58 х 1072 –11.20 х 1055 32.42 х 1059 273-1300 0.29 0.13 
Acetylene С.Н, 21.8 9.2143 х 1072 —6.527 x 1075 18.21 x 10^? 273-1500 1.46 0.59 
Benzene C,H, —36.22 48.475 х 1072 -31.57 х 10-95 77.62 х 1059 273-1500 0.34 0.20 
Methanol СНО 19.0 9.152 х 1072 —1.22 x 1075 —8.039 х 1059 273-1000 0.18 0.08 
Ethanol С,Н,0 19.9 20.96 х 1072 —10.38 x 10:95 20.05 x 10^? 273-1500 0.40 0.22 
Нуаговеп 
chloride HCl 30.33  —0.7620 x 10? 1.327 х 1055 —4.338 x 10^? 273-1500 0.22 0.08 
Methane CH, 19.89 5.024 х 1072 1.269 х 1055 -11.01 х 1079 273-1500 1.33 0.57 
Ethane CoH, 6.900 17.27 х 1072 –6.406 х 1055 7.285 х 1059 273-1500 0.83 0.28 
Ргорапе CaHg -4.04 30.48 x 10? —15.72 x 1075 31.74 х 1059 273-1500 0.40 0.12 
п-Виќапе САН i 3.96 37.15 х 1072 -18.34 х 10-95 35.00 x 107? 273-1500 0.54 0.24 
Butane С,Ну —7.913 41.60 х 1072 -23.01 х 1055 49.91 х 1059 273-1500 0.25 0.13 
n-Pentane СЕН; 6.774 45.43 х 1072 -22.46 х 1055 42.29 х 1059 273-1500 0.56 0.21 
п-Нехапе CHi 6.938 55.22 x 10? —28.65 x 1075 57.69 х 1059 273-1500 0.72 0.20 
Ethylene CoH, 3.95 15.64 х 1072 -8.344 х 10-95 17.67 x 10? 273-1500 0.54 0.13 
Propylene C3H, 3.15 23.83 x 10? —12.18 х 1055 24.62 x 10? 273-1500 0.73 0.17 


Source: Chemical and Process Thermodynamics 3/E by Kyle, B. G., © 2000. Adapted by permission of Pearson Education, Inc., Upper Saddle River, NJ. 
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TABLE A-3 


Properties of common liquids, solids, and foods 





(a) Liquids 
Boiling data at 1 atm Freezing data Liquid properties 
Normal Latent heat of Latent heat Specific 
boiling vaporization Freezing of fusion Temperature, Density heat 
Substance point, °C hg, kJ/kg point, °C hig, kJ/kg °C p, kg/m? Cy, kJ/kg - K 
Ammonia —33.3 1357 —77.7 322.4 —33.3 682 4.43 
—20 665 4.52 
0 639 4.60 
25 602 4.80 
Argon -185.9 161.6 -189.3 28 -185.6 1394 1.14 
Benzene 80.2 394 5:5 126 20 879 1.72 
Brine (20% sodium 
chloride by mass) 103.9 — -17.4 - 20 1150 3.11 
n-Butane -0.5 385.2 -138.5 80.3 -0.5 601 2.31 
Carbon dioxide —78.4* 230.5 (at O?C) —56.6 0 298 0.59 
Ethanol 78.2 838.3 -114.2 109 25 783 2.46 
Ethyl alcohol 78.6 855 —156 108 20 789 2.84 
Ethylene glycol 198.1 800.1 —10.8 181.1 20 1109 2.84 
Glycerine 179.9 974 18.9 200.6 20 1261 2.32 
Helium —268.9 22.8 — — —268.9 146.2 22.8 
Hydrogen —252.8 445.7 —259.2 59.5 —252.8 70.7 10.0 
Isobutane —11.7 367.1 —160 105.7 -11.7 593.8 2.28 
Kerosene 204-293 251 —24.9 — 20 820 2.00 
Mercury 356.7 294.7 —38.9 11.4 25 13,560 0.139 
Methane —161.5 510.4 —182.2 58.4 —161.5 423 3.49 
—100 301 5.79 
Methanol 64.5 1100 —97.7 99.2 25 787 2.55 
Nitrogen —195.8 198.6 —210 25.3 —195.8 809 2.06 
—160 596 2.97 
Octane 124.8 306.3 -57.5 180.7 20 703 2.10 
Oil (light) 25 910 1.80 
Oxygen -183 212.7 -218.8 13:7 -183 1141 1.71 
Petroleum - 230-384 20 640 2.0 
Ргорапе -42.1 427.8 -187.7 80.0 -42.1 581 2.25 
0 529 2.53 
50 449 3.13 
Refrigerant-134a -26.1 217.0 -96.6 — —50 1443 1.23 
-26.1 1374 1.27 
0 1295 1.34 
25 1207 1.43 
Water 100 2257 0.0 333.7 0 1000 4.22 
25 997 4.18 
50 988 4.18 
75 975 4.19 
100 958 4.22 


* Sublimation temperature. (At pressures below the triple-point pressure of 518 kPa, carbon dioxide exists as a solid or gas. Also, the freezing-point temperature 
of carbon dioxide is the triple-point temperature of —56.5°C.) 
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TABLE A-3 


Properties of common liquids, solids, and foods (Concluded) 


(b) Solids (values are for room temperature unless indicated otherwise) 




















Density, Specific heat, Density, Specific heat, 
Substance p kg/m? с, kJ/kg - K Substance p kg/m? c, kJ/kg - K 
Metals Nonmetals 
Aluminum Asphalt 2110 0.920 
200K 0.797 Brick, common 1922 0.79 
250K 0.859 Brick, fireclay (500°C) 2300 0.960 
300 K 2,700 0.902 Concrete 2300 0.653 
350 K 0.929 Clay 1000 0.920 
400 K 0.949 Diamond 2420 0.616 
450 K 0.973 Glass, window 2700 0.800 
500 K 0.997 Glass, pyrex 2230 0.840 
Bronze (76% Cu, 2% Zn, 8,280 0.400 Graphite 2500 0.711 
2% Al) Granite 2700 1.017 
Brass, yellow (65% Cu, 8,310 0.400 Gypsum or plaster board 800 1.09 
35% Zn) Ice 
Copper 200 K 1.56 
—173?C 0.254 220K 1.71 
—100°C 0.342 240 K 1.86 
—50°C 0.367 260 K 2.01 
0°C 0.381 273 K 921 2.11 
27°C 8,900 0.386 Limestone 1650 0.909 
100°C 0.393 Marble 2600 0.880 
200°C 0.403 Plywood (Douglas Fir) 545 1.21 
lron 7,840 0.45 Rubber (soft) 1100 1.840 
Lead 11,310 0.128 Rubber (hard) 1150 2.009 
Magnesium 1,730 1.000 Sand 1520 0.800 
Nickel 8,890 0.440 Stone 1500 0.800 
Silver 10,470 0.235 Woods, hard (maple, oak, etc.) 721 1.26 
Steel, mild 7,830 0.500 Woods, soft (fir, pine, etc.) 513 1.38 
Tungsten 19,400 0.130 
(c) Foods 
Specific heat, Specific heat, 
kJ/kg - K Latent kJ/kg - K Latent 
Water ——— — — heatof Water ——————————— heat of 
content, Freezing Above Below fusion, content, Freezing Above Below fusion, 
Food % (mass) point, °C freezing freezing kJ/kg Food 96 (mass) point, °C freezing freezing kJ/kg 
Apples 84 212 3.65 1.90 281 Lettuce 95 -0.2 4.02 2.04 317 
Bananas 75 -0.8 3.35 1.78 251 Milk, whole 88 -0.6 3.79 1.95 294 
Beef round 67 - 3.08 1.68 224 Oranges 87 -0.8 3.75 1.94 291 
Вгоссо!! 90 -0.6 3.86 1.97 301 Potatoes 78 -0.6 3.45 1.82 261 
Butter 16 — — 1.04 53 Salmon fish 64 —2.2 2.98 1.65 214 
Cheese, swiss 39 —10.0 2.15 1.33 130 Shrimp 83 222 3.62 1.89 277 
Cherries 80 -1.8 3.52 1.85 267 Spinach 93 -0.3 3.96 2:01 311 
Chicken 74 —2.8 3.32 1.77 247 Strawberries 90 —0.8 3.86 1.97 301 
Corn, sweet 74 -0.6 3.32 1.77 247 Tomatoes, ripe 94 =0.5 3.99 2.02 314 
Eggs, whole 74 -0.6 3.32 1.77 247 Turkey 64 — 2.98 1.65 214 
Ice cream 63 -5.6 2.95 1.63 210 Watermelon 93 —0.4 3.96 2.01 311 





Source: Values are obtained from various handbooks and other sources or are calculated. Water content and freezing-point data of foods are from ASHRAE, 
Handbook of Fundamentals, S| version (Atlanta, GA: American Society of Heating, Refrigerating and Air-Conditioning Engineers, Inc., 1993), Chapter 30, 
Table 1. Freezing point is the temperature at which freezing starts for fruits and vegetables, and the average freezing temperature for other foods. 
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TABLE A-4 


Saturated water—Temperature table 








Specific volume, Internal energy, Enthalpy, Entropy, 
m3/kg kJ/kg kJ/kg kJ/kg - K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp.,  press., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 

T°C Pa kPa v. Vg Ur ие Ug h; hig hg S, Sig Sg 

0.01 0.6117 0.001000 206.00 0.000 2374.9 2374.9 0.001 2500.9 2500.9 0.0000 9.1556 9.1556 

5 0.8725 0.001000 147.03 21.019 2360.8 2381.8 21.020 2489.1 2510.1 0.0763 8.9487 9.0249 
10 1.2281 0.001000 106.32 42.020 2346.6 2388.7 42.022 2477.2 2519.2 0.1511 8.7488 8.8999 
15 1.7057 0.001001 77.885 62.980 2332.5 2395.5 62.982 2465.4 2528.3 0.2245 8.5559 8.7803 
20 2.3392 0.001002 57.762 83.913 2318.4 2402.3 83.915 2453.5 2537.4 0.2965 8.3696 8.6661 
25 3.1698 0.001003 43.340 104.83 2304.3 2409.1 104.83 2441.7 2546.5 0.3672 8.1895 8.5567 
30 4.2469 0.001004 32.879 125.73 2290.2 2415.9 125.74 2429.8 2555.6 0.4368 8.0152 8.4520 
35 5.6291 0.001006 25.205 146.63 2276.0 2422.7 146.64 2417.9 2564.6 0.5051 7.8466 8.3517 
40 7.3851 0.001008 19.515 167.53 2261.9 2429.4 167.53 2406.0 2573.5 0.5724 7.6832 8.2556 
45 9.5953 0.001010 15.251 188.43 2247.7 2436.1 188.44 2394.0 2582.4 0.6386 7.5247 8.1633 
50 12.352 0.001012 12.026 209.33 2233.4 2442.7 209.34 2382.0 2591.3 0.7038 7.3710 8.0748 
55 15.763 0.001015 9.5639 230.24 2219.1 2449.3 23026 2369.8 2600.1 0.7680 7.2218 7.9898 
60 19.947 0.001017 7.6670 251.16 2204.7 2455.9 251.18 2357.7 2608.8 0.8313 7.0769 7.9082 
65 25.043 0.001020 6.1935 272.09 2190.3 2462.4 272.12 2345.4 2617.5 0.8937 6.9360 7.8296 
70 31:202 0.001023 5.0396 293.04 2175.8 2468.9 293.07 2333.0 2626.1 0.9551 6.7989 7.7540 
75 38.597 0.001026 4.1291 313.99 2161.3 2475.3 314.03 2320.6 26346 1.0158 6.6655 7.6812 
80 47.416 0.001029 3.4053 334.97 2146.6 2481.6 335.02 23080 2643.0 1.0756 6.5355 7.6111 
85 57.868 0.001032 2.8261 355.96 2131.9 2487.8 356.02 2295.3 26514 1.1346 6.4089 7.5435 
90 70.183 0.001036 2.3593 376.97 2117.0 2494.0 377.04 2282.5 2659.6 1.1929 6.2853 7.4782 
95 84.609 0.001040 1.9808 398.00 2102.0 2500.1 398.09 2269.6 2667.6 1.2504 6.1647 7.4151 


100 101.42 0.001043 1.6720 419.06 2087.0 2506.0 419.17 2256.4 2675.6 1.3072 6.0470 7.3542 
105 120.90 0.001047 1.4186 440.15 2071.8 2511.9 440.28 2243.1 2683.4 1.3634 5.9319 7.2952 
110 143.38 0.001052 1.2094 461.27 2056.4 2517.7 461.42 2229.7 2691.1 1.4188 5.8193 7.2382 
115 169.18 0.001056 1.0360 482.42 2040.9 2523.3 482.59 2216.0 2698.6 1.4737 5.7092 7.1829 
120 198.67 0.001060 0.89133 503.60 2025.3 2528.9 503.81 2202.1 2706.0 1.5279 5.6013 7.1292 


125 232.23 0.001065 0.77012 524.83 2009.5 2534.3 525.07 2188.1 2713.1 1.5816 5.4956 7.0771 
130 270.28 0.001070 0.66808 546.10 1993.4 2539.5 546.38 2173.7 2720.1 1.6346 5.3919 7.0265 
135 313.22 0.001075 0.58179 567.41 1977.3 2544.7 567.75 2159.1 2726.9 1.6872 5.2901 6.9773 
140 361.53 0.001080 0.50850 588.77 1960.9 2549.6 589.16 2144.3 2733.5 1.7392 5.1901 6.9294 
145 415.68 0.001085 0.44600 610.19 1944.2 25544 610.64 21292 27398 1.7908 5.0919 6.8827 


150 476.16 0.001091 0.39248 631.66 1927.4 2559.1 632.18 2113.8 2745.9 1.8418 4.9953 6.8371 
155 543.49 0.001096 0.34648 653.19 1910.3 2563.5 653.79 20980 2751.8 1.8924 4.9002 6.7927 
160 618.23 0.001102 0.30680 674.79 1893.0 2567.8 675.47 20820 2757.5 1.9426 4.8066 6.7492 
165 700.93 0.001108 0.27244 696.46 1875.4 2571.9 697.24 2065.6 27628 1.9923 4.7143 6.7067 
170 792.18 0.001114 0.24260 718.20 1857.5 2575.7 719.08 2048.8 2767.9 2.0417 4.6233 6.6650 


175 892.60 0.001121 0.21659 740.02 1839.4 2579.4 741.02 20317 27727 2.0906 4.5335 6.6242 











180 1002.8 0.001127 0.19384 761.92 1820.9 2582.8 763.05 2014.2 2777.2 2.1392 4.4448 6.5841 
185 1123.5 0.001134 0.17390 783.91 1802.1 2586.0 785.19 1996.2 27814 2.1875 4.3572 6.5447 
190 1255.2 0.001141 0.15636 806.00 1783.0 2589.0 807.43 1977.9 2785.3 2.2355 4.2705 6.5059 
195 1398.8 0.001149 0.14089 828.18 1763.6 2591.7 829.78 19590 27888 2.2831 4.1847 6.4678 
200 1554.9 0.001157 0.12721 850.46 1743.7 2594.2 852.26 1939.8 2792.0 2.3305 4.0997 6.4302 


(Continued) 
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TABLE A-4 


Saturated water—Temperature table (Concluded) 








Specific volume, Internal energy, Enthalpy, Entropy, 
m3/kg kJ/kg kJ/kg kJ/kg - K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp.,  press., liquid, vapor, liquid, — Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
T°C Р. KPa v; Vg Ur Ug, Ug h; hig hg S, Sig Sg 
205 1724.3 0.001164 0.11508 872.86 1723.5 2596.4 874.87 1920.0 2794.8 2.3776 4.0154 6.3930 
210 19077 0.001173 0.10429 895.38 1702.9 2598.3 897.61 1899.7 2797.3 2.4245 3,9318 6.3563 


215 2105.9 0.001181 0.094680 918.02 1681.9 2599.9 920.50 1878.8 2799.3 2.4712 3.8489 6.3200 
220 2319.6 0.001190 0.086094 940.79 1660.5 2601.3 943.55 1857.4 2801.0 2.5176 3.7664 6.2840 
225 2549.7 0.001199 0.078405 963.70 1638.6 2602.3 966.76 1835.4 2802.2 2.5639 3.6844 6.2483 


230 2797.1 0.001209 0.071505 986.76 1616.1 2602.9 990.14 1812.8 2802.9 2.6100 3.6028 6.2128 
235 3062.6 0.001219 0.065300 1010.0 1593.2 2603.2 1013.7 1789.5 2803.2 2.6560 3.5216 6.1775 
240 3347.0 0.001229 0.059707 1033.4 1569.8 2603.1 1037.5 1765.5 2803.0 2.7018 3.4405 6.1424 
245 3651.2 0.001240 0.054656 1056.9 1545.7 2602.7 1061.5 1740.8 2802.2 2.7476 3.3596 6.1072 
250 3976.2 0.001252 0.050085 1080.7 1521.1 2601.8 1085.7 1715.3 28010 2.7933 3.2788 6.0721 


255 4322.9 0.001263 0.045941 1104.7 1495.8 2600.5 1110.1 1689.0 2799.1 2.8390 3.1979 6.0369 
260 4692.3 0.001276 0.042175 1128.8 1469.9 2598.7 1134.8 1661.8 2796.6 2.8847 3.1169 6.0017 
265 5085.3 0.001289 0.038748 1153.3 1443.2 2596.5 1159.8 1633.7 2793.5 2.9304 3.0358 5.9662 
270 5503.0 0.001303 0.035622 1177.9 1415.7 2593.7 1185.1 1604.6 2789.7 2.9762 2.9542 5.9305 
275 5946.4 0.001317 0.032767 1202.9 1387.4 2590.3 1210.7 15745 2785.2 3.0221 2.8723 5.8944 


280 6416.6 0.001333 0.030153 1228.2 1358.2 2586.4 1236.7 1543.2 2779.9 3.0681 2.7898 5.8579 
285 6914.6 0.001349 0.027756 1253.7 1328.1 2581.8 1263.1 1510.7 2773.7 3.1144 2.7066 5.8210 
290 7441.8 0.001366 0.025554 1279.7 1296.9 2576.5 1289.8 1476.9 27667 3.1608 2.6225 5.7834 
295 7999.0 0.001384 0.023528 1306.0 1264.5 2570.5 1317.1 1441.6 27587 3.2076 2.5374 5.7450 
300 8587.9 0.001404 0.021659 1332.7 1230.9 2563.6 1344.8 14048 27496 3.2548 2.4511 5.7059 


305 9209.4 0.001425 0.019932 1360.0 1195.9 2555.8 1373.1 13663 2739.4 3.3024 2.3633 5.6657 
310 9865.0 0.001447 0.018333 1387.7 1159.3 2547.1 1402.0 1325.9 2727.9 3.3506 2.2737 5.6243 
315 10,556 0.001472 0.016849 1416.1 1121.1 2537.2 1431.6 1283.4 2715.0 3.3994 2.1821 5.5816 
320 11,284 0.001499 0.015470 1445.1 1080.9 2526.0 1462.0 1238.5 2700.6 3.4491 2.0881 5.5372 
325 12,051 0.001528 0.014183 1475.0 1038.5 2513.4 1493.4 1191.0 26843 3.4998 1.9911 5.4908 


330 12,858 0.001560 0.012979 1505.7 993.5 2499.2 1525.8 1140.3 26660 3.5516 1.8906 5.4422 
335 13,707 0.001597 0.011848 1537.5 945.5 2483.0 1559.4 1086.0 2645.4 3.6050 1.7857 5.3907 
340 14,601 0.001638 0.010783 1570.7 893.8 2464.5 1594.6 1027.4 26220 3.6602 1.6756 5.3358 
345 15,541 0.001685 0.009772 1605.5 837.7 2443.2 1631.7 963.4 2595.1 3.7179 1.5585 5.2765 
350 16,529 0.001741 0.008806 1642.4 775.9 2418.3 1671.2 8927 25639 3.7788 1.4326 5.2114 


355 17,570 0.001808 0.007872 1682.2 706.4 2388.6 17140 8129 25269 3.8442 1.2942 5.1384 
360 18,666 0.001895 0.006950 1726.2 625.7 2351.9 1761.5 720.1 2481.6 3.9165 1.1373 5.0537 
365 19,822 0.002015 0.006009 1777.2 526.4 2303.6 1817.2 605.5 24227 4.0004 0.9489 4.9493 
370 21,044 0.002217 0.004953 1844.5 385.6 2230.1 18912 443.1 23343 4.1119 0.6890 4.8009 
373.95 22,064 0.003106 0.003106 2015.7 0 2015.7 2084.3 0 2084.3 4.4070 0 4.4070 











Source: Tables A-4 through A-8 are generated using the Engineering Equation Solver (EES) software developed by S. A. Klein and F. L. Alvarado. The 
routine used in calculations is the highly accurate Steam_IAPWS, which incorporates the 1995 Formulation for the Thermodynamic Properties of Ordinary 
Water Substance for General and Scientific Use, issued by The International Association for the Properties of Water and Steam (IAPWS). This formulation 
replaces the 1984 formulation of Haar, Gallagher, and Kell (NBS/NRC Steam Tables, Hemisphere Publishing Co., 1984), which is also available in EES 
as the routine STEAM. The new formulation is based on the correlations of Saul and Wagner (J. Phys. Chem. Ref. Data, 16, 893, 1987) with modifica- 
tions to adjust to the International Temperature Scale of 1990. The modifications are described by Wagner and Pruss (J. Phys. Chem. Ref. Data, 22, 
783, 1993). The properties of ice are based on Hyland and Wexler, “Formulations for the Thermodynamic Properties of the Saturated Phases of H;O 
from 173.15 K to 473.15 K,” ASHRAE Trans., Part 2A, Paper 2793, 1983. 
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Saturated water—Pressure table 


€ The McGraw-Hill 
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Specific volume, Internal energy, Enthalpy, Entropy, 
m3/kg kJ/kg kJ/kg kJ/kg - K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press., temp., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
PkPa 1.20 v Vg и; Ufg Ug h; hg hg 5 ЕЭ Sg 
1.0 6.97 0.001000 129.19 29.302 2355.2 2384.5 29.303 2484.4 2513.7 0.1059 8.8690 8.9749 
1.5 13.02 0.001001 87.964 54.686 2338.1 2392.8 54.688 2470.1 2524.7 0.1956 8.6314 8.8270 
2.0 17.50 0.001001 66.990 73.431 2325.5 2398.9 73.433 2459.5 2532.9 0.2606 8.4621 8.7227 
2:5 21.08 0.001002 54.242 88.422 2315.4 2403.8 88.424 2451.0 2539.4 0.3118 8.3302 8.6421 
3.0 24.08 0.001003 45.654 100.98 2306.9 2407.9 100.98 2443.9 2544.8 0.3543 8.2222 8.5765 
4.0 28.96 0.001004 34.791 121.39 2293.1 2414.5 121.39 2432.3 2553.7 0.4224 8.0510 8.4734 
5.0 32.87 0.001005 28.185 137.75 2282.1 2419.8 137.75 2423.0 2560.7 0.4762 7.9176 8.3938 
7:5 40.29 0.001008 19.233 168.74 2261.1 2429.8 168.75 2405.3 2574.0 0.5763 7.6738 8.2501 
10 45.81 0.001010 14.670 191.79 2245.4 2437.2 191.81 2392.1 2583.9 0.6492 7.4996 8.1488 
15 53.97 0.001014 10.020 225.93 2222.1 2448.0 225.94 2372.3 2598.3 0.7549 7.2522 8.0071 
20 60.06 0.001017 7.6481 251.40 2204.6 2456.0 251.42 2357.5 2608.9 0.8320 7.0752 7.9073 
25 64.96 0.001020 6.2034 271.93 2190.4 2462.4 271.96 2345.5 2617.5 0.8932 6.9370 7:8302 
30 69.09 0.001022 5.2287 289.24 2178.5 2467.7 289.27 2335.3 2624.6 0.9441 6.8234 7.7675 
40 75.86 0.001026 3.9933 317.58 2158.8 2476.3 317.62 2318.4 2636.1 1.0261 6.6430 7.6691 
50 81.32 0.001030 3.2403 340.49 2142.7 2483.2 340.54 2304.7 2645.2 1.0912 6.5019 7.5931 
75 91.76 0.001037 2.2172 384.36 2111.8 2496.1 384.44 2278.0 2662.4 1.2132 6.2426 7.4558 
100 99.61 0.001043 1.6941 417.40 2088.2 2505.6 417.51 2257.5 2675.0 1.3028 6.0562 7.3589 
101.325 99.97 0.001043 1.6734 418.95 2087.0 2506.0 419.06 2256.5 2675.6 1.3069 6.0476 7.3545 
125 105.97 0.001048 1.3750 444.23 2068.8 2513.0 444.36 2240.6 2684.9 1.3741 5.9100 7.2841 
150 111.35 0.001053 1.1594 466.97 2052.3 2519.2 467.13 2226.0 2693.1 1.4337 5.7894 7.2231 
175 116.04 0.001057 1.0037 486.82 2037.7 2524.5 487.01 2213.1 2700.2 1.4850 5.6865 7.1716 
200 120.21 0.001061 0.88578 504.50 2024.6 2529.1 504.71 2201.6 2706.3 1.5302 5.5968 7.1270 
225 123.97 0.001064 0.79329 520.47 2012.7 2533.2 520.71 2191.0 2711.7 1.5706 5.5171 7.0877 
250 127.41 0.001067 0.71873 535.08 2001.8 2536.8 535.35 2181.2 2716.5 1.6072 5.4453 7.0525 
275 130.58 0.001070 0.65732 548.57 1991.6 2540.1 548.86 2172.0 2720.9 1.6408 5.3800 7.0207 
300 133.52 0.001073 0.60582 561.11 1982.1 2543.2 561.43 2163.5 2724.9 1.6717 5.3200 6.9917 
325 136.27 0.001076 0.56199 572.84 1973.1 2545.9 573.19 2155.4 2728.6 1.7005 5.2645 6.9650 
350 138.86 0.001079 0.52422 583.89 1964.6 2548.5 584.26 2147.7 2732.0 1.7274 5.2128 6.9402 
375 141.30 0.001081 0.49133 594.32 1956.6 2550.9 594.73 2140.4 2735.1 1.7526 5.1645 6.9171 
400 143.61 0.001084 0.46242 604.22 1948.9 2553.1 604.66 2133.4 2738.1 1.7765 5.1191 6.8955 
450 147.90 0.001088 0.41392 622.65 1934.5 2557.1 623.14 2120.3 2743.4 1.8205 5.0356 6.8561 
500 151.83 0.001093 0.37483 639.54 1921.2 2560.7 640.09 2108.0 2748.1 1.8604 4.9603 6.8207 
550 155.46 0.001097 0.34261 655.16 1908.8 2563.9 655.77 2096.6 2752.4 1.8970 4.8916 6.7886 
600 158.83 0.001101 0.31560 669.72 1897.1 2566.8 670.38 2085.8 2756.2 1.9308 4.8285 6.7593 
650 161.98 0.001104 0.29260 683.37 1886.1 2569.4 684.08 2075.5 2759.6 1.9623 4.7699 6.7322 
700 164.95 0.001108 0.27278 696.23 1875.6 2571.8 697.00 2065.8 2762.8 1.9918 4.7153 6.7071 
750 167.75 0.001111 0.25552 708.40 1865.6 2574.0 709.24 2056.4 2765.7 2.0195 4.6642 6.6837 





(Continued) 
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ТАВ1ЕАХ-5 


Saturated water—Pressure table (Concluded) 





Specific volume, Internal energy, Enthalpy, Entropy, 
m3/kg kJ/kg kJ/kg kJ/kg - K 
Sat. Sat. Sat. Set. Sat. Sat. Sat. Sat. Sat. 
Press., temp., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
P kPa Lac W Vg и; Ug Ug hy hg hg S, Sg, Sg 





800 170.41 0.001115 0.24035 719.97 1856.1 2576.0 720.87 2047.5 2768.3 2.0457 4.6160 6.6616 
850 172.94 0.001118 0.22690 731.00 1846.9 2577.9 731.95 2038.8 2770.8 2.0705 4.5705 6.6409 
900 175.35 0.001121 0.21489 741.55 1838.1 2579.6 742.56 2030.5 2773.0 2.0941 4.5273 6.6213 
950 177.66 0.001124 0.20411 751.67 1829.6 2581.3 752.74 2022.4 2775.2 2.1166 4.4862 6.6027 
1000 179.88 0.001127 0.19436 761.39 1821.4 2582.8 762.51 2014.6 2777.1 2.1381 4.4470 6.5850 


1100 184.06 0.001133 0.17745 779.78 1805.7 2585.5 781.03 1999.6 2780.7 2.1785 4.3735 6.5520 
1200 187.96 0.001138 0.16326 796.96 1790.9 2587.8 798.33 1985.4 2783.8 2.2159 4.3058 6.5217 
1300 191.60 0.001144 0.15119 813.10 1776.8 2589.9 814.59 1971.9 2786.5 2.2508 4.2428 6.4936 
1400 195.04 0.001149 0.14078 828.35 1763.4 2591.8 829.96 1958.9 2788.9 2.2835 4.1840 6.4675 
1500 198.29 0.001154 0.13171 842.82 1750.6 2593.4 844.55 1946.4 2791.0 2.3143 4.1287 6.4430 


1750 205.72 0.001166 0.11344 876.12 1720.6 2596.7 878.16 1917.1 2795.2 2.3844 4.0033 6.3877 
2000 212.38 0.001177 0.099587 906.12 1693.0 2599.1 908.47 1889.8 2798.3 2.4467 3.8923 6.3390 
2250 218.41 0.001187 0.088717 933.54 1667.3 2600.9 936.21 1864.3 2800.5 2.5029 3.7926 6.2954 
2500 223.95 0.001197 0.079952 958.87 1643.2 2602.1 961.87 1840.1 2801.9 2.5542 3.7016 6.2558 
3000 233.85 0.001217 0.066667 1004.6 1598.5 2603.2 1008.3 1794.9 2803.2 2.6454 3.5402 6.1856 


3500 242.56 0.001235 0.057061 1045.4 1557.6 2603.0 1049.7 1753.0 2802.7 2.7253 3.3991 6.1244 
4000 250.35 0.001252 0.049779 1082.4 1519.3 2601.7 1087.4 1713.5 2800.8 2.7966 3.2731 6.0696 
5000 263.94 0.001286 0.039448 1148.1 1448.9 2597.0 1154.5 1639.7 2794.2 2.9207 3.0530 5.9737 
6000 275.59 0.001319 0.032449 1205.8 1384.1 2589.9 1213.8 1570.9 2784.6 3.0275 2.8627 5.8902 
7000 285.83 0.001352 0.027378 1258.0 1323.0 2581.0 1267.5 1505.2 2772.6 3.1220 2.6927 5.8148 


8000 295.01 0.001384 0.023525 1306.0 1264.5 2570.5 1317.1 1441.6 2758.7 3.2077 2.5373 5.7450 
9000 303.35 0.001418 0.020489 1350.9 1207.6 2558.5 1363.7 1379.3 2742.9 3.2866 2.3925 5.6791 
10,000 311.00 0.001452 0.018028 1393.3 1151.8 2545.2 1407.8 1317.6 2725.5 3.3603 2.2556 5.6159 
11,000 318.08 0.001488 0.015988 1433.9 1096.6 2530.4 1450.2 1256.1 2706.3 3.4299 2.1245 5.5544 
12,000 324.68 0.001526 0.014264 1473.0 1041.3 2514.3 1491.3 1194.1 2685.4 3.4964 1.9975 5.4939 


13,000 330.85 0.001566 0.012781 1511.0 985.5 2496.6 1531.4 1131.3 2662.7 3.5606 1.8730 5.4336 
14,000 336.67 0.001610 0.011487 1548.4 928.7 2477.1 1571.0 1067.0 2637.9 3.6232 1.7497 5.3728 
15,000 342.16 0.001657 0.010341 1585.5 870.3 2455.7 1610.3 1000.5 2610.8 3.6848 1.6261 5.3108 
16,000 347.36 0.001710 0.009312 1622.6 809.4 2432.0 1649.9 931.1 2581.0 3.7461 1.5005 5.2466 
17,000 352.29 0.001770 0.008374 1660.2 745.1 2405.4 1690.3 857.4 2547.7 3.8082 1.3709 5.1791 


18,000 356.99 0.001840 0.007504 1699.1 675.9 2375.0 1732.2 777.8 2510.0 3.8720 1.2343 5.1064 
19,000 361.47 0.001926 0.006677 1740.3 598.9 2339.2 1776.8 689.2 2466.0 3.9396 1.0860 5.0256 
20,000 365.75 0.002038 0.005862 1785.8 509.0 2294.8 1826.6 585.5 2412.1 4.0146 0.9164 4.9310 
21,000 369.83 0.002207 0.004994 1841.6 391.9 2233.5 1888.0 450.4 2338.4 4.1071 0.7005 4.8076 
22,000 373.71 0.002703 0.003644 1951.7 140.8 2092.4 2011.1 161.5 2172.6 4.2942 0.2496 4.5439 
22,064 373.95 0.003106 0.003106 2015.7 0 2015.7 2084.3 0 2084.3 4.4070 0 4.4070 
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TABLE A—-6 


Superheated water 





T v u h 5 v u h 5 V u h S 
90 m?/kg kJ/kg kJ/kg kJ/kg: K| mĉ/kg kJ/kg | kJkg  kJ/kg-K| m?/g kJ/kg kJ/kg kJ/kg: K 
P = 0.01 MPa (45.81°C)* P = 0.05 MPa (81.32°C) P — 0.10 MPa (99.61°C) 





ба! 14.670 2437.2 2583.9 8.1488 3.2403 2483.2 2645.2 7.5931 1.6941 2505.6 2675.0 7.3589 

50 14.867 2443.3 2592.0 8.1741 
100 17.196 2515.5 2687.5 8.4489 3.4187 2511.5 2682.4 7.6953 1.6959 2506.2 2675.8 7.3611 
150 19.513 2587.9 2783.0 8.6893 3.8897 2585.7 2780.2 7.9413 1.9367 2582.9 2776.6 7.6148 
200 21.826 2661.4 2879.6 8.9049 4.3562 2660.0 2877.8 8.1592 | 2.1724 2658.2 2875.5 7.8356 
250 24.136 2736.1 2977.5 9.1015 4.8206 2735.1 2976.2 8.3568 | 2.4062 2733.9 2974.5 8.0346 
300 26.446 2812.3 3076.7 9.2827 5.2841 2811.6 3075.8 8.5387 | 2.6389 2810.7 3074.5 8.2172 
400 31.063 2969.3 3280.0 9.6094 6.2094 2968.9 3279.3 8.8659 | 3.1027 2968.3 3278.6 8.5452 
500 35.680 3132.9 3489.7 9.8998 7.1338 3132.6 3489.3 9.1566 | 3.5655 3132.2 3488.7 8.8362 
600 40.296 3303.3 3706.3 10.1631 8.0577 3303.1 3706.0 9.4201 | 4.0279 3302.8 3705.6 9.0999 
700 44.911 3480.8 3929.9 10.4056 8.9813 3480.6 3929.7 9.6626 | 4.4900 3480.4 3929.4 9.3424 
800 49.527 3665.4 4160.6 10.6312 9.9047 3665.2 4160.4 9.8883 | 4.9519 3665.0 4160.2 9.5682 
900 54.143 3856.9 4398.3 10.8429 | 10.8280 3856.8 4398.2 10.1000 | 5.4137 3856.7 4398.0 9.7800 
1000 58.758 4055.3 4642.8 11.0429 | 11.7513 4055.2 4642.7 10.3000 | 5.8755 4055.0 4642.6 9.9800 
1100 63.373 4260.0 4893.8 11.2326 | 12.6745 4259.9 4893.7 10.4897 | 6.3372 4259.8 4893.6 10.1698 
1200 67.989 4470.9 5150.8 11.4132 | 13.5977 4470.8 5150.7 10.6704 | 6.7988 4470.7 5150.6 10.3504 
1300 72.604 4687.4 5413.4 11.5857 | 14.5209 4687.3 5413.3 10.8429 | 7.2605 4687.2 5413.3 10.5229 


Р = 0.20 МРа (120.21°С) Р = 0.30 МРа (133.52°С) Р = 0.40 МРа (143.61°С) 


Ѕаї. 0.88578 2529.1 2706.3 7.1270 0.60582 2543.2 2724.9 6.9917 | 0.46242 2553.1 2738.1 6.8955 
150 0.95986 2577.1 2769.1 7.2810 0.63402 2571.0 2761.2 7.0792 | 0.47088 2564.4 2752.8 6.9306 
200 1.08049 2654.6 2870.7 7.5081 0.71643 2651.0 2865.9 7.3132 | 0.53434 2647.2 2860.9 7.1723 
250 1.19890 2731.4 2971.2 7.7100 0.79645 2728.9 2967.9 7.5180 | 0.59520 2726.4 2964.5 7.3804 
300 1.31623 2808.8 3072.1 7.8941 0.87535 2807.0 3069.6 7.7037 | 0.65489 2805.1 3067.1 7.5677 
400 1.54934 2967.2 3277.0 8.2236 1.03155 2966.0 3275.5 8.0347 | 0.77265 2964.9 3273.9 7.9003 
500 1.78142 3131.4 3487.7 8.5153 1.18672 3130.6 3486.6 8.3271 | 0.88936 3129.8 3485.5 8.1933 
600 2.01302 3302.2 3704.8 8.7793 1.34139 3301.6 3704.0 8.5915 | 1.00558 3301.0 3703.3 8.4580 
700 2.24434 3479.9 3928.8 9.0221 1.49580 3479.5 3928.2 8.8345 | 1.12152 3479.0 3927.6 8.7012 
800 2.47550 3664.7 4159.8 9.2479 1.65004 3664.3 4159.3 29.0605 | 1.23730 3663.9 4158.9 8.9274 
900 2.70656 3856.3 4397.7 9.4598 1.80417 3856.0 4397.3 29.2725 | 1.35298 3855.7 4396.9 9.1394 

1000 2.93755 4054.8 4642.3 9.6599 1.95824 4054.5 4642.0 9.4726 | 1.46859 4054.3 4641.7 9.3396 

1100 3.16848 4259.6 4893.3 9.8497 2.11226 4259.4 4893.1 9.6624 | 1.58414 4259.2 4892.9 9.5295 

1200 3.39938 4470.5 5150.4 10.0304 2.26624 4470.3 5150.2 9.8431 1.69966 4470.2 5150.0 9.7102 

1300 3.63026 4687.1 5413.1 10.2029 2.42019 4686.9 5413.0 10.0157 1.81516 4686.7 5412.8 9.8828 








P = 0.50 MPa (151.83°C) P = 0.60 MPa (158.83°C) P = 0.80 MPa (170.41°C) 


Sat. 0.37483 2560.7 2748.1 6.8207 0.31560 2566.8 2756.2 6.7593 | 0.24035 2576.0 2768.3 6.6616 
200 0.42503 2643.3 2855.8 7.0610 0.35212 2639.4 2850.6 6.9683 | 0.26088 2631.1 2839.8 6.8177 
250 0.47443 2723.8 2961.0 7.2725 0.39390 2721.2 2957.6 7.1833 | 0.29321 2715.9 2950.4 7.0402 
300 0.52261 2803.3 30646 7.4614 0.43442 2801.4 3062.0 7.3740 | 0.32416 2797.5 3056.9 7.2345 
350 0.57015 2883.0 3168.1 7.6346 0.47428 2881.6 3166.1 7.5481 | 0.35442 2878.6 3162.2 7.4107 
400 0.61731 2963.7 3272.4 7.7956 0.51374 2962.5 3270.8 7.7097 | 0.38429 2960.2 3267.7 7.5735 
500 0.71095 3129.0 3484.5 8.0893 0.59200 3128.2 3483.4 8.0041 | 0.44332 3126.6 3481.3 7.8692 
600 0.80409 3300.4 3702.5 8.3544 0.66976 3299.8 3701.7 8.2695 | 0.50186 3298.7 3700.1 8.1354 
700 0.89696 3478.6 3927.0 8.5978 0.74725 3478.1 3926.4 8.5132 | 0.56011 3477.2 3925.3 8.3794 
800 0.98966 3663.6 4158.4 8.8240 0.82457 3663.2 4157.9 8.7395 | 0.61820 3662.5 4157.0 8.6061 
900 1.08227 3855.4 4396.6 9.0362 0.90179 3855.1 4396.2 8.9518 | 0.67619 3854.5 4395.5 8.8185 

1000 1.17480 4054.0 4641.4 9.2364 0.97893 4053.8 4641.1 9.1521 | 0.73411 4053.3 4640.5 9.0189 

1100 1.26728 4259.0 48926 9.4263 1.05603 4258.8 4892.4 9.3420 | 0.79197 4258.3 4891.9 9.2090 

1200 1.35972 4470.0 5149.8 9.6071 1.13309 4469.8 5149.6 29.5229 | 0.84980 4469.4 5149.3 9.3898 

1300 1.45214 4686.6 5412.6 9.7797 1.21012 4686.4 5412.5 9.6955 | 0.90761 4686.1 5412.2 9.5625 











*The temperature in parentheses is the saturation temperature at the specified pressure. 
* Properties of saturated vapor at the specified pressure. 
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TABLE A—6 


Superheated water (Continued) 


























T у и h S v u h 5 V u h S 
°C m?/kg kJ/kg | kJkg  kJ/kg-:K|m3/kg kJ/kg kJ/kg kJ/kg: K m3/kg kJ/kg kJ/kg kJ/kg: K 
P = 1.00 MPa (179.88°C) P = 1.20 MPa (187.96°C) P = 1.40 MPa (195.04°C) 
Sat. 0.19437 2582.8 2777.1 6.5850 |0.16326 2587.8 2783.8 6.5217| 0.14078 2591.8 2788.9 6.4675 
200 0.20602 2622.3 2828.3 6.6956 |0.16934 2612.9 2816.1 6.5909| 0.14303 2602.7 2803.0 6.4975 
250 0.23275 2710.4 2943.1 6.9265 |0.19241 2704.7 2935.6 6.8313| 0.16356 2698.9 2927.9 6.7488 
300 0.25799 2793.7 3051.6 7.1246 |0.21386 2789.7 3046.3 7.0335| 0.18233 2785.7 3040.9 6.9553 
350 0.28250 2875.7 3158.2 7.3029 |0.23455 2872.7 3154.2 7.2139| 0.20029 2869.7 3150.1 7.1379 
400 0.30661 2957.9 3264.5 7.4670 |0.25482 2955.5 3261.3 7.3793| 0.21782 2953.1 3258.1 7.3046 
500 0.35411 3125.0 3479.1 7.7642 |0.29464 3123.4 3477.0 7.6779| 0.25216 3121.8 3474.8 7.6047 
600 0.40111 3297.5 3698.6 8.0311 |0.33395 3296.3 3697.0 7.9456| 0.28597 3295.1 3695.5 7.8730 
700 0.44783 3476.3 3924.1 8.2755 |0.37297 3475.3 3922.9 8.1904| 0.31951 3474.4 3921.7 8.1183 
800 0.49438 3661.7 4156.1 8.5024 |0.41184 3661.0 4155.2 8.4176] 0.35288 3660.3 4154.3 8.3458 
900 0.54083 3853.9 4394.8 8.7150 |0.45059 3853.3 4394.0 8.6303] 0.38614 3852.7 4393.3 8.5587 
1000 0.58721 4052.7 4640.0 8.9155 |0.48928 4052.2 4639.4 8.8310] 0.41933 4051.7 4638.8 8.7595 
1100 0.63354 4257.9 4891.4 9.1057 |0.52792 4257.5 4891.0 9.0212] 0.45247 4257.0 4890.5 8.9497 
1200 0.67983 4469.0 5148.9 9.2866 |0.56652 4468.7 5148.5 9.2022) 0.48558 4468.3 5148.1 9.1308 
1300 0.72610 4685.8 5411.9 9.4593 |0.60509 4685.5 5411.6 9.3750] 0.51866 4685.1 5411.3 9.3036 
P = 1.60 MPa (201.37°C) P = 1.80 MPa (207.11°C) P — 2.00 MPa (212.38°C) 
Sat. 0.12374 2594.8 2792.8 6.4200 |0.11037 2597.3 2795.9 6.3775] 0.09959 2599.1 2798.3 6.3390 
225 0.13293 2645.1 2857.8 6.5537 |0.11678 2637.0 2847.2 6.4825} 0.10381 2628.5 2836.1 6.4160 
250 0.14190 2692.9 2919.9 6.6753 |0.12502 2686.7 2911.7 6.6088} 0.11150 2680.3 2903.3 6.5475 
300 0.15866 2781.6 3035.4 6.8864 |0.14025 2777.4 3029.9 6.8246] 0.12551 2773.2 3024.2 6.7684 
350 0.17459 2866.6 3146.0 7.0713 |0.15460 2863.6 3141.9 7.0120} 0.13860 2860.5 3137.7 6.9583 
400 0.19007 2950.8 3254.9 7.2394 |0.16849 2948.3 3251.6 7.1814] 0.15122 2945.9 3248.4 7.1292 
500 0.22029 3120.1 3472.6 7.5410 |0.19551 3118.5 3470.4 7.4845] 0.17568 3116.9 3468.3 7.4337 
600 0.24999 3293.9 3693.9 7.8101 |0.22200 3292.7 3692.3 7.7543} 0.19962 3291.5 3690.7 7.7043 
700 0.27941 3473.5 3920.5 8.0558 | 0.24822 3472.6 3919.4 8.0005} 0.22326 3471.7 3918.2 7.9509 
800 0.30865 3659.5 4153.4 8.2834 |0.27426 3658.8 4152.4 8.2284) 0.24674 3658.0 4151.5 8.1791 
900 0.33780 3852.1 4392.6 8.4965 |0.30020 3851.5 4391.9 8.4417} 0.27012 3850.9 4391.1 8.3925 
1000 0.36687 4051.2 4638.2 8.6974 |0.32606 4050.7 4637.6 8.6427] 0.29342 4050.2 4637.1 8.5936 
1100 0.39589 4256.6 4890.0 8.8878 |0.35188 4256.2 4889.6 8.8331] 0.31667 4255.7 4889.1 8.7842 
1200 0.42488 4467.9 5147.7 9.0689 |0.37766 4467.6 5147.3 9.0143] 0.33989 4467.2 5147.0 8.9654 
1300 0.45383 4684.8 5410.9 9.2418 | 0.40341 4684.5 5410.6 9.1872] 0.36308 4684.2 5410.3 9.1384 
P = 2.50 MPa (223.95°C) P = 3.00 MPa (233.85°C) P = 3.50 MPa (242.56°C) 
Sat. 0.07995 2602.1 2801.9 6.2558 |0.06667 2603.2 2803.2 6.1856, 0.05706 2603.0 2802.7 6.1244 
225 0.08026 2604.8 2805.5 6.2629 
250 0.08705 2663.3 2880.9 6.4107 |0.07063 2644.7 2856.5 6.2893] 0.05876 2624.0 2829.7 6.1764 
300 0.09894 2762.2 3009.6 6.6459 |0.08118 2750.8 2994.3 6.5412] 0.06845 2738.8 2978.4 6.4484 
350 0.10979 2852.5 3127.0 6.8424 |0.09056 2844.4 3116.1 6.7450] 0.07680 2836.0 3104.9 6.6601 
400 0.12012 2939.8 3240.1 7.0170 |0.09938 2933.6 3231.7 6.9235] 0.08456 2927.2 3223.2 6.8428 
450 0.13015 3026.2 3351.6 7.1768 |0.10789 3021.2 3344.9 7.0856} 0.09198 3016.1 3338.1 7.0074 
500 0.13999 3112.8 3462.8 7.3254 |0.11620 3108.6 3457.2 7.2359} 0.09919 3104.5 3451.7 7.1593 
600 0.15931 3288.5 3686.8 7.5979 |0.13245 3285.5 3682.8 7.5103] 0.11325 3282.5 3678.9 7.4357 
700 0.17835 3469.3 3915.2 7.8455 |0.14841 3467.0 3912.2 7.7590} 0.12702 3464.7 3909.3 7.6855 
800 0.19722 3656.2 4149.2 8.0744 |0.16420 3654.3 4146.9 7.9885} 0.14061 3652.5 4144.6 7.9156 
900 0.21597 3849.4 4389.3 8.2882 |0.17988 3847.9 4387.5 8.2028} 0.15410 3846.4 4385.7 8.1304 
1000 0.23466 4049.0 4635.6 8.4897 |0.19549 4047.7 4634.2 8.4045} 0.16751 4046.4 4632.7 8.3324 
1100 0.25330 4254.7 4887.9 8.6804 |0.21105 4253.6 4886.7 8.5955} 0.18087 4252.5 4885.6 8.5236 
1200 0.27190 4466.3 5146.0 8.8618 |0.22658 4465.3 5145.1 8.7771} 0.19420 4464.4 5144.1 8.7053 
1300 0.29048 4683.4 5409.5 9.0349 |0.24207 4682.6 5408.8 8.9502] 0.20750 4681.8 5408.0 8.8786 








| Cengel: Introduction to Back Matter Appendix 1: Property € The McGraw-Hill 


Thermodynamics and Heat Tables and Charts (SI Companies, 2008 
Transfer, Second Edition Units) 
118 | Introduction to Thermodynamics and Heat Transfer 


ТАВ1ЕА-6 


Superheated water (Continued) 





T у и h 5 V u h S у и h 5 
96 m3/kg kJ/kg kJ/kg kJ/kg - K| m3/kg kJ/kg kJ/kg kJ/kg - K | m3/kg kJ/kg kJ/kg kJ/kg: K 
P = 4.0 MPa (250.35°C) P = 4.5 MPa (257.44°C) P = 5.0 MPa (263.94°C) 





Sat. 0.04978 2601.7 2800.8 6.0696 | 0.04406 2599.7 2798.0 6.0198 |0.03945 2597.0 2794.2 5.9737 
275 0.05461 2668.9 2887.3 6.2312 | 0.04733 2651.4 2864.4 6.1429 |0.04144 2632.3 2839.5 6.0571 
300 0.05887 2726.2 2961.7 6.3639 | 0.05138 2713.0 2944.2 6.2854 |0.04535 2699.0 2925.7 6.2111 
350 0.06647 2827.4 3093.3 6.5843 | 0.05842 2818.6 3081.5 6.5153 |0.05197 2809.5 3069.3 6.4516 
400 0.07343 2920.8 3214.5 6.7714 | 0.06477 2914.2 3205.7 6.7071 |0.05784 2907.5 3196.7 6.6483 
450 0.08004 3011.0 3331.2 6.9386 | 0.07076 3005.8 3324.2 6.8770 |0.06332 3000.6 3317.2 6.8210 
500 0.08644 3100.3 3446.0 7.0922 | 0.07652 3096.0 3440.4 7.0323 | 0.06858 3091.8 3434.7 6.9781 
600 0.09886 3279.4 3674.9 7.3706 | 0.08766 3276.4 3670.9 7.3127 |0.07870 3273.3 3666.9 7.2605 
700 0.11098 3462.4 3906.3 7.6214 | 0.09850 3460.0 3903.3 7.5647 | 0.08852 3457.7 3900.3 7.5136 
800 0.12292 3650.6 4142.3 7.8523 | 0.10916 3648.8 4140.0 7.7962 |0.09816 3646.9 4137.7 7.7458 
900 0.13476 3844.8 4383.9 8.0675 | 0.11972 38433 4382.1 8.0118 |0.10769 3841.8 4380.2 7.9619 
1000 0.14653 4045.1 4631.2 8.2698 | 0.13020 4043.9 4629.8 8.2144 [0.11715 4042.6 4628.3 8.1648 
1100 0.15824 4251.4 4884.4 8.4612 | 0.14064 4250.4 4883.2 8.4060 |0.12655 4249.3 4882.1 8.3566 
1200 0.16992 4463.5 5143.2 8.6430 | 0.15103 44626 5142.2 8.5880 |0.13592 4461.6 5141.3 8.5388 
1300 0.18157 4680.9 5407.2 8.8164 | 0.16140 4680.1 5406.5 8.7616 |0.14527 4679.3 5405.7 8.7124 





P = 6.0 MPa (275.59°C) Р = 7.0 MPa (285.83°C) P = 8.0 MPa (295.01°C) 


Sat. 0.03245 2589.9 2784.6 5.8902 | 0.027378 2581.0 2772.6 5.8148 | 0.023525 2570.5 2758.7 5.7450 
300 0.03619 2668.4 2885.6 6.0703 | 0.029492 2633.5 2839.9 5.9337 | 0.024279 2592.3 2786.5 5.7937 
350 0.04225 2790.4 3043.9 6.3357 | 0.035262 2770.1 3016.9 6.2305 | 0.029975 2748.3 2988.1 6.1321 
400 0.04742 2893.7 3178.3 6.5432 | 0.039958 2879.5 3159.2 6.4502 | 0.034344 2864.6 3139.4 6.3658 
450 0.05217 2989.9 3302.9 6.7219 | 0.044187 2979.0 3288.3 6.6353 | 0.038194 2967.8 3273.3 6.5579 
500 0.05667 3083.1 3423.1 6.8826 | 0.048157 3074.3 3411.4 6.8000 | 0.041767 3065.4 3399.5 6.7266 
550 0.06102 3175.2 3541.3 7.0308 | 0.051966 3167.9 3531.6 6.9507 | 0.045172 3160.5 3521.8 6.8800 
600 0.06527 3267.2 3658.8 7.1693 | 0.055665 3261.0 3650.6 7.0910 | 0.048463 3254.7 3642.4 7.0221 
700 0.07355 3453.0 3894.3 7.4247 | 0.062850 3448.3 3888.3 7.3487 | 0.054829 3443.6 3882.2 7.2822 
800 0.08165 3643.2 4133.1 7.6582 | 0.069856 3639.5 4128.5 7.5836 | 0.061011 3635.7 4123.8 7.5185 
900 0.08964 3838.8 4376.6 7.8751 | 0.076750 3835.7 4373.0 7.8014 | 0.067082 3832.7 4369.3 7.7372 
1000 0.09756 4040.1 4625.4 8.0786 | 0.083571 4037.5 4622.5 8.0055 | 0.073079 4035.0 4619.6 7.9419 
1100 0.10543 4247.1 4879.7 8.2709 | 0.090341 4245.0 4877.4 8.1982 | 0.079025 4242.8 4875.0 8.1350 
1200 0.11326 4459.8 5139.4 8.4534 | 0.097075 4457.9 5137.4 8.3810 | 0.084934 4456.1 5135.5 8.3181 
1300 0.12107 4677.7 5404.1 8.6273 | 0.103781 4676.1 5402.6 8.5551 | 0.090817 4674.5 5401.0 8.4925 





P= 9:0 MPa (303.35°C) P = 10.0 MPa (311.00°C) P = 12.5 MPa (327.81°C) 


Sat. 0.020489 2558.5 2742.9 5.6791 | 0.018028 2545.2 2725.5 5.6159 | 0.013496 2505.6 2674.3 5.4638 
325 0.023284 2647.6 2857.1 5.8738 | 0.019877 2611.6 2810.3 5.7596 
350 0.025816 2725.0 2957.3 6.0380 | 0.022440 2699.6 2924.0 5.9460 | 0.016138 2624.9 2826.6 5.7130 
400 0.029960 2849.2 3118.8 6.2876 | 0.026436 2833.1 3097.5 6.2141 | 0.020030 2789.6 3040.0 6.0433 
450 0.033524 2956.3 3258.0 6.4872 | 0.029782 2944.5 3242.4 6.4219 | 0.023019 2913.7 3201.5 6.2749 
500 0.036793 3056.3 3387.4 6.6603 | 0.032811 3047.0 3375.1 6.5995 | 0.025630 3023.2 3343.6 6.4651 
550 0.039885 3153.0 3512.0 6.8164 | 0.035655 3145.4 3502.0 6.7585 | 0.028033 3126.1 3476.5 6.6317 
600 0.042861 3248.4 3634.1 6.9605 | 0.038378 3242.0 3625.8 6.9045 | 0.030306 3225.8 3604.6 6.7828 
650 0.045755 3343.4 3755.2 7.0954 | 0.041018 3338.0 3748.1 7.0408 | 0.032491 3324.1 3730.2 6.9227 
700 0.048589 3438.8 3876.1 7.2229 | 0.043597 3434.0 3870.0 7.1693 | 0.034612 3422.0 3854.6 7.0540 
800 0.054132 3632.0 4119.2 7.4606 | 0.048629 3628.2 4114.5 7.4085 | 0.038724 3618.8 4102.8 7.2967 
900 0.059562 3829.6 4365.7 7.6802 | 0.053547 3826.5 4362.0 7.6290 | 0.042720 3818.9 4352.9 7.5195 
1000 0.064919 4032.4 4616.7 7.8855 | 0.058391 4029.9 4613.8 7.8349 | 0.046641 4023.5 4606.5 7.7269 
1100 0.070224 4240.7 4872.7 8.0791 | 0.063183 4238.5 4870.3 8.0289 | 0.050510 4233.1 4864.5 7.9220 
1200 0.075492 4454.2 5133.6 8.2625 | 0.067938 4452.4 5131.7 8.2126 | 0.054342 4447.7 5127.0 8.1065 
1300 0.080733 4672.9 5399.5 8.4371 | 0.072667 4671.3 5398.0 8.3874 | 0.058147 4667.3 5394.1 8.2819 
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TABLE A-6 
Superheated water (Concluded) 





T V u h S V u h S V u h S 
°C m?/kg kJ/kg kJ/kg | kJ/kg-K | m3/kg kJ/kg kJ/kg  kJ/kg- K|m3/kg kJ/kg kJ/kg kJ/kg: K 
P= 15.0 MPa (342.16°C) Р = 17.5 MPa (354.67°C) P = 20.0 MPa (365.75°C) 





Sat. 0.010341 2455.7 2610.8 5.3108 0.007932 2390.7 2529.5 5.1435 | 0.005862 2294.8 2412.1 4.9310 
350 0.011481 2520.9 2693.1 5.4438 
400 0.015671 2740.6 2975.7 5.8819 0.012463 2684.3 2902.4 5.7211 |0.009950 2617.9 2816.9 5.5526 
450 0.018477 2880.8 3157.9 6.1434 0.015204 2845.4 3111.4 6.0212 |0.012721 2807.3 3061.7 5.9043 
500 0.020828 2998.4 3310.8 6.3480 0.017385 2972.4 3276.7 6.2424 |0.014793 2945.3 3241.2 6.1446 
550 0.022945 3106.2 3450.4 6.5230 0.019305 3085.8 3423.6 6.4266 |0.016571 3064.7 3396.2 6.3390 
600 0.024921 3209.3 3583.1 6.6796 0.021073 3192.5 3561.3 6.5890 |0.018185 3175.3 3539.0 6.5075 
650 0.026804 3310.1 3712.1 6.8233 0.022742 3295.8 3693.8 6.7366 |0.019695 3281.4 3675.3 6.6593 
700 0.028621 3409.8 3839.1 6.9573 0.024342 3397.5 3823.5 6.8735 |0.021134 3385.1 3807.8 6.7991 
800 0.032121 3609.3 4091.1 7.2037 0.027405 3599.7 4079.3 7.1237 | 0.023870 3590.1 4067.5 7.0531 
900 0.035503 3811.2 4343.7 7.4288 0.030348 3803.5 4334.6 7.3511 | 0.026484 3795.7 4325.4 7.2829 
1000 0.038808 4017.1 4599.2 7.6378 0.033215 4010.7 4592.0 7.5616 | 0.029020 4004.3 4584.7 7.4950 
1100 0.042062 4227.7 4858.6 7.8339 0.036029 4222.3 4852.8 7.7588 | 0.031504 4216.9 4847.0 7.6933 
1200 0.045279 4443.1 5122.3 8.0192 0.038806 4438.5 5117.6 7.9449 | 0.033952 4433.8 5112.9 7.8802 
1300 0.048469 4663.3 5390.3 8.1952 0.041556 4659.2 5386.5 8.1215 | 0.036371 4655.2 5382.7 8.0574 





P = 25.0 MPa P = 30.0 MPa P = 35.0 MPa 


375 0.001978 1799.9 1849.4 4.0345 0.001792 1738.1 1791.9 3.9313 |0.001701 1702.8 1762.4 3.8724 
400 0.006005 2428.5 2578.7 5.1400 0.002798 2068.9 2152.8 4.4758 | 0.002105 1914.9 1988.6 4.2144 
425 0.007886 2607.8 2805.0 5.4708 0.005299 2452.9 2611.8 5.1473 | 0.003434 2253.3 2373.5 4.7751 
450 0.009176 2721.2 2950.6 5.6759 0.006737 2618.9 2821.0 5.4422 | 0.004957 2497.5 2671.0 5.1946 
500 0.011143 2887.3 3165.9 5.9643 0.008691 2824.0 3084.8 5.7956 | 0.006933 2755.3 2997.9 5.6331 
550 0.012736 3020.8 3339.2 6.1816 0.010175 2974.5 3279.7 6.0403 | 0.008348 2925.8 3218.0 5.9093 
600 0.014140 3140.0 3493.5 6.3637 0.011445 3103.4 3446.8 6.2373 | 0.009523 3065.6 3399.0 6.1229 
650 0.015430 3251.9 3637.7 6.5243 0.012590 3221.7 3599.4 6.4074 | 0.010565 3190.9 3560.7 6.3030 
700 0.016643 3359.9 3776.0 6.6702 0.013654 3334.3 3743.9 6.5599 |0.011523 3308.3 3711.6 6.4623 
800 0.018922 3570.7 4043.8 6.9322 0.015628 3551.2 4020.0 6.8301 | 0.013278 3531.6 3996.3 6.7409 
900 0.021075 3780.2 4307.1 7.1668 0.017473 3764.6 4288.8 7.0695 |0.014904 3749.0 4270.6 6.9853 
1000 0.023150 3991.5 4570.2 7.3821 0.019240 3978.6 4555.8 7.2880 |0.016450 3965.8 4541.5 7.2069 
1100 0.025172 4206.1 4835.4 7.5825 0.020954 4195.2 4823.9 7.4906 |0.017942 4184.4 4812.4 7.4118 
1200 0.027157 4424.6 5103.5 7.7710 0.022630 4415.3 5094.2 7.6807 |0.019398 4406.1 5085.0 7.6034 
1300 0.029115 4647.2 5375.1 7.9494 0.024279 4639.2 5367.6 7.8602 |0.020827 4631.2 5360.2 7.7841 





P — 40.0 MPa P — 50.0 MPa P — 60.0 MPa 


375 0.001641 1677.0 1742.6 3.8290 0.001560 1638.6 1716.6 3.7642 | 0.001503 1609.7 1699.9 3.7149 
400 0.001911 1855.0 1931.4 4.1145 0.001731 1787.8 1874.4 4.0029 | 0.001633 1745.2 1843.2 3.9317 
425 0.002538 2097.5 2199.0 4.5044 0.002009 1960.3 2060.7 4.2746 | 0.001816 1892.9 2001.8 4.1630 
450 0.003692 2364.2 2511.8 4.9449 0.002487 2160.3 2284.7 4.5896 | 0.002086 2055.1 2180.2 4.4140 
500 0.005623 2681.6 2906.5 5.4744 0.003890 2528.1 2722.6 5.1762 | 0.002952 2393.2 2570.3 4.9356 
550 0.006985 2875.1 3154.4 5.7857 0.005118 2769.5 3025.4 5.5563 | 0.003955 2664.6 2901.9 5.3517 
600 0.008089 3026.8 3350.4 6.0170 0.006108 2947.1 3252.6 5.8245 | 0.004833 2866.8 3156.8 5.6527 
650 0.009053 3159.5 3521.6 6.2078 0.006957 3095.6 3443.5 6.0373 | 0.005591 3031.3 3366.8 5.8867 
700 0.009930 3282.0 3679.2 6.3740 0.007717 3228.7 3614.6 6.2179 | 0.006265 3175.4 3551.3 6.0814 
800 0.011521 3511.8 3972.6 6.6613 0.009073 3472.2 3925.8 6.5225 | 0.007456 3432.6 3880.0 6.4033 
900 0.012980 3733.3 4252.5 6.9107 0.010296 3702.0 4216.8 6.7819 | 0.008519 3670.9 4182.1 6.6725 
1000 0.014360 3952.9 4527.3 7.1355 0.011441 3927.4 4499.4 7.0131 |0.009504 3902.0 4472.2 6.9099 
1100 0.015686 4173.7 4801.1 7.3425 0.012534 4152.2 4778.9 7.2244 |0.010439 4130.9 4757.3 7.1255 
1200 0.016976 4396.9 5075.9 7.5357 0.013590 4378.6 5058.1 7.4207 | 0.011339 4360.5 5040.8 7.3248 
1300 0.018239 4623.3 5352.8 7.7175 0.014620 4607.5 5338.5 7.6048 |0.012213 4591.8 5324.5 7.5111 
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ТАВ1ЕА-7 


Compressed liquid water 





T V u h 5 v u h 5 V u h S 
°C m3/kg kJ/kg kJ/kg | kJ/kg - K| m3/kg kJ/kg kJ/kg | kJ/kg- K| m3/kg kJ/kg kJ/kg kJ/kg: K 
P = 5 MPa (263.94°C) P — 10 MPa (311.00*C) P = 15 MPa (342.16°C) 





Sat. 0.0012862 1148.1 1154.5 2.9207 | 0.0014522 1393.3 1407.9 3.3603 | 0.0016572 1585.5 1610.3 3.6848 
0 0.0009977 0.04 5.03 0.0001 | 0.0009952 0.12 10.07 0.0003 | 0.0009928 0.18 15.07 0.0004 
20 0.0009996 83.61 88.61 0.2954 | 0.0009973 83.31 93.28 0.2943 | 0.0009951 83.01 97.93 0.2932 
40 0.0010057 166.92 171.95 0.5705 | 0.0010035 166.33 176.37 0.5685 | 0.0010013 165.75 180.77 0.5666 
60 0.0010149 250.29 255.36 0.8287 | 0.0010127 249.43 259.55 0.8260 | 0.0010105 248.58 263.74 0.8234 
80 0.0010267 333.82 338.96 1.0723 | 0.0010244 332.69 342.94 1.0691 | 0.0010221 331.59 346.92 1.0659 
100 0.0010410 417.65 422.85 1.3034 | 0.0010385 416.23 426.62 1.2996 | 0.0010361 414.85 430.39 1.2958 
120 0.0010576 501.91 507.19 1.5236 | 0.0010549 500.18 510.73 1.5191 | 0.0010522 498.50 514.28 1.5148 
140 0.0010769 586.80 592.18 1.7344 | 0.0010738 584.72 595.45 1.7293 | 0.0010708 582.69 598.75 1.7243 
160 0.0010988 672.55 678.04 1.9374 | 0.0010954 670.06 681.01 1.9316 | 0.0010920 667.63 684.01 1.9259 
180 0.0011240 759.47 765.09 2.1338 | 0.0011200 756.48 767.68 2.1271 |0.0011160 753.58 770.32 2.1206 
200 0.0011531 847.92 853.68 2.3251 | 0.0011482 844.32 855.80 2.3174 | 0.0011435 840.84 858.00 2.3100 
220 0.0011868 938.39 944.32 2.5127 | 0.0011809 934.01 945.82 2.5037 | 0.0011752 929.81 2947.43 2.4951 
240 0.0012268 1031.6 1037.7 2.6983 | 0.0012192 1026.2 10383 2.6876 | 0.0012121 1021.0 1039.2 2.6774 
260 0.0012755 1128.5 1134.9 2.8841 | 0.0012653 1121.6 1134.3 2.8710 | 0.0012560 1115.1 1134.0 2.8586 








280 0.0013226 1221.8 1235.0 3.0565 | 0.0013096 1213.4 1233.0 3.0410 

300 0.0013980 1329.4 1343.3 3.2488 | 0.0013783 1317.6 1338.3 3.2279 

320 0.0014733 1431.9 1454.0 3.4263 

340 0.0016311 1567.9 1592.4 3.6555 
P = 20 MPa (365.75°C) P = 30 MPa P = 50 MPa 





Sat. 0.0020378 1785.8 1826.6 4.0146 
0 0.0009904 0.23 20.03 0.0005 | 0.0009857 0.29 29.86 0.0003 | 0.0009767 0.29 49.13 —0.0010 
20 0.0009929 82.71 102.57 0.2921 | 0.0009886 82.11 111.77 0.2897 |0.0009805 80.93 129.95 0.2845 
40 0.0009992 165.17 185.16 0.5646 | 0.0009951 164.05 193.90 0.5607 | 0.0009872 161.90 211.25 0.5528 
60 0.0010084 247.75 267.92 0.8208 | 0.0010042 246.14 276.26 0.8156 | 0.0009962 243.08 292.88 0.8055 
80 0.0010199 330.50 350.90 1.0627 | 0.0010155 328.40 358.86 1.0564 | 0.0010072 324.42 374.78 1.0442 
100 0.0010337 413.50 434.17 1.2920 | 0.0010290 410.87 441.74 1.2847 |0.0010201 405.94 456.94 1.2705 
120 0.0010496 496.85 517.84 1.5105 | 0.0010445 493.66 525.00 1.5020 | 0.0010349 487.69 539.43 1.4859 
140 0.0010679 580.71 602.07 1.7194 | 0.0010623 576.90 608.76 1.7098 | 0.0010517 569.77 622.36 1.6916 
160 0.0010886 665.28 687.05 1.9203 | 0.0010823 660.74 693.21 1.9094 | 0.0010704 652.33 705.85 1.8889 
180 0.0011122 750.78 773.02 2.1143 | 0.0011049 745.40 778.55 2.1020 | 0.0010914 735.49 790.06 2.0790 
200 0.0011390 837.49 860.27 2.3027 | 0.0011304 831.11 865.02 2.2888 | 0.0011149 819.45 875.19 2.2628 
220 0.0011697 925.77 949.16 2.4867 | 0.0011595 918.15 952.93 2.4707 | 0.0011412 904.39 961.45 2.4414 
240 0.0012053 1016.1 1040.2 2.6676 | 0.0011927 1006.9 10427 2.6491 | 0.0011708 990.55 1049.1 2.6156 
260 0.0012472 1109.0 1134.0 2.8469 | 0.0012314 1097.8 1134.7 2.8250 | 0.0012044 1078.2 1138.4 2.7864 
280 0.0012978 1205.6 1231.5 3.0265 | 0.0012770 1191.5 1229.8 3.0001 | 0.0012430 1167.7 1229.9 2.9547 
300 0.0013611 1307.2 1334.4 3.2091 | 0.0013322 1288.9 1328.9 3.1761 | 0.0012879 1259.6 1324.0 3.1218 
320 0.0014450 1416.6 1445.5 3.3996 | 0.0014014 1391.7 1433.7 3.3558 | 0.0013409 1354.3 1421.4 3.2888 
340 0.0015693 1540.2 1571.6 3.6086 | 0.0014932 1502.4 1547.1 3.5438 | 0.0014049 1452.9 1523.1 3.4575 
360 0.0018248 1703.6 1740.1 3.8787 | 0.0016276 1626.8 1675.6 3.7499 | 0.0014848 1556.5 1630.7 3.6301 
380 0.0018729 1782.0 1838.2 4.0026 | 0.0015884 1667.1 1746.5 3.8102 
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ТАВ1ЕА-8 


Saturated ice—-water vapor 








Specific volume, Internal energy, Enthalpy, Entropy, 
m3/kg kJ/kg kJ/kg kJ/kg - K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp., press., ice, vapor, ice, Subl., vapor, ісе, Subl., vapor, ice, Subl., vapor, 
T°C PA kPa vj Vg и; Uig Ug hy hig hg Sj Sig S, 
0.01 0.61169 0.001091 205.99 -333.40 2707.9 2374.5 -333.40 2833.9 2500.5 -1.2202 10.374 9.154 
0 0.61115 0.001091 206.17 -333.43 2707.9 2374.5 -333.43 2833.9 2500.5 -1.2204 10.375 9.154 
-2 0.51772 0.001091 241.62 -337.63 2709.4 2371.8 -337.63 2834.5 2496.8 -1.2358 10.453 9.218 
-4 0.43748 0.001090 283.84 -341.80 2710.8 2369.0 -341.80 2835.0 2493.2 -1.2513 10.533 9.282 
-6 0.36873 0.001090 334.27 -345.94 2712.2 2366.2 -345.93 2835.4 2489.5 -1.2667 10.613 9.347 
-8 0.30998 0.001090 394.66 -350.04 2713.5 2363.5 -350.04 2835.8 2485.8 -1.2821 10.695 9.413 
-10 0.25990 0.001089 467.17 -354.12 2714.8 2360.7 -354.12 2836.2 2482.1 -1.2976 10.778 9.480 
-12 0.21732 0.001089 554.47 -358.17 2716.1 2357.9 -358.17 2836.6 2478.4 -1.3130 10.862 9.549 
-14 0.18121 0.001088  659.88 -362.18 2717.3 2355.2 -362.18 2836.9 2474.7 -1.3284 10.947 9.618 
-16 0.15068 0.001088 787.51 -—366.17 2718.6 2352.4 -366.17 2837.2 2471.0 -1.3439 11.033 9.689 
-18 0.12492 0.001088 942.51 -370.13 2719.7 2349.6 -370.13 2837.5 24673 -1.3593 11.121 9.761 
-20 0.10326 0.001087 1131.3 -374.06 2720.9 2346.8 -374.06 2837.7 2463.6 -1.3748 11.209 9.835 
-22 0.08510 0.001087 1362.0 -4377.95 2722.0 2344.1 -377.95 2837.9 2459.9 -1.3903 11.300 9.909 
-24 0.06991 0.001087 1644.7  —381.82 2723.1 2341.3 -381.82 2838.1 2456.2 -1.4057 11.391 9.985 
—26 0.05725 0.001087 1992.2 -385.66 2724.2 2338.5 -385.66 2838.2 2452.5 -—1.4212 11.484 10.063 
—28 0.04673 0.001086 2421.0 -389.47 2725.2 2335.7 -389.47 2838.3 2448.8 -1.4367 11.578 10.141 
-30 0.03802 0.001086 2951.7 -393.25 2726.2 2332.9 -393.25 2838.4 2445.1 —1.4521 11.673 10.221 
=32 0.03082 0.001086 3610.9  —397.00 2727.2 2330.2 -397.00 2838.4 2441.4 -1.4676 11.770 10.303 
—34 0.02490 0.001085 4432.4 400.72 2728.1 2327.4 —400.72 2838.5 2437.7 -—1.4831 11.869 10.386 
—36 0.02004 0.001085 5460.1  —404.40 2729.0 2324.6 —404.40 2838.4 2434.0 -1.4986 11.969 10.470 
—38 0.01608 0.001085 6750.5  —408.07 2729.9 2321.8 -—408.07 2838.4 2430.3 -1.5141 12.071 10.557 
—40 0.01285 0.001084 8376.7  —411.70 2730.7 2319.0 -411.70 2838.3 2426.6 -1.5296 12.174 10.644 





9 








































































































































































































































































































1200 2 W H=/5000 кї 
Y 7 1/ 50007 
1100 2-0200 j | tod //; 
/ JV endo | / /i 
хүл 420 f 4100 1 i 
1000 if abo} П 2600 FH 7 
2 х A 14500 173 
3807 NaS : 
900 5 806 5 ADOL 
S, 3603s 43001 
mn 
2 ^ 4200 1 
800 Е F 
AS LES E 4100 
SSIS) 7 f 
2 ie + Ї 4000 / 
Е 700 IOS Ў X 7 39007] 
d 20 Ў ў ки Д 
= 600 26007 a S 3700 
9 х 6 су 5) + 
Ё 22004, RS EIV EN 
D 7 XS 5 4 
Б 500 со edu 
7/19 
S D Y 
400 NE 27727718 
УУ j aa 
SX 7 : 
XS 7 
300 $ ; 2. 
200 R AA IIV] 
LOL 
Ф6| 9, yy 59) 
100 5 
z UA 
У B Он, 
E E 5 SN 
0 e e | 
0 1 s 5 6 
Entropy, kJ/kg - K 
FIGURE A-9 


T-s diagram for water. 








1200 


11100 


1000 


900 


Ч 800 


700 


600 


Copyright © 1984. From NBS/NRC Steam Tables/1 by Lester Haar, John S. Gallagher, and George S. Kell. Reproduced by permission of Routledge/Taylor & Francis 


Books, Inc. 


281 


18546 189Н рир 891Шешїрош9ц| 0) 0120рол1| 


uonip3 puo2as ‘Jaysuesy 
jeag pue soiueuÁpouuau 


(suun 


IS) 8иецд рие вө|4е1 


0 uononponu] :28uo5 | о 


JaneW y9eg | 


Ayadodg || xipuaddy | 


go0z ‘saluedwo) 
TIH-MEJD3IN 9U] @ | 





© The McGraw-Hill | © 


Appendix 1: Property 
Companies, 2008 


| Cengel: Introduction to Back Matter 
Tables and Charts (SI 


Thermodynamics and Heat 





Transfer, Second Edition Units) 
Appendix 1 | 183 
2 3 4 5 6 7 8 9 10 
5000 7 5000 
4000 4000 
өр 
x 
X 
E 3000 3000 
3 
= 
m 
2000 2000 
1000 2 1000 
2 3 4 5 6 7 8 9 10 
Entropy, kJ/kg - К 
FIGURE A-10 


Mollier diagram for water. 
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TABLE A-11 


Saturated refrigerant-134a—Temperature table 








Specific volume, Internal energy, Enthalpy, Entropy, 
m3/kg kJ/kg kJ/kg kJ/kg - K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp., press., liquid, vapor, liquid,  Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
T°C Р, КРа v, Vg и; Ug Ug hy hig hg S, Sig Sg 
-40 51.25 0.0007054 0.36081 -0.036 207.40 207.37 0.000 225.86 225.86 0.00000 0.96866 0.96866 
—38 56.86 0.0007083 0.32732 2.475 206.04 208.51 2.515 224.61 227.12 0.01072 0.95511 0.96584 
—36 62.95 0.0007112 0.29751 4.992 204.67 209.66 5.037 223.35 228.39 0.02138 0.94176 0.96315 
—34 69.56 0.0007142 0.27090 7.517 203.29 210.81 7.566 222.09 229.65 0.03199 0.92859 0.96058 
-32 76.71 0.0007172 0.24711 10.05 201.91 211.96 10.10 220.81 230.91 0.04253 0.91560 0.95813 
-30 84.43 0.0007203 0.22580 12.59 200.52 213.11 12.65 219.52 232.17 0.05301 0.90278 0.95579 
-28 92.76 0.0007234 0.20666 15.13 199.12 214.25 15.20 218.22 233.43 0.06344 0.89012 0.95356 
—26 101.73 0.0007265 0.18946 17.69 197.72 215.40 17.76 216.92 234.68 0.07382 0.87762 0.95144 
—24 111.37 0.0007297 0.17395 20.25 196.30 216.55 20.33 215.59 235.92 0.08414 0.86527 0.94941 
—22 121.72 0.0007329 0.15995 22.82 194.88 217.70 22.91 214.26 s237.17 0.09441 0.85307 0.94748 
—20 132.82 0.0007362 0.14729 25.39 193.45 218.84 25.49 212.91 238.41 0.10463 0.84101 0.94564 
—18 144.69 0.0007396 0.13583 27.98 192.01 219.98 28.09 211.55 239.64 0.11481 0.82908 0.94389 
—16 157.38 0.0007430 0.12542 30.57 190.56 221.13 30.69 210.18 240.87 0.12493 0.81729 0.94222 
—14 170.93 0.0007464 0.11597 33.17 189.09 222.27 33.30 208.79 242.09 0.13501 0.80561 0.94063 
—12 185.37 0.0007499 0.10736 35.78 187.62 223.40 35.92 207.38 243.30 0.14504 0.79406 0.93911 
—10 200.74 0.0007535 0.099516 38.40 186.14 224.54 38.55 205.96 244.51 0.15504 0.78263 0.93766 
-8 217.08 0.0007571 0.092352 41.03 184.64 225.67 41.19 204.52 245.72 0.16498 0.77130 0.93629 
—6 234.44 0.0007608 0.085802 43.66 183.13 226.80 43.84 203.07 246.91 0.17489 0.76008 0.93497 
-4 252.85 0.0007646 0.079804 46.31 181.61 227.92 46.50 201.60 248.10 0.18476 0.74896 0.93372 
-2 272.36 0.0007684 0.074304 48.96 180.08 229.04 49.17 200.11 249.28 0.19459 0.73794 0.93253 
O 293.01 0.0007723 0.069255 51.63 178.53 230.16 51.86 198.60 250.45 0.20439 0.72701 0.93139 
2 314.84 0.0007763 0.064612 54.30 176.97 231.27 54.55 197.07 251.61 0.21415 0.71616 0.93031 
4 337.90 0.0007804 0.060338 56.99 175.39 232.38 57.25 195.51 252.77 0.22387 0.70540 0.92927 
6 362.23 0.0007845 0.056398 59.68 173.80 233.48 59.97 193.94 253.91 0.23356 0.69471 0.92828 
8 387.88 0.0007887 0.052762 62.39 172.19 234.58 62.69 192.35 255.04 0.24323 0.68410 0.92733 
10 414.89 0.0007930 0.049403 65.10 170.56 235.67 65.43 190.73 256.16 0.25286 0.67356 0.92641 
12 443.31 0.0007975 0.046295 67.83 168.92 236.75 68.18 189.09 257.27 0.26246 0.66308 0.92554 
14 473.19 0.0008020 0.043417 70.57 167.26 237.83 70.95 187.42 258.37 0.27204 0.65266 0.92470 
16 504.58 0.0008066 0.040748 73.32 165.58 238.90 73.73 185.73 259.46 0.28159 0.64230 0.92389 
18 537.52 0.0008113 0.038271 76.08 163.88 239.96 76.52 184.01 260.53 0.29112 0.63198 0.92310 


(Continued) 
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TABLE A-11 
Saturated refrigerant-134a—Temperature table (Concluded) 











Specific volume, Internal energy, Enthalpy, Entropy, 
m3/kg kJ/kg kJ/kg kJ/kg - K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp., press., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, X Evap., vapor, 
T°C BA kPa и; Vg и; Ug Ug he hg hg E Sig S, 
20 572.07 0.0008161 20.035969 78.86 162.16 241.02 79.32 182.27 261.59 0.30063 0.62172 0.92234 
22 608.27 0.0008210 0.033828 81.64 160.42 242.06 82.14 180.49 262.64 0.31011 0.61149 0.92160 
24 646.18 0.0008261 0.031834 84.44 158.65 243.10 84.98 178.69 263.67 0.31958 0.60130 0.92088 
26 685.84 0.0008313 0.029976 87.26 156.87 244.12 87.83 176.85 264.68 0.32903 0.59115 0.92018 
28 727.31 0.0008366 0.028242 90.09 155.05 245.14 90.69 174.99 265.68 0.33846 0.58102 0.91948 
30 770.64 0.0008421 0.026622 92.93 153.22 246.14 93.58 173.08 266.66 0.34789 0.57091 0.91879 
32 815.89 0.0008478 0.025108 95.79 151.35 247.14 96.48 171.14 267.62 0.35730 0.56082 0.91811 
34 863.11 0.0008536 0.023691 98.66 149.46 248.12 99.40 169.17 268.57 0.36670 0.55074 0.91743 
36 912.35 0.0008595 0.022364 101.55 147.54 249.08 102.33 167.16 269.49 0.37609 0.54066 0.91675 
38 963.68 0.0008657 0.021119 104.45 145.58 250.04 105.29 165.10 270.39 0.38548 0.53058 0.91606 
40 1017.1 0.0008720 0.019952 107.38 143.60 250.97 108.26 163.00 271.27 0.39486 0.52049 0.91536 
42 10728 0.0008786 0.018855 110.32 141.58 251.89 111.26 160.86 272.12 0.40425 0.51039 0.91464 
44 1130.7 0.0008854 0.017824 113.28 139.52 252.80 114.28 158.67 272.95 0.41363 0.50027 0.91391 
46 1191.0 0.0008924 0.016853 116.26 137.42 253.68 117.32 156.43 273.75 0.42302 0.49012 0.91315 
48 1253.6 0.0008996 0.015939 119.26 135.29 254.55 120.39 154.14 274.53 0.43242 0.47993 0.91236 
52 1386.2 0.0009150 0.014265 125.33 130.88 256.21 126.59 149.39 275.98 0.45126 0.45941 0.91067 
56 1529.1 0.0009317 0.012771 131.49 126.28 257.77 132.91 144.38 277.30 0.47018 0.43863 0.90880 
60 1682.8 0.0009498 0.011434 137.76 121.46 259.22 139.36 139.10 278.46 0.48920 0.41749 0.90669 
65 1891.0 0.0009750 0.009950 145.77 115.05 260.82 147.62 132.02 279.64 0.51320 0.39039 0.90359 
70 2118.2 0.0010037 0.008642 154.01 108.14 262.15 156.13 124.32 280.46 0.53755 0.36227 0.89982 
75 2365.8 0.0010372 0.007480 162.53 100.60 263.13 164.98 115.85 280.82 0.56241 0.33272 0.89512 
80 2635.3 0.0010772 0.006436 171.40 92.23 263.63 174.24 106.35 280.59 0.58800 0.30111 0.88912 
85 2928.2 0.0011270 0.005486 180.77 82.67 263.44 184.07 95.44 279.51 0.61473 0.26644 0.88117 
90 3246.9 0.0011932 0.004599 190.89 71.29 262.18 194.76 82.35 277.11 0.64336 0.22674 0.87010 
95 3594.1 0.0012933 0.003726 202.40 56.47 258.87 207.05 65.21 272.26 0.67578 0.17711 0.85289 
100 3975.1 0.0015269 0.002630 218.72 29.19 247.91 224.79 33.58 258.37 0.72217 0.08999 0.81215 


Source: Tables A-11 through A-13 are generated using the Engineering Equation Solver (EES) software developed by S. A. Klein and F. L. Alvarado. 

The routine used in calculations is the R134a, which is based on the fundamental equation of state developed by R. Tillner-Roth and H.D. Baehr, “An 
International Standard Formulation for the Thermodynamic Properties of 1,1,1,2-Tetrafluoroethane (HFC-134a) for temperatures from 170 K to 455 K 
and Pressures up to 70 MPa,” J. Phys. Chem, Ref. Data, Vol. 23, No. 5, 1994. The enthalpy and entropy values of saturated liquid are set to zero at 
—40°C (and —40°F). 
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TABLE A-12 


Saturated refrigerant-134a—Pressure table 





Specific volume, Internal energy, Enthalpy, Entropy, 
m3/kg kJ/kg kJ/kg kJ/kg - K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press., temp., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
PkPa TC w Vg и; Ug Ug he hig he S, Sig S, 





60 -36.95 0.0007098 0.31121 3.798 205.32 209.12 3.841 223.95 227.79 0.01634 0.94807 0.96441 
70 -—33.87 0.0007144 0.26929 7.680 203.20 210.88 7.730 222.00 229.73 0.03267 0.92775 0.96042 
80 -31.13 0.0007185 0.23753 11.15 201.30 212.46 11.21 220.25 231.46 0.04711 0.90999 0.95710 
90 -28.65 0.0007223 0.21263 14.31 199.57 213.88 14.37 218.65 233.02 0.06008 0.89419 0.95427 
100 -26.37 0.0007259 0.19254 17.21 197.98 215.19 17.28 217.16 234.44 0.07188 0.87995 0.95183 


120 -22.32 0.0007324 0.16212 22.40 195.11 217.51 22.49 214.48 236.97 0.09275 0.85503 0.94779 
140 -18.77 0.0007383 0.14014 26.98 192.57 219.54 27.08 212.08 239.16 0.11087 0.83368 0.94456 
160 15.60 0.0007437 0.12348 31.09 190.27 221.35 31.21 209.90 241.11 0.12693 0.81496 0.94190 
180 -12.73 0.0007487 0.11041 34.83 188.16 222.99 34.97 207.90 242.86 0.14139 0.79826 0.93965 
200 10.09 0.0007533 0.099867 38.28 186.21 224.48 38.43 206.03 244.46 0.15457 0.78316 0.93773 


240 -5.38 0.0007620 0.083897 44.48 182.67 227.14 44.66 202.62 247.28 0.17794 0.75664 0.93458 
280  —1.25 0.0007699 0.072352 49.97 179.50 229.46 50.18 199.54 249.72 0.19829 0.73381 0.93210 
320 2.46 0.0007772 0.063604 54.92 176.61 231.52 55.16 196.71 251.88 0.21637 0.71369 0.93006 
360 5.82 0.0007841 0.056738 59.44 173.94 233.38 59.72 194.08 253.81 0.23270 0.69566 0.92836 
400 8.91 0.0007907 0.051201 63.62 171.45 235.07 63.94 191.62 255.55 0.24761 0.67929 0.92691 


450 12.46 0.0007985 0.045619 68.45 168.54 237.00 68.81 188.71 257.53 0.26465 0.66069 0.92535 
500 15.71 0.0008059 0.041118 72.93 165.82 238.75 73.33 185.98 259.30 0.28023 0.64377 0.92400 
550 18.73 0.0008130 0.037408 77.10 163.25 240.35 77.54 183.38 260.92 0.29461 0.62821 0.92282 
600 21.55 0.0008199 0.034295 81.02 160.81 241.83 81.51 180.90 262.40 0.30799 0.61378 0.92177 
650 24.20 0.0008266 0.031646 84.72 158.48 243.20 85.26 178.51 263.77 0.32051 0.60030 0.92081 


700 26.69 0.0008331 0.029361 88.24 156.24 244.48 88.82 176.21 265.03 0.33230 0.58763 0.91994 
750 29.06 0.0008395 0.027371 91.59 154.08 245.67 92.22 173.98 266.20 0.34345 0.57567 0.91912 
800 31.31 0.0008458 0.025621 94.79 152.00 246.79 95.47 171.82 267.29 0.35404 0.56431 0.91835 
850 33.45 0.0008520 0.024069 97.87 149.98 247.85 98.60 169.71 268.31 0.36413 0.55349 0.91762 


900 35.51 0.0008580 0.022683 100.83 148.01 248.85 101.61 167.66 269.26 0.37377 0.54315 0.91692 
950 37.48 0.0008641 0.021438 103.69 146.10 249.79 104.51 165.64 270.15 0.38301 0.53323 0.91624 
1000 39.37 0.0008700 0.020313 106.45 144.23 250.68 107.32 163.67 270.99 0.39189 0.52368 0.91558 
1200 46.29 0.0008934 0.016715 116.70 137.11 253.81 117.77 156.10 273.87 0.42441 0.48863 0.91303 
1400 52.40 0.0009166 0.014107 125.94 130.43 256.37 127.22 148.90 276.12 0.45315 0.45734 0.91050 


1600 57.88 0.0009400 0.012123 134.43 124.04 258.47 135.93 141.93 277.86 0.47911 0.42873 0.90784 
1800 62.87 0.0009639 0.010559 142.33 117.83 260.17 144.07 135.11 279.17 0.50294 0.40204 0.90498 
2000 67.45 0.0009886 0.009288 149.78 111.73 261.51 151.76 128.33 280.09 0.52509 0.37675 0.90184 
2500 77.54 0.0010566 0.006936 166.99 96.47 263.45 169.63 111.16 280.79 0.57531 0.31695 0.89226 
3000 86.16 0.0011406 0.005275 183.04 80.22 263.26 186.46 92.63 279.09 0.62118 0.25776 0.87894 
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TABLE A-13 

Superheated refrigerant-134a 

T у и ћ 5 v u h 5 v u h 5 

°C m3/kg kJ/kg kJ/kg  kJkg-K|! m*/kg kJ/kg kJ/kg kJ/kg: K| m3/kg kJ/kg kJ/kg = kJ/kg - K 

P — 0.06 MPa (T, = —36.95°C) P — 0.10 MPa (7, — —26.37*C) Р = 0.14 MPa (7, = —18.77°C) 

Sat. 0.31121 209.12 227.79 0.9644 0.19254 215.19 234.44 0.9518 0.14014 219.54 239.16 0.9446 

-20 0.33608 220.60 240.76 1.0174 0.19841 219.66 239.50 0.9721 

-10 0.35048 227.55 248.58 1.0477 0.20743 226.75 247.49 1.0030 0.14605 225.91 246.36 0.9724 

0 0.36476 234.66 256.54 1.0774 0.21630 233.95 255.58 1.0332 0.15263 233.23 254.60 1.0031 

10 0.37893 241.92 264.66 1.1066 0.22506 241.30 263.81 1.0628 0.15908 240.66 262.93 1.0331 
20 0.39302 249.35 272.94 1.1353 0.23373 248.79 272.17 1.0918 0.16544 248.22 271.38 1.0624 
30 0.40705 256.95 281.37 1.1636 0.24233 256.44 280.68 1.1203 0.17172 255.93 279.97 1.0912 
40 0.42102 264.71 289.97 1.1915 0.25088 264.25 289.34 1.1484 0.17794 263.79 288.70 1.1195 
50 0.43495 272.64 298.74 1.2191 0.25937 272.22 298.16 1.1762 0.18412 271.79 297.57 1.1474 
60 0.44883 280.73 307.66 1.2463 0.26783 280.35 307.13 1.2035 0.19025 279.96 306.59 1.1749 
70 0.46269 288.99 316.75 1.2732 0.27626 288.64 316.26 1.2305 0.19635 288.28 315.77 1.2020 
80 0.47651 297.41 326.00 1.2997 0.28465 297.08 325.55 1.2572 0.20242 296.75 325.09 1.2288 
90 0.49032 306.00 335.42 1.3260 0.29303 305.69 334.99 1.2836 0.20847 305.38 334.57 1.2553 

100 0.50410 314.74 344.99 1.3520 0.30138 314.46 344.60 1.3096 0.21449 314.17 344.20 1.2814 





Р = 0.18 МРа (Т. = —12.73°C) 


P — 0.20 MPa (T, — —10.09*C) 


P — 0.24 MPa (1,4, = —5.38°C) 





Sat. 0.11041 222.99 242.86 0.9397 
-10 0.11189 225.02 245.16 0.9484 
0 0.11722 232.48 253.58 0.9798 
10 0.12240 240.00 262.04 1.0102 
20 0.12748 247.64 270.59 1.0399 
30 0.13248 255.41 279.25 1.0690 
40 0.13741 263.31 288.05 1.0975 
50 0.14230 271.36 296.98 1.1256 
60 0.14715 279.56 306.05 1.1532 
70 0.15196 287.91 315.27 1.1805 
80 0.15673 296.42 324.63 1.2074 
90 0.16149 305.07 334.14 1.2339 
100 0.16622 313.88 343.80 1.2602 


0.09987 224.48 244.46 0.9377 
0.09991 224.55 244.54 0.9380 
0.10481 232.09 253.05 0.9698 
0.10955 239.67 261.58 1.0004 
0.11418 247.35 270.18 1.0303 
0.11874 255.14 278.89 1.0595 
0.12322 263.08 287.72 1.0882 
0.12766 271.15 296.68 1.1163 
0.13206 279.37 305.78 1.1441 
0.13641 287.73 315.01 1.1714 
0.14074 296.25 324.40 1.1983 
0.14504 304.92 333.93 1.2249 
0.14933 313.74 343.60 1.2512 


0.08390 227.14 247.28 0.9346 
0.08617 231.29 251.97 0.9519 
0.09026 238.98 260.65 0.9831 
0.09423 246.74 269.36 1.0134 
0.09812 254.61 278.16 1.0429 
0.10193 262.59 287.06 1.0718 
0.10570 270.71 296.08 1.1001 
0.10942 278.97 305.23 1.1280 
0.11310 287.36 314.51 1.1554 
0.11675 295.91 323.93 1.1825 
0.12038 304.60 333.49 1.2092 
0.12398 313.44 343.20 1.2356 





P = 0.28 MPa (T,, = —1.25°C) 


Р = 0.32 МРа (Т. = 2.46°C) 


P — 0.40 MPa (7,4 — 8.91*C) 





Sat. 0.07235 229.46 249.72 0.9321 
0 0.07282 230.44 250.83 0.9362 
10 0.07646 238.27 259.68 0.9680 
20 0.07997 246.13 268.52 0.9987 
30 0.08338 254.06 277.41 1.0285 
40 0.08672 262.10 286.38 1.0576 
50 0.09000 270.27 295.47 1.0862 
60 0.09324 278.56 304.67 1.1142 
70 0.09644 286.99 314.00 1.1418 
80 0.09961 295.57 323.46 1.1690 
90 0.10275 304.29 333.06 1.1958 
100 0.10587 313.15 342.80 1.2222 
110 0.10897 322.16 352.68 1.2483 
120 0.11205 331.32 362.70 1.2742 
130 0.11512 340.63 372.87 1.2997 
140 0.11818 350.09 383.18 1.3250 





0.06360 231.52 251.88 0.9301 


0.06609 
0.06925 
0.07231 
0.07530 
0.07823 
0.08111 
0.08395 
0.08675 
0.08953 
0.09229 
0.09503 
0.09775 
0.10045 
0.10314 


237.54 
245.50 
253.50 
261.60 
269.82 
278.15 
286.62 
295.22 
303.97 
312.86 
321.89 
331.07 
340.39 
349.86 


258.69 
267.66 
276.65 
285.70 
294.85 
304.11 
313.48 
322.98 
332.62 
342.39 
352.30 
362.35 
372.54 
382.87 


0.9544 
0.9856 
1.0157 
1.0451 
1.0739 
1.1021 
1.1298 
1.1571 
1.1840 
1.2105 
1.2367 
1.2626 
1.2882 
1.3135 





0.051201 235.07 255.55 0.9269 


0.051506 
0.054213 
0.056796 
0.059292 
0.061724 
0.064104 
0.066443 
0.068747 
0.071023 
0.073274 
0.075504 
0.077717 
0.079913 
0.082096 


235.97 
244.18 
252.36 
260.58 
268.90 
277.32 
285.86 
294.53 
303.32 
312.26 
321.33 
330.55 
339.90 
349.41 


256.58 
265.86 
275.07 
284.30 
293.59 
302.96 
312.44 
322.02 
331.73 
341.57 
351.53 
361.63 
371.87 
382.24 


0.9305 
0.9628 
0.9937 
1.0236 
1.0528 
1.0814 
1.1094 
1.1369 
1.1640 
1.1907 
1.2171 
1.2431 
1.2688 
1.2942 
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TABLE A-13 


Superheated refrigerant-134a (Concluded) 





T v u h 5 у и ћ 5 V u h S 
°С mkg kJ/kg kJ/kg kJ/kg - K] m3/kg kJ/kg kJ/kg kJ/kg: K| mĉ/kg kJ/kg kJ/kg kJ/kg - К 
Р = 0.50 МРа (Т, = 15.71°0) P = 0.60 MPa (T,4 = 21.55°C) P = 0.70 MPa (Ty = 26.69°C) 





Sat. 0.041118 238.75 259.30 0.9240 0.034295 241.83 262.40 0.9218 0.029361 244.48 265.03 0.9199 
20 0.042115 242.40 263.46 0.9383 
30 0.044338 250.84 273.01 0.9703 0.035984 249.22 270.81 0.9499 0.029966 247.48 268.45 0.9313 
40 0.046456 259.26 282.48 1.0011 0.037865 257.86 280.58 0.9816 0.031696 256.39 278.57 0.9641 
50 0.048499 267.72 291.96 1.0309 0.039659 266.48 290.28 1.0121 0.033322 265.20 288.53 0.9954 
60 0.050485 276.25 301.50 1.0599 0.041389 275.15 299.98 1.0417 0.034875 274.01 298.42 1.0256 
70 0.052427 284.89 311.10 1.0883 0.043069 283.89 309.73 1.0705 0.036373 282.87 308.33 1.0549 
80 0.054331 293.64 320.80 1.1162 0.044710 292.73 319.55 1.0987 0.037829 291.80 318.28 1.0835 
90 0.056205 302.51 330.61 1.1436 0.046318 301.67 329.46 1.1264 0.039250 300.82 328.29 1.1114 

100 0.058053 311.50 340.53 1.1705 0.047900 310.73 339.47 1.1536 0.040642 309.95 338.40 1.1389 

110 0.059880 320.63 350.57 1.1971 0.049458 319.91 349.59 1.1803 0.042010 319.19 348.60 1.1658 

120 0.061687 329.89 360.73 1.2233 0.050997 329.23 359.82 1.2067 0.043358 328.55 358.90 1.1924 

130 0.063479 339.29 371.03 1.2491 0.052519 338.67 370.18 1.2327 0.044688 338.04 369.32 1.2186 

140 0.065256 348.83 381.46 1.2747 0.054027 348.25 380.66 1.2584 0.046004 347.66 379.86 1.2444 

150 0.067021 358.51 392.02 1.2999 0.055522 357.96 391.27 1.2838 0.047306 357.41 390.52 1.2699 

160 0.068775 368.33 402.72 1.3249 0.057006 367.81 402.01 1.3088 0.048597 367.29 401.31 1.2951 








P — 0.80 MPa (7,, = 31.31*C) P — 0.90 MPa (7,4 — 35.51*C) P = 1.00 MPa (7,, = 39.37*C) 


Sat. 0.025621 246.79 267.29 0.9183 0.022683 248.85 269.26 0.9169 0.020313 250.68 270.99 0.9156 
40 0.027035 254.82 276.45 0.9480 0.023375 253.13 274.17 0.9327 0.020406 251.30 271.71 0.9179 
50 0.028547 263.86 286.69 0.9802 0.024809 262.44 284.77 0.9660 0.021796 260.94 282.74 0.9525 
60 0.029973 272.83 296.81 1.0110 0.026146 271.60 295.13 0.9976 0.023068 270.32 293.38 0.9850 
70 0.031340 281.81 306.88 1.0408 0.027413 280.72 305.39 1.0280 0.024261 279.59 303.85 1.0160 
80 0.032659 290.84 316.97 1.0698 0.028630 289.86 315.63 1.0574 0.025398 288.86 314.25 1.0458 
90 0.033941 299.95 327.10 1.0981 0.029806 299.06 325.89 1.0860 0.026492 298.15 324.64 1.0748 

100 0.035193 309.15 337.30 1.1258 0.030951 308.34 336.19 1.1140 0.027552 307.51 335.06 1.1031 

110 0.036420 318.45 347.59 1.1530 0.032068 317.70 346.56 1.1414 0.028584 316.94 345.53 1.1308 

120 0.037625 327.87 357.97 1.1798 0.033164 327.18 357.02 1.1684 0.029592 326.47 356.06 1.1580 

130 0.038813 337.40 368.45 1.2061 0.034241 336.76 367.58 1.1949 0.030581 336.11 366.69 1.1846 

140 0.039985 347.06 379.05 1.2321 0.035302 346.46 378.23 1.2210 0.031554 345.85 377.40 1.2109 

150 0.041143 356.85 389.76 1.2577 0.036349 356.28 389.00 1.2467 0.032512 355.71 388.22 1.2368 

160 0.042290 366.76 400.59 1.2830 0.037384 366.23 399.88 1.2721 0.033457 365.70 399.15 1.2623 

170 0.043427 376.81 411.55 1.3080 0.038408 376.31 410.88 1.2972 0.034392 375.81 410.20 1.2875 

180 0.044554 386.99 422.64 1.3327 0.039423 386.52 422.00 1.3221 0.035317 386.04 421.36 1.3124 











P = 1.20 MPa (7,, = 46.29°C) = 1.40 MPa (T,,, = 52.40°C) P — 1.60 MPa (7,4 — 57.88'C) 


Sat. 0.016715 253.81 273.87 0.9130 0.014107 256.37 276.12 0.9105 0.012123 258.47 277.86 0.9078 
50 0.017201 257.63 278.27 0.9267 
60 0.018404 267.56 289.64 0.9614 0.015005 264.46 285.47 0.9389 0.012372 260.89 280.69 0.9163 
70 0.019502 277.21 300.61 0.9938 0.016060 274.62 297.10 0.9733 0.013430 271.76 293.25 0.9535 
80 0.020529 286.75 311.39 1.0248 0.017023 284.51 308.34 1.0056 0.014362 282.09 305.07 0.9875 
90 0.021506 296.26 322.07 1.0546 0.017923 294.28 319.37 1.0364 0.015215 292.17 316.52 1.0194 

100 0.022442 305.80 332.73 1.0836 0.018778 304.01 330.30 1.0661 0.016014 302.14 327.76 1.0500 

110 0.023348 315.38 343.40 1.1118 0.019597 313.76 341.19 1.0949 0.016773 312.07 338.91 1.0795 

120 0.024228 325.03 354.11 1.1394 0.020388 323.55 352.09 1.1230 0.017500 322.02 350.02 1.1081 

130 0.025086 334.77 364.88 1.1664 0.021155 333.41 363.02 1.1504 0.018201 332.00 361.12 1.1360 

140 0.025927 344.61 375.72 1.1930 0.021904 343.34 374.01 1.1773 0.018882 342.05 372.26 1.1632 

150 0.026753 354.56 386.66 1.2192 0.022636 353.37 385.07 1.2038 0.019545 352.17 383.44 1.1900 

160 0.027566 364.61 397.69 1.2449 0.023355 363.51 396.20 1.2298 0.020194 362.38 394.69 1.2163 

170 0.028367 374.78 408.82 1.2703 0.024061 373.75 407.43 1.2554 0.020830 372.69 406.02 1.2421 

180 0.029158 385.08 420.07 1.2954 0.024757 384.10 418.76 1.2807 0.021456 383.11 417.44 1.2676 
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FIGURE A-14 


P-h diagram for refrigerant-134a. 
Note: The reference point used for the chart is different than that used in the R-134a tables. Therefore, problems should be solved using all property data 


either from the tables or from the chart, but not from both. 
Reprinted by permission of American Society of Heating, Refrigerating, and Air-Conditioning Engineers, Inc., Atlanta, GA. 
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TABLE A-15 


Properties of saturated water 

















Volume 
Enthalpy Specific Thermal Prandtl Expansion 
Saturation Density of Heat Conductivity Dynamic Viscosity Number Coefficient 
Temp. Pressure p, kg/m? Vaporization — c, J/kg - K k, W/m - k u, kg/m -s Pr В, ШК 
EG Р.а KPa Liquid Vapor hş kJ/kg Liquid Vapor Liquid Vapor Liquid Vapor Liquid Vapor Liquid 
0.01 0.6113 999.8 0.0048 2501 4217 1854 0.561 0.0171 1.792 х 1073 0.922 х 1075 13.5 .00 —0.068 x 10^? 
5 0.8721 999.9 0.0068 2490 4205 1857 0.571 0.0173 1.519 х 107 0.934 х 1075 11.2 .00 0.015 x 10-3 
10 1.2276 999.7 0.0094 2478 4194 1862 0.580 0.0176 1.307 х 107: 0.946 х 1075 9.45 .00 0.733 х 1073 
15 1.7051 999.1 0.0128 2466 4185 1863 0.589 0.0179 1.138 х 107° 0.959 х 105° 8.09 .00 0.138 х 1073 
20 2.339 998.0 0.0173 2454 4182 1867 0.598 0.0182 1.002x10? 0.973 х 1075 7.01 .00 0.195 х 10? 
25 3.169 997.0 0.0231 2442 4180 1870 0.607 0.0186 0.891 х 107: 0.987 х 105 6.14 .00 0.247 х 1073 
30 4.246 996.0 0.0304 2431 4178 1875 0.615 0.0189 0.798 х 1073 1.001 х 107 5.42 .00 0.294 х 1073 
35 5.628 9940 0.0397 2419 4178 1880 0.623 0.0192 0.720 х 107 1.016 х 107 4.83 .00 0.337 х 1073 
40 7.384 992.1 0.0512 2407 4179 1885 0.631 0.0196 0.653 х 1073 1.031 х 105 4.32 .00 0.377 х 1073 
45 9.593 990.1 0.0655 2395 4180 1892 0.637 0.0200 0.596 х 10-3 1.046 х 1075 3.91 .00 0.415 х 107% 
50 12.35 988.1 0.0831 2383 4181 1900 0.644 0.0204 0.547 х 1073 1.062 х 1055 3.55 00 0.451 x 10-3 
55 15.76 985.2 0.1045 2371 4183 1908 0.649 0.0208 0.504х 10-35 1.077 х 1059 3.25 .00 0.484 х 1073 
60 19.94 983.3 0.1304 2359 4185 1916 0.654 0.0212 0.467 х 107: 1.093 х 107 2.99 .00 0.517 х 1053 
65 25.03 980.4 0.1614 2346 4187 1926 0.659 0.0216 0.433 х 1073 1.110 х 105 2.75 .00 0.548 х 1073 
70 31.19 977.5 0.1983 2334 4190 1936 0.663 0.0221 0.404 х 1073 1.126 х 107 2.55 .00 0.578 х 1073 
75 38.58 974.7 0.2421 2321 4193 1948 0.667 0.0225 0.378 х 10-3 1.142 х 107 2.38 .00 0.607 х 1073 
80 47.39 971.8 0.2935 2309 4197 1962 0.670 0.0230 0.355 х 1073 1.159 х 107 2.22 .00 0.653 х 1073 
85 57.83 968.1 0.3536 2296 4201 1977 0.673 0.0235 0.333 x10? 1.176 x10 2.08 .00 0.670 х 1073 
90 70.14 965.3 0.4235 2283 4206 1993 0.675 0.0240 0.315 х 1073 1.193 х 1075 1.96 .00 0.702 x 10? 
95 84.55 961.5 0.5045 2270 4212 2010 0.677 0.0246 0.297 х 10753 1.210 х 1075 1.85 .00 0.716 x 10? 
100 101.33 957.9 0.5978 2257 4217 2029 0.679 0.0251 0.282 х 1053 1.227 х 1075 1.75 .00 0.750 х 1073 
110 143.27 950.6 0.8263 2230 4229 2071 0.682 0.0262 0.255 х 1078 1.261 х 1055 1.58 .00 0.798 х 1073 
120 198.53 943.4 1.121 2203 4244 2120 0.683 0.0275 0.232 х 10753 1.296 х 1075 1.44 .00 0.858 x 10? 
130 270.1 934.6 1.496 2174 4263 2177 0.684 0.0288 0.213 х 1073 1.330 х 1075 1.33 .01 0.913 х 1073 
140 361.3 921.7 1.965 2145 4286 2244 0.683 0.0301 0.197 х 1073 1.365 х 1075 1.24 .02 0.970 х 1073 
150 475.8 916.6 2.546 2114 4311 2314 0.682 0.0316 0.183 х 1073 1.399 х 1055 1.16 .02 1.025 x 10? 
160 617.8 907.4 3.256 2083 4340 2420 0.680 0.0331 0.170 х 1073 1.434 х 1055 1.09 05 1.145 x 10? 
170 791.7 897.7 4.119 2050 4370 2490 0.677 0.0347 0.160 х 1073 1.468 х 1075 1.03 .05 1.178 х 1073 
180 1,002.1 887.3 5.153 2015 4410 2590 0.673 0.0364 0.150 х 1073 1.502 х 1055 0.983 1.07 1.210 х 107° 
190 1,254.4 876.4 6.388 1979 4460 2710 0.669 0.0382 0.142 х 1073 1.537 х 1055 0.947 1.09 1.280 x 10? 
200 1,553.8 864.3 7.852 1941 4500 2840 0.663 0.0401 0.134 х 1073 1.571 х 1055 0.910 1.11 1.350 x 10? 
220 2,318 840.3 11.60 1859 4610 3110 0.650 0.0442 0.122 х 1073 1.641 х 1055 0.865 1.15 1.520 x 107 
240 3,344 813.7 16.73 1767 4760 3520 0.632 0.0487 0.111 х 1073 1.712 х 1055 0.836 1.24 1.720 х 107° 
260 4,688 783.7 23.69 1663 4970 4070 0.609 0.0540 0.102 х 1073 1.788 х 1075 0.832 1.35 2.000 х 10? 
280 6,412 750.8 33.15 1544 5280 4835 0.581 0.0605 0.094 х 1073 1.870 х 1055 0.854 1.49 2.380 x 10? 
300 8,581 713.8 46.15 1405 5750 5980 0.548 0.0695 0.086 х 1073 1.965 х 10755 0.902 1.69 2.950 х 10? 
320 11,274 667.1 64.57 1239 6540 7900 0.509 0.0836 0.078 х 1073 2.084 х 1075 1.00 .97 
340 14,586 610.5 92.62 1028 8240 11,870 0.469 0.110 0.070 х 1073 2.255 х 1075 1.23 243 
360 18,651 528.3 144.0 720 14,690 25,800 0.427 0.178 0.060 х 10732 2.571 х 1075 2.06 3.73 
374.14 22,090 317.0 317.0 0 - — — — 0.003 x 10? 4.313 х 1055 





Note 1: Kinematic viscosity v and thermal diffusivity æ can be calculated from their definitions, v = w/p and a — К/рс — v/Pr. The temperatures 0.01*C, 100*C, 
and 374.14°C are the triple-, boiling-, and critical-point temperatures of water, respectively. The properties listed above (except the vapor density) can be used at 
any pressure with negligible error except at temperatures near the critical-point value. 


Note 2: The unit kJ/kg - °C for specific heat is equivalent to kJ/kg - K, and the unit W/m - °C for thermal conductivity is equivalent to W/m - K. 


Source: Viscosity and thermal conductivity data are from J. V. Sengers and J. T. R. Watson, Journal of Physical and Chemical Reference Data 15 (1986), 
pp. 1291-1322. Other data are obtained from various sources or calculated. 
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TABLE A-16 


Properties of saturated refrigerant-134a 








7 Volume 
Enthalpy Specific Thermal 22 Prandtl Expansion 

Saturation Density o Heat Conductivity Dynamic Viscosity Number Coefficient Surface 
Temp. Pressure .. P K8/M? __ Vaporization _€p J/kg · К k, Wim - K u, kg/m: s — P gK Tension, 
T,°C =P, kPa_ Liquid Vapor hig kJ/kg Liquid Vapor Liquid Vapor Liquid Vapor Liquid Vapor Liquid N/m 
—40 51.2 1418 2.773 225.9 1254 748.6 0.1101 0.00811 4.878 x 10^ 2.550x 10.5 5.558 0.235 0.00205 0.01760 
—35 66.2 1403 3.524 222.7 1264 764.1 0.1084 0.00862 4.509 х 10-* 3.003 х 1056 5.257 0.266 0.00209 0.01682 
-30 84.4 1389 4.429 219.5 1273 780.2 0.1066 0.00913 4.178 x 10^ 3.504 x 10.5 4.992 0.299 0.00215 0.01604 
—25 106.5 1374 5.509 216.3 1283 797.2 0.1047 0.00963 3.882 x 107^ 4.054 х 1056 4.757 0.335 0.00220 0.01527 
—20 132.8 1359 6.787 213.0 1294 814.9 0.1028 0.01013 3.614 х 107* 4.651 х 1056 4.548 0.374 0.00227 0.01451 
—15 164.0 1343 8.288 209.5 1306 833.5 0.1009 0.01063 3.371 х 10-* 5.295 х 1056 4.363 0.415 0.00233 0.01376 


4.198 0.459 0.00241 0.01302 
4.051 0.505 0.00249 0.01229 
3.919 0.553 0.00258 0.01156 
3.802 0.603 0.00269 0.01084 
3.697 0.655 0.00280 0.01014 
3.604 0.708 0.00293 0.00944 
3.521 0.763 0.00307 0.00876 
3.448 0.819 0.00324 0.00808 
3.383 0.877 0.00342 0.00742 
3.328 0.935 0.00364 0.00677 
3.285 0.995 0.00390 0.00613 
3.253 1.058 0.00420 0.00550 
3.231 1.123 0.00455 0.00489 
3.223 1.193 0.00500 0.00429 
3.229 1.272 0.00554 0.00372 


—10 200.7 1327 10.04 206.0 1318 853.1 0.0989 0.01112 3.150 х 10-4 5.982 x 
-5 243.5 1311 12.07 202.4 1330 873.8 0.0968 0.01161 2.947 x 10-4 6.709 x 
0 293.0 1295 14.42 198.7 1344 895.6 0.0947 0.01210 2.761 x 1074 7.471 x 
5 349.9 1278 17.12 1948 1358 918.7 0.0925 0.01259 2.589 x 10-4 8.264 x 
10 414.9 1261 20.22 190.8 1374 943.2 0.0903 0.01308 2.430x 104 9.081 x1 
15 488.7 1244 23:75 186.6 1390 969.4 0.0880 0.01357 2.281 x 10-4 9.915 x 
20 572.1 1226 27.77 182.3 1408 997.6 0.0856 0.01406 2.142x 10^ 1.075х 
25 665.8 1207 32.34 177.8 1427 1028 0.0833 0.01456 2.012 x 10-4 1.160 x 1 
30 770.6 1188 37.53 173.1 1448 1061 0.0808 0.01507 1.888x 10^ 1.244 X 
35 887.5 1168 43.41 168.2 1471 1098 0.0783 0.01558 1.772 x 1074 1.327 x 
40 1017.1 1147 50.08 163.0 1498 1138 0.0757 0.01610 1.660x 10^ 1.408 x 
45 1160.5 1125 57.66 157.6 1529 1184 0.0731 0.01664 1.554 x 1074 1.486 х 
50 1318.6 1102 66.27 151.8 1566 1237 0.0704 0.01720 1.453 х 107* 1.562 х 
55 1492.3 1078 76.11 145.7 1608 1298 0.0676 0.01777 1.355 х 105 1.634 x 
60 1682.8 1053 87.38 139.1 1659 1372 0.0647 0.01838 1.260 x 10-4 1.704 x 


| 
24: 1: эээ ээ эгэээээгүр эээ a 





65 1891.0 1026 100.4 1321 1722 1462 0.0618 0.01902 1.167 x 10-4 1.771x 10^? 3.255 1.362 0.00624 0.00315 
70 2118.2 996.2 115.6 124.4 1801 1577 0.0587 0.01972 1.077 x10^^ 1.839 x10? 3.307 1.471 0.00716 0.00261 
75 2365.8 964 133.6 115.9 1907 1731 0.0555 0.02048 9.891 х 107° 1.908 х 1055 3.400 1.612 0.00843 0.00209 
80 2635.2 928.2 155.3 106.4 2056 1948 0.0521 0.02133 9.011 х 1075 1.982 х 1055 3.558 1.810 0.01031 0.00160 
85 2928.2 887.1 182.3 95.4 2287 2281 0.0484 0.02233 8.124 х 107° 2.071 х 1055 3.837 2.116 0.01336 0.00114 
90 3246.9 837.7 217.8 822 2701 2865 0.0444 0.02357 7.203 х 10-5 2.187 х 1055 4.385 2.658 0.01911 0.00071 
95 3594.1 772.5 269.3 64.9 3675 4144 0.0396 0.02544 6.190 х 1075 2.370 х 1055 5.746 3.862 0.03343 0.00033 





OOOO0oO0O0000000000O00O000000000000 


100 3975.1 651.7 376.3 33.9 7959 8785 0.0322 0.02989 4.765 х 10-5 2.833 х 11.77 8.326 0.10047 0.00004 


Note 1: Kinematic viscosity v and thermal diffusivity æ can be calculated from their definitions, v = ш/р апа а = К/рс, = v/Pr. The properties listed here (except 
the vapor density) can be used at any pressures with negligible error except at temperatures near the critical-point value. 


Note 2: The unit kJ/kg - °C for specific heat is equivalent to kJ/kg - K, and the unit W/m - °C for thermal conductivity is equivalent to W/m - K. 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Original sources: R. Tillner-Roth and H. D. Baehr, “An International 
Standard Formulation for the Thermodynamic Properties of 1,1,1,2-Tetrafluoroethane (HFC-134a) for Temperatures from 170 K to 455 K and Pressures up to 
70 MPa,” J. Phys. Chem, Ref. Data, Vol. 23, No. 5, 1994; M.J. Assael, N. K. Dalaouti, A. A. Griva, and J. H. Dymond, “Viscosity and Thermal Conductivity of 
Halogenated Methane and Ethane Refrigerants,” JR, Vol. 22, pp. 525-535, 1999; NIST REFPROP 6 program (M. O. McLinden, S. A. Klein, E. W. Lemmon, 
and A. P. Peskin, Physical and Chemical Properties Division, National Institute of Standards and Technology, Boulder, CO 80303, 1995). 
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Properties of saturated ammonia 























Е Volume 
Enthalpy Specific Thermal mE Prandtl Expansion 
Saturation Density of Heat Conductivity Dynamic Viscosity Number Coefficient Surface 
Temp. Pressure .. P: KE/m^ — — Vaporization C» J/K& : K к Мт. К u, kg/m: s Pr B, VK Tension, 
T,°C =P, kPa_ Liquid Vapor hg, kJ/kg Liquid Vapor Liquid Vapor Liquid Vapor Liquid Vapor Liquid N/m 
-40 71.66 690.2 0.6435 1389 4414 2242 — 0.01792 2.926 x 1074 7.957 x 1076 — 0.9955 0.00176 0.03565 
-30 1194 677.8 1.037 1360 4465 2322 — 0.01898 2.630x 10% 8.311х 106 - 1.017 0.00185 0.03341 
-25 1515 671.5 1296 1345 4489 2369 0.5968 0.01957 2.492x 10% 8490x106 1.875 1.028 0.00190 0.03229 
—20 190.1 665.1 1.603 1329 4514 2420 0.5853 0.02015 2.361 х 10-* 8.669 х 1056 1.821 .041 0.00194 0.03118 
—15 236.2 658.6 1.966 1313 4538 2476 0.5737 0.02075 2.236 х 10-* 8.851 х 1056 1.769 .056 0.00199 0.03007 
—10 290.8 652.1 2.391 1297 4564 2536 0.5621 0.02138 2.117 х 107^ 9.034x 109 1.718 .072 0.00205 0.02896 
—5 354.9 645.4 2.886 1280 4589 2601 0.5505 0.02203 2.003 x 10% 9.21810 1.670 1.089 0.00210 0.02786 
0 429.6 638.6 3.458 1262 4617 2672 0.5390 0.02270 1.896 x 10% 9.405 х 1056 1.624 .107 0.00216 0.02676 
5 516 631.7 4.116 1244 4645 2749 0.5274 0.02341 1.794 x10^^ 9.593 x 10:95 1.580 .126 0.00223 0.02566 
10 615.3 6024.6 4.870 1226 4676 2831 0.5158 0.02415 1.697 x10^^ 9.784x 10.95 1.539 1.147 0.00230 0.02457 
15 728.8 617.5 5.729 1206 4709 2920 0.5042 0.02492 1.606 x10^^ 9.978 x 1075 1.500 .169 0.00237 0.02348 
20 857.8 610.2 6.705 1186 4745 3016 0.4927 0.02573 1.519 x 10-4 .017 х 1055 1.463 193 0.00245 0.02240 
25 1003 602.8 7.809 1166 4784 3120 0.4811 0.02658 1.438 x 10-4 .037 х 1055 1.430 .218 0.00254 0.02132 
30 1167 595.2 9.055 1144 4828 3232 0.4695 0.02748 1.361 x 10-4 .057 х 1055 1.399 .244 0.00264 0.02024 
35-1351 587.4 10.46 1122 4877 3354 0.4579 0.02843 1.288 x 1074 .078 x 1075 1.372 1.272 0.00275 0.01917 
40 1555 579.4 12.03 1099 4932 3486 0.4464 0.02943 1.219 x 1074 .099 x 1075 1.347 :303 0.00287 0.01810 
45 1782 571.3 13.8 1075 4993 3631 0.4348 0.03049 1.155 x 10-4 .121x 107^ 1.327 .335 0.00301 0.01704 
50 2033 562.9 15.78 1051 5063 3790 0.4232 0.03162 1.094 x 10-4 Л43 х 1055 1.310 1.371 0.00316 0.01598 
55 2310 554.2 18.00 1025 5143 3967 0.4116 0.03283 1.037 x 10-4 166 х 1055 1.297 .409 0.00334 0.01493 
60 2614 545.2 20.48 997.4 5234 4163 0.4001 0.03412 9.846 х 10-5 .189 x 1075 1.288 .452 0.00354 0.01389 
65 2948 536.0 23.26 968.9 5340 4384 0.3885 0.03550 9.347 x 1075 .213 х 1055 1.285 499 0.00377 0.01285 
70 3312 526.3 26.39 939.0 5463 4634 0.3769 0.03700 8.879 х 10-5 .238 х 1075 1.287 .551 0.00404 0.01181 
75 3709 516.2 29.90 907.5 5608 4923 0.3653 0.03862 8.440 х 10-5 .264 х 1055 1.296 .612 0.00436 0.01079 
80 4141 505.7 33.87 874.1 5780 5260 0.3538 0.04038 8.030 x 10-5 .292 х 1055 1.312 .683 0.00474 0.00977 
85 4609 494.5 38.36 838.6 5988 5659 0.3422 0.04232 7.646 х 1055 .322 х 1055 1.338 .768 0.00521 0.00876 
90 5116 482.8 43.48 800.6 6242 6142 0.3306 0.04447 7.284 х 1075 .354 х 1055 1.375 1.871 0.00579 0.00776 
95 5665 470.2 49.35 759.8 6561 6740 0.3190 0.04687 6.946 х 1055 .389 х 1075 1.429 .999 0.00652 0.00677 
100 6257 456.6 56.15 715.5 6972 7503 0.3075 0.04958 6.628 x 1075 .429 x 1075 1.503 2.163 0.00749 0.00579 
Note 1: Kinematic viscosity v and thermal diffusivity a can be calculated from their definitions, v = y/p and a = k/pc, = v/Pr. The properties listed here 
(except the vapor density) can be used at any pressures with negligible error except at temperatures near the critical-point value. 
Note 2: The unit kJ/kg - °C for specific heat is equivalent to kJ/kg - K, and the unit W/m - °C for thermal conductivity is equivalent to W/m - K. 
Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Original sources: Tillner-Roth, Harms-Watzenberg, and Baehr, 


"Eine neue Fundamentalgleichung fur Ammoniak," DKV-Tagungsbericht 20:167-181, 1993; Liley and Desai, “Thermophysical Properties of Refrigerants,” 
ASHRAE, 1993, ISBN 1-1883413-10-9. 
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Properties of saturated propane 











2 Volume 
Enthalpy Specific Thermal 22 Prandtl Expansion 

Saturation Density of Heat Conductivity Dynamic Viscosity Number Coefficient Surface 
Temp. Pressure p, kg/m? Vaporization | Со J/kg - K k, W/m - K p, kg/m - ѕ Pr B.VK Tension, 

T,°C P,kPa_ Liquid Vapor hig, kJ/kg Liquid Vapor Liquid Vapor Liquid Vapor Liquid Vapor Liquid N/m 
-120 0.4053 664.7 0.01408 498.3 2003 1115 0.1802 0.00589 6.136 x 10^ 4.372 x 1056 6.820 0.827 0.00153 0.02630 
—110 1.157 654.5 0.03776 489.3 2021 1148 0.1738 0.00645 5.054 х 107* 4.625 х 1056 5.878 0.822 0.00157 0.02486 
-100 2.881 644.2 0.08872 480.4 2044 1183 0.1672 0.00705 4.252 х 107* 4.881 х 1056 5.195 0.819 0.00161 0.02344 
-90 6.406 633.8 0.1870 471.5 2070 1221 0.1606 0.00769 3.635 х 107* 5.143 х 1056 4.686 0.817 0.00166 0.02202 
-80 12.97 623.2 0.3602 462.4 2100 1263 0.1539 0.00836 3.149 х 107* 5.409 х 1056 4.297 0.817 0.00171 0.02062 
-70 24.26 612.5 0.6439 453.1 2134 1308 0.1472 0.00908 2.755 х 107* 5.680 х 10-6 3.994 0.818 0.00177 0.01923 
-60 42.46 601.5 1.081 443.5 2173 1358 0.1407 0.00985 2.430 х 107* 5.956 х 1056 3.755 0.821 0.00184 0.01785 
-50 70.24 590.3 1.724 433.6 2217 1412 0.1343 0.01067 2.158 х 107* 6.239 х 1056 3.563 0.825 0.00192 0.01649 
—40 110.7 578.8 2.629 423.1 2258 1471 0.1281 0.01155 1.926x 10^ 6.529 х 1056 3.395 0.831 0.00201 0.01515 
—30 167.3 567.0 3.864 412.1 2310 1535 0.1221 0.01250 1.726x 10^ 6.827 х 1056 3.266 0.839 0.00213 0.01382 
—20 243.8 554.7 5.503 400.3 2368 1605 0.1163 0.01351 1.551 x 1074 7.136 x 1056 3.158 0.848 0.00226 0.01251 
-10 344.4 542.0 7.635 387.8 2433 1682 0.1107 0.01459 1.397 X 1074 7.457 x 107€ 3.069 0.860 0.00242 0.01122 
0 473.3 528.7 10.36 374.2 2507 1768 0.1054 0.01576 1.259 х 105 7.794 х 10-6 2.996 0.875 0.00262 0.00996 
5 549.8 521.8 11.99 367.0 2547 1814 0.1028 0.01637 1.195х 10:24 7.970 х 10-6 2.964 0.883 0.00273 0.00934 
10 635.1 514.7 13.81 359.5 2590 1864 0.1002 0.01701 1.135 х 10 8.151 х 1056 2.935 0.893 0.00286 0.00872 
15 729.8 507.5 15.85 351.7 2637 1917 0.0977 0.01767 1.077 х 10-* 8.339 х 10-6 2.909 0.905 0.00301 0.00811 
20 834.4 500.0 18.13 343.4 2688 1974 0.0952 0.01836 1.022 х 10-* 8.534 х 10-6 2.886 0.918 0.00318 0.00751 
25 949.7 492.2 20.68 334.8 2742 2036 0.0928 0.01908 9.702 х 10-5 8.738 х 10.5 2.866 0.933 0.00337 0.00691 
30 1076 484.2 23.53 325.8 2802 2104 0.0904 0.01982 9.197 х 105° 8.952 х 1056 2.850 0.950 0.00358 0.00633 
35 1215 475.8 26.72 316.2 2869 2179 0.0881 0.02061 8.710 х 1055 9.178 х 1056 2.837 0.971 0.00384 0.00575 
40 1366 467.1 30.29 306.1 2943 2264 0.0857 0.02142 8.240 х 105° 9.417 х 10-6 2.828 0.995 0.00413 0.00518 
45 1530 458.0 34.29 295.3 3026 2361 0.0834 0.02228 7.785 х 105° 9.674 х 10.5 2.824 1.025 0.00448 0.00463 
50 1708 448.5 38.79 283.9 3122 2473 0.0811 0.02319 7.343 х 105° 9.950 х 1055 2.826 1.061 0.00491 0.00408 
60 2110 427.5 49.66 258.4 3283 2769 0.0765 0.02517 6.487 х 1055 1.058 х 1055 2.784 1.164 0.00609 0.00303 
70 2580 403.2 64.02 228.0 3595 3241 0.0717 0.02746 5.649 х 1075 1.138 х 1055 2.834 1.343 0.00811 0.00204 
80 3127 373.0 84.28 189.7 4501 4173 0.0663 0.03029 4.790 х 1075 1.249 х 107° 3.251 1.722 0.01248 0.00114 
90 3769 329.1 118.6 133.2 6977 7239 0.0595 0.03441 3.807 х 107° 1.448 х 105° 4.465 3.047 0.02847 0.00037 





Note 1: Kinematic viscosity v and thermal diffusivity œ can be calculated from their definitions, v = w/p and œ = kluc, = v/Pr. The properties listed here (except 
the vapor density) can be used at any pressures with negligible error except at temperatures near the critical-point value. 


Note 2: The unit kJ/kg - *C for specific heat is equivalent to kJ/kg - K, and the unit W/m · °С for thermal conductivity is equivalent to W/m · К. 
Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Original sources: Reiner Tillner-Roth, "Fundamental Equations of 
State," Shaker, Verlag, Aachan, 1998; B. A. Younglove and J. F. Ely, “Thermophysical Properties of Fluids. Il Methane, Ethane, Propane, Isobutane, and Normal 


Butane,” J. Phys. Chem. Ref. Data, Vol. 16, No. 4, 1987; G.R. Somayajulu, “A Generalized Equation for Surface Tension from the Triple-Point to the Critical- 
Point,” International Journal of Thermophysics, Vol. 9, No. 4, 1988. 
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TABLE A-19 


Properties of liquids 


Specific 
Temp. Density Heat 
T°C p, kg/m? с, Ј/КЕ · К 
-160 420.2 3492 
-150 405.0 3580 
-140 388.8 3700 
-130 371.1 3875 
-120 351.4 4146 
-110 328.8 4611 
-100 301.0 5578 
-90 261.7 8902 


Thermal 


Conductivity 
к, Мт. К 


0.1863 
0.1703 
0.1550 
0.1402 
0.1258 
0.1115 
0.0967 
0.0797 


Тпегта! Dynamic 

Diffusivity Viscosity 

a, m?/s u, kg/m «s 

Methane [CH,] 

1.270 х 1077 1.133 x 107^ 
1.174 x 1077 9.169 х 1055 
1.077 x 1077 7.551 x 10-5 
9.749 х 10-8 6.288 х 10-5 
8.634 х 1058 5.257 х 1055 
7.356 x 1078 4.377 x 1075 
5.761 x 1078 3.577 х 10-5 
3.423 х 1058 2.761 х 1055 


Kinematic 
Viscosity 
v, m?/s 


2.699 x 
2.264 X 
1.942 x 
1.694 x 
1.496 x 
1.331 x 
1.188 x 
1.055 x 


1077 
1077 
1077 
1057 
1077 
1077 
1077 
1077 


Prandtl 
Number 
Pr 


2.126 
1.927 
1.803 
1.738 
1.732 
1.810 
2.063 
3.082 


Volume 
Expansion 
Coeff. 
B, 1/K 


0.00352 
0.00391 
0.00444 
0.00520 
0.00637 
0.00841 
0.01282 
0.02922 


eee ee ee 


20 788.4 2515 0.1987 
30 7794 2577 0.1980 
40 769.6 2644 0.1972 
50 7601 2718 0.1965 
60 750.4 2798 0.1957 
70 | 7404 2885 0.1950 

-100 683.8 1881 0.1383 

-75 6593 1970 0.1357 
-50 6343 2069 0.1283 
-25 6082 2180 0.1181 
о 580.6 2306 0.1068 
25 550.7 2455 0.0956 
50 517.3 2640 0.0851 
75 478.5 2896 0.0757 
100 4296 3361 0.0669 
0 1276 2262 0.2820 

5 1273 2288 0.2835 
10 1270 2320 0.2846 
15 1267 2354 0.2856 
20 1264 2386 0.2860 
25 1261 2416 0.2860 
30 1258 2447 0.2860 
35 1255 2478 0.2860 
40 1252 2513 0.2863 
0 8990 1797 0.1469 
20 8881 1881 0.1450 
40 876.0 1964 0.1444 
60 863.9 2048 0.1404 
80 8520 2132 0.1380 
100 8400 2220 0.1367 
120 828.9 2308 0.1347 
140 816.8 2395 0.1330 
150 8103 2441 0.1327 


1.002 x 1077 5.857 x 10^ 
9.862 х 107% 5.088 x 10-4 
9.690 x 1078 4.460 x 10-4 
9.509 х 107% 3.942 x 10-4 
9.320 х 107% 3.510 x 10-4 
9.128 x 1078 3.146 x 1074 


Isobutane (R600a) 


1.075 x 
1.044 x 
9.773 X 


8.906 x 1 
7.974 X 
7.069 x 1 
6.233 х 1 
5.460 x 1 
4.634 x 1 


9.773 X 


9.732 х 1 
9.662 х 1 
9.576 х 1 
9.484 х 1 
9.388 х 1 
9.291 х 1 
9.195 х 1 
9.101 x 1 





1077 9.305 x 107^ 
1077 5.624 x 107^ 
10-8 3.769 x 107^ 
10-78 2.688 x 1074 
078 1.993 x 1074 
0-8 1.510 x 107^ 
9 1.155 x 107^ 
10-5 8.785 x 1075 
0-8 6.483 x 1075 
Glycerin 
1078 10.49 
0-8 6.730 
0-8 4.241 
10-78 2.496 
10-5 1.519 
10-8 0.9934 
078 0.6582 
0-8 0.4347 
0-8 0.3073 


Engine Oil (unused) 


9.097 х 
8.680 х 
8.391 х 
7.934 х 


7.599 х 1 
7.330 X 1 


7.042 x 
6.798 х 
6.708 х 





1078 3.814 
10-8 0.8374 
1078 0.2177 
1078 0.07399 
0-8 0.03232 
Ore 0.01718 
10-8 0.01029 
1078 0.006558 
1078 0.005344 


7.429 X 
6.531 X 
5.795 х 
5.185 х 
4.677 х 
4.250 х 


1.360 х 
8.531 х 
5.942 х 
4.420 х 
3.432 х 
2.743 х 
2.233 х 
1.836 х 
1.509 х 


8.219 х 
5.287 х 
3.339 х 
1.970 х 
1.201 х 
7.878 х 
5.232 х 
3.464 х 
2.455 х 


4.242 х 
9.429 х 
2.485 х 
8.565 х 
3.794 х 
2.046 х 
1.241 х 
8.029 х 
6.595 х 


1077 
1077 
1077 
1057 
1077 
1077 


10-6 
1077 
10-7 
1077 
1077 
1077 
1077 
1077 
1077 


1073 
1073 
1073 
107? 
107? 
10-4 
1074 
10-4 
1074 


107? 
10-4 
1074 
1055 
1055 
1055 
10-5 
10-6 
10-6 


7.414 
6.622 
5.980 
5.453 
5.018 
4.655 


12.65 
8.167 
6.079 
4.963 
4.304 
3.880 
3.582 
3.363 
3.256 


84,101 
54,327 
34,561 
20,570 
12,671 
8,392 
5,631 
3,767 
2,697 


46,636 
10,863 
2,962 
1,080 
499.3 
279.1 
176.3 
118.1 
98.31 


Source: Data generated from the EES software developed by S. A. Klein and Е. L. Alvarado. Originally based on various sources. 


0.00118 
0.00120 
0.00123 
0.00127 
0.00132 
0.00137 


0.00142 
0.00150 
0.00161 
0.00177 
0.00199 
0.00232 
0.00286 
0.00385 
0.00628 


0.00070 
0.00070 
0.00070 
0.00070 
0.00070 
0.00070 
0.00070 
0.00070 
0.00070 
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TABLE A-20 


Properties of liquid metals 




















Volume 
Specific Thermal Thermal Dynamic Kinematic Prandtl Expansion 
Temp. Density Heat Conductivity Diffusivity Viscosity Viscosity Number Coeff. 
TG p, kg/m? c,Jkg-K А, М/т · К a, m?/s p, kg/m «s v, m?/s Pr B, ШК 
Mercury (Hg) Melting Point: — 39°C 
0 13595 140.4 8.18200 4.287 х 1056 1.687 х 1073 1.241 х 1057 0.0289 1.810 x 10-4 
25 13534 139.4 8.51533 4.514 х 1056 1.534 x 10-3 1.133 x 1077 0.0251 1.810 x 10^ 
50 13473 138.6 8.83632 4.734 х 1056 1.423 x 10-3 1.056x 107 0.0223 1.810 x 1074 
75 13412 137.8 9.15632 4.956 х 1056 1.316 х 1073 9.819 х 1078 0.0198 1.810 х 10:34 
100 13351 137.1 9.46706 5.170 х 1056 1.245 х 1053 9.326 х 10-8 0.0180 1.810 х 10^ 
150 13231 136.1 10.07780 5.595 х 1056 1.126 х 1053 8.514 х 1058 0.0152 1.810 x 1074 
200 13112 135.5 10.65465 5.996 х 10-6 1.043 х 1053 7.959 х 10-8 0.0133 1.815 x 1074 
250 12993 135:3 11.18150 6.363 х 10-6 9.820 х 1074 7.558 х 10-8 0.0119 1.829 x 10-4 
300 12873 135.3 11.68150 6.705 x 10-6 9.336 x 10^ 7.252 x 1078 0.0108 1.854 x 1074 
Bismuth (Bi) Melting Point: 271°C 
350 9969 146.0 16.28 1.118 x 10-5 1.540 x 10-3 1.545 х 1057 0.01381 
400 9908 148.2 16.10 1.096 x 10-5 1.422 x 10-3 1.436 х 1057 0.01310 
500 9785 152.8 15.74 1.052 x 10-5 1.188 x 10-3 1.215x 1077 0.01154 
600 9663 157.3 15.60 1.026 x 10-5 1.013 x 10-3 1.048 x 1077 0.01022 
700 9540 161.8 15.60 1.010 х 105% 8.736 Xx 10^ 9.157 х 10-8 0.00906 
Lead (Pb) Melting Point: 327°C 
400 10506 158 15.97 9.623 х 1056 2.277 X10? 2.167 x 107 0.02252 
450 10449 156 15.74 9.649 x 10-6 2.065 x 10-3 1.976 x 1077 0.02048 
500 10390 155 15.54 9.651 х 1056 1.884 x 10-3 1.814 x 1077 0.01879 
550 10329 155 15.39 9.610 х 1056 1.758 x 10-3 1.702x 107 0.01771 
600 10267 155 15:23 9.568 x 107€ 1.632 x 10-3 1.589 x 1077 0.01661 
650 10206 155 15.07 9.526 x 10-6 1.505 x 10-3 1.475 х 1057 0.01549 
700 10145 155 14.91 9.483 x 10-6 1.379 x 10-3 1.360 x 1077 0.01434 
Sodium (Na) Melting Point: 98°C 
100 927.3 1378 85.84 6.718 x 1075 6.892 х 1074 7.432 х 1077 0.01106 
200 902.5 1349 80.84 6.639 x 10-5 5.385 х 1074 5.967 x 1077 0.008987 
300 877.8 1320 75.84 6.544 x 10-5 3.878 х 104 4.418 х 1077 0.006751 
400 853.0 1296 71.20 6.437 x 10-5 2.720 x 1074 3.188 х 1057 0.004953 
500 828.5 1284 67.41 6.335 x 10-5 2.411 x 1074 2.909 х 1057 0.004593 
600 804.0 1272 63.63 6.220 x 10-5 2.101 х 10^ 2.614 x 1077 0.004202 
Potassium (K) Melting Point: 64°C 
200 795.2 790.8 43.99 6.995 x 10-5 3.850x 10^ 4.213 х 10-7 0.006023 
300 771.6 772.8 42.01 7.045 х 1055 2.667 х 1074 3.456 х 1057 0.004906 
400 748.0 754.8 40.03 7.090 х 10-5 1.984 х 1074 2.652 х 10-7 0.00374 
500 723.9 750.0 37.81 6.964 x 10-5 1.668 х 1054 2.304 х 10-7 0.003309 
600 699.6 750.0 35:50 6.765 x 10-5 1.487 х 1054 2.126 х 10-7 0.003143 
Sodium-Potassium (%22Na-% 78K) Melting Point: — 11°C 
100 847.3 944.4 25.64 3.205 x 10-5 5.707 x 1074 6.736 х 107 0.02102 
200 823.2 922:5 26.27 3.459 x 10-5 4.587 х 1074 5.572 х 10-7 0.01611 
300 799.1 900.6 26.89 3.736 x 10-5 3.467 Xx 10^ 4.339 x 1077 0.01161 
400 775.0 879.0 27.50 4.037 x 10-5 2.357 х 1074 3.041 х 1077 0.00753 
500 751:5 880.1 27.89 4.217 x 10-5 2.108 x 1074 2.805 X 1077 0.00665 
600 728.0 881.2 28.28 4.408 x 10-5 1.859 x 1074 2.553 х 10-7 0.00579 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Originally based on various sources. 
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TABLE A-21 


Ideal-gas properties of air 





T h u 87 Т h и 5° 

K kJ/kg Р, kJ/kg 7 kJ/kg - K K kJ/kg Р, kJ/kg V. kJ/kg - K 
200 199.97 0.3363 142.56 1707.0 1.29559 580 586.04 14.38 419.55 115.7 2.37348 
210 209.97 0.3987 149.69 1512.0 1.34444 590 596.52 15.31 427.15 110.6 2.39140 
220 219.97 0.4690 156.82 1346.0 1.39105 600 607.02 16.28 434.78 105.8 2.40902 
230 230.02 0.5477 164.00 1205.0 1.43557 610 617.53 17.80 442.42 101.2 2.42644 
240 240.02 0.6355 171.13 1084.0 1.47824 620 628.07 18.36 450.09 96.92 2.44356 
250 250.05 0.7329 178.28 979.0 1.51917 630 638.63 19.84 457.78 92.84 2.46048 
260 260.09 0.8405 185.45 887.8 1.55848 640 649.22 20.64 465.50 88.99 2.47716 
270 270.11 0.9590 192.60 808.0 1.59634 650 659.84 21.86 473.25 85.34 2.49364 
280 280.13 1.0889 199.75 738.0 1.63279 660 670.47 23.13 481.01 81.89 2.50985 
285 285.14 1.1584 203.33 706.1 1.65055 670 681.14 24.46 488.81 78.61 2.52589 
290 290.16 1.2311 206.91 676.1 1.66802 680 691.82 25.85 496.62 75.50 2.54175 
295 295.17 1.3068 210.49 647.9 1.68515 690 702.52 27.29 504.45 72.56 2.55731 
298 298.18 1.3543 212.64 631.9 1.69528 700 713.27 28.80 512.33 69.76 2.57277 
300 300.19 1.3860 214.07 621.2 1.70203 710 724.04 30.38 520.23 67.07 2.58810 
305 305.22 1.4686 217.67 596.0 1.71865 720 734.82 32.02 528.14 64.53 2.60319 
310 310.24 1.5546 221.25 572.3 1.73498 730 745.62 33.72 536.07 62.13 2.61803 
315 315.27 1.6442 224.85 549.8 1.75106 740 756.44 35.50 544.02 59.82 2.63280 
320 320.29 1.7375 228.42 528.6 1.76690 750 767.29 37.35 551.99 57.63 2.64737 
325 325.31 1.8345 232.02 508.4 1.78249 760 778.18 39.27 560.01 55.64 2.66176 
330 330.34 1.9352 235.61 489.4 1.79783 780 800.03 43.35 576.12 51.64 2.69013 
340 340.42 2.149 242.82 454.1 1.82790 800 821.95 47.75 592.30 48.08 2.71787 
350 350.49 2.379 250.02 422.2 1.85708 820 843.98 52.59 608.59 44.84 2.74504 
360 360.58 2.626 257.24 393.4 1.88543 840 866.08 57.60 624.95 41.85 2.77170 
370 370.67 2.892 264.46 367.2 1.91313 860 888.27 63.09 641.40 39.12 2.79783 
380 380.77 3.176 271.69 343.4 1.94001 880 910.56 68.98 657.95 36.61 2.82344 
390 390.88 3.481 278.93 321.5 1.96633 900 932.93 75.29 674.58 34.31 2.84856 
400 400.98 3.806 286.16 301.6 1.99194 920 955.38 82.05 691.28 32.18 2.87324 
410 411.12 4.153 293.43 283.3 2.01699 940 977.92 89.28 708.08 30.22 2.89748 
420 421.26 4.522 300.69 266.6 2.04142 960 1000.55 97.00 725.02 28.40 2.92128 
430 431.43 4.915 307.99 251.1 2.06533 980 1023.25 105.2 741.98 26.73 2.94468 
440 441.61 5.332 315.30 236.8 2.08870 1000 1046.04 114.0 758.94 25.17 2.96770 
450 451.80 5.775 322.62 223.6 2.11161 1020 1068.89 123.4 776.10 23.72 2.99034 
460 462.02 6.245 329.97 211.4 2.13407 1040 1091.85 133.3 793.36 23.29 3.01260 
470 472.24 6.742 337.32 200.1 2.15604 1060 1114.86 143.9 810.62 21.14 3.03449 
480 482.49 7.268 344.70 189.5 2.17760 1080 1137.89 155.2 827.88 19.98 3.05608 
490 492.74 7.824 352.08 179.7 2.19876 1100 1161.07 167.1 845.33 18.896 3.07732 
500 503.02 8.411 359.49 170.6 2.21952 1120 1184.28 179.7 862.79 17.886 3.09825 
510 513.32 9.031 366.92 162.1 2.23993 1140 1207.57 193.1 880.35 16.946 3.11883 
520 523.63 9.684 374.36 154.1 2.25997 1160 1230.92 207.2 897.91 16.064 3.13916 
530 533.98 10.37 381.84 146.7 2.27967 1180 1254.34 222.2 915.57 15.241 3.15916 
540 544.35 11.10 389.34 139.7 2.29906 1200 1277.79 238.0 933.33 14.470 3.17888 
550 555.74 11.86 396.86 133.1 2.31809 1220 1301.31 254.7 951.09 13.747 3.19834 
560 565.17 12.66 404.42 127.0 2.33685 1240 1324.93 272.3 968.95 13.069 3.21751 
570 575.59 13.50 411.97 121.2 2.35531 





(Continued) 
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TABLE A-21 
Ideal-gas properties of air (Concluded) 
T h u s? T h u s? 
K kJ/kg P, kJ/kg V, kkg-K | K kJ/kg P, kJ/kg 7 kJ/kg - K 





1260 1348.55 290.8 986.90 12.435 3.23638 1600 1757.57 791.2 1298.30 5.804 3.52364 
1280 1372.24 310.4 1004.76 11.835 3.25510 1620 1782.00 834.1 1316.96 5.574 3.53879 


1300 1395.97 330.9 1022.82 11.275 3.27345 1640 1806.46 878.9 1335.72 5.355 3.55381 
1320 1419.76 352.5 1040.88 10.747 3.29160 1660 1830.96 925.6 1354.48 5.147 3.56867 
1340 1443.60 375.3 1058.94 10.247 3.30959 1680 1855.50 974.2 1373.24 4.949 3.58335 
1360 1467.49 399.1 1077.10 9.780 3.32724 1700 1880.1 1025 1392.7 4.761 3.5979 
1380 1491.44 424.2 1095.26 9.337 3.34474 1750 1941.6 1161 1439.8 4.328 3.6336 


1400 1515.42 450.5 1113.52 8.919 3.36200 1800 2003.3 1310 1487.2 3.994 3.6684 
1420 1539.44 478.0 1131.77 8.526 3.37901 1850 2065.3 1475 1534.9 3.601 3.7023 
1440 1563.51 506.9 1150.13 8.153 3.39586 1900 2127.4 1655 1582.6 3.295 3.7354 
1460 1587.63 537.1 1168.49 7.801 3.41247 1950 2189.7 1852 1630.6 3.022 3.7677 
1480 1611.79 568.8 1186.95 7.468 3.42892 2000 2252.1 2068 1678.7 2.776 3.7994 


1500 1635.97 601.9 1205.41 7.152 3.44516 2050 2314.6 2303 1726.8 2.555 3.8303 
1520 1660.23 636.5 1223.87 6.854 3.46120 2100 2377.7 2559 1775.3 2.356 3.8605 
1540 1684.51 672.8 1242.43 6.569 3.47712 2150 2440.3 2837 1823.8 2.175 3.8901 
1560 1708.82 710.5 1260.99 6.301 3.49276 2200 2503.2 3138 18724 2.012 3.9191 
1580 1733.17 750.0 1279.65 6.046 3.50829 2250 2566.4 3464 19213 1.864 3.9474 





Note: The properties P, (relative pressure) and v, (relative specific volume) are dimensionless quantities used in the analysis of isentropic processes, and 
should not be confused with the properties pressure and specific volume. 


Source: Kenneth Wark, Thermodynamics, 4th ed. (New York: McGraw-Hill, 1983), pp. 785-86, table A-5. Originally published in J. H. Keenan and 
J. Kaye, Gas Tables (New York: John Wiley & Sons, 1948). 
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TABLE A—22 


Properties of air at 1 atm pressure 








Specific Thermal Thermal Dynamic Kinematic Prandtl 
Temp. Density Heat Conductivity Diffusivity Viscosity Viscosity Number 
d D p. kg/m? C, Mkg- K — k, W/lm- K a, m?/s ш, kg/m «s v, m2/s Pr 
—150 2.866 983 0.01171 4.158 х 1056 8.636 х 1056 3.013 x 10-6 0.7246 
-100 2.038 966 0.01582 8.036 x 10-6 1.189 х 1056 5.837 х 1056 0.7263 
-50 1.582 999 0.01979 1.252 x 10-5 1.474 х 1055 9.319 х 1056 0.7440 
-40 1.514 1002 0.02057 1.356 x 10-5 1.527 х 1055 1.008 х 1055 0.7436 
-30 1.451 1004 0.02134 1.465 x 10-5 1.579 х 1055 1.087 х 1055 0.7425 
-20 1.394 1005 0.02211 1.578 x 10-5 1.630 х 105% 1.169 x 10-5 0.7408 
-10 1.341 1006 0.02288 1.696 x 10-5 1.680 х 1055 1.252 x 10-5 0.7387 
0 1.292 1006 0.02364 1.818 x 10-5 1.729 х 1055 1.338 х 1055 0.7362 
5 1.269 1006 0.02401 1.880 x 10-5 1.754 х 1055 1.382 х 1055 0.7350 
10 1.246 1006 0.02439 1.944 x 10-5 1.778 х 1055 1.426 х 1055 0.7336 
15 1.225 1007 0.02476 2.009 x 10-5 1.802 х 1055 1.470 х 1055 0.7323 
20 1.204 1007 0.02514 2.074 x 10-5 1.825 х 1055 1.516 x 10-5 0.7309 
25 1.184 1007 0.02551 2.141 x 10-5 1.849 х 1055 1.562 х 1055 0.7296 
30 1.164 1007 0.02588 2.208 x 10-5 1.872 х 1055 1.608 х 1055 0.7282 
35 1.145 1007 0.02625 2.277 X 10-5 1.895 х 1055 1.655 х 1055 0.7268 
40 1.127 1007 0.02662 2.346 x 10-5 1.918 х 1055 1.702 х 1055 0.7255 
45 1.109 1007 0.02699 2.416 x 10-5 1.941 х 1055 1.750 х 1055 0.7241 
50 1.092 1007 0.02735 2.487 x 10-5 1.963 х 1055 1.798 х 1055 0.7228 
60 1.059 1007 0.02808 2.632 x 10-5 2.008 x 1075 1.896 х 1055 0.7202 
70 1.028 1007 0.02881 2.780 x 1075 2.052 x 1075 1.995 x 10-5 0.7177 
80 0.9994 1008 0.02953 2.931 x 10-5 2.096 х 1055 2.097 х 1055 0.7154 
90 0.9718 1008 0.03024 3.086 x 10-5 2.139 x 1075 2.201 х 1055 0.7132 
100 0.9458 1009 0.03095 3.243 x 10-5 2.181 x 1075 2.306 х 1055 0.7111 
120 0.8977 1011 0.03235 3.565 x 10-5 2.264 x 1075 2.522 x 10-5 0.7073 
140 0.8542 1013 0.03374 3.898 x 10-5 2.345 x 1075 2.745 x 10-5 0.7041 
160 0.8148 1016 0.03511 4.241 x 10-5 2.420 x 1075 2.975 x 1075 0.7014 
180 0.7788 1019 0.03646 4.593 x 10-5 2.504 x 1075 3.212 x 10-5 0.6992 
200 0.7459 1023 0.03779 4.954 x 10-5 2.577 x 1075 3.455 x 10-5 0.6974 
250 0.6746 1033 0.04104 5.890 х 1055 2.760 x 1075 4.091 х 1055 0.6946 
300 0.6158 1044 0.04418 6.871 x 10-5 2.934 x 1075 4.765 x 10-5 0.6935 
350 0.5664 1056 0.04721 7.892 х 1055 3.101 х 1055 5.475 х 1055 0.6937 
400 0.5243 1069 0.05015 8.951 x 10-5 3.261 х 1055 6.219 x 10-5 0.6948 
450 0.4880 1081 0.05298 1.004 x 10-4 3.415 х 1055 6.997 x 10-5 0.6965 
500 0.4565 1093 0.05572 1.117 x 10^ 3.563 х 10-5 7.806 х 1055 0.6986 
600 0.4042 1115 0.06093 1.352 x 10-4 3.846 х 1055 9.515 x 10-5 0.7037 
700 0.3627 1135 0.06581 1.598 x 10-4 4.111 x 10-5 1.133 x 10-4 0.7092 
800 0.3289 1153 0.07037 1.855 x 10-4 4.362 х 1055 1.326 x 10-4 0.7149 
900 0.3008 1169 0.07465 2.122 x 10-4 4.600 х 1055 1.529 x 10^ 0.7206 
1000 0.2772 1184 0.07868 2.398 x 10-4 4.826 х 1055 1.741 x 10-4 0.7260 
1500 0.1990 1234 0.09599 3.908 x 10-4 5.817 х 1055 2.922 X 10^ 0.7478 
2000 0.1553 1264 0.11113 5.664 x 104 6.630 x 1075 4.270 x 10^ 0.7539 





Note: For ideal gases, the properties c,, k, w, and Pr are independent of pressure. The properties p, v, and « at a pressure P (in atm) other than 1 atm are 
determined by multiplying the values of p at the given temperature by P and by dividing v and æ by P. 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Original sources: Keenan, Chao, Keyes, Gas Tables, Wiley, 1984; 
and Thermophysical Properties of Matter. Vol. 3: Thermal Conductivity, Y. S. Touloukian, P. E. Liley, S. C. Saxena, Vol. 11: Viscosity, Y. S. Touloukian, S. C. 
Saxena, and P. Hestermans, IFI/Plenun, NY, 1970, ISBN 0-306067020-8. 
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TABLE A-23 


Properties of gases at 1 atm pressure 








Specific Thermal Thermal Dynamic Kinematic Prandtl 
Temp. Density Heat Conductivity Diffusivity Viscosity Viscosity Number 
TC p, kg/m? Cp, J/kg - K k, W/m. K а, m?/s p, kg/m-s v, m?/s Br 
Carbon Dioxide, CO; 
-50 2.4035 746 0.01051 5.860 х 1056 1.129 х 1055 4.699 х 1056 0.8019 
0 1.9635 811 0.01456 9.141 х 1056 1.375 х 1055 7.003 х 1056 0.7661 
50 1.6597 866.6 0.01858 1.291 х 1055 1.612 х 1055 9.714 х 1056 0.7520 
100 1.4373 914.8 0.02257 1.716 х 1055 1.841 x 1055 1.281 x 1075 0.7464 
150 1.2675 957.4 0.02652 2.186 х 1055 2.063 х 10-5 1.627 х 1055 0.7445 
200 1.1336 995.2 0.03044 2.698 х 10-5 2.276 х 1055 2.008 х 10-5 0.7442 
300 0.9358 1060 0.03814 3.847 х 10-5 2.682 х 1055 2.866 х 10-5 0.7450 
400 0.7968 1112 0.04565 5.151 x 1075 3.061 x 1075 3.842 х 1055 0.7458 
500 0.6937 1156 0.05293 6.600 х 1055 3.416 х 10-5 4.924 х 1055 0.7460 
1000 0.4213 1292 0.08491 1.560 x 1074 4.898 X 1075 1.162 X 1074 0.7455 
1500 0.3025 1356 0.10688 2.606 x 1074 6.106 x 1075 2.019 x 1074 0.7745 
2000 0.2359 1387 0:11522 3.521 X 1074 7.322 х 1055 3.103 x 10-4 0.8815 
Carbon Monoxide, CO 
-50 1.5297 1081 0.01901 1.149 х 1055 1.378 х 1055 9.012 x 1056 0.7840 
0 1.2497 1048 0.02278 1.739 х 1055 1.629 х 1055 1.303 х 1055 0.7499 
50 1.0563 1039 0.02641 2.407 х 1055 1.863 х 1055 1.764 х 1055 0.7328 
100 0.9148 1041 0.02992 3.142 х 1055 2.080 х 1055 2.274 х 1055 0.7239 
150 0.8067 1049 0.03330 3.936 х 10-5 2.283 х 10-5 2.830 х 10-5 0.7191 
200 0.7214 1060 0.03656 4.782 х 1055 2.472 x 1075 3.426 х 10-5 0.7164 
300 0.5956 1085 0.04277 6.619 х 1055 2.812 х 1055 4.722 х 1055 0.7134 
400 0.5071 1111 0.04860 8.628 х 10-5 3.111 х 1055 6.136 х 10-5 0.7111 
500 0.4415 1135 0.05412 1.079 x 10^ 3.379 х 10-5 7.653 х 10-5 0.7087 
1000 0.2681 1226 0.07894 2.401 x 107^ 4.557 х 1055 1.700 x 107^ 0.7080 
1500 0.1925 1279 0.10458 4.246 х 10:45 6.321 х 1055 3.284 x 10-4 0.7733 
2000 0.1502 1309 0.13833 7.034 x 10^ 9.826 х 1055 6.543 x 107^ 0.9302 
Methane, CH, 
-50 0.8761 2243 0.02367 1.204 х 1055 8.564 х 1056 9.774 х 1056 0.8116 
0 0.7158 2217 0.03042 1.917 х 1055 1.028 х 1055 1.436 x 1075 0.7494 
50 0.6050 2302 0.03766 2.704 х 1055 1.191 х 1055 1.969 х 1055 0.7282 
100 0.5240 2443 0.04534 3.543 х 1055 1.345 х 1055 2.567 х 10-5 0.7247 
150 0.4620 2611 0.05344 4.431 х 1055 1.491 х 1055 3.227 х 1055 0.7284 
200 0.4132 2791 0.06194 5.370 x 1075 1.630 х 1055 3.944 х 1055 0.7344 
300 0.3411 3158 0.07996 7.422 х 1055 1.886 х 1055 5.529 х 1055 0.7450 
400 0.2904 3510 0.09918 9.727 х 10-5 2.119 х 1055 7.297 х 1055 0.7501 
500 0.2529 3836 0.11933 1.230 x 107^ 2.334 x 1075 9.228 х 10-5 0.7502 
1000 0.1536 5042 0.22562 2.914 x 10^ 3.281 х 1055 2.136 x 107^ 0.7331 
1500 0.1103 5701 0.31857 5.068 x 10^ 4.434 x 1075 4.022 x 10-4 0.7936 
2000 0.0860 6001 0.36750 7.120 x 10^ 6.360 х 1055 7.395 x 10^ 1.0386 
Hydrogen, H> 
-50 0.11010 12635 0.1404 1.009 x 107^ 7.293 х 1056 6.624 х 10-5 0.6562 
0 0.08995 13920 0.1652 1.319 x 10-4 8.391 х 1056 9.329 х 10-5 0.7071 
50 0.07603 14349 0.1881 1.724 x 10-4 9.427 х 1056 1.240 x 107^ 0.7191 
100 0.06584 14473 0.2095 2.199 x 10^ 1.041 х 1055 1.582 x 107^ 0.7196 
150 0.05806 14492 0.2296 2.729 x 10^ 1.136 х 1055 1.957 x 107^ 0.7174 
200 0.05193 14482 0.2486 3.306 х 10:25 1.228 х 1055 2.365 x 107^ 0.7155 





(Continued) 
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TABLE A-23 


Properties of gases at 1 atm pressure (Concluded) 


Temp. 
Т, °С 


300 
400 
500 
1000 
1500 
2000 


-50 


50 
100 
150 
200 
300 
400 
500 

1000 
1500 
2000 


-50 


50 
100 
150 
200 
300 
400 
500 

1000 
1500 
2000 


-50 
0 

50 
100 
150 
200 
300 
400 
500 
1000 
1500 
2000 


Density 
p, kg/m? 


0.04287 
0.03650 
0.03178 
0.01930 
0.01386 
0.01081 


1.5299 
1.2498 
1.0564 
0.9149 
0.8068 
0.7215 
0.5956 
0.5072 
0.4416 
0.2681 
0.1925 
0.1502 


1.7475 
1.4277 
1.2068 
1.0451 
0.9216 
0.8242 
0.6804 
0.5793 
0.5044 
0.3063 
0.2199 
0.1716 


0.9839 
0.8038 
0.6794 
0.5884 
0.5189 
0.4640 
0.3831 
0.3262 
0.2840 
0.1725 
0.1238 
0.0966 


Specific 
Heat 
Cp J/kg - K 


14481 
14540 
14653 
15577 
16553 
17400 


957.3 
1035 
1042 
1041 
1043 
1050 
1070 
1095 
1120 
1213 
1266 
1297 


984.4 
928.7 
921.7 
931.8 
947.6 
964.7 
997.1 
1025 
1048 
1121 
1165 
1201 


1892 
1874 
1874 
1887 
1908 
1935 
1997 
2066 
2137 
2471 
2736 
2928 


Thermal 


Conductivity 


k, W/m- K 


0.2843 
0.3180 
0.3509 
0.5206 
0.6581 
0.5480 


0.02001 
0.02384 
0.02746 
0.03090 
0.03416 
0.03727 
0.04309 
0.04848 
0.05358 
0.07938 
0.11793 
0.18590 


0.02067 
0.02472 
0.02867 
0.03254 
0.03637 
0.04014 
0.04751 
0.05463 
0.06148 
0.09198 
0.11901 
0.14705 


0.01353 
0.01673 
0.02032 
0.02429 
0.02861 
0.03326 
0.04345 
0.05467 
0.06677 
0.13623 
0.21301 
0.29183 


Thermal 
Diffusivity 
a, m?/s 


4.580 X 
5.992 x 
7.535 X 
1.732 X 
2.869 x 
2.914 x 


Nitrogen, No 


1.366 x 
1.843 x 
2.494 x 
3.244 х 
4.058 x 
4.921 x 
6.758 X 
8.727 X 
1.083 x 
2.440 x 
4.839 x 
9.543 x 


Oxygen, O; 


1.201 x 
1.865 x 
2.577 X 
3.342 х 
4.164 х 
5.048 x 
7.003 x 
9.204 x 
1.163 x 
2.678 х 
4.643 х 
7.139 х 


10-4 
1074 
1074 
107? 
10-3 
107? 


1055 
1055 
1075 
1075 
1075 
10-3 
1055 
1055 
10-4 
10-4 
1074 
1074 


1075 
1055 
1055 
1055 
1055 
1055 
1055 
1055 
10-4 
10-4 
10-4 
1074 


Water Vapor, HO 


7.271 X 
1.110 х 
1.596 х 
2.187 X 
2.890 X 
3.705 X 
5.680 x 
8.114 x 
1.100 x 
3.196 x 
6.288 x 
1.032 x 


10-5 
1075 
1055 
1055 
1055 
1055 
10-5 
1075 
1074 
1074 
1074 
10-3 


Dynamic 
Viscosity 
ш, kg/m-s 


1.403 x 1075 
1.570 x 107 
1.730 x 10 
2.455 x 10 
3.099 x 10^ 
3.690 x 10 


1.390 x 1075 
1.640 x 1075 
1.874 x 1075 
2.094 х 1055 
2.300 х 1055 
2.494 х 1055 
2.849 х 1055 
3.166 х 1055 
3.451 х 1055 
4.594 х 1055 
5.562 х 1055 
6.426 х 1055 


1.616 x 1 
1.916 x 1 
2.194 х 1 
2.451 x 1 
2.694 x 1 
2.923 x 107 
3.350 x 10 
3.744 x ] 
4.114х 1 
5.732 х 1 
7.133 х 1055 
8.417 х 1055 


29990909 


! 


Ороо» Ол a 


ooo 


7.187 х 1056 
8.956 х 10-6 
1.078 x 1075 
1.265 x 1 
1.456 x 1 
1.650 x 1 
2.045 x1 
2.446 х 1 
2.847 X 1 
4.762 X 1 
6.411 x 1 
7.808 х 1 


оор Оо) 3 Ол A 


| ! | 





Kinematic 


Viscosity 
v, m2/s 


3.274 X 
4.302 x 
5.443 х 
1.272 х 
2.237 х 
3.414 х 


9.091 х 
1.312 х 
1.774 х 
2.289 х 
2.851 х 
3.457 х 
4.783 х 
6.242 х 
7.816 х 
1:713 X 
2.889 x 
4.278 X 


9.246 x 
1.342 x 
1.818 x 
2.346 x 
2.923 х 
3.546 х 
4.923 х 
6.463 х 
8.156 х 
1.871 x 
3.243 x 
4.907 x 


7.305 x 
1.114 x 
1.587 x 
2.150 x 
2.806 x 
3.556 х 
5.340 х 
7.498 х 
1.002 х 
2.761 х 
5.177 х 
8.084 х 


10-4 
10-* 
10-4 
107? 
10-3 
107? 


1056 
1055 
1055 
1055 
1055 
10-5 
1055 
1055 
1055 
10-4 
1074 
10-4 


1056 
1073 
1073 
1073 
1055 
1055 
1055 
1055 
1055 
10-4 
10-4 
10-4 


10-6 
1055 
1055 
1055 
1055 
1055 
1055 
1055 
10-5 
10-4 
10-4 
10-4 


Prandtl 
Number 


Pr 


0.7149 
0.7179 
0.7224 
0.7345 
0.7795 
1.1717 


0.6655 
0.7121 
0.7114 
0.7056 
0.7025 
0.7025 
0.7078 
0.7153 
0.7215 
0.7022 
0.5969 
0.4483 


0.7694 
0.7198 
0.7053 
0.7019 
0.7019 
0.7025 
0.7030 
0.7023 
0.7010 
0.6986 
0.6985 
0.6873 


1.0047 
1.0033 
0.9944 
0.9830 
0.9712 
0.9599 
0.9401 
0.9240 
0.9108 
0.8639 
0.8233 
0.7833 


Note: For ideal gases, the properties c,, k, w, and Pr are independent of pressure. The properties p, v, and @ at a pressure P (in atm) other than 1 atm are 
determined by multiplying the values of p at the given temperature by p and by dividing v and a by P. 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Originally based on various sources. 
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TABLE A—24 


Properties of solid metals 


Properties at Various Temperatures (K), 


Melting Properties at 300 K K(W/m - Ky/c,(J/kg - K) 
Point, p Cp k a X 106 
Composition K kg/m?  J/kg-K W/m-K т2/5 100 200 400 600 800 1000 
Aluminum: 
Pure 933 2702 903 237 97.1 302 237 240 231 218 
482 798 949 1033 1146 
Alloy 2024-T6 11115) 2770 875 177 73.0 65 163 186 186 
(4.5% Cu, 1.5% Mg, 
0.6% Mn) 473 787 925 1042 
Alloy 195, Cast 
(4.5% Cu) 2790 883 168 68.2 174 185 
Beryllium 1550 1850 1825 200 59.2 990 301 161 126 106 90.8 
203 1114 2191 2604 2823 3018 
Bismuth 545 9780 122 7.86 6.59 16.5 9.69 7.04 
112 120 127 
Boron 2573 2500 1107 27.0 9.76 190 55:5 16.8 10.6 9.60 9.85 
128 600 1463 1892 2160 2338 
Cadmium 594 8650 231 96.8 48.4 203 99.3 94.7 
198 222 242 
Chromium 2118 7160 449 93.7 29.1 159 111 90.9 80.7 JN O54 
192 384 484 542 581 616 
Cobalt 1769 8862 421 99.2 26.6 167 122 85.4 67.4 592 M2 
236 379 450 503 550 628 
Copper: 
Pure 1358 8933 385 401 117 482 413 393 379 366 352 
252 356 397 417 433 451 
Commercial bronze 1293 8800 420 52 14 42 52 59 
(90% Cu, 10% Al) 785 160 545 
Phosphor gear bronze 1104 8780 355 54 17 41 65 74 
(89% Cu, 11% Sn) — — — 
Cartridge brass 1188 8530 380 110 33.9 75 95 137 149 
(70% Cu, 30% Zn) 360 395 425 
Constantan 1493 8920 384 23 6.71 17 19 
(55% Cu, 45% Ni) 237 362 
Germanium 1211 5360 322 59.9 317 232 96.8 212)2 2172) 19.8 17.4 
190 290 ЗЭ? 348 Зо Й Мж 5 
Gold 1336 19,300 129 SU 127 РИ 323 Sil il 298 POTE? 
109 124 131 IIS 140 145 
Iridium 2720 22,500 130 147 50 172 153 144 138 1220-1125 
90 122 133 138 ЛЭ 
Iron: 
Pure 1810 7870 447 80.2 23.1 134 94.0 69.5 54.7 43.3 32.8 
216 384 490 574 680 975 
Armco 
(99.7596 pure) 7870 447 72.7 20.7 95.6 80.6 65.7 53.1 42.2 32.3 
215 384 490 574 680 975 
Carbon steels: 

Plain carbon (Mn « 196 7854 434 60.5 17:41 5637 48.0 SOT MENS QI 
Si = 0.1%) 487 559 685 1169 
AISI 1010 7832 434 63.9 18.8 58.7 48.8 S92 21.2 

487 559 685 1168 
Carbon-silicon (Mn = 1% 7817 446 51.9) 14.9 49.8 44.0 SA. 29.9 
0.1% < Si = 0.6%) 501 582 699 971 


(Continued) 
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TABLE A—24 


Properties of solid metals (Continued) 


Properties at Various Temperatures (K), 





Melting Properties at 300 K K(W/m - K)/c,(J/kg - K) 
Point, p 6, k a X 106 
Composition K kg/m? J/kg-K W/m-K  m?/s 100 200 400 600 800 1000 
Carbon-manganese-silicon 8131 434 41.0 11.6 42.2 297 81540) 27/45 
(1% < Mn < 1.65% 487 559 685 1090 
0.1% < Si < 0.6%) 
Chromium (low) steels: 
1 Cr- 1 Mo-Si (0.1876 C, 7822 444 37.7 10.9 38.2 36.7 33.3 26.9 
0.65% Cr, 0.23% Mo, 
0.6% Si) 492 575 688 969 
1Cr- i Mo 7858 442 42.3 12.2 42.0 39.1 34.5 27.4 
(0.16% C, 196 Cr, 
0.5496 Mo, 
0.39% Si) 492 575 688 969 
1 Cr-V 7836 443 48.9 14.1 46.8 42.1 36.3 28.2 
(0.2% C, 1.02% Cr, 
0.15% V) 492 575 688 969 
Stainless steels: 
AISI 302 8055 480 Бэ SE 17.3 20.0 2218 m25 
El? 559 585 606 
А151 304 1670 7900 477 14.9 3195 92 12.6 16.6 19.8 2218 254! 
272 402 БДБ 557 582 611 
AISI 316 8238 468 пе 3.48 15.2 SEs 21.3 242 
504 550 576 602 
AISI 347 7978 480 14.2 Sl 15.8 18.9 AOL a 
513 559 585 606 
Lead 601 11,340 129 35.3 24.1 39.7 36.7 34.0 31.4 
118 125 132 142 
Magnesium 923 1740 1024 156 87.6 169 159 153 149 146 
649 934 1074 1170 1267 
Molybdenum 2894 10,240 251 138 53.7 179 143 134 126 118 112 
141 224 261 275 285 295 
Nickel: 
Pure 1728 8900 444 90.7 23.0 164 107 80.2 65.6 67.6 718 
232 383 485 592 530 562 
Nichrome 1672 8400 420 12 3.4 14 16 21 
(80% Ni, 20% Cr) 480 525 545 
Inconel X-750 1665 8510 439 11.7 3.1 8.7 10.3 13.5 17.0 20.5 24.0 
(73% Ni, 15% Cr, 
6.7% Fe) — 372 473 510 546 626 
Niobium 2741 8570 265 557 29.9 55.2 52.6 552 58.2 61.3 64.4 
188 249 274 283 292 301 
Palladium 1827 12,020 244 US 24.5 7/818 TAL 73.6 ow), 86.9 94.2 
168 227 251! 261 201. 23 
Platinum: 
Pure 2045 21,450 133 LG ЕА ПОД 72.6 71.8 73.2 25,685 78.7 
100 125 136 141 IVA) 152 
Alloy 60Pt-40Rh 1800 16,630 162 47 17.4 52 59 65 69 
(60% Pt, 40% Rh) = = = = 
Rhenium 3453 21,100 136 217739) 16.7 58.9 EN) 46.1 44.2 441 44.6 
e 127 129) 145 15111558 
Rhodium 2236 12,450 243 150 49.6 186 154 146 136 127 -121 
147 220 258 274 293 211 


(Continued) 
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ТАВЦА-24 


Properties of solid metals (Concluded) 


Properties at Various Temperatures (K), 





Melting Properties at 300 K k(W/m - K)/c, (J/kg - K) 
Point, p £5 k а х 106 
Composition K kg/m? J/kg-K W/m-K  m2/s_ 100 200 400 600 800 1000 
Silicon 1685 2330 712 148 89.2 884 264 98.9 бИЕЭ ap S 
259 556 790 867 SINE 
Silver 1235 10,500 255 429 174 444 430 425 412 2135) 37/9) 
187 225 239 250 262 277 
Tantalum 3269 16,600 140 57.5 24.7 59.2 57.5 57.8 58.6 59.4 602 
110 133 144 146 149 152 
Thorium 2023 11,700 118 54.0 39.1 59.8 54.6 54.5 55.8 56.9 56.9 
99 112 124 134 145 156 
Tin 505 7310 227 66.6 40.1 85.2 73.3 62.2 
188 215 243 
Titanium 1953 4500 522 21.9 9.32 30.5 24.5 20.4 19.4 19.7 20.7 
300 465 551 591 633 675 
Tungsten 3660 19,300 132 174 68.3 208 186 159 137 125 118 
87 122 137 142 146 148 
Uranium 1406 19,070 116 27.6 17235) 217) 25.1 29.6 34.0 БООМ ons) 
94 108 125 146 176 180 
Vanadium 2192 6100 489 2307 OES) 358 SES ВЛЕЗ 33:3 35 7 SEN 
258 430 $115) 540 555) 5157 
Zinc 693 7140 389 116 2148) 1217 118 111 103 
297 367 402 436 
Zirconium 2125 6570 278 22.7 12.4 ЗЭ?2 2572 21.6 20.7 21í(9 29 


205 264 300 332 342 362 


From Frank P. Incropera and David P. DeWitt, Fundamentals of Heat and Mass Transfer, 3rd ed., 1990. This material is used by permission of John Wiley & 
Sons, Inc. 
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IL АХ-25 


Properties of solid non-metals 


Properties at Various Temperatures (K), 
Properties at 300 K k (W/m - K)y/c,(J/kg - K) 





Melting EE тг 
Point, p C; k а х 106 
Composition K kg/m? J/kg - KW/m- K  m?/s 100 200 400 600 800 1000 
Aluminum oxide, 2323 S00 65 46 11:51 450 82 32.4 lou 1:920) 10.5 
sapphire — — 940 1110 1180 1225 
Aluminum oxide, 23233970765 8(5,0) 113 133 55 26.4 15.48) 10.4 7.85 
polycrystalline — — 940 1110 1180 1225 
Beryllium oxide 27/25, 10000) 080) 272 88.0 196 ПЕВ! 70 47 
1350 1690 1865 118)7/5) 
Вогоп 2573 2500 1105 27.6 9.99 190 52.5 18.7 11.3 8.1 6.3 
- — 1490 1880 2135 2350 
Boron fiber epoxy 590 2080 
(30% vol.) composite 
к, ll to fibers 2.29 2.10 2.23 2.28 
k, L to fibers 0.59 0.37 0.49 0.60 
Cp 1122 364 757 1431 
Carbon 
Amorphous 1500 1950 — 1.60 — 0.67 1.18 1.89 21.9 25417 253 
Diamond, 
type lla — 3500 509 2300 10,000 4000 1540 
insulator 21 194 853 
Graphite, pyrolytic 2273 2210 
k, Il to layers 1950 4970 3230 1390 892 667 534 
k, L to layers 5.70 16.8 9.23 4.09 2.68 2.01 1.60 
Cp 709 136 411 992 1406 1650 1793 
Graphite fiber 450 1400 
epoxy (25% vol.) 
composite 
k, heat flow II to fibers Wied 27 8.7 13.0 
k, heat flow L to fibers 0.87 0.46 0.68 TT 
ёр 935 33m 642 ZAG 
Pyroceram, 1623 2600 808 3.98 1.89 5.25 4.78 3.64 3.28 3.08 2.96 
Corning 9606 — — 908 1038 1122 1197 
Silicon carbide 3100 3160 675 490 230 — — — 87 
880 1050 1135 1195 
Silicon dioxide, 1883 2650 
crystalline (quartz) 
k, Il to c-axis 10.4 39 16.4 7.6 5.0 4.2 
k, L to c-axis 6.21 20.8 9.5 4.70 3.4 3:1 
Cp 745 — — 885 1075 1250 
Silicon dioxide, 1883 2220 745 1.38 0.834 0.69 1.14 ШЕБІ 175 2.17 2.87 
polycrystalline 
(fused silica) — — 905 1040 1105 1155 
Silicon nitride 2173 2400 691 16.0 9.65 - - 13.9 11.3 9.88 8.76 
— 578 778 937 1063 1155 
Sulfur 392 2070 708 0.206 0.141 0.165 0.185 
403 606 
Thorium dioxide 3573 9110 235 13 6.1 10.2 6.6 4.7 3.68 
255 274 285 295 
Titanium dioxide, 2188 4157 Ji 8.4 2.8 ЕО 5102 8.94 3.46 


polycrystalline 805 880 910 930 





© The McGraw-Hill | Ф 
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Emissivities of surfaces 
(a) Metals 
Temperature, Emissivity, Temperature, Emissivity, 
Material K E Material K £ 
Aluminum Magnesium, polished 300-500 0.07-0.13 
Polished 300-900 0.04-0.06 Mercury 300-400 0.09-0.12 
Commercial sheet 400 0.09 Molybdenum 
Heavily oxidized 400-800 0.20-0.33 Polished 300-2000 0.05-0.21 
Anodized 300 0.8 Oxidized 600-800 0.80-0.82 
Bismuth, bright 350 0.34 Nickel 
Brass Polished 500-1200 0.07-0.17 
Highly polished 500-650 0.03-0.04 Oxidized 450-1000 0.37-0.57 
Polished 350 0.09 Platinum, polished 500-1500 0.06-0.18 
Dull plate 300-600 0.22 Silver, polished 300-1000 0.02-0.07 
Oxidized 450-800 0.6 Stainless steel 
Chromium, polished 300-1400 0.08-0.40 Polished 300-1000 0.17-0.30 
Copper Lightly oxidized 600-1000 0.30-0.40 
Highly polished 300 0.02 Highly oxidized 600-1000 0.70-0.80 
Polished 300-500 0.04-0.05 Steel 
Commercial sheet 300 (NIIS Polished sheet 300-500 0.08-0.14 
Oxidized 600-1000 0.5-0.8 Commercial sheet 500-1200 0.20-0.32 
Black oxidized 300 0.78 Heavily oxidized 300 0.81 
Gold Tin, polished 300 0.05 
Highly polished 300-1000 0.03-0.06 | Tungsten 
Bright foil 300 0.07 Polished 300-2500 0.03-0.29 
Iron Filament 3500 0759) 
Highly polished 300-500 0.05-0.07 Zinc 
Case iron 300 0.44 Polished 300-800 0.02-0.05 
Wrought iron 300-500 0.28 Oxidized 300 0.25 
Rusted 300 0.61 
Oxidized 500-900 0.64-0.78 
Lead 
Polished 300-500 0.06-0.08 
Unoxidized, rough 300 0.43 
Oxidized 300 0.63 
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Emissivities of surfaces (Concluded) 


(b) Nonmetals 


Temperature, 

Material K 
Alumina 800-1400 
Aluminum oxide 600-1500 
Asbestos 300 
Asphalt pavement 300 
Brick 

Common 300 

Fireclay 1200 
Carbon filament 2000 
Cloth 300 
Concrete 300 
Glass 

Window 300 

Pyrex 300-1200 

Pyroceram 300-1500 
Ice 273 
Magnesium oxide 400-800 
Masonry 300 
Paints 

Aluminum 300 

Black, lacquer, shiny 300 

Oils, all colors 300 

Red primer 300 

White acrylic 300 

White enamel 300 


Emissivity, 
€ 


0.65-0.45 
0.69-0.41 
0.96 

0:85=0:93 


0:98=0:96 
AE 
0.53 
0.75-0.90 
0.88-0.94 


0.90-0.95 
0.82-0.62 
0.85-0.57 
0.95-0.99 
0:69=0:55 
0.80 


0.40-0.50 
0.88 
0.92-0.96 
0.93 
0.90 
0.90 





Material 


Paper, white 
Plaster, white 
Porcelain, glazed 
Quartz, rough, fused 
Rubber 

Hard 

Soft 
Sand 
Silicon carbide 
Skin, human 
Snow 
Soil, earth 
Soot 
Teflon 
Water, deep 
Wood 

Beech 

Oak 


Temperature, 
K 


300 

300 

300 
600-1500 
300 

DIS 

300 
300-500 
300-500 
273-373 


300 
300 


Emissivity, 


0.93 
0.86 
0.90 
0.87-0.85 
0.95 
0.80-0.90 
0.93-0.96 
0.95 
0.85-0.92 
0.95-0.96 


0.94 
0.90 

















































































































































































































































































































































































































































































































0.1 Эр 
0.09 Laminar Transitional Turbulent 
flow flow flow ir 
0.08 T ms 5c Fully rough turbulent flow ( f levels off) 
0.07 х 0.05 
` 0.04 
0.06 i 
sf 0.03 
0.05 + 
78 0.02 
NI 
< 0.015 
= 0.04 К 
5 x 0.01 
o 
Š 1 0.008 
8 003 Ч 0.006 
E RE 0.004 
> 0.025 mM 
co ` 
A сла 0.002 
N 
er > 0.001 
E | Roughness, = x о. 
| Material ft mm ^. 4 
0.015 . Glass, plastic 0 0 i 0.000: 
L Concrete 0.003-0.03 0.9-9 A bis 
| Wood stave 0.0016 0.5 Smooth pipes 1 0.0002 
Rubber, smoothed 0.000033 0.01 0-0 ыг i 
| Copperorbrasstubing ^ 0.000005 0.0015 T < 0.0001 
L Cast iron 0.00085 0.26 ыг 
0.01 Galvanized iron 0.0005 0.15 = 0.00005 
"^ [ Wrought iron 0.00015 0.046 e/D = 0.000005 | 4 
0.009 L Stainless steel 0.000007 0.002 | "M. 
` L Commercial steel 0.00015 0.045 e/D = 0.000001 
0:008 Lb ei 1 1411 | 111 0.00001 
103 240503 456 8,194 20053456 81095 2000)3 456 81906 20053 4 56 8 107 2010) 3 4 56 8 108 
Reynolds number, Re 
FIGURE A-27 
2 22 : : : Eye eu | 
The Moody chart for the friction factor for fully developed flow in circular pipes for use in the head loss relation h; = f D2z Friction factors in the 
1 eID 2.51 5 
turbulent fl ]uated from the Colebrook поп — = —21 сар : 
urbulent flow are evaluated from the Colebrook equation Vi Ogio (5 Re 1) 
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FIGURE A-28 


Nelson-Obert generalized compressibility chart. 
Used with permission of Dr. Edward E. Obert, University of Wisconsin. 
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ТАВ1ЕАХ-1Е 


Molar mass, gas constant, and critical-point properties 


Gas constant, R Critical-point properties 
Molar 











mass, M Btu/ psia - ft$/ | Temperature, Pressure, Volume, 
Substance Formula lbm/lbmol Ibm - R* Ibm-R* |R psia ft3/Ibmol 
Air — 28.97 0.06855 0.3704 238.5 547 1.41 
Ammonia NH3 17.03 0.1166 0.6301 729.8 1636 1.16 
Argon Ar 39.948 0.04971 0.2686 272 705 1.20 
Benzene СН 78.115 0.02542 0.1374 1012 714 4.17 
Вготіпе Вг, 159.808 0.01243 0.06714 1052 1500 2.17 
n-Butane C4H1o 58.124 0.03417 0.1846 765.2 551 4.08 
Carbon dioxide CO, 44.01 0.04513 0.2438 547.5 1071 1.51 
Carbon monoxide CO 28.011 0.07090 0.3831 240 507 1.49 
Carbon tetrachloride ССІ 153.82 0.01291 0.06976 1001.5 661 4.42 
Chlorine Cl, 70.906 0.02801 0.1517 751 1120 1.99 
Chloroform CHCI; 119.38 0.01664 0.08988 965.8 794 3.85 
Dichlorodifluoromethane (R-12) CCIF, 120.91 0.01643 0.08874 692.4 582 3.49 
Dichlorofluoromethane (R-21) CHCI,F 102.92 0.01930 0.1043 813.0 749 3.16 
Ethane С.Н 30.020 0.06616 0.3574 549.8 708 2.37 
Ethyl alcohol С,Н,/ОН 46.07 0.04311 0.2329 929.0 926 2.68 
Ethylene CH, 28.054 0.07079 0.3825 508.3 742 1.99 
Helium He 4.003 0.4961 2.6809 9.5 33.2 0.926 
n-Hexane Сенд 86.178 0.02305 0.1245 914.2 439 5.89 
Hydrogen (normal) Н, 2.016 0.9851 5.3224 59.9 188.1 1.04 
Krypton Kr 83.80 0.02370 0.1280 376.9 798 1.48 
Methane СН, 16.043 0.1238 0.6688 343.9 673 1.59 
Methyl alcohol CH40H 32.042 0.06198 0.3349 923.7 1154 1.89 
Methyl chloride СН, С1 50.488 0.03934 0.2125 749.3 968 2.29 
Neon Ne 20.183 0.09840 0.5316 80.1 395 0.668 
Nitrogen М, 28.013 0.07090 0.3830 227.1 492 1.44 
Nitrous oxide N50 44.013 0.04512 0.2438 557.4 1054 1.54 
Oxygen 0, 31.999 0.06206 0.3353 278.6 736 1.25 
Ргорапе C4Hg 44.097 0.04504 0.2433 665.9 617 3.20 
Propylene С.Н 42.081 0.04719 0.2550 656.9 670 2.90 
Sulfur dioxide SO, 64.063 0.03100 1.1675 775.2 1143 1.95 
Tetrafluoroethane (R-134a) СЕзСН,Е 102.03 0.01946 0.1052 673.6 588.7 3.19 
Trichlorofluoromethane (R-11) ССЗҒ 137.37 0.01446 0.07811 848.1 635 3.97 
Water H50 18.015 0.1102 0.5956 1164.8 3200 0.90 
Xenon Xe 131.30 0.01513 0.08172 521.55 852 1.90 
*Calculated from R = R,/M, where Р, — 1.98588 Btu/Ibmol - R — 10.7316 psia - ft?/Ibmol - R and M is the molar mass. 


Source: K. A. Kobe and R. E. Lynn, Jr., Chemical Review 52 (1953), pp. 117-236, and ASHRAE, Handbook of Fundamentals (Atlanta, GA: American 
Society of Heating, Refrigerating, and Air-Conditioning Engineers, Inc., 1993), pp. 16.4 and 36.1. 
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Ideal-gas specific heats of various common gases 
(a) At 80°F 
Gas constant, R Cp Cy 
Gas Formula Btu/Ibm - R Btu/Ibm - R Btu/Ibm - R k 
Air — 0.06855 0.240 0.171 1.400 
Argon Ar 0.04971 0.1253 0.0756 1.667 
Butane C4H1o 0.03424 0.415 0.381 1.09 
Carbon dioxide CO; 0.04513 0.203 0.158 1.285 
Carbon monoxide CO 0.07090 0.249 0.178 1.399 
Ethane С.Н 0.06616 0.427 0.361 1.183 
Ethylene CH, 0.07079 0.411 0.340 1.208 
Helium He 0.4961 1.25 0.753 1.667 
Hydrogen Н, 0.9851 3.43 2.44 1.404 
Methane СН, 0.1238 0.532 0.403 1.32 
Меоп Ме 0.09840 0.246 0.1477 1.667 
Nitrogen М, 0.07090 0.248 0.177 1.400 
Осїапе СН а 0.01742 0.409 0.392 1.044 
Охувеп 0, 0.06206 0.219 0.157 1.395 
Ргорапе С.На 0.04504 0.407 0.362 1.124 
Steam H50 0.1102 0.445 0.335 1.329 


Source: Gordon J. Van Wylen and Richard E. Sonntag, Fundamentals of Classical Thermodynamics, English/SI Version, 3rd ed. 
(New York: John Wiley & Sons, 1986), p. 687, Table A-8E. 
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TABLE A-2E 


Ideal-gas specific heats of various common gases (Continued) 
(b) At various temperatures 














Temp., сь Cy Cp Cy Ср С, 
“Р Btu/Ibm -R Btu/lbm- R k Btu/Ibm -R  Btu/Ibm-R k Btu/Ibm -R Btu/Ibm-R k 
Air Carbon dioxide, CO; Carbon monoxide, CO 
40 0.240 0.171 1.401 0.195 0.150 1.300 0.248 0.177 1.400 
100 0.240 0.172 1.400 0.205 0.160 1.283 0.249 0.178 1.399 
200 0.241 0.173 1.397 0.217 0.172 1.262 0.249 0.179 1.397 
300 0.243 0.174 1.394 0.229 0.184 1.246 0.251 0.180 1.394 
400 0.245 0.176 1.389 0.239 0.193 1.233 0.253 0.182 1.389 
500 0.248 0.179 1.383 0.247 0.202 1:223 0.256 0.185 1.384 
600 0.250 0.182 1.377 0.255 0.210 1.215 0.259 0.188 1.377 
700 0.254 0.185 1.371 0.262 0.217 1.208 0.262 0.191 1.371 
800 0.257 0.188 1.365 0.269 0.224 1.202 0.266 0.195 1.364 
900 0.259 0.191 1.358 0.275 0.230 1.197 0.269 0.198 1.357 
1000 0.263 0.195 1.353 0.280 0.235 1.192 0.273 0.202 1,351 
1500 0.276 0.208 1.330 0.298 0.253 1.178 0.287 0.216 1.328 
2000 0.286 0.217 1.312 0.312 0.267 1.169 0.297 0.226 1.314 
Hydrogen, H> Nitrogen, N; Oxygen, O5 
40 3.397 2.412 1.409 0.248 0.177 1.400 0.219 0.156 1.397 
100 3.426 2.441 1.404 0.248 0.178 1.399 0.220 0.158 1.394 
200 3.451 2.466 1.399 0.249 0.178 1.398 0.223 0.161 1.387 
300 3.461 2.476 1.398 0.250 0.179 1.396 0.226 0.164 1.378 
400 3.466 2.480 1.397 0.251 0.180 1.393 0.230 0.168 1.368 
500 3.469 2.484 1.397 0.254 0.183 1.388 0.235 0.173 1.360 
600 3.473 2.488 1.396 0.256 0.185 1.383 0.239 0.177 1.352 
700 3.477 2.492 1.395 0.260 0.189 1.377 0.242 0.181 1.344 
800 3.494 2.509 1.393 0.262 0.191 1.371 0.246 0.184 1.337 
900 3.502 2.519 1.392 0.265 0.194 1.364 0.249 0.187 1.331 
1000 3.513 2.528 1.390 0.269 0.198 1.359 0.252 0.190 1.326 
1500 3.618 2.633 1.374 0.283 0.212 1.334 0.263 0.201 1.309 
2000 3.758 2.773 1.355 0.293 0.222 1.319 0.270 0.208 1.298 


Note: The unit Btu/Ibm - R is equivalent to Btu/Ibm - °F. 


Source: Kenneth Wark, Thermodynamics, 4th ed. (New York: McGraw-Hill, 1983), p. 830, Table A-4. Originally published in Tables of Properties of 
Gases, NBS Circular 564, 1955. 
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TABLE A-2E 


Ideal-gas specific heats of various common gases (Concluded) 

(c) As a function of temperature 
C,= a+ bT + CT? 4 dT? 
(T in R, cy in Btu/Ibmol - R) 











Temperature are 
Substance Formula a b C d range, R Max. Avg. 
Nitrogen М, 6.903 —0.02085 x 10° 0.05957 x 10? Á -0.1176 х 1059 491-3240 0.59 0.34 
Oxygen 0, 6.085 0.2017 х 102 -0.05275 х 1055 0.05372 х 1059 491-3240 1.19 0.28 
Air - 6.713 0.02609 x 107? 0.03540 х 1055  Á-0.08052 x 10-9 491-3240 0.72 0.33 
Hydrogen Н, 6.952 -0.02542 х 1072 0.02952 х 1055 0.03565 х 10-9 491-3240 1.02 0.26 
Carbon monoxide co 6.726 0.02222 x 107? 0.03960 x 1075  -0.09100 x 107? 491-3240 0.89 0137 
Carbon dioxide CO, 5.316 0.79361 x 107? -0.2581 х 10-5 0.3059 x 10-9 491-3240 0.67 0.22 
Water vapor H,0 7.700 0.02552 х 1072 0.07781 х 1075 -0.1472 х 1059 491-3240 0.53 0.24 
Nitric oxide NO 7.008 -0.01247 х 1072 0.07185 x 10  Á-0.1715 х 1059 491-2700 0.97 0.36 
Nitrous oxide №0 5.758 0.7780 х 1072 -0.2596 х 10-5 0.4331 х 10-9 491-2700 0.59 0.26 
Nitrogen dioxide NO, 5.48 0.7583 x 107?  —0.260 x 1075 0.322 х 10-9 491-2700 0.46 0.18 
Ammonia NH3 6.5846 0.34028 x 107? 0.073034 x 107»  -0.27402 x 107? 491-2700 0.91 0.36 
Sulfur 5, 6.499 0.2943 x 107? -0.1200 х 10-5 0.1632 х 10-9 491-3240 0.99 0.38 
Sulfur dioxide SO, 6.157 0.7689 х 102 -0.2810 х 1055 0.3527 х 1059 491-3240 0.45 0.24 
Sulfur trioxide 505 3.918 1935 х102 -08256 х 1055 1328 х 1059 491-2340 0.29 0.13 
Acetylene C,H, 5.21 1.2227 х 1072 -0.4812 х 10-75 0.7457 х 10-9 491-2700 1.46 0.59 
Benzene СН -8.650 6.4322 Xx 107? -2.327 x 10-9 3.179 х 10-9 491-2700 0.34 0.20 
Methanol СНО 4.55 1214 х 102 -0.0898 х 1055 -0.329 x 10^? 491-1800 0.18 0.08 
Ethanol C,H,O 4.75 2.781 Xx 107? -0.7651 x 10-5 0.821 х 10-9 491-2700 0.40 0.22 
Hydrogen chloride НСІ 7.244 -0.1011 х 1022 0.09783 х 1075 -0.1776 х 1059 491-2740 0.22 0.08 
Methane CH, 4.750 0.6666 х 1072 0.09352 x 107? 0.4510 х 1059 491-2740 1.33 0.57 
Ethane С,Н, 1.648 2291 x10? -04722 x 10-5 0.2984 х 10-9 491-2740 0.83 0.28 
Ргорапе C3Hs -0.966 4.004 x 10^? -1.159 x 1075 1300 х 1059 491-2740 0.40 0.12 
n-Butane С.Н; 0.945 4.929 х 1072  -1.352 х 1075 1.433 х 1059 491-2740 0.54 0.24 
i-Butane С.Н, -1.890 5.520 х10:2 -41.696 x 1075 2.044 х 10-9 491-2740 0.25 013 
n-Pentane С.Н}, 1.618 6.028 x 10?  -1.656 x 10759 1.732 х 1059 491-2740 0.56 0.21 
п-Нехапе СН д 1.657 7.328 x10? -2.112 х 105% 2.863 х 1059 491-2740 0.72 0.20 
Ethylene CH, 0.944 2075 х10:2 -0.6151 x 10-5 0.7326 х 10-9 491-2740 0.54 0.13 
Propylene C4Hg 0.753 3.162 х 102 -0.8981 x107 1.008 x 107? 491-2740 0.3 0.17 


Source: Chemical and Process Thermodynamics 3/E by Kyle, B. G., € 2000. Adapted by permission of Pearson Education, Inc., Upper Saddle River, NJ. 
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TABLE A-3E 


Properties of common liquids, solids, and foods (Continued) 
(a) Liquids 








Boiling data at 1 atm Freezing data Liquid properties 
Normal Latent heat of Latent heat Specific 
boiling vaporization, Freezing of fusion, Temperature, Density, heat, c, 
Substance point, °F — A4 Btu/Ibm point, °F — hy, Btu/lbm | °F p Ibm/ft? — Btu/Ibm - R 
Ammonia —27.9 24.54 —107.9 138.6 -27.9 42.6 1.06 
0 41.3 1.083 
40 39.5 1.103 
80 37.5 1.135 
Argon -302.6 69.5 -308.7 12.0 -302.6 87.0 0.272 
Benzene 176.4 169.4 41.9 54.2 68 54.9 0.411 
Brine (20% 
sodium chloride 
by mass) 219.0 — 0,7 — 68 71.8 0.743 
n-Butane 31.1 165.6 —217.3 34.5 31.1 37.5 0.552 
Carbon dioxide —109.2* 99.6 (at 32°F)| —69.8 — 32 57.8 0.583 
Ethanol 172.8 360.5 —173.6 46.9 77 48.9 0.588 
Ethyl alcohol 173.5 368 —248.8 46.4 68 49.3 0.678 
Ethylene glycol 388.6 344.0 12.6 77.9 68 69.2 0.678 
Glycerine 355.8 419 66.0 86.3 68 78.7 0.554 
Helium —452.1 9.80 — — —452.1 9.13 5.45 
Hydrogen —423.0 191.7 -434.5 25.6 -423.0 4.41 2.39 
Isobutane 10.9 157.8 -255.5 45.5 10.9 37.1 0.545 
Kerosene 399-559 108 -12.8 — 68 51.2 0.478 
Mercury 674.1 126.7 —38.0 4.90 77 847 0.033 
Methane —258.7 219.6 296.0 25.1 —258.7 26.4 0.834 
—160 20.0 1.074 
Methanol 148.1 473 -143.9 42.7 77 49.1 0.609 
Nitrogen —320.4 85.4 —346.0 10.9 —320.4 50.5 0.492 
—260 38.2 0.643 
Octane 256.6 131.7 -71.5 77.9 68 43.9 0.502 
Oil (light) — — 77 56.8 0.430 
Oxygen —297.3 91:5 -361.8 5.9 -297.3 71.2 0.408 
Petroleum - 99-165 68 40.0 0.478 
Ргорапе -43.7 184.0 -305.8 34.4 -43.7 36.3 0.538 
32 33.0 0.604 
100 29.4 0.673 
Refrigerant-134a -15.0 93.3 -141.9 — —40 88.5 0.283 
-15 86.0 0.294 
32 80.9 0.318 
90 73.6 0.348 
Water 212 970.1 32 143.5 32 62.4 1.01 
90 62.1 1.00 
150 61.2 1.00 
212 59.8 1.01 








*Sublimation temperature. (At pressures below the triple-point pressure of 75.1 psia, carbon dioxide exists as a solid or gas. Also, the freezing-point 
temperature of carbon dioxide is the triple-point temperature of —69.8°F.) 





| Cengel: Introduction to Back Matter Appendix 2: Property € The McGraw-Hill | Q 
Thermodynamics and Heat Tables and Charts (English Companies, 2008 
Transfer, Second Edition Units) 


Appendix 2 | 815 


TABLE A-3E 


Properties of common liquids, solids, and foods (Concluded) 
(b) Solids (values are for room temperature unless indicated otherwise) 














Specific Specific 
Density, heat, c, Density, heat, c, 
Substance p Ibm/ft? Btu/lbm - R | Substance p Ibm/ft? Btu/Ibm - R 
Metals Nonmetals 
Aluminum Asphalt 132 0.220 
—100°F 0.192 Brick, common 120 0.189 
32°F 0.212 Brick, fireclay (500°C) 144 0.229 
100°F 170 0.218 Concrete 144 0.156 
200°F 0.224 Clay 62.4 0.220 
300°F 0.229 Diamond 151 0.147 
400°F 0.235 Glass, window 169 0.191 
500°F 0.240 Glass, pyrex 139 0.200 
Bronze (76% Cu, 2% Zn, 517 0.0955 Graphite 156 0.170 
2% Al) Granite 169 0.243 
Brass, yellow (65% Cu, 519 0.0955 Gypsum or plaster board 50 0.260 
35% Zn) Ice 
Copper —50°F 0.424 
—60°F 0.0862 O°F 0.471 
O°F 0.0893 20°F 0.491 
100°F 555 0.0925 32°F 57:5 0.502 
200?F 0.0938 Limestone 103 0.217 
390?F 0.0963 Marble 162 0.210 
Iron 490 0.107 Plywood (Douglas fir) 34.0 
Lead 705 0.030 Rubber (soft) 68.7 
Magnesium 108 0.239 Rubber (hard) 71.8 
Nickel 555 0.105 Sand 94.9 
Silver 655 0.056 Stone 93.6 
Steel, mild 489 0.119 Woods, hard (maple, oak, etc.) 45.0 
Tungsten 1211 0.031 Woods, soft (fir, pine, etc.) 32.0 
(c) Foods 
Specific heat, Specific heat, 
Latent Water Latent 
. Btu/lbm - К . Btu/Ibm - R 
Water Freezing . |. |. | . .  heatof content, Freezing . — ^ ^ .  .  heatof 
content, point, Above Below fusion, 96 point, Above Below fusion, 
Food % (mass) °F freezing freezing Btu/Ibm | Food (mass) ЗЕ freezing freezing — Btu/Ibm 
Apples 84 30 0.873 0.453 121 Lettuce 95 32 0.961 0.487 136 
Bananas 75 31 0.801 0.426 108 Milk, whole 88 31 0.905 0.465 126 
Beef round 67 - 0.737 0.402 96 Oranges 87 31 0.897 0.462 125 
Broccoli 90 31 0.921 0.471 129 Potatoes 78 31 0.825 0.435 112 
Butter 16 - - 0.249 23 Salmon fish 64 28 0.713 0.393 92 
Cheese, Swiss 39 14 0.513 0.318 56 Shrimp 83 28 0.865 0.450 119 
Cherries 80 29 0.841 0.441 115 Spinach 93 31 0.945 0.481 134 
Chicken 74 27 0.793 0.423 106 Strawberries 90 31 0.921 0.471 129 
Corn, sweet 74 31 0.793 0.423 106 Tomatoes, ripe 94 31 0.953 0.484 135 
Eggs, whole 74 31 0.793 0.423 106 Turkey 64 - 0.713 0.393 92 
Ice cream 63 22 0.705 0.390 90 Watermelon 93 31 0.945 0.481 134 
Source: Values are obtained from various handbooks and other sources or are calculated. Water content and freezing-point data of foods are from 
ASHRAE, Handbook of Fundamentals, |-P version (Atlanta, GA: American Society of Heating, Refrigerating, and Air-Conditioning Engineers, Inc., 1993), 





Chap. 30, Table 1. Freezing point is the temperature at which freezing starts for fruits and vegetables, and the average freezing temperature for other 
foods. 
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TABLE A-4E 


Saturated water—Temperature table 








Specific volume, Internal energy, Enthalpy, Entropy, 
ft3/Ibm Btu/lbm Btu/lbm Btu/Ibm - R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp.,  press., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
TF Pa psia Vr Vg и; Ug Ug hy Nig hg S, Sig Sg 
32.018 0.08871 0.01602 3299.9 0.000 1021.0 1021.0 0.000 1075.2 1075.2 0.00000 2.18672 2.1867 
35 0.09998 0.01602 2945.7 3.004 1019.0 1022.0 3.004 1073.5 1076.5 0.00609 2.17011 2.1762 
40 0.12173 0.01602 2443.6 8.032 1015.6 1023.7 8.032 1070.7 1078.7 0.01620 2.14271 2.1589 
45 0.14756 0.01602 2035.8 13.05 1012.2 1025.3 13.05 1067.8 1080.9 0.02620 2.11587 2.1421 
50 0.17812 0.01602 1703.1 18.07 1008.9 1026.9 18.07 1065.0 1083.1 0.03609 2.08956 2.1256 
55 0.21413 0.01603 1430.4 23.07 1005.5 1028.6 23.07 1062.2 1085.3 0.04586 2.06377 2.1096 
60 0.25638 0.01604 1206.1 28.08 1002.1 1030.2 28.08 1059.4 1087.4 0.05554 2.03847 2.0940 
65 0.30578 0.01604 1020.8 33.08 998.76 1031.8 33.08 1056.5 1089.6 0.06511 2.01366 2.0788 
70 0.36334 0.01605 867.18 38.08 995.39 1033.5 38.08 1053.7 1091.8 0.07459 1.98931 2.0639 
75 0.43016 0.01606 739.27 43.07 992.02 1035.1 43.07 1050.9 1093.9 0.08398 1.96541 2.0494 
80 0.50745 0.01607 632.41 48.06 988.65 1036.7 48.07 1048.0 1096.1 0.09328 1.94196 2.0352 
85 0.59659 0.01609 542.80 53.06 985.28 1038.3 53.06 1045.2 1098.3 0.10248 1.91892 2.0214 
90 0.69904 0.01610 467.40 58.05 981.90 1040.0 58.05 1042.4 1100.4 0.11161 1.89630 2.0079 
95 0.81643 0.01612 403.74 63.04 978.52 1041.6 63.04 1039.5 1102.6 0.12065 1.87408 1.9947 
100 0.95052 0.01613 349.83 68.03 975.14 1043.2 68.03 1036.7 1104.7 0.12961 1.85225 1.9819 
110 1.2767 0.01617 264.96 78.01 968.36 1046.4 78.02 1031.0 1109.0 0.14728 1.80970 1.9570 
120 1.6951 0.01620 202.94 88.00 961.56 1049.6 88.00 1025.2 1113.2 0.16466 1.76856 1.9332 
130 2.2260 0.01625 157.09 97.99 954.73 1052.7 97.99 1019.4 1117.4 0.18174 1.72877 1.9105 
140 2.8931 0.01629 122.81 107.98 947.87 1055.9 107.99 1013.6 1121.6 0.19855 1.69024 1.8888 
150 3.7234 0.01634 96.929 117.98 940.98 1059.0 117.99 1007.8 1125.7 0.21508 1.65291 1.8680 
160 4.7474 0.01639 77.185 127.98 934.05 1062.0 128.00 1001.8 1129.8 0.23136 1.61670 1.8481 
170 5.9999 0.01645 61.982 138.00 927.08 1065.1 138.02 995.88 1133.9 0.24739 1.58155 1.8289 
180 7.5197 0.01651 50.172 148.02 920.06 1068.1 148.04 989.85 1137.9 0.26318 1.54741 1.8106 


190 9.3497 0.01657 40.920 158.05 912.99 1071.0 158.08 983.76 1141.8 0.27874 1.51421 1.7930 
200 11.538 0.01663 33.613 168.10 905.87 1074.0 168.13 977.60 1145.7 0.29409 1.48191 1.7760 


210 14.136 0.01670 27.798 178.15 898.68 1076.8 178.20 971.35 1149.5 0.30922 1.45046 1.7597 
212 14.709 0.01671 26.782 180.16 897.24 1077.4 180.21 970.09 1150.3 0.31222 1.44427 1.7565 
220 17.201 0.01677 23.136 188.22 891.43 1079.6 188.28 965.02 1153.3 0.32414 1.41980 1.7439 
230 20.795 0.01684 19.374 198.31 884.10 1082.4 198.37 958.59 1157.0 0.33887 1.38989 1.7288 
240 24.985 0.01692 16.316 208.41 876.70 1085.1 208.49 952.06 1160.5 0.35342 1.36069 1.7141 


250 29.844 0.01700 13.816 218.54 869.21 1087.7 218.63 945.41 1164.0 0.36779 1.33216 1.6999 
260 35.447 0.01708 11.760 228.68 861.62 1090.3 228.79 938.65 1167.4 0.38198 1.30425 1.6862 
270 41.877 0.01717 10.059 238.85 853.94 1092.8 238.98 931.76 1170.7 0.39601 1.27694 1.6730 
280 49.222 0.01726 8.6439 249.04 846.16 1095.2 249.20 924.74 1173.9 0.40989 1.25018 1.6601 
290 57.573 0.01735 7.4607 259.26 838.27 1097.5 259.45 917.57 1177.0 0.42361 1.22393 1.6475 


300 67.028 0.01745 6.4663 269.51 830.25 1099.8 269.73 910.24 1180.0 0.43720 1.19818 1.6354 
310 77.691 0.01755 5.6266 279.79 822.11 1101.9 280.05 902.75 1182.8 0.45065 1.17289 1.6235 
320 89.667 0.01765 4.9144 290.11 813.84 1104.0 290.40 895.09 1185.5 0.46396 1.14802 1.6120 
330 103.07 0.01776 4.3076 300.46 805.43 1105.9 300.80 887.25 1188.1 0.47716 1.12355 1.6007 
340 118.02 0.01787 3.7885 310.85 796.87 1107.7 311.24 879.22 1190.5 0.49024 1.09945 1.5897 


350 134.63 0.01799 3.3425 321.29 788.16 1109.4 321.73 870.98 11927 0.50321 1.07570 1.5789 
360 153.03 0.01811 2.9580 331.76 779.28 1111.0 332.28 862.53 1194.8 0.51607 1.05227 1.5683 
370 173.36 0.01823 2.6252 342.29 770.23 1112.5 342.88 853.86 11967 0.52884 1.02914 1.5580 
380 195.74 0.01836 2.3361 352.87 761.00 1113.9 353.53 844.96 1198.5 0.54152 1.00628 1.5478 
390 220.33 0.01850 2.0842 363.50 751.58 1115.1 364.25 835.81 1200.1 0.55411 0.98366 1.5378 
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TABLE A-4E 


Saturated water—Temperature table (Concluded) 











Specific volume, Internal energy, Enthalpy, Entropy, 
ft3/Ibm Btu/Ibm Btu/Ibm Btu/Ibm - R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp.,  press., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
ТЭР P. psia Vr Vg и; Ug Ug hy ЦЭ hg S, Sig Sg 

400 247.26 0.01864 1.8639 374.19 741.97 1116.2 375.04 826.39 1201.4 0.56663 0.96127 1.5279 
410 276.69 0.01878 1.6706 384.94 732.14 1117.1 385.90 816.71 1202.6 0.57907 0.93908 1.5182 
420 308.76 0.01894 1.5006 395.76 722.08 1117.8 396.84 806.74 1203.6 0.59145 0.91707 1.5085 
430 343.64 0.01910 1.3505 406.65 711.80 1118.4 407.86 796.46 1204.3 0.60377 0.89522 1.4990 
440 381.49 0.01926 1.2178 417.61 701.26 1118.9 418.97 785.87 1204.8 0.61603 0.87349 1.4895 
450 422.47 0.01944 1.0999 428.66 690.47 1119.1 430.18 774.94 1205.1 0.62826 0.85187 1.4801 
460 466.75 0.01962 0.99510 439.79 679.39 1119.2 441.48 763.65 1205.1 0.64044 0.83033 1.4708 
470 514.52 0.01981 0.90158 451.01 668.02 1119.0 452.90 751.98 1204.9 0.65260 0.80885 1.4615 
480 565.96 0.02001 0.81794 462.34 656.34 1118.7 464.43 739.91 1204.3 0.66474 0.78739 1.4521 
490 621.24 0.02022 0.74296 473.77 644.32 1118.1 476.09 727.40 1203.5 0.67686 0.76594 1.4428 
500 680.56 0.02044 0.67558 485.32 631.94 1117.3 487.89 714.44 1202.3 0.68899 0.74445 1.4334 
510 744.11 0.02067 0.61489 496.99 619.17 1116.2 499.84 700.99 1200.8 0.70112 0.72290 1.4240 
520 812.11 0.02092 0.56009 508.80 605.99 1114.8 511.94 687.01 1199.0 0.71327 0.70126 1.4145 
530 884.74 0.02118 0.51051 520.76 592.35 1113.1 524.23 672.47 1196.7 0.72546 0.67947 1.4049 
540 962.24 0.02146 0.46553 532.88 578.23 1111.1 536.70 657.31 1194.0 0.73770 0.65751 1.3952 
550 1044.8 0.02176 0.42465 545.18 563.58 1108.8 549.39 641.47 1190.9 0.75000 0.63532 1.3853 
560 1132.7 0.02207 0.38740 557.68 548.33 1106.0 562.31 624.91 1187.2 0.76238 0.61284 1.3752 
570 1226.2 0.02242 0.35339 570.40 532.45 1102.8 575.49 607.55 1183.0 0.77486 0.59003 1.3649 





580 1325.5 0.02279 0.32225 583.37 515.84 1099.2 588.95 589.29 1178.2 0.78748 0.56679 1.3543 
590 1430.8 0.02319 0.29367 596.61 498.43 1095.0 602.75 570.04 1172.8 0.80026 0.54306 1.3433 


600 1542.5 0.02362 0.26737 610.18 480.10 1090.3 616.92 549.67 1166.6 0.81323 0.51871 1.3319 
610 1660.9 0.02411 0.24309 624.11 460.73 1084.8 631.52 528.03 1159.5 0.82645 0.49363 1.3201 
620 1786.2 0.02464 0.22061 638.47 440.14 1078.6 646.62 504.92 1151.5 0.83998 0.46765 1.3076 
630 1918.9 0.02524 0.19972 653.35 418.12 1071.5 662.32 480.07 1142.4 0.85389 0.44056 1.2944 
640 2059.3 0.02593 0.18019 668.86 394.36 1063.2 678.74 453.14 1131.9 0.86828 0.41206 1.2803 


650 2207.8 0.02673 0.16184 685.16 368.44 1053.6 696.08 423.65 1119.7 0.88332 0.38177 1.2651 
660 2364.9 0.02767 0.14444 702.48 339.74 1042.2 714.59 390.84 1105.4 0.89922 0.34906 1.2483 
670 2531.2 0.02884 0.12774 721.23 307.22 1028.5 734.74 353.54 1088.3 0.91636 0.31296 1.2293 
680 2707.3 0.03035 0.11134 742.11 269.00 1011.1 757.32 309.57 1066.9 0.93541 0.27163 1.2070 
690 2894.1 0.03255 0.09451 766.81 220.77 987.6 784.24 253.96 1038.2 0.95797 0.22089 1.1789 


700 3093.0 0.03670 0.07482 801.75 146.50 948.3 822.76 168.32 991.1 0.99023 0.14514 1.1354 
705.10 3200.1 0.04975 0.04975 866.61 0 866.6 896.07 0 896.1 1.05257 0 1.0526 











Source: Tables A-4E through A-8E are generated using the Engineering Equation Solver (EES) software developed by S. A. Klein and F. L. Alvarado. The 
routine used in calculations is the highly accurate Steam IAPWS, which incorporates the 1995 Formulation for the Thermodynamic Properties of Ordinary 
Water Substance for General and Scientific Use, issued by The International Association for the Properties of Water and Steam (IAPWS). This formulation 
replaces the 1984 formulation of Haar, Gallagher, and Kell (NBS/NRC Steam Tables, Hemisphere Publishing Co., 1984), which is also available in EES 
as the routine STEAM. The new formulation is based on the correlations of Saul and Wagner (J. Phys. Chem. Ref. Data, 16, 893, 1987) with modifica- 
tions to adjust to the International Temperature Scale of 1990. The modifications are described by Wagner and Pruss (J. Phys. Chem. Ref. Data, 22, 
783, 1993). The properties of ice are based on Hyland and Wexler, “Formulations for the Thermodynamic Properties of the Saturated Phases of H;O 
from 173.15 K to 473.15 K," ASHRAE Trans., Part 2A, Paper 2793, 1983. 
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TABLE A-5E 


Saturated water—Pressure table 




















Specific volume, Internal energy, Enthalpy, Entropy, 
ft3/Ibm Btu/lbm Btu/lbm Btu/Ibm - R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press., temp., liquid, vapor, liquid, Evap., vapor, liquid, — Evap., vapor, liquid, Evap., vapor, 
P psia TF Vr Vg и; Ug Ug hy ЦЭ hg S, Sig Sg 
1 101.69 0.01614 333.49 69.72 973.99 1043.7 69.72 1035.7 1105.4 0.13262 1.84495 1.9776 
2 126.02 0.01623 173.71 94.02 957.45 1051.5 94.02 1021.7 1115.8 0.17499 1.74444 1.9194 
3 141.41 0.01630 118.70 109.39 946.90 1056.3 109.40 1012.8 1122.2 0.20090 1.68489 1.8858 
4 152.91 0.01636 90.629 120.89 938.97 1059.9 120.90 1006.0 1126.9 0.21985 1.64225 1.8621 
5 162.18 0.01641 73.525 130.17 932.53 1062.7 130.18 1000.5 1130.7 0.23488 1.60894 1.8438 
6 170.00 0.01645 61.982 138.00 927.08 1065.1 138.02 995.88 1133.9 0.24739 1.58155 1.8289 
8 182.81 0.01652 47.347 150.83 918.08 1068.9 150.86 988.15 1139.0 0.26757 1.53800 1.8056 
10 193.16 0.01659 38.425 161.22 910.75 1072.0 161.25 981.82 1143.1 0.28362 1.50391 1.7875 
14.696 211.95 0.01671 26.805 180.12 897.27 1077.4 180.16 970.12 1150.3 0.31215 1.44441 1.7566 
15 212.99 0.01672 26.297 181.16 896.52 10777 181.21 969.47 1150.7 0.31370 1.44441 1.7549 
20 227.92 0.01683 20.093 196.21 885.68 1081.8 196.27 959.93 1156.2 0.33582 1.39606 1.7319 
25 240.03 0.01692 16.307 208.45 876.67 1085.1 208.52 952.03 1160.6 0.35347 1.36060 1.7141 
30 250.30 0.01700 13.749 218.84 868.98 1087.8 218.93 945.21 1164.1 0.36821 1.33132 1.6995 
35 259.25 0.01708 11.901 227.92 862.19 1090.1 228.03 939.16 1167.2 0.38093 1.30632 1.6872 
40 267.22 0.01715 10.501 236.02 856.09 1092.1 236.14 933.69 1169.8 0.39213 1.28448 1.6766 
45 274.41 0.01721 9.4028 243.34 850.52 1093.9 243.49 928.68 1172.2 0.40216 1.26506 1.6672 
50 280.99 0.01727 8.5175 250.05 845.39 1095.4 250.21 924.03 1174.2 0.41125 1.24756 1.6588 
55 287.05 0.01732 7.7882 256.25 840.61 1096.9 256.42 919.70 1176.1 0.41958 1.23162 1.6512 
60 292.69 0.01738 7.1766 262.01 836.13 1098.1 262.20 915.61 1177.8 0.42728 1.21697 1.6442 
65 297.95 0.01743 6.6560 267.41 831.90 1099.3 267.62 911.75 1179.4 0.43443 1.20341 1.6378 
70 302.91 0.01748 6.2075 272.50 827.90 1100.4 272.72 908.08 1180.8 0.44112 1.19078 1.6319 
75 307.59 0.01752 5.8167 277.31 824.09 1101.4 277.55 904.58 1182.1 0.44741 1.17895 1.6264 
80 312.02 0.01757 5.4733 281.87 820.45 11023 282.13 901.22 1183.4 0.45335 1.16783 1.6212 
85 316.24 0.01761 5.1689 286.22 816.97 1103.2 286.50 898.00 1184.5 0.45897 1.15732 1.6163 
90 320.26 0.01765 4.8972 290.38 813.62 1104.0 290.67 894.89 1185.6 0.46431 1.14737 1.6117 
95 324.11 0.01770 4.6532 294.36 810.40 11048 294.67 891.89 1186.6 0.46941 1.13791 1.6073 
100 327.81 0.01774 4.4327 298.19 807.29 1105.5 298.51 888.99 1187.5 0.47427 1.12888 1.6032 
110 334.77 0.01781 4.0410 305.41 801.37 1106.8 305.78 883.44 1189.2 0.48341 1.11201 1.5954 
120 341.25 0.01789 3.7289 312.16 795.79 1107.9 312.55 878.20 1190.8 0.49187 1.09646 1.5883 
130 347.32 0.01796 3.4557 318.48 790.51 1109.0 318.92 873.21 1192.1 0.49974 1.08204 1.5818 
140 353.03 0.01802 3.2202 324.45 785.49 1109.9 324.92 868.45 1193.4 0.50711 1.06858 1.5757 
150 358.42 0.01809 3.0150 330.11 780.69 1110.8 330.61 863.88 1194.5 0.51405 1.05595 1.5700 
160 363.54 0.01815 2.8347 335.49 776.10 1111.6 336.02 859.49 1195.5 0.52061 1.04405 1.5647 
170 368.41 0.01821 2.6749 340.62 771.68 1112.3 341.19 855.25 1196.4 0.52682 1.03279 1.5596 
180 373.07 0.01827 2.5322 345.53 767.42 1113.0 346.14 851.16 1197.3 0.53274 1.02210 1.5548 
190 377.52 0.01833 2.4040 350.24 763.31 1113.6 350.89 847.19 1198.1 0.53839 1.01191 1.5503 
200 381.80 0.01839 2.2882 354.78 759.32 1114.1 355.46 843.33 1198.8 0.54379 1.00219 1.5460 
250 400.97 0.01865 1.8440 375.23 741.02 1116.3 376.09 825.47 1201.6 0.56784 0.95912 1.5270 
300 417.35 0.01890 1.5435 392.89 724.77 1117.7 393.94 809.41 1203.3 0.58818 0.92289 1.5111 
350 431.74 0.01912 1.3263 408.55 709.98 1118.5 409.79 794.65 1204.4 0.60590 0.89143 1.4973 
400 444.62 0.01934 1.1617 422.70 696.31 1119.0 424.13 780.87 1205.0 0.62168 0.86350 1.4852 
450 456.31 0.01955 1.0324 435.67 683.52 1119.2 437.30 767.86 1205.2 0.63595 0.83828 1.4742 
500 467.04 0.01975 0.92819 447.68 671.42 1119.1 449.51 755.48 1205.0 0.64900 0.81521 1.4642 
550 476.97 0.01995 0.84228 458.90 659.91 1118.8 460.93 743.60 1204.5 0.66107 0.79388 1.4550 
600 486.24 0.02014 0.77020 469.46 648.88 1118.3 471.70 732.15 1203.9 0.67231 0.77400 1.4463 
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TABLE A-5E 


Saturated water—Pressure table (Concluded) 








Specific volume, Internal energy, Enthalpy, Entropy, 
ft3/Ibm Btu/lbm Btu/lbm Btu/Ibm - R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Press., temp., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
P psia Тас Vr Vg и; Ug Ug hy Nig hg S, Sig Sg 

700 503.13 0.02051 0.65589 488.96 627.98 1116.9 491.62 710.29 1201.9 0.69279 0.73771 1.4305 

800 518.27 0.02087 0.56920 506.74 608.30 1115.0 509.83 689.48 1199.3 0.71117 0.70502 1.4162 

900 532.02 0.02124 0.50107 523.19 589.54 1112.7 526.73 669.46 1196.2 0.72793 0.67505 1.4030 


1000 544.65 0.02159 0.44604 538.58 571.49 1110.1 542.57 650.03 1192.6 0.74341 0.64722 1.3906 
1200 567.26 0.02232 0.36241 566.89 536.87 1103.8 571.85 612.39 1184.2 0.77143 0.59632 1.3677 


1400 587.14 0.02307 0.30161 592.79 503.50 1096.3 598.76 575.66 1174.4 0.79658 0.54991 1.3465 
1600 604.93 0.02386 0.25516 616.99 470.69 1087.7 624.06 539.18 1163.2 0.81972 0.50645 1.3262 
1800 621.07 0.02470 0.21831 640.03 437.86 1077.9 648.26 502.35 1150.6 0.84144 0.46482 1.3063 
2000 635.85 0.02563 0.18815 662.33 404.46 1066.8 671.82 464.60 1136.4 0.86224 0.42409 1.2863 
2500 668.17 0.02860 0.13076 717.67 313.53 1031.2 730.90 360.79 1091.7 0.91311 0.31988 1.2330 


3000 695.41 0.03433 0.08460 783.39 186.41 969.8 802.45 214.32 1016.8 0.97321 0.18554 1.1587 
3200.1 705.10 0.04975 0.04975 866.61 0 866.6 896.07 0 896.1 1.05257 0 1.0526 
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ТАВ АД-6Е 


Superheated water 


5 


5 


5 























Т V u h Btu/ V u h Btu/ V u h Btu/ 
°F ft3/Ibm Btu/lbm  Btu/lbm Ibm. R | ft3/Ibm Btu/lbm Btu/Ibm Ibm - R | ft3/Ibm Btu/lbm  Btu/lbm Ibm - R 
P — 1.0 psia (101.69?F)* P — 5.0 psia (162.18?F) P — 10 psia (193.16?F) 

Sat/ 333.49 1043.7 1105.4 1.9776 73.525 1062.7 1130.7 1.8438 38.425 1072.0 1143.1 1.7875 
200 392.53 1077.5 1150.1 2.0509 78.153 1076.2 1148.5 1.8716 38.849 1074.5 1146.4 1.7926 
240 416.44 1091.2 1168.3 2.0777 83.009 1090.3 1167.1 1.8989 41.326 1089.1 1165.5 1.8207 
280 440.33 1105.0 1186.5 2.1030 87.838 1104.3 1185.6 1.9246 43.774 1103.4 1184.4 1.8469 
320 464.20 1118.9 1204.8 2.1271 92.650 1118.4 1204.1 1.9490 46.205 1117.6 1203.1 1.8716 
360 488.07 1132.9 1223.3 2.1502 97.452 1132.5 1222.6 1.9722 48.624 1131.9 1221.8 1.8950 
400 511.92 1147.1 1241.8 2.1722 102.25 1146.7 1241.3 1.9944 51.035 1146.2 1240.6 1.9174 
440 535.77 1161.3 1260.4 2.1934 107.08 1160.9 1260.0 2.0156 53.441 1160.5 1259.4 1.9388 
500 571.54 1182.8 1288.6 2.2237 114.21 1182.6 1288.2 2.0461 57.041 1182.2 1287.8 1.9693 
600 631.14 1219.4 1336.2 2.2709 126.15 1219.2 1335.9 2.0933 63.029 1219.0 1335.6 2.0167 
700 690.73 1256.8 1384.6 2.3146 138.09 1256.7 1384.4 2.1371 69.007 1256.5 1384.2 2.0605 
800 750.31 1295.1 1433.9 2.3553 150.02 1294.9 1433.7 2.1778 74.980 1294.8 1433.5 2.1013 

1000 869.47 1374.2 1535.1 2.4299 173.86 1374.2 1535.0 2.2524 86.913 1374.1 1534.9 2.1760 

1200 988.62 1457.1 1640.0 2.4972 197.70 1457.0 1640.0 2.3198 98.840 1457.0 1639.9 2.2433 

1400 1107.8 1543.7 1748.7 2.5590 | 221.54 1543.7 1748.7 2.3816 |110.762 1543.6 1748.6 2.3052 

P — 15 psia (212.99?F) Р = 20 psia (227.92°F) Р = 40 рѕіа (267.22°F) 

Sat. 26.297 1077.7 1150.7 1.7549 20.093 1081.8 1156.2 1.7319 10.501 1092.1 1169.8 1.6766 
240 27.429 1087.8 1163.9 1.7742 20.478 1086.5 1162.3 1.7406 
280 29.085 1102.4 1183.2 1.8010 21.739 1101.4 1181.9 1.7679 10.713 1097.3 1176.6 1.6858 
320 30.722 1116.9 1202.2 1.8260 22.980 1116.1 1201.2 1.7933 11.363 1112.9 1197.1 1.7128 
360 32.348 1131.3 1221.1 1.8496 24.209 1130.7 1220.2 1.8171 11.999 1128.1 1216.9 1.7376 
400 33.965 1145.7 1239.9 1.8721 25.429 1145.1 1239.3 1.8398 12.625 1143.1 1236.5 1.7610 
440 35.576 1160.1 1258.8 1.8936 26.604 1159.7 1258.3 1.8614 13.244 1157.9 1256.0 1.7831 
500 37.986 1181.9 1287.3 1.9243 28.458 1181.6 1286.9 1.8922 14.165 1180.2 1285.0 1.8143 
600 41.988 1218.7 1335.3 1.9718 31.467 1218.5 1334.9 1.9398 15.686 1217.5 1333.6 1.8625 
700 45.981 1256.3 1383.9 2.0156 34.467 1256.1 1383.7 1.9837 17.197 1255.3 1382.6 1.9067 
800 49.967 1294.6 1433.3 2.0565 37.461 1294.5 1433.1 2.0247 18.702 1293.9 1432.3 1.9478 

1000 57.930 1374.0 1534.8 2.1312 43.438 1373.8 1534.6 2.0994 21.700 1373.4 1534.1 2.0227 

1200 65.885 1456.9 1639.8 2.1986 49.407 1456.8 1639.7 2.1668 24.691 1456.5 1639.3 2.0902 

1400 73.836 1543.6 1748.5 2.2604 55.373 1543.5 1748.4 2.2287 27.678 1543.3 1748.1 2.1522 

1600 81.784 1634.0 1861.0 2.3178 61.335 1633.9 1860.9 2.2861 30.662 1633.7 1860.7 2.2096 

Р = 60 psia (292.69?F) P = 80 psia (312.02°F) P = 100 psia (327.81°F) 

Sat. 7.1766 1098.1 1177.8 1.6442 5.4733 1102.3 1183.4 1.6212 4.4327 1105.5 1187.5 1.6032 
320 7.4863 1109.6 1192.7 1.6636 5.5440 1105.9 1187.9 1.6271 
360 7.9259 1125.5 1213.5 1.6897 5.8876 1122.7 1209.9 1.6545 4.6628 1119.8 1206.1 1.6263 
400 8.3548 1140.9 1233.7 1.7138 6.2187 1138.7 1230.8 1.6794 4.9359 1136.4 1227.8 1.6521 
440 8.7766 1156.1 1253.6 1.7364 6.5420 1154.3 1251.2 1.7026 5.2006 1152.4 1248.7 1.6759 
500 9.4005 1178.8 1283.1 1.7682 7.0177 1177.3 1281.2 1.7350 5.5876 1175.9 1279.3 1.7088 
600 10.4256 1216.5 1332.2 1.8168 7./951 1215.4 1330.8 1.7841 6.2167 1214.4 1329.4 1.7586 
700 11.4401 1254.5 1381.6 1.8613 8.5616 1253.8 1380.5 1.8289 6.8344 1253.0 1379.5 1.8037 
800 12.4484 1293.3 1431.5 1.9026 9.3218 1292.6 1430.6 1.8704 7.4457 1292.0 1429.8 1.8453 

1000 14.4543 1373.0 1533.5 1.9777 10.8313 1372.6 1532.9 1.9457 8.6575 1372.2 1532.4 1.9208 

1200 16.4525 1456.2 1638.9 2.0454 12.3331 1455.9 1638.5 2.0135 9.8615 1455.6 1638.1 1.9887 

1400 18.4464 1543.0 1747.8 2.1073 13.8306 1542.8 1747.5 2.0755 11.0612 1542.6 1747.2 2.0508 

1600 20.438 1633.5 1860.5 2.1648 15.3257 1633.3 1860.2 2.1330 12.2584 1633.2 1860.0 2.1083 

1800 22.428 1727.6 1976.6 2.2187 16.8192 1727.5 1976.5 2.1869 13.4541 1727.3 1976.3 2.1622 

2000 24.417 1825.2 2096.3 2.2694 18.3117 1825.0 2096.1 2.2376 14.6487 1824.9 2096.0 2.2130 

















*The temperature in parentheses is the saturation temperature at the specified pressure. 


* Properties of saturated vapor at the specified pressure. 
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ТАВ А-6Е 


Superheated water (Continued) 





























5 5 5 
Т у и h Btu/ у и h Btu/ V u h Btu/ 
°F ft3/Ibm Btu/Ibm  Btu/lbm Ibm - R ft3/Ibm Btu/lbm Btu/lbm Ibm - К ft3/Ibm — Btu/lbm  Btu/lbm Ibm - К 
P= 120 psia (341.25°F) P — 140 psia (353.03?F) P = 160 psia (363.54°F) 

Sat. 3.7289 1107.9 1190.8 1.5883 3.2202 1109.9 1193.4 1.5757 2.8347 1111.6 1195.5 1.5647 
360 3.8446 1116.7 1202.1 1.6023 3.2584 1113.4 1197.8 1.5811 
400 4.0799 1134.0 1224.6 1.6292 3.4676 1131.5 1221.4 1.6092 3.0076 1129.0 1218.0 1.5914 
450 4.3613 1154.5 1251.4 1.6594 3.7147 1152.6 1248.9 1.6403 3.2293 1150.7 1246.3 1.6234 
500 4.6840 1174.4 1277.3 1.6872 3.9525 1172.9 1275.3 1.6686 3.4412 1171.4 1273.2 1.6522 
550 4.9010 1193.9 1302.8 1.7131 4.1845 1192.7 1301.1 1.6948 3.6069 1191.4 1299.4 1.6788 
600 5.1642 1213.4 1328.0 1.7375 4.4124 1212.3 1326.6 1.7195 3.8484 1211.3 1325.2 1.7037 
700 5.6829 1252.2 1378.4 1.7829 4.8604 1251.4 1377.3 1.7652 4.2434 1250.6 1376.3 1.7498 
800 6.1950 1291.4 1429.0 1.8247 5.3017 1290.8 1428.1 1.8072 4.6816 1290.2 1427.3 1.7920 

1000 7.2083 1371.7 1531.8 1.9005 6.1732 1371.3 1531.3 1.8832 5.3968 1370.9 1530.7 1.8682 

1200 8.2137 1455.3 1637.7 1.9684 7.0367 1455.0 1637.3 1.9512 6.1540 1454.7 1636.9 1.9363 

1400 9.2149 1542.3 1746.9 2.0305 7.8961 1542.1 1746.6 2.0134 6.9070 1541.8 1746.3 1.9986 

1600 10.2135 1633.0 1859.8 2.0881 8.7529 1632.8 1859.5 2.0711 7.6574 1632.6 1859.3 2.0563 

1800 11.2106 1727.2 1976.1 2.1420 9.6082 1727.0 1975.9 2.1250 8.4063 1726.9 1975.7 2.1102 

2000 12.2067 1824.8 2095.8 2.1928 10.4624 1824.6 2095.7 2.1758 9.1542 1824.5 2095.5 2.1610 

Р = 180 рѕіа (373.07°Р) Р = 200 рѕіа (381.80°Р) Р = 225 рѕіа (391.80°Р) 

Sat. 2.5322 1113.0 1197.3 1.5548 2.2882 1114.1 1198.8 1.5460 2.0423 1115.3 1200.3 1.5360 
400 2.6490 1126.3 1214.5 1.5752 2.3615 1123.5 1210.9 1.5602 2.0728 1119.7 1206.0 1.5427 
450 2.8514 1148.7 1243.7 1.6082 2.5488 1146.7 1241.0 1.5943 2.2457 1144.1 1237.6 1.5783 
500 3.0433 1169.8 1271.2 1.6376 2.7247 1168.2 1269.0 1.6243 2.4059 1166.2 1266.3 1.6091 
550 3.2286 1190.2 1297.7 1.6646 2.8939 1188.9 1296.0 1.6516 2.5590 1187.2 1293.8 1.6370 
600 3.4097 1210.2 1323.8 1.6897 3.0586 1209.1 1322.3 1.6771 2.7075 1207.7 1320.5 1.6628 
700 3.7635 1249.8 1375.2 1.7361 3.3796 1249.0 1374.1 1.7238 2.9956 1248.0 1372.7 1.7099 
800 4.1104 1289.5 1426.5 1.7785 3.69034 1288.9 1425.6 1.7664 3.2765 1288.1 1424.5 1.7528 
900 4.4531 1329.7 1478.0 1.8179 4.0031 1329.2 1477.3 1.8059 3.5530 1328.5 1476.5 1.7925 

1000 4.7929 1370.5 1530.1 1.8549 4.3099 1370.1 1529.6 1.8430 3.8268 1369.5 1528.9 1.8296 

1200 5.4674 1454.3 1636.5 1.9231 4.9182 1454.0 1636.1 1.9113 4.3689 1453.6 1635.6 1.8981 

1400 6.1377 1541.6 1746.0 1.9855 5.5222 1541.4 1745.7 1.9737 4.9068 1541.1 1745.4 1.9606 

1600 6.8054 1632.4 1859.1 2.0432 6.1238 1632.2 1858.8 2.0315 5.4422 1632.0 1858.6 2.0184 

1800 7.4716 1726.7 1975.6 2.0971 6.7238 1726.5 1975.4 2.0855 5.9760 1726.4 1975.2 2.0724 

2000 8.1367 1824.4 2095.4 2.1479 7.3227 1824.3 2095.3 2.1363 6.5087 1824.1 2095.1 2.1232 

= 250 psia (400.97°F) P — 275 psia (409.45*?F) P = 300 psia (417.35°F) 

Sat. 1.8440 1116.3 1201.6 1.5270 1.6806 1117.0 1202.6 1.5187 1.5435 1117.7 1203.3 1.5111 
450 2.0027 1141.3 1234.0 1.5636 1.8034 1138.5 1230.3 1.5499 1.6869 1135.6 1226.4 1.5369 
500 2.1506 1164.1 1263.6 1.5953 1.9415 1162.0 1260.8 1.5825 1.7670 1159.8 1257.9 1.5706 
550 2.2910 1185.6 1291.5 1.6237 2.0715 1183.9 1289.3 1.6115 1.8885 1182.1 1287.0 1.6001 
600 2.4264 1206.3 1318.6 1.6499 2.1964 1204.9 1316.7 1.6380 2.0046 1203.5 1314.8 1.6270 
650 2.5586 1226.8 1345.1 1.6743 2.3179 1225.6 1343.5 1.6627 2.1172 1224.4 1341.9 1.6520 
700 2.6883 1247.0 1371.4 1.6974 2.4369 1246.0 1370.0 1.6860 2.2273 1244.9 1368.6 1.6755 
800 2.9429 1287.3 1423.5 1.7406 2.6699 1286.5 1422.4 1.7294 2.4424 1285.7 1421.3 1.7192 
900 3.1930 1327.9 1475.6 1.7804 2.8984 1327.3 1474.8 1.7694 2.6529 1326.6 1473.9 1.7593 

1000 3.4403 1369.0 1528.2 1.8177 3.1241 1368.5 1527.4 1.8068 2.8605 1367.9 1526.7 1.7968 

1200 3.9295 1453.3 1635.0 1.8863 3.5700 1452.9 1634.5 1.8755 3.2704 1452.5 1634.0 1.8657 

1400 4.4144 1540.8 1745.0 1.9488 4.0116 1540.5 1744.6 1.9381 3.6759 1540.2 1744.2 1.9284 

1600 4.8969 1631.7 1858.3 2.0066 4.4507 1631.5 1858.0 1.9960 4.0789 1631.3 1857.7 1.9863 

1800 5.3777 1726.2 1974.9 2.0607 4.8882 1726.0 1974.7 2.0501 4.4803 1725.8 1974.5 2.0404 

2000 5.8575 1823.9 2094.9 2.1116 5.3247 1823.8 2094.7 2.1010 4.8807 1823.6 2094.6 2.0913 
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T V u h Btu/ V u h Btu/ V u h Btu/ 
°F ft3/Ibm Btu/lbm Btu/lbm Ibm · К ft3/Ibm Btu/lbm Btu/lbm Ibm -R ft3/Ibm Btu/lbm  Btu/lbm lbm - R 
P = 350 psia (431.74°F) Р = 400 рѕіа (444.62°Р) Р = 450 рѕіа (456.31°Р) 
Sat. 1.3263 1118.5 1204.4 1.4973 1.1617 1119.0 1205.0 1.4852 1.0324 1119.2 1205.2 1.4742 
450 1.3739 1129.3 1218.3 1.5128 1.1747 1122.5 1209.4 1.4901 
500 1.4921 1155.2 1251.9 1.5487 1.2851 1150.4 1245.6 1.5288 1.1233 1145.4 1238.9 1.5103 
550 1.6004 1178.6 1282.2 1.5795 1.3840 1174.9 1277.3 1.5610 1.2152 1171.1 1272.3 1.5441 
600 1.7030 1200.6 1310.9 1.6073 1.4765 1197.6 1306.9 1.5897 1.3001 1194.6 1302.8 1.5737 
650 1.8018 1221.9 1338.6 1.6328 1.5650 1219.4 1335.3 1.6158 1.3807 1216.9 1331.9 1.6005 
700 1.8979 1242.8 1365.8 1.6567 1.6507 1240.7 1362.9 1.6401 1.4584 1238.5 1360.0 1.6253 
800 2.0848 1284.1 1419.1 1.7009 1.8166 1282.5 1417.0 1.6849 1.6080 1280.8 1414.7 1.6706 
900 2.2671 1325.3 1472.2 1.7414 1.9777 1324.0 1470.4 1.7257 1.7526 1322.7 1468.6 1.7117 
1000 2.4464 1366.9 1525.3 1.7791 2.1358 1365.8 1523.9 1.7636 1.8942 1364.7 1522.4 1.7499 
1200 2.7996 1451.7 1633.0 1.8483 2.4465 1450.9 1632.0 1.8331 2.1718 1450.1 1631.0 1.8196 
1400 3.1484 1539.6 1743.5 1.9111 2.7527 1539.0 1742.7 1.8960 2.4450 1538.4 1742.0 1.8827 
1600 3.4947 1630.8 1857.1 1.9691 3.0565 1630.3 1856.5 1.9541 2.7157 1629.8 1856.0 1.9409 
1800 3.8394 1725.4 1974.0 2.0233 3.3586 1725.0 1973.6 2.0084 2.9847 1724.6 1973.2 1.9952 
2000 4.1830 1823.3 2094.2 2.0742 3.6597 1823.0 2093.9 2.0594 3.2527 1822.6 2093.5 2.0462 
Р = 500 psia (467.04°F) P = 600 psia (486.24°F) P = 700 psia (503.13°F) 
Sat. 0.92815 1119.1 1205.0 1.4642 0.77020 1118.3 1203.9 1.4463 0.65589 1116.9 1201.9 1.4305 
500 0.99304 1140.1 1231.9 1.4928 0.79526 1128.2 1216.5 1.4596 
550 1.07974 1167.1 1267.0 1.5284 0.87542 1158.7 1255.9 1.4996 0.72799 1149.5 1243.8 1.4730 
600 1.15876 1191.4 1298.6 1.5590 0.94605 1184.9 1289.9 1.5325 0.79332 1177.9 1280.7 1.5087 
650 1.23312 1214.3 1328.4 1.5865 1.01133 1209.0 1321.3 1.5614 0.85242 1203.4 1313.8 1.5393 
700 1.30440 1236.4 1357.0 1.6117 1.07316 1231.9 1351.0 1.5877 0.90769 1227.2 1344.8 1.5666 
800 1.44097 1279.2 1412.5 1.6576 1.19038 1275.8 1408.0 1.6348 1.01125 1272.4 1403.4 1.6150 
900 1.57252 1321.4 1466.9 1.6992 1.30230 1318.7 1463.3 1.6771 1.10921 1316.0 1459.7 1.6581 
1000 1.70094 1363.6 1521.0 1.7376 1.41097 1361.4 1518.1 1.7160 1.20381 1359.2 1515.2 1.6974 
1100 1.82726 1406.2 1575.3 1.7735 1.51749 1404.4 1572.9 1.7522 1.29621 1402.5 1570.4 1.7341 
1200 1.95211 1449.4 1630.0 1.8075 1.62252 1447.8 1627.9 1.7865 1.38709 1446.2 1625.9 1.7685 
1400 2.1988 1537.8 1741.2 1.8708 1.82957 1536.6 1739.7 1.8501 1.56580 1535.4 1738.2 1.8324 
1600 2.4430 1629.4 1855.4 1.9291 2.0340 1628.4 1854.2 1.9085 1.74192 1627.5 1853.1 1.8911 
1800 2.6856 1724.2 1972.7 1.9834 2.2369 1723.4 1971.8 1.9630 1.91643 1722.7 1970.9 1.9457 
2000 2.9271 1822.3 2093.1 2.0345 2.4387 1821.7 2092.44 2.0141 2.08987 1821.0 2091.7 1.9969 
P = 800 psia (518.27°F) Р = 1000 рѕіа (544.65°Р) Р = 1250 psia (572.45°F) 
Sat. 0.56920 1115.0 1199.3 1.4162 0.44604 1110.1 1192.6 1.3906 0.34549 1102.0 1181.9 1.3623 
550 0.61586 1139.4 1230.5 1.4476 0.45375 1115.2 1199.2 1.3972 
600 0.67799 1170.5 1270.9 1.4866 0.51431 1154.1 1249.3 1.4457 0.37894 1129.5 1217.2 1.3961 
650 0.73279 1197.6 1306.0 1.5191 0.56411 1185.1 1289.5 1.4827 0.42703 1167.5 1266.3 1.4414 
700 0.78330 1222.4 1338.4 1.5476 0.60844 1212.4 1325.0 1.5140 0.46735 1198.7 1306.8 1.4771 
750 0.83102 1246.0 1369.1 1.5735 0.64944 1237.6 1357.8 1.5418 0.50344 1226.4 1342.9 1.5076 
800 0.87678 1268.9 1398.7 1.5975 0.68821 1261.7 1389.0 1.5670 0.53687 1252.2 1376.4 1.5347 
900 0.96434 1313.3 1456.0 1.6413 0.76136 1307.7 1448.6 1.6126 0.59876 1300.5 1439.0 1.5826 
1000 1.04841 1357.0 1512.2 1.6812 0.83078 1352.5 1506.2 1.6535 0.65656 1346.7 1498.6 1.6249 
1100 1.13024 1400.7 1568.0 1.7181 0.89783 1396.9 1563.1 1.6911 0.71184 1392.2 1556.8 1.6635 
1200 1.21051 1444.6 1623.8 1.7528 0.96327 1441.4 1619.7 1.7263 0.76545 1437.4 1614.5 1.6993 
1400 1.36797 1534.2 1736.7 1.8170 1.09101 1531.8 1733.7 1.7911 0.86944 1528.7 1729.8 1.7649 
1600 1.52283 1626.5 1851.9 1.8759 1.21610 1624.6 1849.6 1.8504 0.97072 1622.2 1846.7 1.8246 
1800 1.67606 1721.9 1970.0 1.9306 1.33956 1720.3 1968.2 1.9053 1.07036 1718.4 1966.0 1.8799 
2000 1.82823 1820.4 2091.0 1.9819 1.46194 1819.1 2089.6 1.9568 1.16892 1817.5 2087.9 1.9315 
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ШН 3 


Superheated water (Concluded) 
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Т V u h Btu/ V u h Btu/ V u h Btu/ 
°F ft?/Ibm — Btu/lbm  Btu/lbm Ibm-R ft?/Ibm Btu/lbm Btu/lbm lbm-R ft?/Ibm Btu/lbm  Btu/lbm lIbm-R 
P = 1500 psia (596.26°F) P = 1750 psia (617.17°F) P = 2000 psia (635.85°F) 
Sat. 0.27695 1092.1 1169.0 1.3362 0.22681 1080.5 1153.9 1.3112 0.18815 1066.8 1136.4 1.2863 
600 0.28189 1097.2 1175.4 1.3423 
650 0.33310 1147.2 1239.7 1.4016 0.26292 1122.8 1207.9 1.3607 0.20586 1091.4 1167.6 1.3146 
700 0.37198 1183.6 1286.9 1.4433 0.30252 1166.8 1264.7 1.4108 0.24894 1147.6 1239.8 1.3783 
750 0.40535 1214.4 1326.9 1.4771 0.33455 1201.5 1309.8 1.4489 0.28074 1187.4 1291.3 1.4218 
800 0.43550 1242.2 1363.1 1.5064 0.36266 1231.7 1349.1 1.4807 0.30763 1220.5 1334.3 1.4567 
850 0.46356 1268.2 1396.9 1.5328 0.38835 1259.3 1385.1 1.5088 0.33169 1250.0 1372.8 1.4867 
900 0.49015 1293.1 1429.2 1.5569 0.41238 1285.4 1419.0 1.5341 0.35390 1277.5 1408.5 1.5134 
1000 0.54031 1340.9 1490.8 1.6007 0.45719 1334.9 1482.9 1.5796 0.39479 1328.7 1474.9 1.5606 
1100 0.58781 1387.3 1550.5 1.6402 0.49917 1382.4 1544.1 1.6201 0.43266 1377.5 1537.6 1.6021 
1200 0.63355 1433.3 1609.2 1.6767 0.53932 1429.2 1603.9 1.6572 0.46864 1425.1 1598.5 1.6400 
1400 0.72172 1525.7 1726.0 1.7432 0.61621 1522.6 1722.1 1.7245 0.53708 1519.5 1718.3 1.7081 
1600 0.80714 1619.8 1843.8 1.8033 0.69031 1617.4 1840.9 1.7852 0.60269 1615.0 1838.0 1.7693 
1800 0.89090 1716.4 1963.7 1.8589 0.76273 1714.5 1961.5 1.8410 0.66660 1712.5 1959.2 1.8255 
2000 0.97358 1815.9 2086.1 1.9108 0.83406 1814.2 2084.3 1.8931 0.72942 1812.6 2082.6 1.8778 
P = 2500 psia (668.17°F) P = 3000 psia (695.41°F) P = 3500 psia 
Sat. 0.13076 1031.2 1091.7 1.2330 0.08460 969.8 1016.8 1.1587 
650 0.02492 663.7 679.9 0.8632 
700 0.16849 1098.4 1176.3 1.3072 0.09838 1005.3 1059.9 1.1960 0.03065 760.0 779.9 0.9511 
750 0.20327 1154.9 1249.0 1.3686 0.14840 1114.1 1196.5 1.3118 0.10460 1057.6 1125.4 1.2434 
800 0.22949 1195.9 1302.0 1.4116 0.17601 1167.5 1265.3 1.3676 0.13639 1134.3 1222.6 1.3224 
850 0.25174 1230.1 1346.6 1.4463 0.19771 1208.2 1317.9 1.4086 0.15847 1183.8 1286.5 1.3721 
900 0.27165 1260.7 1386.4 1.4761 0.21640 1242.8 1362.9 1.4423 0.17659 1223.4 1337.8 1.4106 
950 0.29001 1289.1 1423.3 1.5028 0.23321 1273.9 1403.3 1.4716 0.19245 1257.8 1382.4 1.4428 
1000 0.30726 1316.1 1458.2 1.5271 0.24876 1302.8 1440.9 1.4978 0.20687 1289.0 1423.0 1.4711 
1100 0.33949 1367.3 1524.4 1.5710 0.27732 1356.8 1510.8 1.5441 0.23289 1346.1 1496.9 1.5201 
1200 0.36966 1416.6 1587.6 1.6103 0.30367 1408.0 1576.6 1.5850 0.25654 1399.3 1565.4 1.5627 
1400 0.42631 1513.3 1710.5 1.6802 0.35249 1507.0 1702.7 1.6567 0.29978 1500.7 1694.8 1.6364 
1600 0.48004 1610.1 1832.2 1.7424 0.39830 1605.3 1826.4 1.7199 0.33994 1600.4 1820.5 1.7006 
1800 0.53205 1708.6 1954.8 1.7991 0.44237 1704.7 1950.3 1.7773 0.37833 1700.8 1945.8 1.7586 
2000 0.58295 1809.4 2079.1 1.8518 0.48532 1806.1 2075.6 1.8304 0.41561 1802.9 2072.1 1.8121 
Р = 4000 рѕіа Р = 5000 рѕіа Р = 6000 рѕіа 
650 0.02448 657.9 676.1 0.8577 0.02379 648.3 670.3 0.8485 0.02325 640.3 666.1 0.8408 
700 0.02871 742.3 763.6 0.9347 0.02678 721.8 746.6 0.9156 0.02564 708.1 736.5 0.9028 
750 0.06370 962.1 1009.2 1.1410 0.03373 821.8 853.0 1.0054 0.02981 788.7 821.8 0.9747 
800 0.10520 1094.2 1172.1 1.2734 0.05937 986.9 1041.8 1.1581 0.03949 897.1 941.0 1.0711 
850 0.12848 1156.7 1251.8 1.3355 0.08551 1092.4 1171.5 1.2593 0.05815 1018.6 1083.1 1.1819 
900 0.14647 1202.5 1310.9 1.3799 0.10390 1155.9 1252.1 1.3198 0.07584 1103.5 1187.7 1.2603 
950 0.16176 1240.7 1360.5 1.4157 0.11863 1203.9 1313.6 1.3643 0.09010 1163.7 1263.7 1.3153 
1000 0.17538 1274.6 1404.4 1.4463 0.13128 1244.0 1365.5 1.4004 0.10208 1211.4 1324.7 1.3578 
1100 0.19957 1335.1 1482.8 1.4983 0.15298 1312.2 1453.8 1.4590 0.12211 1288.4 1424.0 1.4237 
1200 0.22121 1390.3 1554.1 1.5426 0.17185 1372.1 1531.1 1.5070 0.13911 1353.4 1507.8 1.4758 
1300 0.24128 1443.0 1621.6 1.5821 0.18902 1427.8 1602.7 1.5490 0.15434 1412.5 1583.8 1.5203 
1400 0.26028 1494.3 1687.0 1.6182 0.20508 1481.4 1671.1 1.5868 0.16841 1468.4 1655.4 1.5598 
1600 0.29620 1595.5 1814.7 1.6835 0.23505 1585.6 1803.1 1.6542 0.19438 1575.7 1791.5 1.6294 
1800 0.33033 1696.8 1941.4 1.7422 0.26320 1689.0 1932.5 1.7142 0.21853 1681.1 1923.7 1.6907 
2000 0.36335 1799.7 2068.6 1.7961 0.29023 1793.2 2061.7 1.7689 0.24155 1786.7 2054.9 1.7463 
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TABLE A—7E 
Compressed liquid water 


T V u h 5 V u h 5 V u h 5 
°F  ft3/lbm Btu/Ibm Btu/lbm Btu/lbm-R | ft?/lbm Btu/lbm Btu/lbm Btu/Ibm-R | ft3/Ipm Btu/lbm  Btu/lbm Btu/lbm -R 





P — 500 psia (467.04°F) P — 1000 psia (544.65*F) P = 1500 psia (596.26°F) 





Sat. 0.019750 447.68 449.51 0.64900 | 0.021595 538.58 542.57 0.74341 | 0.023456 605.07 611.58 0.80836 
32 0.015994 0.01 1.49 0.00001 | 0.015966 0.03 2.99 0.00005 | 0.015939 0.05 4.48 0.00008 
50 0.015998 18.03 19.51 0.03601 | 0.015972 17.99 20.95 0.03593 | 0.015946 17.95 22.38 0.03584 
100 0.016107 67.86 69.35 0.12930 | 0.016083 67.69 70.67 0.12899 | 0.016059 67.53 71.98 0.12869 
150 0.016317 117.70 119.21 0.21462 | 0.016292 117.42 120.43 0.21416 | 0.016267 117.14 121.66 0.21369 
200 0.016607 167.70 169.24 0.29349 | 0.016580 167.31 170.38 0.29289 | 0.016553 166.92 171.52 0.29229 
250 0.016972 218.04 219.61 0.36708 | 0.016941 217.51 220.65 0.36634 | 0.016911 217.00 221.69 0.36560 
300 0.017417 268.92 270.53 0.43641 | 0.017380 268.24 271.46 0.43551 | 0.017345 267.57 272.39 0.43463 
350 0.017954 320.64 322.30 0.50240 | 0.017910 319.77 323.08 0.50132 | 0.017866 318.91 323.87 0.50025 
400 0.018609 373.61 375.33 0.56595 | 0.018552 372.48 375.91 0.56463 | 0.018496 371.37 376.51 0.56333 
450 0.019425 428.44 430.24 0.62802 | 0.019347 426.93 430.51 0.62635 | 0.019271 425.47 430.82 0.62472 





500 0.020368 484.03 487.80 0.68764 | 0.020258 482.01 487.63 0.68550 
550 0.021595 542.50 548.50 0.74731 
P = 2000 psia (635.85°F) P = 3000 psia (695.41°F) P = 5000 psia 





Sat. 0.025634 662.33 671.82 0.86224 | 0.034335 783.39 802.45 0.97321 
32 0.015912 0.07 5.96 0.00010 | 0.015859 0.10 8.90 0.00011 | 0.015756 0.13 14.71 0.00002 
50 0.015921 17.91 23.80 0.03574 | 0.015870 17.83 26.64 0.03554 | 0.015773 17.65 32.25 0.03505 
100 0.016035 67.36 73.30 0.12838 | 0.015988 67.04 75.91 0.12776 | 0.015897 66.41 81.12 0.12652 
200 0.016527 166.54 172.66 0.29170 | 0.016475 165.79 174.94 0.29053 | 0.016375 164.36 179.51 0.28824 
300 0.017310 266.92 273.33 0.43376 | 0.017242 265.65 275.22 0.43204 | 0.017112 263.24 279.07 0.42874 
400 0.018442 370.30 377.12 0.56205 | 0.018338 368.22 378.41 0.55959 | 0.018145 364.35 381.14 0.55492 
450 0.019199 424.06 431.16 0.62314 | 0.019062 421.36 431.94 0.62010 | 0.018812 416.40 433.80 0.61445 
500 0.020154 480.08 487.54 0.68346 | 0.019960 476.45 487.53 0.67958 | 0.019620 469.94 488.10 0.67254 
560 0.021739 552.21 560.26 0.75692 | 0.021405 546.59 558.47 0.75126 | 0.020862 537.08 556.38 0.74154 
600 0.023317 605.77 614.40 0.80898 | 0.022759 597.42 610.06 0.80086 | 0.021943 584.42 604.72 0.78803 
640 0.024765 654.52 668.27 0.85476 | 0.023358 634.95 656.56 0.83603 
680 0.028821 728.63 744.64 0.92288 | 0.025366 690.67 714.14 0.88745 
700 0.026777 721.78 746.56 0.91564 
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TABLE A-8E 


Saturated ice—water vapor 





Specific volume, Internal energy, Enthalpy, Entropy, 
Ss ft3/Ibm Btu/Ibm Btu/Ibm Btu/lbm - R 
press., Set. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp. Pa ice, vapor, ice, Subl., vapor, ice, Subl., vapor, ice, Subl., vapor, 
T?F psia Vj Vg u; Ui Us hj hig hg Sj Sig S, 





32.018 0.08871 0.01747 3299.6 -143.34 1164.2 1020.9 -143.34 1218.3 1075.0 -0.29146 2.4779 2.1864 
32 0.08864 0.01747 3302.6 -143.35 1164.2 10209 -143.35 1218.4 1075.0 -0.29148 2.4779 2.1865 
30 0.08086 0.01747 3605.8 -144.35 1164.6 1020.2 -144.35 1218.5 1074.2 -0.29353 2.4883 2.1948 
25 0.06405 0.01746 4505.8 —146.85 1165.4 1018.6 -146.85 1218.8 1072.0 -0.29865 2.5146 2.2160 
20 0.05049 0.01746 5657.6 -149.32 1166.2 1016.9 -149.32 1219.1 1069.8 -0.30377 2.5414 2.2376 
15 0.03960 0.01745 7138.9 -151.76 1167.0 1015.2 -151.76 1219.3 1067.6 -0.30889 2.5687 2.2598 
10 0.03089 0.01744 9054.0 -154.18 1167.8 1013.6 -154.18 1219.5 1065.4 -0.31401 2.5965 2.2825 
5 0.02397 0.01743 11,543 -156.57 1168.5 1011.9 -156.57 1219.7 1063.1 -0.31913 2.6248 2.3057 

0 0.01850 0.01743 14,797  -158.94 1169.2 1010.3 -158.94 1219.9 1060.9 -0.32426 2.6537 2.3295 
-5 0.01420 0.01742 19,075 -161.28 1169.9 1008.6 -161.28 1220.0 1058.7 -0.32938 2.6832 2.3538 
-10 0.01083 0.01741 24,731 -163.60 1170.6 1007.0 -163.60 1220.1 1056.5 -0.33451 2.7133 2.3788 
-15 0.00821 0.01740 32,257  -165.90 1171.2 1005.3 -165.90 1220.2 1054.3 -0.33964 2.7440 2.4044 
-20 0.00619 0.01740 42,335 -168.16 1171.8 1003.6 -168.16 1220.3 1052.1 -0.34478 2.7754 2.4306 
=25 0.00463 0.01739 55,917  -170.41 1172.4 10020 -170.41 1220.3 1049.9 -0.34991 2.8074 2.4575 
-30 0.00344 0.01738 74,345  -—172.63 1173.0 1000.3 -172.63 1220.3 1047.7 -0.35505 2.8401 2.4850 
-35 0.00254 0.01738 99,526  —-174.83 1173.5 998.7  —174.83 1220.3 1045.5 -0.36019 2.8735 2.5133 
-40 0.00186 0.01737 134,182 -177.00 1174.0 997.0 -—177.00 1220.3 1043.3 -0.36534 2.9076 2.5423 
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T-s diagram for water. 
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Source: Joseph H. Keenan, Frederick G. Keyes, Philip G. Hill, and Joan G. Moore, Steam Tables (New York: John Wiley & Sons, 1969). 
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FIGURE A-10E 
Mollier diagram for water. 


Source: Joseph H. Keenan, Frederick G. Keyes, 
Philip G. Hill, and Joan G. Moore, Steam Tables 
(New York: John Wiley & Sons, 1969). 
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TABLE A-11E 


Saturated refrigerant-134a—Temperature table 





Specific volume, Internal energy, Enthalpy, Entropy, 
ft?/Ibm Btu/Ibm Btu/Ibm Btu/Ibm - R 
Set. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp., press., liquid, vapor, liquid, Емар., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
Т°Е Р, рѕіа v; 2 и; Ug Ug he hig hg S, Sig Sg 





-40 7.432 0.01130 5.7796 -0.016 89.167 89.15 0.000 97.100 97.10 0.00000 0.23135 0.23135 
-35 8.581 0.01136 5.0509 1.484 88.352 89.84 1.502 96.354 97.86 0.00355 0.22687 0.23043 
-30 9.869 0.01143 4.4300 2.990 87.532 90.52 3.011 95.601 98.61 0.00708 0.22248 0.22956 
220 11.306 0.01150 3.8988 4.502 86.706 91.21 4.526 94.839 99.36 0.01058 0.21817 0.22875 
-20 12.906 0.01156 3.4426 6.019 85.874 91.89 6.047 94.068 100.12 0.01405 0.21394 0.22798 
-15 14.680 0.01163 3.0494 7.543 85.036 92.58 7.574 93.288 100.86 0.01749 0.20978 0.22727 
-10 16.642 0.01171 2.7091 9.073 84.191 93.26 9.109 92.498 101.61 0.02092 0.20569 0.22660 


=5 18.806 0.01178 2.4137 10.609 83.339 93.95 10.650 91.698 102.35 0.02431 0.20166 0.22598 
0 21.185 0.01185 2.1564 12.152 82.479 94.63 12.199 90.886 103.08 0.02769 0.19770 0.22539 
5 23.793 0.01193 1.9316 13.702 81.610 95.31 13.755 90.062 103.82 0.03104 0.19380 0.22485 

10 26.646 0.01201 1.7345 15.259 80.733 95.99 15.318 89.226 104.54 0.03438 0.18996 0.22434 

15 29.759 0.01209 1.5612 16.823 79.846 96.67 16.889 88.377 105.27 0.03769 0.18617 0.22386 


20 33.147 0.01217 1.4084 18.394 78.950 97.34 18.469 87.514 105.98 0.04098 0.18243 0.22341 
25 36.826 0.01225 1.2732 19.973 78.043 98.02 20.056 86.636 106.69 0.04426 0.17874 0.22300 
30 40.813 0.01234 1.1534 21.560 77.124 98.68 21.653 85.742 107.40 0.04752 0.17509 0.22260 
35 45.124 0.01242 1.0470 23.154 76.195 99.35 23.258 84.833 108.09 0.05076 0.17148 0.22224 
40 49.776 0.01251 0.95205 24.757 75.253 100.01 24.873 83.907 108.78 0.05398 0.16791 0.22189 
45 54.787 0.01261 0.86727 26.369 74.298 100.67 26.497 82.963 109.46 0.05720 0.16437 0.22157 
50 60.175 0.01270 0.79136 27.990 73.329 101.32 28.131 82.000 110.13 0.06039 0.16087 0.22127 
55 65.957 0.01280 0.72323 29.619 72.346 101.97 29.775 81.017 110.79 0.06358 0.15740 0.22098 


60 72.152 0.01290 0.66195 31.258 71.347 102.61 31.431 80.013 111.44 0.06675 0.15396 0.22070 
65 78.780 0.01301 0.60671 32.908 70.333 103.24 33.097 78.988 112.09 0.06991 0.15053 0.22044 
70 85.858 0.01312 0.55681 34.567 69.301 103.87 34.776 77.939 112.71 0.07306 0.14713 0.22019 
75 93.408 0.01323 0.51165 36.237 68.251 104.49 36.466 76.866 113.33 0.07620 0.14375 0.21995 
80 101.45 0.01334 0.47069 37.919 67.181 105.10 38.169 75.767 113.94 0.07934 0.14038 0.21972 
85 110.00 0.01347 0.43348 39.612 66.091 105.70 39.886 74.641 114.53 0.08246 0.13703 0.21949 
90 119.08 0.01359 0.39959 41.317 64.979 106.30 41.617 73.485 115.10 0.08559 0.13368 0.21926 


95 128.72 0.01372 0.36869 43.036 63.844 106.88 43.363 72.299 115.66 0.08870 0.13033 0.21904 
100 138.93 0.01386 0.34045 44.768 62.683 107.45 45.124 71.080 116.20 0.09182 0.12699 0.21881 
105 149.73 0.01400 0.31460 46.514 61.496 108.01 46.902 69.825 116.73 0.09493 0.12365 0.21858 
110 161.16 0.01415 0.29090 48.276 60.279 108.56 48.698 68.533 117.23 0.09804 0.12029 0.21834 
115 173.23 0.01430 0.26913 50.054 59.031 109.08 50.512 67.200 117.71 0.10116 0.11693 0.21809 


120 185.96 0.01446 0.24909 51.849 57.749 109.60 52.346 65.823 118.17 0.10428 0.11354 0.21782 
130 213.53 0.01482 0.21356 55.495 55.071 110.57 56.080 62.924 119.00 0.11054 0.10670 0.21724 
140 244.06 0.01521 0.18315 59.226 52.216 111.44 59.913 59.801 119.71 0.11684 0.09971 0.21655 
150 277.79 0.01567 0.15692 63.059 49.144 112.20 63.864 56.405 120.27 0.12321 0.09251 0.21572 
160 314.94 0.01619 0.13410 67.014 45.799 112.81 67.958 52.671 120.63 0.12970 0.08499 0.21469 
170 355.80 0.01681 0.11405 71.126 42.097 113.22 72.233 48.499 120.73 0.13634 0.07701 0.21335 
180 400.66 0.01759 0.09618 75.448 37.899 113.35 76.752 43.726 120.48 0.14323 0.06835 0.21158 
190 449.90 0.01860 0.07990 80.082 32.950 113.03 81.631 38.053 119.68 0.15055 0.05857 0.20911 
200 504.00 0.02009 0.06441 85.267 26.651 111.92 87.140 30.785 117.93 0.15867 0.04666 0.20533 
210 563.76 0.02309 0.04722 91.986 16.498 108.48 94.395 19.015 113.41 0.16922 0.02839 0.19761 














Source: Tables A-11E through A-13E are generated using the Engineering Equation Solver (EES) software developed by S. A. Klein and F. L. Alvarado. 
The routine used in calculations is the R134a, which is based on the fundamental equation of state developed by R. Tillner-Roth and H.D. Baehr, 

“An International Standard Formulation for the Thermodynamic Properties of 1,1,1,2-Tetrafluoroethane (HFC-134a) for Temperatures from 170 K to 

455 K and Pressures up to 70 MPa,” J. Phys. Chem, Ref. Data, Vol. 23, No. 5, 1994. The enthalpy and entropy values of saturated liquid are set to zero 
at —40°C (and —40°F). 
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TABLE A-12E 


Saturated refrigerant-134a—Pressure table 

















Specific volume, Internal energy, Enthalpy, Entropy, 
ft3/Ibm Btu/lbm Btu/lbm Btu/Ibm - R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press., temp., liquid, vapor, liquid, Evap., vapor, liquid, Evap., vapor, liquid, Evap., vapor, 
P psia T^?F Vr Vg и; Ug Ug h; Nig hg S, Sig Sg 
5 —53.09 0.01113 8.3785  -3.918 91.280 87.36 -3.907 99.022 95.11 -0.00945 0.24353 0.23408 
10 —29.52 0.01144 4.3753 3.135 87.453 90.59 3.156 95.528 98.68 0.00742 0.22206 0.22948 
15 —14.15 0.01165 2.9880 7.803 84.893 92.70 7.835 93.155 100.99 0.01808 0.20908 0.22715 
20 —2.43 0.01182 2.2772 11.401 82.898 94.30 11.445 91.282 102.73 0.02605 0.19962 0.22567 
25 7.17 0.01196 1.8429 14.377 81.231 95.61 14.432 89.701 104.13 0.03249 0.19213 0.22462 
30 15.37 0.01209 1.5492 16.939 79.780 96.72 17.006 88.313 105.32 0.03793 0.18589 0.22383 
35 22.57 0.01221 1.3369 19.205 78.485 97.69 19.284 87.064 106.35 0.04267 0.18053 0.22319 
40 29.01 0.01232 1.1760 21.246 77.307 98.55 21.337 85.920 107.26 0.04688 0.17580 0.22268 
45 34.86 0.01242 1.0497 23.110 76.221 99.33 23.214 84.858 108.07 0.05067 0.17158 0.22225 
50 40.23 0.01252 0.94791 24.832 75.209 100.04 24.948 83.863 108.81 0.05413 0.16774 0.22188 
55 45.20 0.01261 0.86400 26.435 74.258 100.69 26.564 82.924 109.49 0.05733 0.16423 0.22156 
60 49.84 0.01270 0.79361 27.939 73.360 101.30 28.080 82.030 110.11 0.06029 0.16098 0.22127 
65 54.20 0.01279 0.73370 29.357 72.505 101.86 29.510 81.176 110.69 0.06307 0.15796 0.22102 
70 58.30 0.01287 0.68205 30.700 71.688 102.39 30.867 80.357 111.22 0.06567 0.15512 0.22080 
75 62.19 0.01295 0.63706 31.979 70.905 102.88 32.159 79.567 111.73 0.06813 0.15245 0.22059 
80 65.89 0.01303 0.59750 33.201 70.151 103.35 33.394 78.804 112.20 0.07047 0.14993 0.22040 
85 69.41 0.01310 0.56244 34.371 69.424 103.79 34.577 78.064 112.64 0.07269 0.14753 0.22022 
90 72.78 0.01318 0.53113 35.495 68.719 104.21 35.715 77.345 113.06 0.07481 0.14525 0.22006 
95 76.02 0.01325 0.50301 36.578 68.035 104.61 36.811 76.645 113.46 0.07684 0.14307 0.21991 
100 79.12 0.01332 0.47760 37.623 67.371 104.99 37.869 75.962 113.83 0.07879 0.14097 0.21976 
110 85.00 0.01347 0.43347 39.612 66.091 105.70 39.886 74.641 114.53 0.08246 0.13703 0.21949 
120 90.49 0.01360 0.39644 41.485 64.869 106.35 41.787 73.371 115.16 0.08589 0.13335 0.21924 
130 95.64 0.01374 0.36491 43.258 63.696 106.95 43.589 72.144 115.73 0.08911 0.12990 0.21901 
140 100.51 0.01387 0.33771 44.945 62.564 107.51 45.304 70.954 116.26 0.09214 0.12665 0.21879 
150 105.12 0.01400 0.31401 46.556 61.467 108.02 46.945 69.795 116.74 0.09501 0.12357 0.21857 
160 109.50 0.01413 0.29316 48.101 60.401 108.50 48.519 68.662 117.18 0.09774 0.12062 0.21836 
170 113.69 0.01426 0.27466 49.586 59.362 108.95 50.035 67.553 117.59 0.10034 0.11781 0.21815 
180 117.69 0.01439 0.25813 51.018 58.345 109.36 51.497 66.464 117.96 0.10284 0.11511 0.21795 
190 121.53 0.01452 0.24327 52.402 57.349 109.75 52.912 65.392 118.30 0.10524 0.11250 0.21774 
200 125.22 0.01464 0.22983 53.743 56.371 110.11 54.285 64.335 118.62 0.10754 0.10998 0.21753 
220 132.21 0.01490 0.20645 56.310 54.458 110.77 56.917 62.256 119.17 0.11192 0.10517 0.21710 
240 138.73 0.01516 0.18677 58.746 52.591 111.34 59.419 60.213 119.63 0.11603 0.10061 0.21665 
260 144.85 0.01543 0.16996 61.071 50.757 111.83 61.813 58.192 120.00 0.11992 0.09625 0.21617 
280 150.62 0.01570 0.15541 63.301 48.945 112.25 64.115 56.184 120.30 0.12362 0.09205 0.21567 
300 156.09 0.01598 0.14266 65.452 47.143 112.60 66.339 54.176 120.52 0.12715 0.08797 0.21512 
350 168.64 0.01672 0.11664 70.554 42.627 113.18 71.638 49.099 120.74 0.13542 0.07814 0.21356 
400 179.86 0.01757 0.09642 75.385 37.963 113.35 76.686 43.798 120.48 0.14314 0.06848 0.21161 
450 190.02 0.01860 0.07987 80.092 32.939 113.03 81.641 38.041 119.68 0.15056 0.05854 0.20911 
500 199.29 0.01995 0.06551 84.871 27.168 112.04 86.718 31.382 118.10 0.15805 0.04762 0.20566 
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TABLE A-13E 
Superheated refrigerant-134a 


S 


S 


S 




















T V u h Btu/ v u h Btu/ V u h Btu/ 
°F ft?/Ibm  Btu/lbm Btu/Ibm Ibm - R ft$/Ibm | Btu/lbm  Btu/lbm Ibm - R ft3/Ibm Btu/lbm Btu/lbm lIbm-R 
P — 10 psia (T,4, = —29.52°F) P= 15 psia (7,,, = —14.15°F) Р = 20 psia (7,4 = —2.43°F) 
Sat. 4.3753 90.59 98.68 0.22948 2.9880 92.70 100.99 0.22715 2.2772 94.30 102.73 0.22567 
—20 4.4856 92.13 100.43 0.23350 
О 4.7135 95.41 104.14 0.24174 3.1001 95.08 103.68 0.23310 2.2922 94.72 103.20 0.22671 
20 4.9380 98.77 107.91 0.24976 3.2551 98.48 107.52 0.24127 2.4130 98.19 107.12 0.23504 
40 5.1600 102.20 111.75 0.25761 3.4074 101.95 111.41 0.24922 2.5306 101.70 111.07 0.24311 
60 5.3802 105.72 115.67 0.26531 3.5577 105.50 115.38 0.25700 2.6461 105.28 115.07 0.25097 
80 5.5989 109.32 119.68 0.27288 3.7064 109.13 119.42 0.26463 2.7600 108.93 119.15 0.25866 
100 5.8165 113.01 123.78 0.28033 3.8540 112.84 123.54 0.27212 2.8726 112.66 123.29 0.26621 
120 6.0331 116.79 127.96 0.28767 4.0006 116.63 127.74 0.27950 2.9842 116.47 127.52 0.27363 
140 6.2490 120.66 132.22 0.29490 4.1464 120.51 132.02 0.28677 3.0950 120.37 131.82 0.28093 
160 6.4642 124.61 136.57 0.30203 4.2915 124.48 136.39 0.29393 3.2051 124.35 136.21 0.28812 
180 6.6789 128.65 141.01 0.30908 4.4361 128.53 140.84 0.30100 3.3146 128.41 140.67 0.29521 
200 6.8930 132.77 145.53 0.31604 4.5802 132.66 145.37 0.30798 3.4237 132.55 145.22 0.30221 
220 7.1068 136.98 150.13 0.32292 4.7239 136.88 149.99 0.31487 3.5324 136.78 149.85 0.30912 
Р = 30 psia (7,44 = 15.37°F) P = 40 psia (7,4 = 29.01°F) P= 50 psia (7,44 = 40.23°F) 
Sat. 1.5492 96.72 105.32 0.22383 1.1760 98.55 107.26 0.22268 0.9479 100.04 108.81 0.22188 
20 1.5691 97.56 106.27 0.22581 
40 1.6528 101.17 110.35 0.23414 1.2126 100.61 109.58 0.22738 
60 1.7338 104.82 114.45 0.24219 1.2768 104.34 113.79 0.23565 1.0019 103.84 113.11 0.23031 
80 1.8130 108.53 118.59 0.25002 1.3389 108.11 118.02 0.24363 1.0540 107.68 117.43 0.23847 
100 1.8908 112.30 122.80 0.25767 1.3995 111.93 122.29 0.25140 1.1043 111.55 121.77 0.24637 
120 1.9675 116.15 127.07 0.26517 1.4588 115.82 126.62 0.25900 1.1534 115.48 126.16 0.25406 
140 2.0434 120.08 131.42 0.27254 1.5173 119.78 131.01 0.26644 1.2015 119.47 130.59 0.26159 
160 2.1185 124.08 135.84 0.27979 1.5750 123.81 135.47 0.27375 1.2488 123.53 135.09 0.26896 
180 2.1931 128.16 140.34 0.28693 1.6321 127.91 140.00 0.28095 1.2955 127.66 139.65 0.27621 
200 2.2671 132.32 144.91 0.29398 1.6887 132.10 144.60 0.28803 1.3416 131.87 144.28 0.28333 
220 2.3408 136.57 149.56 0.30092 1.7449 136.36 149.27 0.29501 1.3873 136.15 148.98 0.29036 
240 2.4141 140.89 154.29 0.30778 1.8007 140.70 154.03 0.30190 1.4326 140.50 153.76 0.29728 
260 2.4871 145.30 159.10 0.31456 1.8562 145.12 158.86 0.30871 1.4776 144.93 158.60 0.30411 
280 2.5598 149.78 163.99 0.32126 1.9114 149.61 163.76 0.31543 1.5223 149.44 163.53 0.31086 
P = 60 psia (7, = 49.84°F) P= 70 psia (7,4 = 58.30°F) Р = 80 psia (7, = 65.89°F) 
Sat. 0.7936 101.30 110.11 0.22127 0.6821 102.39 111.22 0.22080 0.59750 103.35 112.20 0.22040 
60 0.8179 103.31 112.39 0.22570 0.6857 102.73 111.62 0.22155 
80 0.8636 107.23 116.82 0.23407 0.7271 106.76 116.18 0.23016 0.62430 106.26 115.51 0.22661 
100 0.9072 111.16 121.24 0.24211 0.7662 110.76 120.68 0.23836 0.66009 110.34 120.11 0.23499 
120 0.9495 115.14 125.68 0.24991 0.8037 114.78 125.19 0.24628 0.69415 114.42 124.69 0.24304 
140 0.9908 119.16 130.16 0.25751 0.8401 118.85 129.73 0.25398 0.72698 118.52 129.29 0.25083 
160 1.0312 123.25 134.70 0.26496 0.8756 122.97 134.31 0.26149 0.75888 122.68 133.91 0.25841 
180 1.0709 127.41 139.30 0.27226 0.9105 127.15 138.94 0.26885 0.79003 126.89 138.58 0.26583 
200 1.1101 131.63 143.96 0.27943 0.9447 131.40 143.63 0.27607 0.82059 131.16 143.31 0.27310 
220 1.1489 135.93 148.69 0.28649 0.9785 135.71 148.39 0.28317 0.85065 135.49 148.09 0.28024 
240 1.1872 140.30 153.48 0.29344 1.0118 140.10 153.21 0.29015 0.88030 139.90 152.93 0.28726 
260 1.2252 144.75 158.35 0.30030 1.0449 144.56 158.10 0.29704 0.90961 144.37 157.84 0.29418 
280 1.2629 149.27 163.29 0.30707 1.0776 149.10 163.06 0.30384 0.93861 148.92 162.82 0.30100 
300 1.3004 153.87 168.31 0.31376 1.1101 153.71 168.09 0.31055 0.96737 153.54 167.86 0.30773 
320 1.3377 158.54 173.39 0.32037 1.1424 158.39 173.19 0.31718 0.99590 158.24 172.98 0.31438 











(Continued) 
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TABLE A-13E 
Superheated refrigerant-134a (Concluded) 





5 5 5 
Т у и h Btu/ V u h Btu/ V u h Btu/ 
°F ft3/Ibm Btu/lbm  Btu/lbm — Ibm - R | ft3/Ibm Btu/Ibm Btu/Ibm Ibm. R |ft3/Ibm Btu/lbm Btu/lbm Ibm-R 
P = 90 psia (T = 72.78°Р) Р = 100 psia (7,4 = 79.12°F) P= 120 psia (7, = 90.49°F) 





Sat. 0.53113 104.21 113.06 0.22006 | 0.47760 104.99 113.83 0.21976 |0.39644 106.35 115.16 0.21924 
80 0.54388 105.74 114.80 0.22330 | 0.47906 105.18 114.05 0.22016 
100 0.57729 109.91 119.52 0.23189 | 0.51076 109.45 118.90 0.22900 |0.41013 108.48 117.59 0.22362 
120 0.60874 114.04 124.18 0.24008 | 0.54022 113.66 123.65 0.23733 |0.43692 112.84 122.54 0.23232 
140 0.63885 118.19 128.83 0.24797 | 0.56821 117.86 128.37 0.24534 |0.46190 117.15 127.41 0.24058 
160 0.66796 122.38 133.51 0.25563 | 0.59513 122.08 133.09 0.25309 |0.48563 121.46 132.25 0.24851 
180 0.69629 126.62 138.22 0.26311 | 0.62122 126.35 137.85 0.26063 |0.50844 125.79 137.09 0.25619 
200 0.72399 130.92 142.97 0.27043 | 0.64667 130.67 142.64 0.26801 |0.53054 130.17 141.95 0.26368 
220 0.75119 135.27 147.78 0.27762 | 0.67158 135.05 147.47 0.27523 |0.55206 134.59 146.85 0.27100 
240 0.77796 139.69 152.65 0.28468 | 0.69605 139.49 152.37 0.28233 |0.57312 139.07 151.80 0.27817 
260 0.80437 144.19 157.58 0.29162 | 0.72016 143.99 157.32 0.28931 |0.59379 143.61 156.79 0.28521 
280 0.83048 148.75 162.58 0.29847 | 0.74396 148.57 162.34 0.29618 0.61413 148.21 161.85 0.29214 
300 0.85633 153.38 167.64 0.30522 | 0.76749 153.21 167.42 0.30296 |0.63420 152.88 166.96 0.29896 
320 0.88195 158.08 172.77 0.31189 | 0.79079 157.93 172.56 0.30964 |0.65402 157.62 172.14 0.30569 





P = 140 psia (T,, = 100.50°F) P = 160 psia (Tz = 109.50°F) P — 180 psia (7, = 117.69°Р) 


Sat. 0.33771 107.51 116.26 0.21879 |0.29316 108.50 117.18 0.21836 0.25813 109.36 117.96 0.21795 
120 0.36243 111.96 121.35 0.22773 |0.30578 111.01 120.06 0.22337 |0.26083 109.94 118.63 0.21910 
140 0.38551 116.41 126.40 0.23628 | 0.32774 115.62 125.32 0.23230 |0.28231 114.77 124.17 0.22850 
160 0.40711 120.81 131.36 0.24443 | 0.34790 120.13 130.43 0.24069 |0.30154 119.42 129.46 0.23718 
180 0.42766 125.22 136.30 0.25227 | 0.36686 124.62 135.49 0.24871 |0.31936 124.00 134.64 0.24540 
200 0.44743 129.65 141.24 0.25988 | 0.38494 129.12 140.52 0.25645 |0.33619 128.57 139.77 0.25330 
220 0.46657 134.12 146.21 0.26730 | 0.40234 133.64 145.55 0.26397 |0.35228 133.15 144.88 0.26094 
240 0.48522 138.64 151.21 0.27455 | 0.41921 138.20 150.62 0.27131 |0.36779 137.76 150.01 0.26837 
260 0.50345 143.21 156.26 0.28166 | 0.43564 142.81 155.71 0.27849 |0.38284 142.40 155.16 0.27562 
280 0.52134 147.85 161.35 0.28864 | 0.45171 147.48 160.85 0.28554 |0.39751 147.10 160.34 0.28273 
300 0.53895 152.54 166.50 0.29551 | 0.46748 152.20 166.04 0.29246 |0.41186 151.85 165.57 0.28970 
320 0.55630 157.30 171.71 0.30228 | 0.48299 156.98 171.28 0.29927 |0.42594 156.66 170.85 0.29656 
340 0.57345 162.13 176.98 0.30896 |0.49828 161.83 176.58 0.30598 |0.43980 161.53 176.18 0.30331 
360 0.59041 167.02 182.32 0.31555 | 0.51338 166.74 181.94 0.31260 |0.45347 166.46 181.56 0.30996 








P = 200 psia (T,4 = 125.22°F) Р = 300 рзіа (7. = 156.09°F) Р = 400 рзіа (7, = 179.86°Р) 


Sat. 0.22983 110.11 118.62 0.21753 | 0.14266 112.60 120.52 0.21512/0.09642 113.35 120.48 0.21161 
140 0.24541 113.85 122.93 0.22481 
160 0.26412 118.66 128.44 0.23384 | 0.14656 113.82 121.95 0.21745 
180 0.28115 123.35 133.76 0.24229 0.16355 119.52 128.60 0.22802 |0.09658 113.41 120.56 0.21173 
200 0.29704 128.00 138.99 0.25035 |0.17776 124.78 134.65 0.23733 |0.11440 120.52 128.99 0.22471 
220 0.31212 132.64 144.19 0.25812 |0.19044 129.85 140.42 0.24594 |0.12746 126.44 135.88 0.23500 
240 0.32658 137.30 149.38 0.26565 |0.20211 134.83 146.05 0.25410 |0.13853 131.95 142.20 0.24418 
260 0.34054 141.99 154.59 0.27298 | 0.21306 139.77 151.59 0.26192 |0.14844 137.26 148.25 0.25270 
280 0.35410 146.72 159.82 0.28015 | 0.22347 144.70 157.11 0.26947 |0.15756 142.48 154.14 0.26077 
300 0.36733 151.50 165.09 0.28718 | 0.23346 149.65 162.61 0.27681/0.16611 147.65 159.94 0.26851 
320 0.38029 156.33 170.40 0.29408 0.24310 154.63 168.12 0.28398 0.17423 152.80 165.70 0.27599 
340 0.39300 161.22 175.77 0.30087 |0.25246 159.64 173.66 0.29098 |0.18201 157.97 171.44 0.28326 
360 0.40552 166.17 181.18 0.30756 |0.26159 164.70 179.22 0.29786 |0.18951 163.15 177.18 0.29035 
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FIGURE A-14E 
P-h diagram for refrigerant-134a. 


Reprinted by permission of American Society of Heating, Refrigerating, and Air-Conditioning Engineers, Inc., Atlanta, GA. 
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TABLE A-15E 


Properties of saturated water 














Volume 
Enthalpy Specific Thermal ЭЭ Prandil Expansion 
Saturation Density of Heat Conductivity Dynamic Viscosity Number Coefficient 

Temp. Pressure р, Ibm/ft? Vaporization Cos Btu/Ibm - R k, Btu/h - ft- R p, Ibm/ft - s Pr B, UR 
Т, Е Peat psia Liquid Vapor hg, Btu/Ibm Liquid Vapor Liquid Vapor Liquid Vapor Liquid Vapor Liquid 
32.02 0.0887 62.41 0.00030 1075 1.010 0.446 0.324 0.0099 1.204 x 10? 6.194 х 1056 13.5 1.00 -0.038 х 10-3 
40 0.1217 62.42 0.00034 1071 1.004 0.447 0.329 0.0100 1.308 х 1053 6.278 х 1056 11.4 1.01 A0.003 x 107? 
50 0.1780 62.41 0.00059 1065 1.000 0.448 0.335 0.0102 8.781 x 1074 6.361 х 1056 944 1.01 0.047 х 10-3 
60 0.2563 62.36 0.00083 1060 0.999 0.449 0.341 0.0104 7.536 x 10-4 6.444 х 1056 7.95 1.00 0.080 x 1073 
70 0.3632 62.30 0.00115 1054 0.999 0.450 0.347 0.0106 6.556 x 10-4 6.556 х 1056 6.79 1.00 0.115 x 107? 
80 0.5073 62.22 0.00158 1048 0.999 0.451 0.352 0.0108 5.764 х 10-4 6.667 х 1056 5.89 1.00 0.145 х 10-3 
90 0.6988 62.12 0.00214 1043 0.999 0.453 0.358 0.0110 5.117 x 10-4 6.778 х 1056 5.14 1.00 0.174 х 10-3 
100 0.9503 62.00 0.00286 1037 0.999 0.454 0.363 0.00112 4.578 x 107^ 6.889 х 1056 4.54 1.01 0.200 x 1073 
110 1.2763 61.86 0.00377 1031 0.999 0.456 0.367 0.00115 4.128 x 10^ 7.000 x 1076 4.05 1.00 0.224 x 1073 
120 1.6945 61.71 0.00493 1026 0.999 0.458 0.371 0.00117 3.744 x 10^ 7.111 x 1076 3.63 1.00 0246 х 10:3 
130 2.225 61.55 0.00636 1020 0.999 0.460 0.375 0.0120 3.417 x 107^ 7.222x 1075 3.28 1.00 0.267 x 1073 
140 2.892 61.38 0.00814 1014 0.999 0.463 0.378 0.0122 3.136 x 10^ 7.333 х 106 2.98 1.00 0.287 x 1073 
150 3.722 61.19 0.0103 1008 1.000 0.465 0.381 0.0125 2.889 x 10^ 7.472 х 106 2.73 1.00 0.306 x 10-3 
160 4.745 60.99 0.0129 1002 1.000 0.468 0.384 0.0128 2.675 х 10% 7.583 х 1056 2.51 1.00 0.325 x 1073 
170 5.996 60.79 0.0161 996 1.001 0.472 0.386 0.0131 2.483 x 10^ 7.722 x 1075 2.90 1.00 0.346 x 1073 
180 7.515. 60.57 0.0199 990 1.002 0.475 0.388 0.0134 2.317 x 10^ 7.833 х 106 2.15 1.00 0.367 х 10-3 
190 9.343 60.35 0.0244 984 1.004 0.479 0.390 0.0137 2.169 х 10-* 7.972 х 1056 2.01 1.00 0.382 х 10-3 
200 11.53 60.12 0.0297 978 1.005 0.483 0.391 0.0141 2.036 x 10^ 8.083 x 1075 1.88 1.00 0.395 x 1073 
210 14.125 59.87 0.0359 972 1.007 0.487 0.392 0.0144 1.917 x 107^ 8.222 х 1056 1.77 1.00 0.412 х 10-3 
212 14.698 59.82 0.0373 970 1.007 0.488 0.392 0.0145 1.894 x 10^ 8.250 х 1056 1.75 1.00 0.417 х 10-3 
220 17.19 59.62 0.0432 965 1.009 0.492 0.393 0.0148 1808 x 107^ 8.333 x 1076 1.67 1.00 0.429 x 1073 
230 20.78 59.36 0.0516 959 1.011 0.497 0.394 0.00152 1.711 x 1074 8.472 X 106 1.58 1.00 0.443 x 1073 
240 24.97 59.09 0.0612 952 1.013 0.503 0.394 0.0156 1.625 x 10^ 8.611 x 10.5 1.50 1.00 0.462 х 10-3 
250 29.82 58.82 0.0723 946 1.015 0.509 0.395 0.0160 1.544 x 10^ 8.611 x 1075 1.43 1.00 0.480 x 10-3 
260 35.42 58.53 0.0850 939 1.018 0.516 0.395 0.00164 1.472 X 10^ 8.861 х 1076 1.37 1.00 0.497 x 1073 
270 41.85 58.24 0.0993 932 1.020 0.523 0.395 0.0168 1.406 x 10^ 9.000 х 1056 1.31 1.01 0.514 x 10-3 
280 49.18 57.94 0.1156 926 1.023 0.530 0.395 0.00172 1.344 x 10^ 9.111 x 105 1.25 1.01 0.532 x 10-3 
290 57-53 57.63 0.3390 918 1.026 0.538 0.395 0.00177 1.289 x 10^ 9.250 X 1076 1.21 1.01 0.549 x 1073 
300 66.98 57.31 0.1545 910 1.029 0.547 0.394 0.0182 1.236 x 10^ 9.389 х 1056 1.16 1.02 0.566 x 1073 
320 89.60 56.65 0.2033 895 1.036 0.567 0.393 0.0191 1.144 x 10^ 9.639 х 1056 1.09 1.03 0.636 х 10-3 
340 117.93 55.95 0.2637 880 1.044 0.590 0.391 0.0202 1.063 x 107^ 9.889 х 1056 1.02 1.04 0.656 х 10-3 
360 152.92 56.22 0.3377 863 1.054 0.617 0.389 0.0213 9.972 x 1075 1.013 х 1055 0.973 1.06 0.681 x 1073 
380 195.60 54.46 0.4275 845 1.065 0.647 0.385 0.0224 9.361 x 10^? 1.041 х 1055 0.932 1.08 0.720 х 10-3 
400 241.1 53.65 0.5359 827 1.078 0.683 0.382 0.0237 8.833 х 1055 1.066 х 1055 0.893 1.11 0.771 х 10-3 
450 422.1 51.46 0.9082 775 1.121 0.799 0.370 00271 7.722 х 105° 1.130 х 1055 0.842 1.20 0.912 x 1073 
500 680.0 48.95 1.479 745 1.188 0.972 0.352 0.0312 6.833 x 1075 1.200 х 10-5 0.830 1.35 1.111 x 1073 
550 1046.7 45.96 4.268 641 1.298 1.247 0.329 0.0368 6.083 х 1055 1.280 х 1055 0.864 1.56 1.445 х 1053 
600 1541 42.32 3.736 550 1.509 1.759 0.299 0.0461 5.389 x 10-5 1.380 x 10-5 0.979 1.90 1.883 x 107? 
650 2210 37.31 6.152 422 2.086 3.103 0.267 0.0677 4.639 х 105° 1.542 х 1075 1.30 2.54 
700 3090 27.28 13.44 168 13.80 25.90 0.254 0.1964 3.417 x 10^? 2.044 х 105 6.68 9.71 
705.44 3204 19.79 19.79 0 со со со оо 2.897 x 1075 2.897 x 1075 








Note 1: Kinematic viscosity » and thermal diffusivity a can be calculated from their definitions, v — u/p and « — K/pc, — v/Pr. The temperatures 32.02"F, 
212°F, and 705.44°F are the triple-, boiling-, and critical-point temperatures of water, respectively. All properties listed above (except the vapor density) can be 
used at any pressures with negligible error except at temperatures near the critical-point value. 


Note 2: The unit Btu/Ibm-?F for specific heat is equivalent to Btu/Ibm-R, and the unit Btu/h-ft-^F for thermal conductivity is equivalent to Btu/h-ft-R. 


Source: Viscosity and thermal conductivity data are from J. V. Sengers and J. T. T. Watson, Journal of Physical and Chemical Reference Data 15 (1986), 
pp. 1291-1322. Other data are obtained from various sources or calculated. 
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TABLE A-16E 


Properties of saturated refrigerant-134a 





Volume 
Enthalpy Specific Thermal Prandil Expansion 
Saturation Densit. of Heat Conductivity Dynamic Viscosity Number Coefficient Surface 
Temp. Pressure ——Pr!bm/ftY _ үарогіғаііоп _ Со Btu/Ibm-R k, Btu/h-ft-R is, Ibm/ft-s Pr B, VR Tension 
T,^F Pu, psia Liquid Vapor — hy, Btu/lIbm Liquid — Vapor Liquid Vapor Liquid Vapor Liquid Vapor Liquid Ibf/ft 





-40 7.4 88.51 0.1731 97.1 0.2996 0.1788 0.0636 0.00466 3.278x 10% 1.714x1 
-30 9.9 87.5 0.2258 95.6 0.3021 0.1829 0.0626 0.00497 3.004x10^^ 2.053x]1 
—20 12.9 86.48 0.2905 94.1 0.3046 0.1872 0.0613 0.00529 2.762 x 1074 2.433 x 1 
=10 16.6 85.44 0.3691 92:5 0.3074 0.1918 0.0602 0.00559 2.546x]10^^ 2.856x]1 


5.558 0.237 0.00114 0.001206 
5.226 0.272 0.00117 0.001146 
4.937 0.310 0.00120 0.001087 
4.684 0.352 0.00124 0.001029 


0 21.2 84.38 0.4635 90.9 0.3103 0.1966 0.0589 0.00589 2.345 x 1074 3.314 x 1075 4.463 0.398 0.00128 0.000972 
10 26.6 83.31 0.5761 89.3 0.3134 0.2017 0.0576 0.00619 2.181 x 1074 3.811 х 10-4 4.269 0.447 0.00132 0.000915 
20 33.1 82.2 0.7094 87.5 0.3167 0.2070 0.0563 0.00648 2.024 х 107^ 4.342 х 1056 4.098 0.500 0.00132 0.000859 
30 40.8 81.08 0.866 85.8 0.3203 0.2127 0.0550 0.00676 1.883 х 10-* 4.906 х 10-6 3.947 0.555 0.00142 0.000803 
40 49.8 79.92 1.049 83.9 0.3240 0.2188 0.0536 0.00704 1.752 х 10-* 5.494 х 10-56 3.814 0.614 0.00149 0.000749 
50 60.2 78.73 1.262 82.0 0.3281 0.2253 0.0522 0.00732 1.633 x 1074 6.103 х 1056 3.697 0.677 0.00156 0.000695 
60 72.2 77.51 1.509 80.0 0.3325 0.2323 0.0507 0.00758 1.522 x 1074 6.725 х 10-6 3.594 0.742 0.00163 0.000642 
70 85.9 76.25 1.794 78.0 0.3372 0.2398 0.0492 0.00785 1.420 х 10-* 7.356 х 10-6 3.504 0.810 0.00173 0.000590 


80 101.4 74.94 2.122 75.8 0.3424 0.2481 0.0476 0.00810 1.324 x 1074 7.986 х1 
90 119.1 73.59 2:5 73.5 0.3481 0.2572 0.0460 0.00835 1.234 х 10° 8.611х1 
100 138.9 72.17 .2:935 71.1 0.3548 0.2674 0.0444 0.00860 1.149 х 10° 9.222 х1 
110 161.2 70.69 3.435 68.5 0.3627 0.2790 0.0427 0.00884 1.068 х 10-* 9.814х1 
120 186.0 69.13 4.012 65.8 0.3719 0.2925 0.0410 0.00908 9.911 х 1055 1.038 х1 
130 213.5 67.48 4.679 62.9 0.3829 0.3083 0.0392 0.00931 9.175 х 10-5 1.092 x 1 
140 244.1 65.72 5.455 59.8 0.3963 0.3276 0.0374 0.00954 8.464 х 10-5 1.144х1 
150 277.8 63.83 6.367 56.4 0.4131 0.3520 0.0355 0.00976 7.778 х 1055 1.195х1 
160 314.9 61.76 7.45 52.7 0.4352 0.3839 0.0335 0.00998 7.108 х 1055 1.245 х1 
170 355.8 59.47 8.762 48.5 0.4659 0.4286 0.0314 0.01020 6.450 х 1055 1.298 х1 
180 400.7 56.85 10.4 43.7 0.5123 0.4960 0.0292 0.01041 5.792 х 1055 1.366 х1 
190 449.9 53.75 12.53 38.0 0.5929 0.6112 0.0267 0.01063 5.119 х 107ë 1.431 x 1 
200 504.0 49.75 15.57 30.7 0.7717 0.8544 0.0239 0.01085 4.397 х 10-5 1.544х1 
210 563.8 43.19 21.18 18.9 1.4786 1.6683 0.0199 0.01110 3.483 х 1055 1.787 х1 


3.357 0.955 0.00195 0.000488 
3.303 1.032 0.00210 0.000439 
3.262 1.115 0.00227 0.000391 
3.235 1.204 0.00248 0.000344 
3.223 1.303 0.00275 0.000299 
3.229 1.416 0.00308 0.000255 
3.259 1.551 0.00351 0.000212 
3.324 1.725 0.00411 0.000171 
3.443 1.963 0.00498 0.000132 
3.661 2.327 0.00637 0.000095 
4.090 2.964 0.00891 0.000061 
5.119 4.376 0.01490 0.000031 


6 
6 
6 
6 
6 
4 
6 
6 
6 
6 
6 
6 
-6 3.425 0.880 0.00183 0.000538 
6 
6 
6 
5 
5 
5 
5 
5 
5 
5 
5 
5 
5 9311 9.669 0.04021 0.000006 





Note 1: KInematic viscosity v and thermal diffusivity a can be calculated from their definitions, » = p/p and a = k/pc, = v/Pr. The properties listed here 
(except the vapor density) can be used at any pressures with negligible error except at temperatures near the critical-point value. 


Note 2: The unit Btu/lbm . °F for specific heat is equivalent to Btu/Ibm-R, and the unit Btu/h-ft-°F for thermal conductivity is equivalent to Btu/h-ft-R. 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Original sources: R. Tilner-Roth and H. D. Baehr, “An International 
Standard Formulation for the Thermodynamic Properties of 1,1,1,2-Tetrafluorethane (HFC-134a) for Temperatures from 170 K to 455 K and Pressures up to 
70 Mpa,” J. Phys. Chem. Ref. Data, Vol. 23, No.5, 1994: M. J. Assael, N. K. Dalaouti, A. A. Griva, and J. H. Dymond, “Viscosity and Thermal Conductivity of 
Halogenated Methane and Ethane Refrigerants,” JR, Vol. 22, pp. 525-535, 1999: NIST REPROP 6 program (M. O. McLinden, S. A. Klein, E. W. Lemmon, 
and A. P. Peskin, Physicial and Chemical Properties Division, National Institute of Standards and Technology, Boulder, CO 80303. 1995). 
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TABLE A-17E 


Properties of saturated ammonia 





Volume 
Enthalpy Specific Thermal Prandil Expansion 
saturation Density : f Heat Conductivity Dynamic Viscosity Number Coefficient Surface 
Temp. Pressure p, |bm/ft Vaporization c,, Btu/Ibm-R k, Btu/h-ft-R pb, lbm/ft-s Pr B, UR Tension 
Т,°Е Pa, psia Liquid Vapor — hy, Btu/lIbm Liquid — Vapor Liquid Vapor Liquid Vapor Liquid Vapor Liquid Ibf/ft 





-40 10.4 43.08 0.0402 597.0 1.0542 0.5354 - 0.01026 1.966 x 1074 5.342 x 1 
-30 13.9 42.66 0.0527 590.2 1.0610 0.5457 - 0.01057 1.853 x 1074 5.472 x 1 
=20 18.3 42.33 0.0681 583.2 1.0677 0.5571 0.3501 0.01089 1.746 x10^^ 5.600x1 
-10 23.7 41.79 0.0869 575.9 1.0742 0.5698 0.3426 0.01121 1.645 x 1074 5.731x1 


- 1.003 0.00098 0.002443 
- 1.017 0.00101 0.002357 
1.917 1.031 0.00103 0.002272 
1.856 1.048 0.00106 0.002187 


0 30-4 41.34 0.1097 568.4 1.0807 0.5838 0.3352 0.01154 1.549х10:3 5861х10:9 1.797 1.068 0.00109 0.002103 
10 38.5 40.89 0.1370 5607 1.0873 0.5992 0.3278 0.01187 1.458 х 10-* 5.994 х 1056 1.740 1.089 0.00112 0.002018 
20 48.2 40.43 0.1694 5526 1.0941 0.6160 0.3203 0.01220 1.371x 107^ 6.125 x 1056 1.686 1.113 0.00116 0.001934 
30 59.8 39.96 0.2075 5444 1.1012 0.6344 0.3129 0.01254 1290 х 10-* 6.256 х 1056 1.634 1.140 0.00119 0.001850 
40 73.4 39.48 0.2521 535.8 1.1087 0.6544 0.3055 0.01288 1.213 х 10^ 6.389 х 1056 1.585 1.168 0.00123 0.001767 
50 89.2 38.99 0.3040 526.9 1.1168 0.6762 0.2980 0.01323 1.140 х 10-* 6.522 х 1056 1.539 1.200 0.00128 0.001684 
60 107.7 38.50 0.3641 517.7 1.1256 0.6999 0.2906 0.01358 1.072 х 1074 6.656 х 1056 1.495 1.234 0.00132 0.001601 
70 128.9 37.99 0.4332 508.1 1.1353 0.7257 0.2832 0.01394 1.008 x 1074 6.786 х 1056 1.456 1.272 0.00137 0.001518 


0 6 
0-6 
0 6 
0 6 
0-6 
0-6 
0 6 
0 6 
0-6 
0 6 
0 6 
0-6 
80 153.2 37.47 0.5124 498.2 1.1461 0.7539 0.2757 0.01431 9.486 х 10-5 6.922 х 1056 1.419 1.313 0.00143 0.001436 
90 180.8 36.94 0.6029 487.8 1.1582 0.7846 0.2683 0.01468 8.922 х 1055 7.056 х 1056 1.387 1.358 0.00149 0.001354 
100 212.0 36.40 0.7060 477.0 1.1719 0.8183 0.2609 0.01505 8.397 х 10-5 7.189 x 10-5 1.358 1.407 0.00156 0.001273 
110 247.2 35.83 0.8233 465.8 1.1875 0.8554 0.2535 0.01543 7.903 х 10-5 7.325 x 10-5 1.333 1.461 0.00164 0.001192 
120 286.5 35.26 0.9564 454.1 1.2054 0.8965 0.2460 0.01582 7.444 х 1055 7.458 х 1056 1.313 1.522 0.00174 0.001111 
130 330.4 34.66 1.1074 441.7 1.2261 0.9425 0.2386 0.01621 7.017 х 1055 7.594 х 1056 1.298 1.589 0.00184 0.001031 
140 379.4 34.04 1.2786 428.8 1.2502 0.9943 0.2312 0.01661 6.617 х 105° 7.731 х 1056 1.288 1.666 0.00196 0.000951 
150 433.2 33.39 1.4730 415.2 1.2785 1.0533 0.2237 0.01702 6.244 х 10-5 7.867 х 10-4 1.285 1.753 0.00211 0.000872 
160 492.7 32.72 1.6940 400.8 1.3120 1.1214 0.2163 0.01744 5.900 х 10-5 8.006 х 1056 1.288 1.853 0.00228 0.000794 
170 558.2 32.01 1.9460 385.4 1.3523 1.2012 0.2089 0.01786 5.578 х 10-5 8.142 х 1056 1.300 1.971 0.00249 0.000716 
180 630.1 31.26 2.2346 369.1 1.4015 1.2965 0.2014 0.01829 5.278 х 10-5 8.281 х 1056 1.322 2.113 0.00274 0.000638 
190 708.5 30.47 2.5670 351.6 1.4624 1.4128 0.1940 0.01874 5.000 х 1055 8.419 х 1056 1.357 2.286 0.00306 0.000562 
200 794.4 29.62 2.9527 332.7 1.5397 1.5586 0.1866 0.01919 4.742 х 105° 8.561 х 1056 1.409 2.503 0.00348 0.000486 
210 887.9 28.70 3.4053 312.0 1.6411 1.7473 0.1791 0.01966 4500 х 1055 8.703 х 1056 1.484 2.784 0.00403 0.000411 
220 989.5 27.69 3.9440 289.2 1.7798 2.0022 0.1717 0.02015 4.275 х 10-5 8.844 х 1056 1.595 3.164 0.00480 0.000338 
230 1099.0 25.57 4.5987 263.5 1.9824 2.3659 0.1643 0.02065 4.064 х 10-5 8.989 х 1056 1.765 3.707 0.00594 0.000265 
240 1219.4 25.28 5.4197 234.0 2.3100 2.9264 0.1568 0.02119 3.864 х 10-5 9.136 х 10-6 2.049 4.542 0.00784 0.000194 




















Note 1: Kinematic viscosity v and thermal diffusivity æ can be calculated from their definitions, v = w/p and a = k/pc, = v/Pr. The properties listed here 
(except the vapor density) can be used at any pressures with negligible error except at temperatures near the critical-point value. 


Note 2: The unit Btu/Ibm-?F for specific heat is equivalent to Btu/Ibm-R, and the unit Btu/h-ft-^F for thermal conductivity is equivalent to Btu/h-ft-R. 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Orginal sources: Tillner-Roth, Harms-Watzenterg, and Baehr, "Eine 
neue Fundamentalgleichung fur Ammoniak," DKV-Tagungsbericht 20: 167-181, 1993; Liley and Desai, “Thermophysical Properties of Refrigerants,” 
ASHRAE, 1993, ISBN 1-1883413-10-9. 
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ТАВ1ЕА-18Е 


Properties of saturated propane 





Volume 
Enthalpy Specific Thermal Prandil Expansion 
Saturation Density : of Heat Conductivity Dynamic Viscosity Number Coefficient ^ Surface 
Temp. Pressure p, Ibm/ft Vaporization .. Cr Btu/Ibm-R k, Btu/h-ft-R pb, |bm/ft-s Pr B, LIR Tension 
Т,°Е Pa, psia Liquid Vapor — hj, Btu/lbm Liquid — Vapor Liquid Vapor Liquid Vapor Liquid Vapor Liquid рН 





-200 0.0201 42.06 0.0003 217.7 0.4750 0.2595 0.1073 0.00313 5.012 x 1074 2.789 x1 
—180 0.0752 41.36 0.0011 213.4 0.4793 0.2680 0.1033 0.00347 3.941 х 10-* 2.975 х 1 
—160 0.2307 40.65 0.0032 209.1 0.4845 0.2769 0.0992 0.00384 3.199 х 10-* 3.164 х 1 
—140 0.6037 39.93 0.0078 204.8 0.4907 0.2866 0.0949 0.00423 2.660 х 10-* 3.358 х 1 
-120 1.389 39.20 0.0170 200.5 0.4982 0.2971 0.0906 0.00465 2.252 х 1074 3.556 х 1 
—100 2.878 38.46 0.0334 196.1 0.5069 0.3087 0.0863 0.00511 1.934 x 1074 3.756x 1 
-90 4.006 38.08 0.0453 193.9 0.5117 0.3150 0.0842 0.00534 1.799 x 1074 3.858х1 
-80 5.467 37.70 0.0605 191.6 0.5169 0.3215 0.0821 0.00559 1.678 x 1074 3.961х1 
-70 7.327 37.32 0.0793 189.3 0.5224 0.3284 0.0800 0.00585 1.569х 10:43 4.067х1 
-60 9.657 36.93 0.1024 186.9 0.5283 0.3357 0.0780 0.00611 1.469 x 1074 4.172x1 
-50 12.54 36.54 0.1305 184.4 0.5345 0.3433 0.0760 0.00639 1.378x 10^ 4278x1 
-40 16.05 36.13 0.1641 181.9 0.5392 0.3513 0.0740 0.00568 1.294 x 1074 4.386х1 
-30 20.29 35.73 0.2041 179.3 0.5460 0.3596 0.0721 0.00697 1.217 x 1074 4.497 xX 1 
=20 25.34 35.31 0.2512 176.6 0.5531 0.3684 0.0702 0.00728 1.146 x 1074 4.611x1 
-10 31.3 34.89 0.3063 173.8 0.5607 0.3776 0.0683 0.00761 1.079х10:4 4.725х1 


7.991 0.833 0.00083 0.001890 
6.582 0.826 0.00086 0.001780 
5.626 0.821 0.00088 0.001671 
4.951 0.818 0.00091 0.001563 
4.457 0.817 0.00094 0.001455 
4.087 0.817 0.00097 0.001349 
3.936 0.819 0.00099 0.001297 
3.803 0.820 0.00101 0.001244 
3.686 0.822 0.00104 0.001192 
3.582 0.825 0.00106 0.001140 
3.490 0.828 0.00109 0.001089 
3.395 0.831 0.00112 0.001038 
3.320 0.835 0.00115 0.000987 
3.253 0.840 0.00119 0.000937 
3.192 0.845 0.00123 0.000887 














0 38.28 34.46 0.3703 170.9 0.5689 0.3874 0.0665 0.00794 1.018 х 107^ 4.842 x 1075 3.137 0.850 0.00127 0.000838 
10 46.38 34.02 0.4441 167.9 0.5775 0.3976 0.0647 0.00829 9.606 х 10-5 4.961 х 1056 3.088 0.857 0.00132 0.000789 
20 55.7 33.56 0.5289 164.8 0.5867 0.4084 0.0629 0.00865 9.067 х 10-5 5.086 х 1056 3.043 0.864 0.00138 0.000740 
30 66.35 33.10 0.6259 161.6 0.5966 0.4199 0.0512 0.00903 8.561 х 1055 5.211 х 1056 3.003 0.873 0.00144 0.000692 
40 78.45 32.62 0.7365 158.1 0.6072 0.4321 0.0595 0.00942 8.081 х 1055 5.342 х 1056 2.967 0.882 0.00151 0.000644 
50 92.12 32.13 0.8621 154.6 0.6187 0.4452 0.0579 0.00983 7.631 х 10-5 5.478 х 1056 2.935 0.893 0.00159 0.000597 
60 107.5 31.63 1.0046 150.8 0.6311 0.4593 0.0563 0.01025 7.200 х 1055 5.617 х 1056 2.906 0.906 0.00168 0.000551 
70 124.6 311: 1,1659 146.8 0.6447 0.4746 0.0547 0.01070 6.794x 10-5 5.764 х 1056 2.881 0.921 0.00179 0.000505 
80 143.7 30.56 1.3484 1427 0.6596 0.4915 0.0532 0.01116 6.406 х 1055 5.919 х 1056 2.860 0.938 0.00191 0.000460 
90 164.8 30.00 1.5549 138.2 0.6762 0.5103 0.0517 0.01165 6.033 х 10-5 6.081 х 1056 2.843 0.959 0.00205 0.000416 
100 188.1 29.41 1.7887 133.6 0.6947 0.5315 0.0501 0.01217 5.675 х 10-5 6.256 х 1056 2.831 0.984 0.00222 0.000372 
120 241.8 28.13 2.3562 123.2 0.7403 0.5844 0.0472 0.01328 5.000 х 1056 6.644 x 1075 2.825 1.052 0.00267 0.000288 
140 306.1 26.69 3.1003 111.1 0.7841 0.6613 0.0442 0.01454 4.358 х 1055 7.111 X 1076 2.784 1.164 0.00338 0.000208 
160 382.4 24.98 4.1145 96.4 0.8696 0.7911 0.0411 0.01603 3.733 х 1055 7.719 х 1056 2.845 1.371 0.00459 0.000133 
180 472.9 22.79 5.6265 ZI 1.1436 1.0813 0.0376 0.01793 3.083 х 10-5 8.617 х 1056 3.380 1.870 0.00791 0.000065 


Note 1: Kinematic viscosity v and thermal diffusivity a can be calculated from their definitions, » = p/p and a = k/pc, = v/Pr. The properties listed here 
(except the vapor density) can be used at any pressures with negligible error at temperatures near the critical-point value. 


Note 2: The unit Btu/Ibm-?F for specific heat is equivalent to Btu/Ibm-R, and the unit Btu/h-ft-^F for thermal conductivity is equivalent to Btu/h-ft-R. 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Original sources: Reiner Tillner-Roth, "Fundamental Equations of 
State," Shaker, Verlag, Aachan, 1998; B. A. Younglove and J. F. Ely. “Thermophysical Properties of Fluids. Il Methane, Ethane, Propane, Isobutane, and 
Normal Butane,” J. Phys. Chem. Ref. Data, Vol. 16, No. 4, 1987; G. R. Somayajulu, “A Generalized Equation for Surface Tension from the Triple-Point to the 
Critical-Point,” /nternational Journal of Thermophysics, Vol. 9, No. 4, 1988. 
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TABLE A-19E 


Properties of liquids 
































Volume 
Specific Thermal Thermal Dynamic Kinematic Ргапан Expansion 
Temp. Density Heat Conductivity Diffusivity Viscosity Viscosity Number Coeff. B, 
RF p, Ibm/ft? c, Btu/lbm:R k, Btu/h-ft-R a, ft?/s p, Ibm/ft.s v, ft?/s Pr 1/R 
Methane (CH,) 
-280 27.41 0.8152 0.1205 1.497 х 1056 1.057 x 107^ 3.857 x 10-6 2.575 0.00175 
—260 26.43 0.8301 0.1097 1.389 х 1056 8.014 х 1055 3.032 x 10-6 2.183 0.00192 
—240 25.39 0.8523 0.0994 1.276 х 1056 6.303 х 10-5 2.482 х 1056 1.945 0.00215 
-220 24.27 0.8838 0.0896 1.159 х 1056 5.075 х 105° 2.091 х 1056 1.803 0.00247 
-200 23.04 0.9314 0.0801 1.036 х 1056 4.142 х 1055 1.798 х 1056 1.734 0.00295 
-180 21.64 1.010 0.0709 9.008 x 1077 3.394 х 10-5 1.568 x 10-6 1.741 0.00374 
—160 19.99 1.158 0.0616 7.397 x 1077 2.758 х 10-5 1.379 x 10-6 1.865 0.00526 
-140 17.84 1.542 0.0518 5.234 x 1077 2.168 х 10-5 1.215 x 10-6 2.322 0.00943 
Methanol ГСН (ОН) 
70 49.15 0.6024 0.1148 1.076 х 1056 3.872 x 10^ 7.879 х 1056 7.317 0.000656 
90 48.50 0.6189 0.1143 1.057 х 1056 3.317 x 10^ 6.840 х 1056 6.468 0.000671 
110 47.85 0.6373 0.1138 1.036 х 1056 2.872 x 107^ 6.005 x 10-6 5.793 0.000691 
130 47.18 0.6576 0.1133 1.014 х 1056 2.513 x 107^ 5.326 х 10-6 5.250 0.000716 
150 46.50 0.6796 0.1128 9.918 x 1077 2.218 x 107^ 4.769 x 10-6 4.808 0.000749 
170 45.80 0.7035 0.1124 9.687 x 1077 1.973 x 107^ 4.308 х 1056 4.447 0.000789 
Isobutane (R600a) 
—150 42.75 0.4483 0.0799 1.157 х 1056 6.417 x 10-4 1.500 х 1055 12.96 0.000785 
-100 41.06 0.4721 0.0782 1.120 х 1056 3.669 х 107“ 8.939 x 10-6 7.977 0.000836 
-50 39.31 0.4986 0.0731 1.036 х 1056 2.376 x 10^ 6.043 x 10-6 5.830 0.000908 
0 37.48 0.5289 0.0664 9.299 x 1077 1.651 x 107^ 4.406 x 10-6 4.738 0.001012 
50 35.52 0.5643 0.0591 8.187 x 1077 1.196 x 107^ 3.368 х 1056 4.114 0.001169 
100 33.35 0.6075 0.0521 7.139 x 1077 8.847 х 10-5 2.653 х 1056 3.716 0.001421 
150 30.84 0.6656 0.0457 6.188 x 1077 6.558 х 10-5 2.127 х 1056 3.437 0.001883 
200 27.73 0.7635 0.0400 5.249 x 1077 4.750 x 1075 1.713 x 10-6 3.264 0.002970 
Glycerin 
32 79.65 0.5402 0.163 1.052 х 1056 7.047 0.08847 84101 
40 79.49 0.5458 0.1637 1.048 х 1056 4.803 0.06042 57655 
50 79.28 0.5541 0.1645 1.040 х 1056 2.850 0.03594 34561 
60 79.07 0.5632 0.1651 1.029 х 1056 1.547 0.01956 18995 
70 78.86 0.5715 0.1652 1.018 х 1056 0.9422 0.01195 11730 
80 78.66 0.5794 0.1652 1.007 х 1056 0.5497 0.00699 6941 
90 78.45 0.5878 0.1652 9.955 x 1077 0.3756 0.004787 4809 
100 78.24 0.5964 0.1653 9.841 x 1077 0.2277 0.00291 2957 
Engine Oil (unused) 
32 56.12 0.4291 0.0849 9.792 x 1077 2.563 4.566 х 1072 46636 0.000389 
50 55.79 0.4395 0.08338 9.448 х 1077 1.210 2.169 x 10? 22963 0.000389 
75 55.3 0.4531 0.08378 9.288 x 1077 0.4286 7.751 x 103 8345 0.000389 
100 54.77 0.4669 0.08367 9.089 x 1077 0.1630 2.977 x 103 3275 0.000389 
125 54.24 0.4809 0.08207 8.740 x 1077 7.617 x 10? 1.404 x 107? 1607 0.000389 
150 53.73 0.4946 0.08046 8.411 x 1077 3.833 х 1072 7.135 x 10^ 848.3 0.000389 
200 52.68 0.5231 0.07936 7.999 x 1077 1.405 х 1072 2.668 х 10:45 333.6 0.000389 
250 51.71 0.5523 0.07776 7.563 x 1077 6.744 x 103 1.304 x 107^ 172.5 0.000389 
300 50.63 0.5818 0.07673 7.236 x 1077 3.661 x 103 7.232 х 1055 99.94 0.000389 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Originally based on various sources. 
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Properties of liquid metals 






































Volume 
Specific Thermal Thermal Dynamic Kinematic Prandtl Expansion 
Temp. Density Heat Conductivity Diffusivity Viscosity Viscosity Number Coeff. B, 
"os p, Ibm/ft3 cy, Btu/Ibm-R. K, Btu/h-ft-R a, ft?/s p, Ibm/ft-s v, ft?/s Pr 1/R 
Mercury (Hg) Melting Point: — 38°F 
32 848.7 0.03353 4.727 4.614 х 1075 1.133 x 10? 1.335 х 1056 0.02895 1.005 x 107^ 
50 847.2 0.03344 4.805 4.712 х 1055 1.092 х 1053 1.289 х 1056 0.02737 1.005 x 107^ 
100 842.9 0.03319 5.015 4.980 х 1075 9.919 x 10^ 1.176 х 1056 0.02363 1.005 x 107^ 
150 838.7 0.03298 5.221 5.244 x 10 9.122 x 10-4 1.087 х 1056 0.02074 1.005 x 107^ 
200 834.5 0.03279 5.422 5.504x 10^ 8.492 x 10-4 1.017 х 1056 0.01849 1.005 x 107^ 
300 826.2 0.03252 5.815 6.013 х 1075 7.583 x 10^ 9.180 х 1077 0.01527 1.005 x 107^ 
400 817.9 0.03236 6.184 6.491 x 105 6.972 х 10^ 8.524x 1077 0.01313 1.008 x 107^ 
500 809.6 0.03230 6.518 6.924 х 1075 6.525 x 10^ 8.061x 1077 0.01164 1.018 x 107^ 
600 801.3 0.03235 6.839 7.829 x 10^ 6.186 x 10^ 7.719 x 1077 0.01053 1.035 x 1074 
Bismuth (Bi) Melting Point: 520°F 
700 620.7 0.03509 9.361 1.193 x 1074 1.001 x 1078 1.614 x 107€ 0.01352 
800 616.5 0.03569 9.245 1.167 x 1074 9.142 x 1074 1.482 x 107€ 0.01271 
900 612.2 0.0363 9.129 1.141 x 1074 8.267 x 10-4 1.350 х 1056 0.01183 
1000 608.0 0.0369 9.014 1.116 х 1054 7.392 х 10 1.215 х 1056 0.0109 
1100 603.7 0.0375 9.014 1.105 x 1074 6.872 х 10^ 1.138 х 1056 0.01029 
Lead (Pb) Melting Point: 621°F 
700 658 0.03797 9.302 1.034 x 1074 1.612 x 1053 2.450 х 1056 0.02369 
800 654 0.03750 9.157 1.037 х 1074 1.453 х 1053 2.223 х 1056 0.02143 
900 650 0.03702 9.013 1.040 x 1074 1.296 х 1053 1.994 х 1056 0.01917 
1000 645.7 0.03702 8.912 1.035 х 1074 1.202 х 1053 1.862 х 1056 0.01798 
1100 641.5 0.03702 8.810 1.030 x 1074 1.108 х 1053 1.727 х 1056 0.01676 
1200 637.2 0.03702 8.709 1.025 х 1054 1.013 х 1053 1.590 х 1056 0.01551 
Sodium (Na) Melting Point: 208°F 
300 57.13 0.3258 48.19 7.192 х 10^ 4.136 x 10^ 7.239 x 1076€ 0.01007 
400 56.28 0.3219 46.58 7:142 x10 3.572 x 10-4 6.350 x 107€ 0.008891 
500 55.42 0.3181 44.98 7.087 х 10-4 3.011х 10:25 5.433 х 1056 0.007667 
600 54.56 0.3143 43.37 7.026 x 1074 2.448 x 10-4 4.488 х 1056 0.006387 
800 52.85 0.3089 40.55 6.901 х 1074 1.772 x 104 3.354 х 10-6 0.004860 
1000 51.14 0.3057 38.12 6.773 х 1054 1.541 x 10-4 3.014 х 106 0.004449 
Potassium (K) Melting Point: 147°F 
300 50.40 0.1911 26.00 7.500 x 1074 2.486 x 10-4 4.933 х 1056 0.006577 
400 49.58 0.1887 25.37 7.532 х 104 2.231 x 10-4 4.500 х 1056 0.005975 
500 48.76 0.1863 24.73 7.562 x 1074 1.976 x 10-4 4.052 х 1056 0.005359 
600 47.94 0.1839 24.09 7.591 х 104 1.721 x 10-4 3.589 х 10-6 0.004728 
800 46.31 0.1791 22.82 7.643 x 10^ 1.210 х 1074 2.614 х 1056 0.003420 
1000 44.62 0.1791 21.34 7.417 x 1074 1.075 x 10-4 2.409 х 10506 0.003248 
Sodium-Potassium (?622Na-?678K) Melting Point: 12?F 
200 52.99 0.2259 14.79 3.432 х 10-4 3.886 x 10^ 7.331 х 1056 0.02136 
300 52.16 0.2230 14.99 3.580 х 10-4 3.467 x 10^ 6.647 х 1056 0.01857 
400 51.32 0.2201 15.19 3.735 х 10-4 = 3.050 x 10-4 5.940 х 1056 0.0159 
600 49.65 0.2143 15.59 4.070 х 104 2.213 х 10 4.456 х 1056 0.01095 
800 47.99 0.2100 15.95 4.396 x 10^ 1.539 x 10^ 3.207 х 10-6 0.007296 
1000 46.36 0.2103 16.20 4.615 х 1074 1.353 x 10^ 2.919 х 1056 0.006324 


Source: Data generated from the EES software developed by S. A. Klein and Е. L. Alvarado. Originally based on various sources. 
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TABLE A-21E 


Ideal-gas properties of air 


T h u 5. Т h E 
R Btulbm P, Btullbm v 


о 


и 
, Btu/Ibm - R| R Btullbm Р, Btullbm v, Btu/Ibm - R 


360 85.97 0.3363 61.29 396.6 0.50369 | 1600 395.74 71.13 286.06 8.263 0.87130 
380 90.75 0.4061 64.70 346.6 0.51663 | 1650 409.13 80.89 296.03 7.556 0.87954 
400 95.53 0.4858 68.11 305.0 0.52890 | 1700 422.59 90.95 306.06 6.924 0.88758 
420 100.32 0.5760 71.52 270.1 0.54058 | 1750 436.12 101.98 316.16 6.357 0.89542 
440 105.11 0.6776 74.93 240.6 0.55172 |1800 449.71 114.0 326.32 5.847 0.90308 
460 109.90 0.7913 78.36 215.33 0.56235 | 1850 463.37 127.2 336.55 5.388 0.91056 
480 114.69 0.9182 81.77 193.65 0.57255 |1900 477.09 141.5 346.85 4.974 0.91788 
500 119.48 1.0590 85.20 174.90 0.58233 | 1950 490.88 157.1 357.20 4.598 0.92504 
520 124.27 1.2147 88.62 158.58 0.59173 | 2000 504.71 174.0 367.61 4.258 0.93205 
537 128.10 1.3593 91.53 146.34 0.59945 | 2050 518.71 192.3 378.08 3.949 0.93891 
540 129.06 1.3860 92.04 144.32 0.60078 | 2100 532.55 212.1 388.60 3.667 0.94564 


560 133.86 1.5742 95.47 131.78 0.60950 | 2150 546.54 223.5 399.17 3.410 0.95222 
580 138.66 1.7800 98.90 120.70 0.61793 | 2200 560.59 256.6 409.78 3.176 0.95919 
600 143.47 2.005 102.34 110.88 0.62607 | 2250 574.69 281.4 420.46 2.961 0.96501 
620 148.28 2.249 105.78 102.12 0.63395 | 2300 588.82 308.1 431.16 2.765 0.97123 
640 153.09 2.514 109.21 94.30 0.64159 | 2350 603.00 336.8 441.91 2.585 0.97732 


660 157.92 2.801 112.67 87.27 0.64902 | 2400 617.22 367.6 452.70 2.419 0.98331 
680 162.73 3.111 116.12 80.96 0.65621 | 2450 631.48 400.5 463.54 2.266 0.98919 
700 167.56 3.446 119.58 75.25 0.66321 | 2500 645.78 435.7 474.40 2.125 0.99497 
720 172.39 3.806 123.04 70.07 0.67002 | 2550 660.12 473.3 485.31 1.996 1.00064 
740 177.23 4.193 126.51 65.38 0.67665 | 2600 674.49 513.5 496.26 1.876 1.00623 


760 182.08 4.607 129.99 61.10 0.68312 | 2650 688.90 556.3 507.25 1.765 1.01172 
780 186.94 5.051 133.47 57.20 0.68942 | 2700 703.35 601.9 518.26 1.662 1.01712 
800 191.81 5.526 136.97 53.63 0.69558 | 2750 717.83 650.4 529.31 1.566 1.02244 
820 196.69 6.033 140.47 50.35 0.70160 | 2800 732.33 702.0 540.40 1.478 1.02767 
840 201.56 6.573 143.98 47.34 0.70747 | 2850 746.88 756.7 551.52 1.395 1.03282 
860 206.46 7.149 147.50 44.57 0.71323 |2900 761.45 814.8 562.66 1.318 1.03788 
880 211.35 7.761 151.02 42.01 0.71886 | 2950 776.05 876.4 573.84 1.247 1.04288 
900 216.26 8.411 154.57 39.64 0.72438 | 3000 790.68 941.4 585.04 1.180 1.04779 





920 221.18 9.102 158.12 37.44 0.72979 | 3050 805.34 1011 596.28 1.118 1.05264 
940 226.11 9.834 161.68 35.41 0.73509 | 3100 820.03 1083 607.53 1.060 1.05741 
960 231.06 10.61 165.26 33.52 0.74030 |3150 834.75 1161 618.82 1.006 1.06212 


980 236.02 11.43 168.83 31.76 0.74540 | 3200 849.48 1242 630.12 0.955 1.06676 
1000 240.98 12.30 17243 30.12 0.75042 | 3250 864.24 1328 641.46 0.907 1.07134 
1040 250.95 14.18 179.66 27.17 0.76019 |3300 879.02 1418 652.81 0.8621 1.07585 
1080 260.97 16.28 186.93 24.58 0.76964 | 3350 893.83 1513 664.20 0.8202 1.08031 


1120 271.03 18.60 194.25 22.30 0.77880 | 3400 908.66 1613 675.60 0.7807 1.08470 
1160 281.14 21.18 201.63 20.29 0.78767 |3450 923.52 1719 687.04 0.7436 1.08904 
1200 291.30 24.01 209.05 18.51 0.79628 |3500 938.40 1829 698.48 0.7087 1.09332 
1240 301.52 27.13 216.53 16.93 0.80466 |3550 953.30 1946 709.95 0.6759 1.09755 
1280 311.79 30.55 224.05 15.52 0.81280 |3600 968.21 2068 721.44 0.6449 1.10172 


1; 

1320 322.11 34.31 231.63 14.25 0.82075 |3650 983.15 2196 732.95 0.6157 1.10584 
1360 332.48 38.41 239.25 13.12 0.82848 |3700 998.11 2330 744.48 0.5882 1.10991 
1400 342.90 42.88 246.93 12.10 0.83604 |3750 1013.1 2471 756.04 0.5621 1.11393 
1440 353.37 47.75 254.66 11.17 0.84341 |3800 1028.1 2618 767.60 0.5376 1.11791 
1480 363.89 53.04 262.44 10.34 0.85062 | 3850 1043.1 2773 779.19 0.5143 1.12183 
1. 
1. 


1520 374.47 58.78 270.26 9.578 0.85767 | 3900 1058.1 2934 790.80 0.4923 1.12571 
1560 385.08 65.00 278.13 8.890 0.86456 13950 1073.2 3103 802.43 0.4715 1.12955 





(Continued) 
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TABLE A-21E 
Ideal-gas properties of air (Concluded) 
T h и Ён Т h u 5? 
R Btullbm P, Btu/lbm v, Btu/Ibm - R R Btullbm P, Btu/lbm v, Btu/Ibm - R 
4000 1088.3 3280 814.06 0.4518 1.13334 4600 1270.4 6089 955.04 0.2799 1.17575 
4050 1103.4 3464 825.72 0.4331 1.13709 4700 1300.9 6701 978.73 0.2598 1.18232 
4100 1118.5 3656 837.40 0.4154 1.14079 4800 1331.5 7362 1002.5 0.2415 1.18876 
4150 1133.6 3858 849.09 0.3985 1.14446 4900 13622 8073 1026.3 0.2248 1.19508 
4200 1148.7 4067 $860.81 0.3826 1.14809 5000 1392.9 8837 1050.1 0.2096 1.20129 
4300 1179.0 4513 $884.28 0.3529 1.15522 5100 1423.6 9658 1074.0 0.1956 1.20738 
4400 1209.4 4997 907.81 0.3262 1.16221 5200 1454.4 10,539 1098.0 0.1828 1.21336 
4500 1239.9 5521 931.39 0.3019 1.16905 5300 1485.3 11,481 1122.0 0.1710 1.21923 





Note: The properties P, (relative pressure) and v, (relative specific volume) are dimensionless quantities used in the analysis of isentropic processes, and 
should not be confused with the properties pressure and specific volume. 


Source: Kenneth Wark, Thermodynamics, 4th ed. (New York: McGraw-Hill, 1983), pp. 832-33, Table A-5. Originally published in J. H. Keenan and 
J. Kaye, Gas Tables (New York: John Wiley & Sons, 1948). 
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TABLE A-22E 


Properties of air at 1 atm pressure 





Specific Thermal Thermal Dynamic Kinematic Prandtl 
Temp. Density Heat Conductivity Diffusivity Viscosity Viscosity Number 
ir p, Ibm/ft? c, Btu/lbm:R k, Btu/h-ft-R a, ft?/s u, lbm/ft-s v, ft?/s Pr 
—300 0.24844 0.5072 0.00508 1.119 х 1055 4.039 x 107€ 1.625 х 105-5 1.4501 
-200 0.15276 0.2247 0.00778 6.294 x 1075 6.772 X 1076 4.433 х 10-5 0.7042 
-100 0.11029 0.2360 0.01037 1.106 x 10^ 9.042 х 105 8.197 х 1055 0.7404 
-50 0.09683 0.2389 0.01164 1.397 x 10^ 1.006 х 1075 1.039 x 104 0.7439 
0 0.08630 0.2401 0.01288 1.726 x 107^ 1.102 х 1075 1.278 X 1074 0.7403 
10 0.08446 0.2402 0.01312 1.797 x 107^ 1.121 х 1075 1.328 x 10-4 0.7391 
20 0.08270 0.2403 0.01336 1.868 x 107^ 1.140 х 1075 1.379 x 10-4 0.7378 
30 0.08101 0.2403 0.01361 1.942 x 107^ 1.158 x 1075 1.430 x 107^ 0.7365 
40 0.07939 0.2404 0.01385 2.016 х 10:45 1.176 х 1075 1.482 x 10-4 0.7350 
50 0.07783 0.2404 0.01409 2.092 x 10-4 1.194 x 105 1.535 x 10-4 0.7336 
60 0.07633 0.2404 0.01433 2.169 x 10-4 1.212 х 1075 1.588 x 10-4 0.7321 
70 0.07489 0.2404 0.01457 2.248 x 107^ 1.230x 1075 1.643 x 107^ 0.7306 
80 0.07350 0.2404 0.01481 2.328 x 107^ 1.247 х 1075 1.697 х 10-* 0.7290 
90 0.07217 0.2404 0.01505 2.409 x 1074 1.265 х 1075 1.753 x 1074 0.7275 
100 0.07088 0.2405 0.01529 2.491 x 104 1.281 х 1075 1.809 x 10^ 0.7260 
110 0.06963 0.2405 0.01552 2.575 x 1074 1.2909 x 105 1.866 x 10^ 0.7245 
120 0.06843 0.2405 0.01576 2.660 x 107^ 1.316 х 1075 1.923 x 10-4 0.7230 
130 0.06727 0.2405 0.01599 2.746 x 107^ 1.332 x 1075 1.981 x 107^ 0.7216 
140 0.06615 0.2406 0.01623 2.833 x 107^ 1.349 x 1075 2.040 x 107^ 0.7202 
150 0.06507 0.2406 0.01646 2.921 x 107^ 1.365 х 1075 2.099 x 107^ 0.7188 
160 0.06402 0.2406 0.01669 3.010 x 10^ 1.382 х 1075 2.159 x 1074 0.7174 
170 0.06300 0.2407 0.01692 3.100 x 10^ 1398 х 105 2.220 x 1074 0.7161 
180 0.06201 0.2408 0.01715 3.191 x 107^ 1.414 x 1075 2.281 х 10-* 0.7148 
190 0.06106 0.2408 0.01738 3.284 x 107^ 1.430 х 1075 2.343 x 10-4 0.7136 
200 0.06013 0.2409 0.01761 3.377 x 107^ 1.446 х 1075 2.406 x 10-4 0.7124 
250 0.05590 0.2415 0.01874 3.857 x 107^ 1.524 х 1075 2.727 x 10-4 0.7071 
300 0.05222 0.2423 0.01985 4.358 x 10^ 1.599 х 1075 3.063 x 10^ 0.7028 
350 0.04899 0.2433 0.02094 4.879 x 10^ 1.672 х 10755 3.413 x 10-4 0.6995 
400 0.04614 0.2445 0.02200 5.419 x 10-4 1.743 х 1075 3.777 x 10-4 0.6971 
450 0.04361 0.2458 0.02305 5.974 x 10-4 1.812 х 1075 4.154 x 10-4 0.6953 
500 0.04134 0.2472 0.02408 6.546 x 107^ 1.8/8x 1075 4.544 x 107^ 0.6942 
600 0.03743 0.2503 0.02608 7.732 X 1074 2.007 х 1055 5.361 x 1074 0.6934 
700 0.03421 0.2535 0.02800 8.970 x 10^ 2.129 x 105 6.225 x 10^ 0.6940 
800 0.03149 0.2568 0.02986 1.025 x 10? 2.247 х 1075 7.134 x 1074 0.6956 
900 0.02917 0.2599 0.03164 1.158 х 10:3 2.359 х 105 8.087 х 10-* 0.6978 
1000 0.02718 0.2630 0.03336 1.296 х 1053 2.467 х 1055 9.080 х 10-* 0.7004 
1500 0.02024 0.2761 0.04106 2.041 x 107? 2.957 х 1055 1.460 х 1053 0.7158 
2000 0.01613 0.2855 0.04752 2.867 x 107? 3.379 х 1075 2.095 х 1053 0.7308 
2500 0.01340 0.2922 0.05309 3.765 x 10? 3.750 х 1075 2.798 х 1053 0.7432 
3000 0.01147 0.2972 0.05811 4.737 x 10? 4.082 х 1075 3.560 х 1073 0.7516 
3500 0.01002 0.3010 0.06293 5.797 х 10-3 4.381 х 1075 4.373 х 1053 0.7543 
4000 0.00889 0.3040 0.06789 6.975 x 107? 4.651 х 1075 5.229 x 10-3 0.7497 


Note: For ideal gases, the properties c,, k, w, and Pr are independent of pressure. The properties p, v, and @ at a pressure P (in atm) other than 1 atm are 
determined by multiplying the values of p at the given temperature by P and by dividing v and a by P. 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Original sources: Keenan, Chao, Keyes, Gas Tables, Wiley, 1984; 


and Thermophysical Properties of Matter, Vol. 3: Thermal Conductivity, Y. S. Touloukian, P. E. Liley, S. C. Saxena, Vol. 11: Viscosity, Y. S. Touloukian, 
S. C. Saxena, and P. Hestermans, IFI/Plenun, NY, 1970, ISBN 0-306067020-8. 
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Properties of gases at 1 atm pressure 


























Specific Thermal Thermal Dynamic Kinematic Prandtl 
Temp. Density Heat Conductivity Diffusivity Viscosity Viscosity Number 
1G °F p, Ibm/ft? cy, Btu/Ibm-R k, Btu/h-ft-R a, ft?/s p, Ibm/ft.s v, ft?/s Pr 
Carbon Dioxide, CO; 
-50 0.14712 0.1797 0.00628 6.600 x 1075 7.739 х 10-6 5.261 х 105% 0.7970 
0 0.13111 0.1885 0.00758 8.522 х 10-5 8.661 х 1056 6.606 х 1055 0.7751 
50 0.11825 0.1965 0.00888 1.061 x 107^ 9.564 х 1056 8.086 х 1055 0.7621 
100 0.10769 0.2039 0.01017 1.286 x 107^ 1.045 х 1055 9.703 х 1055 0.7543 
200 0.09136 0.2171 0.01273 1.784 x 107^ 1.217 х 10-95 1.332 x 1074 0.7469 
300 0.07934 0.2284 0.01528 2.341 X 1074 1.382 х 1055 1.743 x 10^ 0.7445 
500 0.06280 0.2473 0.02027 3.626 x 107^ 1.696 х 1055 2.700 x 107^ 0.7446 
1000 0.04129 0.2796 0.03213 7.733 x 10^ 2.381 x 1075 5.767 x 1074 0.7458 
1500 0.03075 0.2995 0.04281 1.290 х 1053 2.956 х 1055 9.610 x 1074 0.7445 
2000 0.02450 0.3124 0.05193 1.885 x 1073 3.451 x 1075 1.408 х 1053 0.7474 
Сагроп Мопохіае, СО 
-50 0.09363 0.2571 0.01118 1.290 x 107^ 9.419 х 10:56 1.005 x 1074 0.7798 
0 0.08345 0.2523 0.01240 1.636 x 107^ 1.036 х 1055 1.242 x 1074 0.7593 
50 0.07526 0.2496 0.01359 2.009 x 1074 1.127 х 10-5 1.498 x 1074 0.7454 
100 0.06854 0.2484 0.01476 2.408 x 1074 1.214 х 1055 1.772 x 10^ 0.7359 
200 0.05815 0.2485 0.01702 3.273 x 10^ 1.379 x 1075 2.372 x 10^ 0.7247 
300 0.05049 0.2505 0.01920 4.217 x 104 1.531 х 1055 3.032 x 10-4 0.7191 
500 0.03997 0.2567 0.02331 6.311 x 107^ 1.802 х 1055 4.508 x 10-4 0.7143 
1000 0.02628 0.2732 0.03243 1.254 х 10-3 2.334 x 1075 8.881 x 10-4 0.7078 
1500 0.01957 0.2862 0.04049 2.008 x 10-3 2.766 х 10-5 1.413 х 1053 0.7038 
2000 0.01559 0.2958 0.04822 2.903 х 1053 3.231 x 10 2.072 х 1053 0.7136 
Methane, CH, 
-50 0.05363 0.5335 0.01401 1.360 x 107^ 5.861 х 1056 1.092 x 1074 0.8033 
0 0.04779 0.5277 0.01616 1.780 x 1074 6.506 х 1056 1.361 x 1074 0.7649 
50 0.04311 0.5320 0.01839 2.228 x 1074 7.133 х 1056 1.655 x 107^ 0.7428 
100 0.03925 0.5433 0.02071 2.698 x 107^ 7.742 х 1056 1.972 x 1074 0.7311 
200 0.03330 0.5784 0.02559 3.690 x 1074 8.906 х 1056 2.674 x 10^ 0.7245 
300 0.02892 0.6226 0.03077 4.748 x 1074 1.000 х 1055 3.457 x 1074 0.7283 
500 0.02289 0.7194 0.04195 7.075 x 107^ 1.200 х 1055 5.244 x 10^ 0.7412 
1000 0.01505 0.9438 0.07346 1.436 х 1053 1.620 х 1055 1.076 х 1053 0.7491 
1500 0.01121 1.1162 0.10766 2.390 x 103 1.974 х 1055 1.760 х 103 0.7366 
2000 0.00893 1.2419 0.14151 3.544 x 103 2.327 x 1075 2.605 х 1053 0:7353 
Нуаговеп, Н, 
-50 0.00674 3.0603 0.08246 1.110 x 10:3 4.969 х 1056 7.373 X 1074 0.6638 
0 0.00601 3.2508 0.09049 1.287 х 10:3 5.381 x 1076 8.960 x 1074 0.6960 
50 0.00542 3.3553 0.09818 1.500 x 107? 5.781 x 10° 1.067 х 1053 0.7112 
100 0.00493 3.4118 0.10555 1.742 х 1053 6.167 х 1056 1.250 х 1053 0.7177 
200 0.00419 3.4549 0.11946 2.295 х 1053 6.911 х 106 1.652 х 1053 0.7197 
300 0.00363 3.4613 0.13241 2.924 х 1053 7.622 х 1056 2.098 х 1053 0.7174 
500 0.00288 3.4572 0.15620 4.363 x 107? 8.967 х 1056 3.117 x 107? 0.7146 
1000 0.00189 3.5127 0.20989 8.776 x 103 1.201 х 1055 6.354 х 1053 0.7241 
1500 0.00141 3.6317 0.26381 1.432 х 1072 1.477 х 1055 1.048 х 1072 0.7323 
2000 0.00112 3.7656 0.31923 2.098 х 1072 1.734 х 1055 1.544 х 1072 0.7362 





(Continued) 
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TABLE A-23E 


Properties of gases at 1 atm pressure (Concluded) 














Specific Thermal Thermal Dynamic Kinematic Prandtl 
Temp. Density Heat Conductivity Diffusivity Viscosity Viscosity Number 
T, 9F p, Ibm/ft? Cp, Btu/Ibm-R k, Btu/h-ft-R a, ft?/s p, lbm/ft-s v, ft?/s Pr 
Nitrogen, N, 
=50 0.09364 0.2320 0.01176 1.504 x 1074 9.500 х 1056 1.014 x 1074 0.6746 
0 0.08346 0.2441 0.01300 1.773 x 10-4 1.043 х 1055 1.251 x 107^ 0.7056 
50 0.07527 0.2480 0.01420 2.113 x 107^ 1.134 х 1055 1.507 x 107^ 0.7133 
100 0.06854 0.2489 0.01537 2.502 x 107^ 1.221 x 1075 1.783 x 107^ 0.7126 
200 0.05815 0.2487 0.01760 3.379 x 107^ 1.388 х 1055 2.387 x 10^ 0.7062 
300 0.05050 0.2492 0.01970 4.349 х 10:45 1.543 х 1055 3.055 x 107^ 0.7025 
500 0.03997 0.2535 0.02359 6.466 x 10:45 1.823 х 1055 4.559 x 107^ 0.7051 
1000 0.02628 0.2697 0.03204 1.255 x 10^? 2.387 x 1075 9.083 x 107^ 0.7232 
1500 0.01958 0.2831 0.04002 2.006 x 107? 2.829 х 10-5 1.445 x 1073 0.7202 
2000 0.01560 0.2927 0.04918 2.992 х 1073 3.212 х 10-5 2.059 х 1053 0.6882 
Oxygen, O5 
—50 0.10697 0.2331 0.01216 1.355 x 107^ 1.104 х 1055 1.032 x 107^ 0.7622 
0 0.09533 0.2245 0.01346 1.747 x 107^ 1.218 х 1055 1.277 x 107^ 0.7312 
50 0.08598 0.2209 0.01475 2.157 x 107^ 1.326 х 1055 1.543 x 107^ 0.7152 
100 0.07830 0.2200 0.01601 2.582 x 107^ 1.429 х 1055 1.826 x 107^ 0.7072 
200 0.06643 0.2221 0.01851 3.484 x 107^ 1.625 х 1055 2.446 x 10^ 0.7020 
300 0.05768 0.2262 0.02096 4.463 x 107^ 1.806 х 1055 3.132 x 1074 0.7018 
500 0.04566 0:2352 0.02577 6.665 X 1074 2.139 х 1055 4.685 x 107^ 0.7029 
1000 0.03002 0.2520 0.03698 1.357 х 1053 2.855 х 1055 9.509 x 107^ 0.7005 
1500 0.02236 0.2626 0.04701 2.224 x 10? 3.474 x 1075 1.553 х 1053 0.6985 
2000 0.01782 0.2701 0.05614 3.241 х 1053 4.035 х 1055 2.265 х 1053 0.6988 





Ууаег Уарог, Н,О 





-50 0.06022 0.4512 0.00797 8.153 х 1075 4.933 х 1056 8.192 х 1055 1.0050 
0 0.05367 0.4484 0.00898 1.036 x 1074 5.592 х 1056 1.041 x 1074 1.0049 

50 0.04841 0.4472 0.01006 1.291 x 1074 6.261 x 10-6 1.293 x 1074 1.0018 
100 0.04408 0.4473 0.01121 1.579 x 1074 6.942 х 1056 1.574 x 1074 0.9969 
200 0.03740 0.4503 0.01372 2.263 х 1074 8.333 х 1056 2.228 x 107^ 0.9845 
300 0.03248 0.4557 0.01648 3.093 х 1074 9.756 х 1056 3.004 х 107“ 0.9713 
500 0.02571 0.4707 0.02267 5.204 x 10-4 1.267 x 1075 4.931 x 10-4 0.9475 
1000 0.01690 0.5167 0.04134 1.314 х 105 2.014 х 10-5 1.191 x 10? 0.9063 
1500 0.01259 0.5625 0.06315 2.477 х 1053 2.742 х 1055 2.178 x 10? 0.8793 
2000 0.01003 0.6034 0.08681 3.984 х 1072 3.422 х 1055 3.411 х 1073 0.8563 


Note: For ideal gases, the properties c,, k, u, and Pr are independent of pressure. The properties p, v, and @ at a pressure P (in atm) other than 1 atm аге 
determined by multiplying the values of p at the given temperature by P and by dividing v and «a by Р. 


Source: Data generated from the EES software developed by S. A. Klein and F. L. Alvarado. Originally based on various sources. 
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TABLE A—24E 


Properties of solid metals 














Properties at 540 R Properties at Various Temperatures (R), 
Melting k (Btu/h - ft - Rc, (Btu/Ibm - R) 
Point, p c,(Btu/ k(Btu/ ax 106 
Composition R  Ibm/ft? Ibm - R) h- ft - R) ft?/s 180 360 720 1080 1440 1800 
Aluminum 1679 168 0.216 137 1045 174.5 137 138.6 133.4 126 
Pure (0.1115) onon 0.226 0.246 0.273 
Alloy 2024-T6 180)5 173 0.209 102.3 785.8 37.6 94.2 107.5 107.5 
(4.5% Cu, 1.5% Mg, 
0.6% Mn) (01218) 0.188 0.22 0.249 
Alloy 195, cast (4.5% Cu) 174.2 (021 8) 734 100.5 106.9 
Beryllium 2790 115.5 0.436 115.6 637.2 572 174 93 72.8 61.3 52.5 
0.048 0.266 0.523 0.621 0.624 0.72 
Bismuth 981 610.5 0.029 4.6 71 9.5 5.6 4.06 
0.026 0.028 0.03 
Boron 4631 156 0.264 15.6 105 109.7 32.06 9.7 6.1 5.5 5.7 
0.03 0.143 0.349 0.451 0.515 0.558 
Cadmium 1069 540 0.055 55.6 521 117.3 57.4 54.7 
0.047 0.053 0.057 
Chromium 3812 447 0.107 541 313.2 91.9 64.1 52.5 46.6 41.2 37.8 
0.045 0.091 0.115 0.129 0.138 0.147 
Cobalt ЛЕЛ ЕБ 5572 onoi 286.3 96.5 70.5 49.3 B9 33.6 80.1 
0.056 0.09 0.107 0.12 Ome 0.145 
Copper 2445 559 (04089 2517 12582 278.5 238.6 227-07 218) 212 203.4 
Риге 0.06 0.085 0.094 0.01 0.103 0.107 
Commercial bronze 2328 550 0.1 30 1507 24.3 30 34 
(90% Cu, 10% Al) 0.187 0.109 0.130 
Phosphor gear bronze 1987 548.1 0.084 31.2 183 2537 37.6 42.8 
(8996 Си, 1196 50) = = == 
Cartridge brass 2128) 562.5 0.09 63.6 364.9 43.3 54.9 o 86.0 
(70% Cu, 30% Zn) 0.09 0.09 0.101 
Constantan 269/8557] (040/192 — 108.9) V28 9.8 ЭГ 
(55% Cu, 45% Ni) 0.06 0.09 
Germanium 2180 334.6 0.08 34.6 373.5 134 56 25 15.7 11.4 10.05 
0.045 0.069 0.08 0.083 0.085 0.089 
Gold 2405 1205 0.03 183.2 1367 189 186.6 179.7 172.2 164.09 156 
0.026 0.029 0.031 0.032 0.033 0.034 
Iridium 4896 1404.6 0.031 85 541.4 99.4 88.4 83.2 79.7 76.3 72.8 
0.021 0.029 0.031 0.032 0.034 0.036 
Iron: 3258 491.3 0.106 46.4 248.6 77.4 54.3 40.2 31.6 25.01 19 
Pure 0.051 0.091 0.117 0.137 0.162 0.232 
Armco 491.3 0.106 42 222.8 55.2 46.6 38 30.7 24.4 18:7 
(99.75% pure) 0.051 0.091 0.117 0.137 0.162 0.233 
Carbon steels 490.3 (NOSE 190.6 32.8 Di) 2297 17.4 
Plain carbon (Mn = 1%. 
Si = 0.1%) 0.116 (sS 0.163 0.279 
AISI 1010 489 (0108) 27 202.4 99:9 28.2 22 18 
0.116 (SIS S 0.163 0.278 
Carbon-silicon 488 0.106 30 160.4 28.8 25.4 21.6 I 
(Mn = 1%, 
0.1% < Si = 0.6%) 0.119 OISE 0.166 0.231 
Carbon-manganese-silicon 508 0.104 23.7 125 24.4 25) 20.2 16 
(1% < Мп = 1.65%, 0.116 0.133 0.163 0.260 
0.1% < Si = 0.6%) 
Chromium (low) steels: 488.3 0.106 21.8 117.4 22 21,2 25 11516 
1} Cr- Mo-Si 0.117 (0220) 0.164 0.23 
(0.18% C, 0.65% Cr, 
0.23% Mo. 0.6% Si)1 
1 Qr Mo (0.16% C, 490.6 0.106 24.5 SHES} 24.3 22.6 20 15.8 
1% Cr. 0.54% Mo. 0.39% Si) 0.117 0.137 0.164 0.231 
1 Cr-v 489.2 0.106 28.3 151.8 DG) 24.3 21 16.3 
(0.2% C, 1.02% Cr, 0.15% V) 0.117 05087; 0.164 0.231 


(Continued) 
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ТАВЕД-24Е 


Properties of solid metals (Continued) 











Properties at 540 R Properties at Various Temperatures (R), 
Melting k (Btu/h - ft - R)/c,(Btu/Ibm - R) 
Point, р с(8ш/ k(Btu/ ох 105 
Composition R Ibm/ft? Ibm - R) h - ft- R) ft?/s 180 360 720 1080 1440 1800 
Stainless steels: 503 0.114 8.7 42 10 11.6 13:2 14.7 
AISI 302 0.122 0.133 0.140 0.144 
AISI 304 3006 493.2 0.114 8.6 42.5 5.31 7:3 9.6 11.5 13 14.7 
0.064 0.096 0.123 0.133 0.139 0.145 
AISI 316 514.3 0.111 7.8 37:5 8.8 10.6 12.3 14 
0.12 0.131 0.137 0.143 
AISI 347 498 0.114 8.2 40 94 1.1 12.7 14.3 
0.122 0.133 0.14 0.144 
Lead 1082 708 0.03 20.4 259.4 23 21.2 ПОЗИ 18.1 
0.028 0.029 0.031 0.034 
Magnesium 1661 109 0.245 90.2 943 87.9 9)1.8) 88.4 86.0 84.4 
0.155 0.223 0.256 0.279 0.302 
Molybdenum 5209 639.3 0.06 ZO 578 1034 82.6 77.4 72.8 68.2 64.7 
0.038 0.053 0.062 0.065 0.068 0.070 
Nickel: 3110 555.6 0.106 52.4 247.6 94.8 61.8 46.3 37.9 39 41.4 
Pure 0.055 0.091 0.115 0.141 0.126 0.134 
Nichrome 3010 524.4 0.1 6.9 36.6 8.0 9.3 12.2 
(80% Ni, 20% Cr) 0.114 0.125 0.130 
Inconel X-750 2997 531.3 0.104 6.8 33.4 5 5.9 7.8 9.8 11.8 13.9 
(73% Ni, 15% Cr, 
6.7% Fe) — 0.088 0.112 0.121 0.13 0.149 
Niobium 4934 535 0.063 31 254 SES 30.4 32 3316 35.4 32.2 
0.044 0.059 0.065 0.067 0.069 0.071 
Palladium 3289 750.4 0.058 41.5 263.7 44.2 41.4 42.5 46 50 54.4 
0.04 0.054 0.059 0.062 0.064 0.067 
Platinum: 3681 1339 0.031 41.4 270 44.7 42 41.5 42.3 43.7 45.5 
Pure 0.024 0.03 0.032 0.034 0.035 0.036 
Alloy 60Pt-AORh 3240 1038.2 0.088 27.2 187.3 30 34 S79 40 
(60% Pt, 40% Rh) = = = 
Rhenium 6215 1317.2 0.032 27.7 180 34 30 26.6 25.5 25.4 25.8 
0.023 0.03 0.033 0.034 0.036 0.037 
Rhodium 4025 777.2 0.058 86.7 534 107.5 89 84.3 78.5 73.4 70 
0.035 0.052 0.06 0.065 0.069 0.074 
Silicon 3033 145.5 0.17 85.5 960.2 510.8 152.5 57.2 35.8 24.4 18.0 
0.061 0.132 0.189 0.207 0.218 0.226 
Silver 2223 656 0.056 248 1873 257 248.4 245.5 238 228.8 219 
0.044 0.053 0.057 0.059 0.062 0.066 
Tantalum 5884 1036.3 01033332 266 34.2 33:2 33.4 34 34.3 34.8 
0.026 0.031 0.034 0.035 0.036 0.036 
Thorium 3641 730.4 0.028 31.2 420.9 34.6 21145) 31.4 5222 9219 9259 
0.024 0.027 0.029 0.032 0.035 0.037 
Tin 909 456.3 (005: 2155) 431.6 49.2 42.4 5519) 
0.044 0.051 0.058 
Titanium 3515 281 Colsma 100.3 17.6 14.2 11.8 112 11.4 12 
0.071 0.111 SIS 0.141 0.151 0.161 
Tungsten 6588 1204.9 0.031 100.5 735.2 120.2 107.5 92 79.2 72.2 68.2 
0.020 0.029 0.032 0.033 0.034 0.035 
Uranium 2531 1190.5 0.027 16 134.5 12.5 14.5 17.1 19.6 22.4 25.4 
0.022 0.026 0.029 0.035 0.042 0.043 
Vanadium 3946 381 0.117 17.7 110.9 20.7 18 18 19.3 20.6 22.0 
0.061 0.102 0.123 0.128 0.134 0.142 
Zinc 1247 445.7 0.093 67 450 67.6 68.2 64.1 59.5 
0.07 0.087 0.096 0.104 
Zirconium 3825 410.2 0.067 13.1 133.5 19.2 14.6 12.5 12 12.5 13:7 
0.049 0.063 0.072 0.77 0.082 0.087 


Source: Tables A-24E and A-25E are obtained from the respective tables in SI units in Appendix 1 using proper conversion factors. 
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TABLE A-25E 


Properties of solid non-metals 








Properties at 540 R Properties at Various Temperatures (R), 
Melting k (Btu/h - ft - R)/c,(Btu/Ibm - К) 
Point, р c,(Btu/  k(Btu/ ax 109 
Composition R Ibm/ft? Ibm-R) h-ft-R)  ft?/s 180 360 720 1080 1440 1800 
Aluminum oxide, 4181 247.8 0.182 26.6 16285 260 47.4 18.7 11 Usb 6 
sapphire — — 0.224 0.265 0.281 0.293 
Aluminum oxide 4181 247.8 0.182 20.8 128 76.8 Sil. Illos 525 6 415 
polycrystalline 0.244 0.265 0.281 0293 
Beryilium oxide 4905 187.3 0.246 157.2 947.3 w32 64.2 40.4 DUE 
0.322 0.40 0.44 0.459 
Boron 4631 156 0.264 16 107.5 109.8 30.3 10.8 6.5 4.6 3.6 
0.355 0.445 0.509 0.561 
Boron fiber epoxy 1062 130 
(30% vol.) composite 
k, II to fibers 1:3 1:2 1.3 1.31 
k, L to fibers 0.34 0.21 0.28 0.34 
Cp 0.268 0.086 0.18 0.34 
Carbon 2700 TA — 0.92 — 0.38 0.68 1.09 1.26 1.36 1.46 
Amorphous Diamond, 
type lla — 219 (1,121. 12220) - 5778 2311.2 889.8 
insulator 0.005 0.046 0.203 
Graphite, pyrolytic 4091 138 
k, Il to layers 1126.7 2871.6 1866.3 803.2 515.4 385.4 308.5 
k, L to layers 33 8).7 5:3 2.4 11:45) 1.16 0.92 
en 0.169 0.32 0.098 0.236 0.335 0.394 0.428 
Graphite fiber epoxy 810 87.4 
(2596 vol.) composite 
k, heat flow Il to fibers 6.4 23:9 5.0 7.5 
k, heat flow .L to fibers 0.5 5 0.4 0.63 
Cp 0.223 0.08 0.153 0.29 
Pyroceram, Corning 9606 2921 162.3 0.193 2.3 20.3 3.0 2.3 2.1 1.9 1,7 1,7 
Silicon carbide, 5580 1973 0.161 283.1 2475.7 - - — 50.3 
0.210 0.25 0.27 0.285 
Silicon dioxide, 
crystalline (quartz) 3389 165.4 
k, Il to c-axis 6 22.5 9.5 4.4 2.9 2.4 
К, L to c-axis 3.6 12.0 59 2 2 1.8 
Cp (021571) 0.211 0.256 0.298 
Silicon dioxide, 3389 138.6 0.177 0.79 9 0.4 0.65 0.87 1.01 1.25 1.65 
polycrystalline (fused silica) — — 0.216 0.248 0.264 0.276 
Silicon nitride 3911 150 0.165 9.2 104 — — 8.0 6.5 5.7 5.0 
— 0.138 0.185 0.223 0.253 0.275 
Sulfur 706 130 0.169 0.1 1.51 0.095 0.1 
0.962 0.144 
Thorium dioxide 6431 568.7 0.561 7.5 65.7 5.9 3.8 2:7 2.12 
0.609 0.654 0.680 0.704 
Titanium dioxide, 3840 25915 0.170 4.9 30.1 4.0 29) 29 2 
polycrystalline 0.192 0.210 0.217 02222 


INDEX 





A-bomb, 36 

Absolute entropy, 290 

Absolute gas temperature scale, 44 

Absolute humidity, 429 

Absolute pressure, 46, 47 

Absolute pressure transducers, 54 

Absolute temperatures, 252 

Absorber/reflective surfaces, 977—978 

Absorpüvity, 724, 970-5977 

Accelerating motion, 504—506 

Acceleration of fluid particle, 525—526 

Acceleration of steam an nozzle, 178-179 

Accuracy, 17-19 

Acid rain, 319 

Actual gas-turbine cycle, 372-374 

Actual gas-turbine cycle wir regeneration, 
375-376 

Actual steam power cycle, 383-384 

Actual vapor-compression refngeration 
cycle, 3908—HX) 

Additive pressures, 427—474 

Additive volumes, 422—424 

Adiabatic efficiency, 312 

Adiabatic mixing of aimstreams, 445—447 

Adiabatic process, 123 

Adiabatic saturation process, 432—433 

Adiabatic saturation temperature, 432, 434 

Aeroadynamics, 6 

Aerostatics, 4&6 

AFUF, 232 

Aur, 426 

ideal-gas properties, 1111-10) 2, 
1162-1163 
properties, 1113, 1164 

Air conditioners, 238, 401 

Air conditioning, 436—449 

Air duct, diameter, 629—630) 

Air pollution, 37-42 

Aircraft, 689, 69] —694, 697—698 

Aircraft propulsion, 369 

Aurtoils, 689, 691, 644 

Airplane wings, 8691-4094 

Air-source heat pumps, 237 

Air-standard assumptions, 356—357 

Air-standard cycle, 357 

‘bum of Fluid Mores, An (Van Dyke), 466 

Alloy, 718 

Altitude, 56, 110, 1167 

Aluminum, 1111, 1162 

Aluminum oxide, 1117, 1168 

Amagar s law of additive volumes, 427—424 

Angle factor, 986 


Angle of attack, 671. 694—695 
Angle valve, 637 
Angular momentum, S86 
Angular momentum equation, 561, 585-594 
Euler's turbine formula, 590 
examples, 590-594 
na external moments, 588—589 
radial-flow devices, 589—590 
special cases, 55 /—588 
system, 356 
Annual fuel utilization efficiency 
( AFLUF), 232 
Annular flow, 885-886 
Anthracite (coal), 1124, 1175 
Apparent (average) molar mass, 420 
Apparent viscosity, 472 
Archimedes, 468 
Archimedes’ principle, 497, 498, 907 
Area moment of inertia, 488 
Arithmetic mean temperature difference, 875 
Armco, 1117, 1168 
Arnold, J. N., 926 
Aspect ratio, 693, 925 
Asphalt, 7, 1124, 1175 
atm, 46, 55 
Atmosphere (high altitude), E116, 1167 
Atmospheric air, 426-428 
Atmospheric pressure (P,,,,), 55-56 
Atmospheric radiation, 974-978 
Atom, 34 
Atomic bomb (A-bombh), 36 
Autoignition, 36 
Automobiles. See Motor vehicles 
Average emissivity, 167 
Average specific heats, 106—107 
Average temperature, 869—870 
Axisymmetric flow, 663 
Axisymmetric Flow over bullet, 46 / 
Ayvyaswamy, P. 5., 926 


Back work ratio, 369 
Baffles, 1034 

Bakelite, 1124, 1175 
Balance equations, 5640 

Ball on the floor analogy, 500 
Bar, 46 

Bar-Cohen, A., 91 &-U2( 
Barometer, 55, 20 
Barometric pressure, 55 
Base of water pipe, 590-5972 
Bathroom toilet, 645—547 
BDC, 357 
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Beattie-Bridgeman equation of state, 99, 10 
Bénard cells, 924 
Bend, 636 
Benedict- Webb-Rubin equation of state, 
uo I) 
Berkovsky, B. M., 976 
Bernoulli and energy equations, 519—558 
Bernoulli equation. 5ee Bernoulli 
eiuatiom 
efficiency, 521-522 
energy analysis (steady-Tlow svstems), 
541-5490 
energy equation. See Energy equation 
HGL/EGL, 532-534 
kinetic energy correction factor, 544 
Bernoulli, Daniel, 468, 527 
Bernoulli equation, 525-532 
applications, 534—541 
assumptions, 525 
compressible flow, 540-54 | 
derivation, 526—528 
equation, 327 
heads, 532 
hugh-pressure regions, 659 
key approximation, 525 
limitations, 530—531 
pressure, 529 
statement of equation, 528 
three-dimensional flow, 531 
unsteady compressible flow, 528 
Beryllium, 1117, 1168 
Beryllium oxide, 1120, 1171 
Betz limit, 553 
Hi, 812, 813, 823 
Bias error, 17, 19 
Bicycling, 676, 677 
Bingham plastic, 472 
Biological fouling, 1038 
Biological systems, 674—676 
Hiot number (Bi), 812, 813, 823 
Birds, 675, 694 
Bismuth, 1110, 1117, 1161, 1168 
Black ball, 936-957 
Black furnace, 1001-1002 
Black surfaces, LOOQU- 1002 
Blackbody. 953 
Blackbody emissive power, 953 
Blackbody radiation, 724, 953-959 
Blackbodv radiation functions, 957—958 
Block, 178 
Blulf, 663 
Blunt, 665 
Boats, 500—502 
Body forces, 3412, 569 
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Body heat, 122 

Boeing 727, 692 

Boiler, 1035, 1044, 1046, 1047 

Boiler pressure, 385—388 

Boiling eggs, 824—825 

Boltzmann constant, 288, 954 

Boltzmann, Ludwig, 953 

Boltzmann relation, 288 

Bore, 357 

Boron, 1117, 1120, 1168, 1171 

Boron fiber epoxy, 1120, 1171 

Bottom dead center (BDC), 357 

Boundary, 26 

Boundary layer, 468, 525, 609 

Boundary layer region, 604, 680 

Boundary layer thickness, 680 

Boundary work, 128-134 
constant-pressure process, 131—132 
constant-volume process, 130-131 

Bourdon, Eugene, 54 

Bourdon tube, 54 

Boussinesq approximation, 909 

Boussinesq, J., 621 

Boyle, Robert, 91 

Brayton cycle, 367-374 

Brayton cycle with regeneration, 374—376 

Brayton, George, 367 

Brick, 1124, 1175 

Btu, 10 

Buffer layer, 622 

Building materials, 1121-1122, 1172-1173 

Bulk mean fluid temperature, 870, 875, 884 

Bullet, 673 

Bullet piercing through air, 467 

Buoyancy, 496—499, 9()7 

Buoyancy force, 97 

Buoyant force, 496, 497 

Burial depth of water pipes, 830-831 

Buried steam pipes, 784, 787 


C 


C, 103, 104 

С,, 103, 104 

Cadmium, 1117, 1168 

cal, 10 

Caloric, 124 

Caloric theory, 124 

Calorie (cal), 10 

Capacity ratio, 1058 

Capillary, 478 

Capillary effect, 478479 

Capillary rise, 478-479 

Carbon, 68, 1120, 1171 

Carbon monoxide, 39 

Carbon silicon, 1118, 1168 

Carbon steels, 1117-1118, 1168-1169 
Carbon-manganese-silicon, 1118, 1169 
Carnot cycle, 247-249, 355-356 
Carnot efficiency, 253 
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Carnot heat engine, 253-254 
Carnot heat pump, 256—259, 393 
Carnot principles, 249—250 
Carnot refrigeration cycle, 249 
Carnot refrigerator, 256-259, 393 
Carnot, Sadi, 247 
Carnot vapor cycle, 376-377 
Cars. 5ee Motor vehicles 
Cartridge brass, 1117, 1168 
Catton, I., 926 
Cavitation, 382, 4649-470 
Cavitation bubbles, 469, 663 
Celsius, A., 43 
Celsius scale, 43-45 
Cengel, Y. A., 922 
Center of pressure, 486, 488 
Centipoise, 471 
Centrifugal pump, 589 
Centroid/centroidal moments of inertia, 489 
CGPM, 7 
Characteristic (supply) curve, 641 
Characteristic length, 812, 856 
Charging of rigid tank by steam, 191—193 
Charles, J., 91 
Check valve, 637 
Chemical energy, 34 
Chemical equilibrium, 29 
Chemical fouling, 1038 
Chicken meat, 1124, 1175 
Chilton-Colburn analogy, 883 
Chimney effect, 907 
Chord, 671 
Chrome brick, 1124, 1175 
Chromium, 1117, 1168 
Chromium (low) steels, 1118, 1169 
Chu. H. H. S., 913, 916 
Churchill, $. W., 859, 913, 916 
Cl engines, 358, 383—367 
Circular pipes, 606 
Classical thermodynamics, 5 
Clausius inequality, 274, 275 
Clausius, Rudolph, 4, 32, 274, 276 
Clausius statement, 240-241 
Clay, 1124, 1175 
Clean Air Act of 1970, 37 
Clean Air Act of 1990, 38 
Clearance volume, 357 
Climate change, 4 
Closed cycle, 351 
Closed system 
conservation relations, 564) 
defined, 26 
energy balance, 162-173 
entropy balance, 323 
Closed systems, 162-173 
Closed-cycle gas-turbine engine, 367-368 
Coal, anthracite, 1124, 1175 
Coal plants, 352 
Cobalt, 1117, 1168 
Coefficient of performance (СОР), 236, 392 
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Coefficient of volume expansion, 907-908 
Colburn equation, £83 
Cold-air-standard assumptions, 357 
Colebrook, C_ F., 625 
Colebrook equation, 625-626 
Color, 952 
Colored control volume, 570 
Combined efficiency, 522 
Combined heat transfer coefficient, 725, 744 
Combined natural and forced convection, 
923-034 
Combined natural convection and radiation, 
927-928 
Combustion efficiency, 232 
Comfort, human, 436—438 
Commercial bronze, 1117, 1168 
Compact fluorescent bulb, 233 
Compact heat exchangers, 1032-1033 
Complementary error function, 829, 830 
Completely (fully) turbulent flow, 626 
Component pressure, 422 
Component volume, 422 
Composite wall, 758—759 
Compressed liquid, 69—70, 88, 110-111 
Compressed liquid region, 75 
Compressed liquid water, 1096, 1147 
Compressihility factor, 94 
Compressible flow, 464, 663 
Compressing air by compressor, 180-181 
Compressing substance in liquid/gas phases, 
306-307 
Compression ratio, 357, 360-361 
Compression stroke, 358, 349 
Compression-ignition (CI) engines, 358, 
363-367 
Compressor, 180-182, 315-317 
Compressor work, 308—312 
Computer, fan motor-unit, 547—548 
Concentric cylinders, 926-927 
Concentric spheres, 927, 994 
Concrete. 1124, 1175 
Condensation of steam (condenser), 
1049-1050 
Condenser, 1035, 1044, 1046, 1047, 
1049-1050 
Condenser pressure, 384—385 
Conduction, 714—722 
defined, 714 
Fourier's law, 715 
heat loss, See Heat loss 
steadv conditions, 741—808, See also 
Steady heat conduction 
thermal conductivity, 716—719, 720-721 
thermal diffusivity, 719—720 
transient conditions, 809—852. See also 
Transient heat conduction 
Conduction resistance 
cylinder, 761 
plane wall, 743 
sphere, 761 


Conduction shape factor, 744-786 
Conduit, 606 
Configuration factor, 986 
Conservation of angular momentum 
principle, 561 
Conservation of energy, 561—562 
Conservation of energy principle, 4, 158, 
159, 525 
Conservation of linear momentum, 526, 528 
Conservation of mass, 560, 567 
Conservation of mass principle, 141 
Conservation of mechanical energy 
principle, 528 
Conservation of momentum, 560-561 
Conservation of momentum principle, 561 
Conservation of money principle, 141 
Conservation relations, 560-562 
Constant error, 17 
Constant surface heat flux, 873—874, 
878—870 
Constant surface temperature, 874—876, 879 
Constantan, 1117, 1168 
Constant-volume gas thermometer, 43 
Contact angle, 478 
Contact resistance, 752-756 
Continuity equation, 141, 560 
Continuum, 28-29 
Control mass, 26 
Control surface, 26, 562 
Control volume, 26, 323-324, 560, 562, 
567—568 
Control volume approach, 562 
Convected energy, 145 
Convection, 722-723 
combined natural and forced convection, 
932-934 
combined natural convection and 
radiation, 927-928 
convection heat transfer coefficient, 
722-123 
defined, 722 
external/internal, 853 
forced. 853-904. See also Forced 
convection 
natural, 905—948, See also Natural 
convection 
Newton's law of cooling, 722 
Convection heat transfer coefficient, 
722-723, 855 
Convection oven, 730 
Convection resistance, 744, 789 
Cooking appliances, 233—235 
Cooking efficiency, 233-234 
Cooking process 
dehumidification, 44 ] 443 
evaporative cooling. 443—445 
general principles, 439 
wet cooling towers, 447—449 
Cooling 
automotive radiator, 1052-1053 
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Coaling— Cunt, 
boiled egg. 906 
hot block (high elevation-forced air). 
862-863 
hot oil (multipass heat exchanger), 
1062-1063 
hot fluid in tank, 163 
iron block (water), 171-172 
long cylinder (water), 836—838 
long stainless steel cylindrical shaft, 
826—825 
plastic sheets (forced air), 863—865 
plate (different orientations), 917—919 
refrigerant- 134a (water), 186—187 
short brass cylinder, 834—835 
steel hall (forced air), 868—869 
COP, 236, 392 
COP yp. 237, 392 
СОР,, 236, 392 
Copper, 1117, 1168 
Cork, 1124, 1175 
Correction factor, 1047, 1048 
Corrosion, 1038 
Cotton, 1124. 1175 
Coulomb repulsion, 36 
Counter-flow double-pipe heat 
exchanger, 1047 
Counter-flow heat exchanger, 1046, 
1050-1051 
Creeping flow, 672 
Critical point, 74 
Critical pressure, 74 
Critical radius of insulation, 767-769 
Critical Reynolds number, 608, 858 
Critical specific volume, 74 
Critical temperature, 74 
Critical-point properties, 74, 1082, 1134 
Crop duster, 693 
Crossed-strings method, 998— (I 
Cross-flow heat exchangers, 1033 
Cross-flow shell-and-tube heat 
exchanger, 1047 
Cryogenic manufacturing facility, 295 
Crystalline solids, 718 
Curie, Pierre and Jacques, 55 
Cutoff ratio, 364 
CV A, 370 
CV B, 570 
Cycle, 31 
Cylindrical furnace, 1010-1011 


da Vinci, Leonardo, 468 

Daily life, 290-291 

Dalton's law of additive pressures, 422—424 
Dam, 546-547 

Darey friction factor, 613 

Darcy, Henry, 613 

de Rochas, Beau. 358 
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Death, time of, 815-816 
Deceleration of air in diffuser, 177—178 
Deflector elbow, 576—578 
Deforming control volume, 568 
Dehumidification, 441—443 
AE, aeg 100 
AS 320 
Density. 27 
Density of liquid, 294 
Derived dimensions, 7 
Dew-point temperature, 434-431 
Diagram 

Mollier, 287 

phase, 78 

process, 31 

property. See Property diagrams 
Diameter of air duct, 629—630 
Diesel cycle, 383—367 
Diesel engines, 364 
Diesel, Rudolph, 363 
Diet industry, 256 
Differential approaches, 559 
Differential equations, 12 
Differential pressure transducers, 55 
Differential view factor, 987 
Diffuse approximation, 968 
Diffuse, gray surface, 968 
Diffuse reflection, 971 
Diffuse solar radiation, 975 
Diffuse surface, O68 
Diffuse view factor, 986 
Diffuser, 177—178 
Dilitant fTuids, 472 
Dimensional homogeneity, 10-11 
Dimensionless convection heat transfer 

coefficient, 856 

Dimensions, 7 
Dipprey. D. F., 884 
Direct method, 106 
Direct solar radiation, 975 
Direct-contact heat exchangers, 1&5 
Discharge of water from tank, 143-145 
Disorganized energy, 35, 289 
Displacement volume, 357 
Dittus-Boelter equation, 883 
Double-pane window, 750-75], 928—929 
Double-pipe heat exchanger, 1032 
Double-tube heat exchanger, 185, 885 
Drafting, 677 
Drag, 664 
Drag balances, 664 
Drag coefficient, 666, 672-674, 605 
Drag crisis, 686 
Drag force, 470, 664, 665 
Drag force acting on pipe in river, 687—688 
Dry air, 426—428 
Dry cooling. 378 
Dual cycle, 365 
Duct, 606 
Duct flow, 188-189 
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dufdy, 471 Efficiency — Conr. Energy balance—Conr. 

Dynamic (absolute) viscosity, 471—474 second-law, 245 steady-flow systems, 173—176 

Dynamic pressure, 529, 666 thermal, 227-228, 352 unsteady-flow processes, 189-195 

Dynamics, 6 turbine, 521-522 Energy change of system (AE, ,,). 160 

Dynamic-type regenerative heat water heater, 231 Energy conversion efficiencies, 231-235 
exchanger, 1035 EGL, 532-534 Energy efficiency rating (EER), 238 

Elastic solid bars, 137 Energy equation 
Ё Elbow, 636 heads, 543 


kinetic energy correction factor, 544 
reduced to Bernoulli equation, 543 
steady slow system, 541--542 
Energy grade line (EGL), 532-534 
Energy interactions, 34 
Energy transfer, 160—162 
Energy transfer by work, 124—127 
Energy transport by mass, 146—148 
Energy-efficient appliances, 235 
Engine, 351 


Electric cars, 41 

Electric heating of air in house, 188-189 

Electric heating of gas (constant pressure). 
163-165 

Electric power generation, 369 

Electrical polarization work, 139 

Electrical power, 127 

Electrical work, 127, 139 

Electromagnetic radiation, 950 

Electromagnetic waves, 950 


Ef Boon 160-162 

Eddy, 619 

Eddy diffusivity, 621-622 

Eddy diffusivity of momentum, 621 
Eddy motion, 62] 

Eddy viscosity, 621 

Eddy viscosity closure, 621 

EER, 238 

FES, 16-17, 1177-1189 


comments, 1182-1183 

Convert function, 1183 

defaults, 1184 

display, 1183-1184 

example (heat transfer problem). 
1181-1188 

formatting rules, 1180 

help, 1177 

maximum residual, 1184—1183 

menus, 1174 

multifluid manometer, 43—54 

parametric studies, 1185-1187 

plots, 1187-1188 

Solve Table dialog, 1187 

solving system of equations, 16, 1184 

starting up. 1177 

textbook problems, 1189 

Variable Information dialog, 1183 

variable names, 1182 

where to buy it, 1177 


Effective emissivity, 928 

Effective sky temperature, 976 
Effective surface temperature, 974 
Effective thermal conductivity, 924-925 
Effectiveness, 375 

Effectiveness-NTU method, 1059-1063 
Efficiency, 231 


AFUE, 232 

Carnot, 253 

combustion, 231 

cooking, 233-234 

EER, 238 

fin. 774—777 

generator, 232, 522 
isentropic, See Isentropic efficiencies 
isothermal, 315 

lighting systems, 233 
mechanical, 521 

motor, 233, 522 

overall, 233, 527 

pump, 521-522 

pump-motor combination, 64 1 


Elevation head, 532 

ElSherbiny, 5. M., 926 

Emery, A. P., 926 

Emissive power, 962 

Emissivity 
average, 967 
effective, 928 
radiation, 724, 966-970, 977 
spectral directional, 966 
spectral hemispherical, 966-967 
tables, 1125-1126 
total directions, 966 
total hemispherical, 967 


Enclosures, 923-032 


Endplates, 694 

Energy 
chemical, 34 
flaw, 145, 520 
flowing fluid, 146 
formula, 72 
internal, 33-34 
kinetic, 32-34 
latent, 54 
macroscopic, 32 
mechanical, 520 
microscopic, 32 
nuclear, 34—37 
organized/disorganized, 35 
potential, 33 
quality of, 254-255 
sensible. 34 
spin, 34 
thermal, 35, 520) 
total, 32 
translational, 33 
wasting, 255 


Energy balance 


closed systems, 162-173 
defined, 159 

differential form. 162 
per unit mass basis, 161 
rate form, 161 
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Engine knock. 36] 
Engine oil, 1109, 1160 
Engineering Equation Solver. See EES 
Engineering software packages, 15-17, 
See also EES 
English system, 7-9 
English-5] unit conversion, 721—722 
Enthalpy, 81, 104—111, 427, 429 
Enthalpy of vaporization, 82 
Enthalpy-entropy diagram, 287 
Entropy, 273-349 
absolute, 29() 
balance, 319-331 
Clausius inequality, 275 
compressor work, 308—312 
conservation, 280) 
constant pressure process, 284 
formula, 276 
ideal gases, 206—304 
increase of entropy principle, 279 
isentropic efficiencies, 312-319 
isentropic process, 285—286 
isothermal process, 277 
liquids/solids, 203—296 
property diagrams, 286—288 
pure substance, 281—284 
reversible steady-flow work, 304—308 
substance in tank, 283 
T ds relations, 291—293 
third law of thermodynamics, 290) 
total, 276 
what is it, 244-290) 
Entropy balance, 319-331 
Entropy change, 278, 291-292 
Entropy change of system (AS em, 320 
Entropy generation (Sgen), 322-323 
daily life, 290-29] 
defined, 278, 280 
heat transfer, 329—331 
heat transfer processes, 280—281 
hot block dropped into lake, 326-328 
mixing chamber, 328-329 


Entropy generation (Sgen}—Conr, 
throttling process, 325-326 
wall, 324—325 

Entropy transfer, 278, 320-321 

Environmental pollution, 37—42 

Equation 
angular momentum. See Angular 

momentum equation 
balance, 560 
Bernoulli. 5ee Bernoulli equation 
Colburn, 883 
Colebrook, 625-626 
continuity, 141, 560 
differential, 12 
Dittus-Boelter, 883 
energy. See Energy equation 
fin, 771-772 
first Petukhov, 883, 884 
Gibbs, 292 
Gnielinski, 884 
linear momentum. See Linear momentum 

equation 
Navier-Stokes, 468 
Petukhow, 883, 884 
second Petukhowv, 884 
steady linear momentum, 575 
steady-flow energy, 541—542 
T ds, 292 
Toricelli, 536 
vector, 372 

Equation of motion, 503 

Equation of state 
Beattie-Bridgeman, 99, 100 
Benedict-Webb-Rubin, 99, L00 
defined, 91 
ideal gas, 91-93 
van der Waals, 98-99 
virial, 100 

Equilibrium, 29 

Equilibrium state, 29 

Equivalent length, 632 

Equivalent roughness values, 625 

Euler, Leonhard, 468, 527 

Euler's turbine formula, 590 

Evaporation, 83 

Evaporative cooling, 443—145 

Exact differentials, 127 

Exhaust stroke, 358, 159 

Exhaust valve, 357 

Expansion of gas, 245 

Expansion of gas against spring, 135-136 

Expansion of refrigerant- 134a in refrigerator, 

183-184 

Expansion of water, 165—167 

Expansion stroke, 358, 359 

Experimental approaches, 559 

Exponential notation, 17 

Extensive properties, 28, 424 

External combustion engines, 351 

External convection, 853 
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External flow, 464, 605, 662. See also Flow 
over bodies 
Externally reversible process, 246-247 
F 
Fahrenheit, G., 43 
Fahrenheit scale, 43 
Fairing, 676 
Fan, 180 
Fan (computer), 547—548 
Fanning friction factor, 614 
Fat, 1124, 1175 
Faucet on flange, 584—585 
F-chart software, 1177 
Fermi, Enrico, 35 
Fictional heating, 606 
Fin effectiveness, 777—778 
Fin efficiency, 774—777 
Fin equation, 771—772 
Finite control volume approach, 559. 
See also Momentum analysis of 
flow systems 
Finned surface, 770—783 
convection from fin, 774 
fin effectiveness, 777—778 
fin efficiency, 774—777 
fin equation, 771—772 
infinitely long fin, 772-773 
insulated fin tip. 773—774 
natural convection, 92(—92 ] 
proper length of fin, 779 
steam pipes, 782—783 
Fire clay, 1124, 1175 
Fire clay brick, 1124, 1175 
First law of thermodynamics, 157-221 
conservation of energy principle, 
158, 159 
energy balance. See Energy balance 
statement of law, 158 
steady-flow engineering devices, 
| 76-189, See also Steady-flow 
engineering devices 
First Petukhov equation, 883, 884 
Fish, 674—675 
Fission of uranium, 36 
Fixed control volume, 568 
Flanged faucet, 584—585 
Flapped airfoil, 692 
Floating bodies, 500-502 
Flooring materials, 1121, 1172 
Flow across cylinders/spheres, 684—688 
Flow energy, 145, 520 
Flow in pipes, 605-659 
energy equation, 640—642 
entrance region, 6(9-61] 
entry lengths, 610-611 
laminar flow in pipes, 611-619. See alse 
Laminar flow in pipes 
minor losses, 632—638 
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Flow in pipes—Cont. 
parallel pipes, 639, 642—644 
pipes in series, 638 
piping networks, 638-647 
Reynolds number, 607—609 
sudden/gradual expansion, 636-638 
terminology, 64M 
turbulent flow in pipes, 619-631. See alse 
Turbulent flow in pipes 
Flow of hot oil over flat plate, 684, 861-862 
Flow of oil in pipeline through lake, 881—883 
Flow over bodies, 661—709 
aircraft, 689, 69]—694, 697—698 
airplane wings, 691—694 
biological systems, 674—676 
drag, 664 
drag coefficient, G66, 672-674 
flow acrass cylinders/spheres, 684—588 
flow separation, 670-672 
friction coefficient, 681—684 
friction drag coefficient, 668, 669 
lift, 688-689 
lift coefficient, 666 
Magnus effect, 696 
parallel flow over flat plates, 679-684 
spinning, 695—697, 698—609 
Stokes law, 673 
streamlining, 669-670) 
superposition, 678 
surface roughness, 686—687 
vehicles, 676-678 
Flow rate, 617-618 
Flow rate of air in duct, 640-631 
Flow separation, 670—672 
Flow through annulus, 885—886 
Flow work, 145, 520 
Flowing fluid, 146 
Fluid, 6—7. See also Liquid 
dilitant, 472 
flowing, 146 
free-falling, S04 
multilayered, 494 
Newtonian, 471 
properties, 463—484. See also Properties 
of fluids 
pseudoplastic, 477 
shear thickening, 472 
shear thinning, 472 
statics, 445-517. See also Fluid statics 
viscosity, 472, 474-475 
working, 226 
Fluid at rest, 504 
Fluid dynamics, 6 
Fluid flow problems, 627—628 
Fluid flows, classification, 464—467 
Fluid friction, 381 
Fluid mechanics, 6—7, 461—709, 464. See 
also individual subject headings 
Bernoulli and energy equations, 519—558 
How in pipes, 605—659 
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Fluid mechanics—Conr. 
flow over bodies-drag and lift, 661—709 
fluid statics, 485—517 
historical overview, 468—469 
momentum analysis of flow systems, 
559-604 
properties of fluids, 463—484 
Fluid statics, 485-517 
Archimedes’ principle, 497 
buoyancy, 496-499 
defined, 486 
floating bodies, 500-502 
hydrometer, 493 
hydrostatic forces, 486—496 
linearly accelerating motion, 504—506 
rigid-body motion of fluids, 502—509 
rigid-body motion of liquid in rotating 
cylinder, 506—509 
stability, 500—502 
submerged curved surfaces, 492—406 
submerged plane surfaces, 486—402 
submerged rectangular plane, 489-49] 
Fluorescent light bulb, 233 
Flushing of toilet, 645-647 
Fogging of windows, 431 
Foods, 1087, 1139 
Force, 9 
Force balance across streamlines, 528 
Forced convection, 853-904 
combined natural and forced convection, 
932-934 
constant surface heat flux, 873-874, 
878-879 
constant surface temperature, 
874—876, 879 
flat plate with unheated starting 
length, 860 
flow across cylinders/spheres, 
865-869 
flow through tube annulus, 885—886 
general physical description, 854 
general thermal analysis, 873-877 
heat transfer enhancement, 886 
laminar flow in tubes, 877—883 
Nusselt number. See Nusselt number 
parallel flow over flat plates, 858-865 
pipe flow, 869-873 
Prandtl number, 857—858 
thermal boundary layer, 857—858 
thermal entrance region, 870-873 
turbulent flow in tubes, 883—889 
uniform heat flux, 860-861 
uses in daily life, 856—857 
Forced flow, 465 
Forced vortex motion, 506 
Forces, 569—570 
Form drag, 668 
Formal sign convention, 127 
Fouling, 1038, I041—1042 
Fouling factor, 1038-1039 
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Fourier, J., 715 
Fourier number, 817, 823, 824 
Fourier’s law of heat conduction, 715 
Four-stroke engine, 358, 359 
Four-stroke spark-ignition engine, 359 
Fowler, Ё. H., 43 
Free convection. See Natural convection 
Free-falling fluids, 504 
Freestream velocity, 662 
Friction, 245 

brakes of cars, 64 

Darcv friction factor, 613 

Fanning friction factor, 614 

fluid, 381 

fluid temperature/head loss, 544—545 
Friction coefficient, 614, 668, 681—684 
Friction drag. 668 
Friction drag coefficient, 668, 669 
Friction factor, 613, 626 
Friction force (flat plate), 680 
Friction velocity, 623 
Frictional heating (pump), 545-546 
Frictionless flow, 830 
Frictionless pendulum, 244 
Frontal area, 666 
Frosting, 400 
Fully developed flow, 609, 871 
Fully rough flow, 626 
Fundamental dimensions, 7 
Furnace, industrial, 225 
Fusion reactions, 36 


g, 9-10 
Gage pressure, 46 
Gage pressure transducers, 54 
Garden hose, 143 
Gas. See also Vapor 
compressihility, 464 
general principles, 6—7 
ideal. See Ideal gas 
kinetic theory, 717 
molecular structure, 69 
properties, 108-109, 1165-1166 
thermal conductivity, 717, 1114-1115, 
1165-1166 
viscosity, 472—473 
Gas constant, 92, 1082, 1134 
Gas cycle, 351 
Gas flows, 464 
Gas mixtures, 4 19—460 
adiabatic mixing of airstreams, 445-147 
adiabatic saturation temperature, 432, 434 
air-conditioning, 456449 
Amagat’s law, 422-424 
cooling. 439, 44/445 
Dalton's law, 422—424 
dew-point temperature, 430—131 
dry/atmospheric air, 426—428 
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Gas mixtures—Cont. 
heating, 439-441 
human comfort, 436-438 
ideal, 423 
mass fraction, 420 
molar mass, 420 
mole fraction, 420 
P-V-T behavior, 422 
properties, 424—426 
psychometric chart, 435-436 
real, 423—424 
specific/relative humidity of air, 
428—430, 434 
wet cooling towers, 447—449 
wet-bulh temperature, 433—434 
Gas pressure, 101—102 
Gas temperature scale, 44 
Gas turbine, 177 
Gasoline, 361 
Gasoline engines, 363-367 
Gas-to-liquid compact heat exchanger, 1033 
Gas-turbine cycle with regeneration, 
375-176 
Gas-turbine engine with regenerator, 374 
Gate valve, 637 
Gay-Lussac, J., 91 
General Conference of Weights and 
Measures (CGPM), 7 
General Electric LMS000 turbine, 177 
Generalized charts, 96—98 
Generalized compressibility chart, 96 
Generalized thermal resistance networks, 
757—759 
Generator, 232 
Generator efficiency, 232, 522 
Geothermal heat pumps, 238 
Geothermal heating, 41—42 
Germanium, 1117, 1168 
Gibbs equation, 292 
Glass, 1124, 1175 
Global climate change, 40 
Global warming, 4 
Globe valve, 637 
Glycerin, 1051-1052, 1109, 1160 
GM, 501 
gmol, 92 
Gnielinski equation, 884 
Gold, 1117, 1168 
Gradual expansion, 637-638 
Gram-mole (gmol), 92 
Graphite fiber, 1120, 1171 
Graphite, pyrolytic, 1120, 1171 
Grashof number, 911—912 
Gravimetric analysis, 420 
Gravitational acceleration (g), 9-10 
Gravity, 569 
Gravity-controlled cylindrical gate, 
494-496 
Gravity-driven water flow (pipe), 644—645 
Gray approximation, 968 


Gray control volume, 570 

Gray surface, 968 

Green energy, 41 

Greenhouse effect, 40, 973 
Greenhouse gases, 40, 41 
Grüber, H., 818 

Ground-level ozone, 38 
Ground-source heat pumps, 238 


Haaland, $. E., 625 

Hagen, G., 614 

Hagen-Poiseuille flow, 614 

H-bomb, 36 

HC emissions, 37, 38 

Head loss 
defined, 614 
pipe, 618—619 
water pipe, 628-620 

Headers, 1034 

Heads 
Bernoulli equation, 532 
energy equation, 543 

Heat, 122-124, 714 

Heat addition, 123 

Heat capacity, 719 

Heat capacity rate, 1043 

Heat conduction, See Conduction 

Heat engine, 35, 225-250, See also Carnot 

heal engine 

Heat exchangers, 185—187, 1031—1079 
correction factor, 1047, 1048 
cost, 1064 
counter-flow, 1046, 1050-1051 
cross-flow, 1047 
effectiveness, 1057-1060 
effectiveness-NTU method, 1054-1063 
fouling, 1038-1039, 1041-1042 
general principles, 1042-1044 
heat capacity rate, 1043 
heat transfer enhancement, 1064 
heat transfer rate, 1064 
heat transfer, upper limit, 1055-1056 
LMTD method, 1044-1046 
multipass, 1047, 1051-1052, 1062-1063 
overall heat transfer coefficient, 

1035-1042 

pumping power, 1065 
saving energy/money, 1066-1067 
selection of, 1064— 1067 
types, 1032-1035, 1037 

Heat flow, 122 

Heat loss, 382 
buried steam pipes, 784, 787 
composite wall, 758-759 
double-pane window, 750-751, 928-929 
ducts of heating system, BRE-889 
hot water pipes, 916-917 
insulated electric wire, 768-769 
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Heat loss—tCori. 
insulated steam pipe. 765—767 
person, 727—728 
roof, 715—716 
single-pane window, 740-750 
steam pipe (windy air), 866—868 
wall, 748—749, 788—789 
Heat pump, 237-238, 391—392 
air-source, 237 
Carnot, 256-259 
cooling mode, 401 
COP, 237, 238 
energy source, 400) 
heating mode, 401 
heating of house, 239-240 
how it works, 237 
objective, 392 
Heat pump systems, 400402 
Heat rate, 379 
Heat rejection, 123 
Heat reservoirs, 225 
Heat sink, 780, 781, 919-920, 922-923 
Heat transfer, 5-6, 122-124, 711-1079 
hasic requirement, 5-6, 437 
common configurations, 783-789 
conduction, 714—722. See also 
Conduction 
convection, 722-723. See also 
Convection 
energy transfer, 160 
entropy generation, 329—331 
entropy transfer, 320-321 
finned surfaces, 770-783. See also Finned 
surface 
heat exchanger, 1055— 1056 
heal exchangers, 1031-1079. See also 
Heat exchangers 
heat loss. See Heat loss 
hot/cold water pipes, 787 
irreversibility, 246 
isothermal plates, 728-729 
ovens, 729-730 
radiation, 724—726, 985-1035. See also 
Radiation; Radiation heat transfer 
short cylinder, 835-836 
simultaneous heat transfer mechanisms, 
726-727 
spherical container, 763-765 
spherical enclosure, 929-930 
steam pipes, 782-783 
Heat transfer effectiveness, 1054 
Heat transfer enhancement, 886, 1064 
Heat transfer rate, 123 
Heating 
air in house (electric heating), 188-189 
cold drink, 906 
gas (constant pressure), 169—171 
gas (constant pressure — electric heating). 
163-163 
gas (resistance heater), 168-169 
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Heating— Cont. 
gas (stirring), 167—168 
glycerin (multipass heat exchanger), 
1051-1052 


large brass plates (oven), 825—826 
oven (heat transfer), 127 
oven (work transfer), 126-127 
plate (solar energy ), 730-731 
water (counter-flow heat 
exchanger), 1050 
water in pan, 159 
water in tube (resistance heaters}, 
886-887 
water in tube (solar energy), 930-932 
water in tube (steam), 877 
Heating process 
general process, 439 
humidification, 439—414 | 
Heating value, 232 
Heisler charts, 818 
Heisler, M. P.. 818 
Heisler/Grüber charts, 818—823 
Helium, 68, 754 
Helium balloon, 498 
Hemispherical properties, 966 
Hertz, Heinrich, 950 
HGL, 532-534 
ННУ, 232 
High altitude, 56, 110, 1167 
Higher heating value (HHV ), 232 
Hollands, K. G. T., 925, 927 
Hoover Dam, 486 
Horizontal cylinders/spheres, 915-916 
Honzontal plates, 915 
Horizontal rectangular enclosures, 925 
Horizontal rectangular plate, 490, 491 
Hot black dropped into lake, 326—328 
Hottel, H. C., 999 
Hottel's crossed-strings method, 999-1000 
House 
fogging of windows, 431 
heat pump, 239—240, 258 
pipe and duct flow, 188-189 
Human comfort, 436—438 
Humidification, 439-44 
Humidity ratio, 429 
Hurricane, 538—544 
Hydraulic diameter, 608 
Hydraulic grade line (HGL), 532-534 
Hydraulic turbine-generator, 522-523 
Hydraulics. é 
Hydrodynamic entrance region, 609 
Hydrodynamic entry length, 609 
Hydrodynamically developing flow, 609 
Hydrodynamically fully developed region, 
609, 871, 890) 
Hydrodynamics, 6 
Hydroelectric power plant, 546—547, 977 
Hydrogen, 754 
Hydrogen bomb (H-bomb), 36 
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Hydrometer, 498 
Hydropneumatic-pulsating-vacu-engine, 243 
Hydrostatic forces, 486—496 
Hydrostatic pressure, 529 
Hydrostatics, 486 
Ice, 68, 74 


Ice point, 43 
Ideal Brayton cycle, 371-372 
Ideal cycle, 352, 353 
Ideal Diesel cycle, 365-367 
Ideal gas 
defined, 92, 93 
enthalpy, 104—109 
entropy, 296—304 
internal energy, 104—109 
isentropic processes, 299—304 
isothermal compression, 132-133 
specific heat relations, 107—108. 
1083-1085, 1135-1137 
Ideal gas temperature scale, 43 
Ideal hydraulic turbine, 520 
Ideal mechanical advantage, 51 
Ideal Otto cycle, 359, 361-363 
Ideal Rankine cycle, 377-38 | 
Ideal reheat Rankine cycle, 388-39] 
Ideal vapor-compression refrigeration cycle, 
394—397 
Ideal-gas equation of state, 91-93 
Ideal-gas mixture, 423 
Ideal-gas properties of air, 1111-1112, 
1162-1163 
Ideal-gas relation, 92 
Ideal-gas specific heat, 105 
Immersed/floating bodies, 500-502 
Incident radiation, 962-965 
Inclined plates, 913, 915 
Inclined rectangular enclosures, 925—976 
Incompressible flow, 464, 663 
Incompressible substances, 109, 464, See 
aise Liquid; Solids 
Inconel X-750, 1118, 1169 
Increase of entropy principle, 279 
Independent properties, 30 
Indes of refraction, 950 
Induced drag, 693, 694 
Industrial furnace, 225 
Inertial coordinate system, 571 
Inertial reference frame, 57 | 
Inertial sublayer, 622 
Inexact differentials, 127 
Infrared radiation, 952 
Insulated electric wire, 768—769 
Insulated steam pipe, 765—767 
Insulating materials, 1123, 1174 
Intake stroke, 358, 359 
Intake valve, 357 
Intensive properties, 28, 425 
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Intercooler, 309 
Interface resistance, 789 
Intermediate results, 18 
Internal combustion engines, 356 
Internal convection, 853 
Internal energy, 33-34, 104—111 
Internal flow, 464, 605. See alse Flow in pipes 
Internally reversible, adiabatic process, 285 
Internally reversible isothermal heat transfer 
processes, 276—277 
Internally reversible process, 246—247 
International узета, 7-10 
Inverted airfoils, 689 
Inviscid flow regions, 464, 525, 609 
Iridium, 1117, 1168 
Iron, 1117, 1168 
Irradiation, 962-963, 970 
Irreversible process, 243-247 
Irrotational flow region, 680 
lsentropic efficiencies 
compressors/pumps, 315-317 
defined, 312 
nozzles, 317-319 
steady-flow devices, 312-319 
turbines, 313-314 
Isentropic process, 285-286 
Isobaric process, 31 
Isobars, 505 
Isobutane, 1109, 1160 
Isochoric process, 31 
Isolated system, 26 
Isometric process, 31 
Isothermal compression of ideal gas, 
132-133 
Isothermal efficiency, 315 
Isothermal heat transfer processes, 276—277 
isothermal process, 31 
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1,10 

Jakob, M., 925 

Joule (7), 10 

Joule, James P, 124 

Joulc- Thomson coefficient, 182 


K 


K, 43 
Kays, W. M., 885. 1054, 1059 
KE, 32-34 


Kelly, J. W., 243 

Kelvin (K), 43 

Kelvin, Lord, 4, 32, 43 

Kelvin scale, 43-45, 252 

Kelvin-Planck statement, 231 

kgf, 9 

kgmol, 92 

Kilogram-force (kgf), 9 

Kilogram-force per square centimeter, 46 
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Kilogram-mole (kemol), 92 
Kilojoule (kJ), 10 

Kilopascal (kPa), 46 

Kinematic eddy viscosity, 621 
Kinematic turbulent viscosity, 621 
Kinematic viscosity, 472 

Kinetic energy (KE), 32-34 
Kinetic energy correction factor, 544 
Kinetic theory, 124 

Kirchhoff, Gustav, 972 
Kirchhoff's law, 724, 972-973 
kJ, 10 

kPa, 46 

Kyoto protocol, 41 


L 

Laminar flow, 465, 607 

Laminar flow in pipes, 611-619 
Hagen-Poiseuille flow, 614 
horizontal pipes, 616, 617-618 
inclined pipes, 615—616, 617—618 
noncircular pipes, 616 
Poiseuille's law, 614 
pressure drop/head loss, 613—615, 

618-519 

Laminar flow in tubes, 877-883 

Laminar sublayer, 622 

Latent energy. 34 

Latent heat, 71 

Latent heat of fusion, 71 

Latent heat of vaporization, 71, 82 

Lavoisier, Antoine, 124 

Law of the wall, 623 

Lawn sprinkler, 592-594 

Ihf, 9 

Ibf/in?, 46 

Ibm, 8, 9 

Lead, 1110, 1118, 1161, 1169 

Leaded gasoline, 361 

Leading edge flaps, 691 

Leibnitz theorem, 565 

l'Hópital's rule, 1046 

LHV, 232 

Lift, 664, 688—689 

Lift coefficient, 666, 695 

Lift force, 665 

Lift-to-drag ratio, 691 

Light, 951-952 

Light source, 952 

Lightbulb, 949 

Lighting efficacy, 233 

Lighting systems, 233 

Linear momentum, 560, 571 

Linear momentum equation, 570-385 
examples, 576—585 
fixed control volume, 571 
mormentum-flux correction factor, 

573-515 

no extemal forces, 576 


Linear momentum equation—Conr. 
special cases, 572—573 
steady flow, 575 
vector equation, as, 572 
Linear sublayer, 622 
Linearly accelerating motion, 504-506 
Lines of constant pressure, 505, 507 
Liquid, 6. See also Fluid 
compressed, 69—70), 88, 110-11 
compressing, 306 
density, 294 
enthalpy, 110) 
entropy, 293-296 
entropy change, 293-296 
internal energy, 110 
molecular structure, 69 
properties, 1086, 1109-1110, 1138, 
1160-1161 
refrigerant - 134a, 72-73 
saturated, 70, 82 
thermal conductivity, 717-718 
viscosity, 473 
Liquid metals, 859, 1110, 1161 
Liquid methane, 294—295 
Liquid nitrogen, 73 
Liquid refrigerant 134a, 72-73 
Liquitied natural gas (LNG) turbine, 295 
Liquid-vapor saturation curve, 72 
Live force, 124 
LM2500 gas turbines, 369 
LMTD method, 1044-1046 
LNG turbine, 295 
Log mean temperature difference. 1045 
Log mean temperature difference (LMTD) 
method, 1044— 1046 
Logarithmic law, 623 
Logarithmic law velocity profile, 624 
Logarithmic mean temperature 
difference, 876 
London, A. L., 1054, 1059 
Loose fill, 1123. 1174 
Loss coefficient, 632, 634—635 
Lower heating value (LHV ), 232 


MacGregor, R. K., 926 
Mach-Zehnder interferometer, 909 
Macroscopic energy, 32 
Macroscopic kinetic energy, 35 
Magnesite, 1124, 1175 
Magnesium, 1118, 1169 

Magnetic work, 139 

Magnetron, 952 

Magnus effect, 696 

Magnus, Heinrich, 696 
Manometer, 51-54 

Manual iteration loop, 631 
Masonry materials, 1121-1122, 1172-1173 
Mass, 9, 10 
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Mass balance 
defined, 141 
steadw-flow process, 142 
unsteady flow process, 190 
Mass flow, 161, 321 
Mass flow rate, 139-140 
Mass fraction, 421) 
Mass of air (room), 93 
Mathematical modeling, 11—13 
Maximum residual, 1184—1185 
Maxwell, James Clerk, 950) 
Mean effective pressure (MEP), 357-358 
Mean fluid temperature at tube exit, 875 
Mean temperature, 869-870) 
Mean velocity, 606—607 
Measurement 
pressure, 51-55 
specific gravity, 498—499 
temperature. See Temperature scales 
units. See Units of measurement 
velocity, pitot tube, 537-538 
Measurement errors, 19 
Meat processing plant, 838 
Mechanical efficiency, 521 
Mechanical energy, 520 
Mechanical energy balance, 542 
Mechanical energy loss, 542 
Mechanical equilibrium, 29 
Mechanical forms of work, 127-138. 
Sec also Work 
Mechanics, 6 
Megapascal (MPa), 46 
Meniscus, 478 
MEP, 357-358 
Mercury, 859, 1110, 1161 
Metacentric height (GM), 501 
Metal alloys, 718 
Methane, 1109, 1160 
Methanol, 1109, 1160 
Metric Convection Treaty, 7 
Metric Conversion Act, 8 
Metric Study Act, 8 
Metric system, 8 
Microscopic energy, 32 
Microscopic kinetic energy, 35 
Microwave oven, 730, 952 
Microwave region, 952 
Mixing chamber, 184—185, 328-329 
Mixing length, 621 
Mixing of airstreams, 445—447 
Mixing two ideal gases in tank, 425—426 
Mixtures. See Gas mixtures 
mmHg. 55 
Modeling, 11—13 
Molar analysis, 420 
Molar mass, 92, 420, 1082, 1134 
Mole (mol), 92 
Mole fraction, 420 
Molecular scattering, 975 
Molecular structure, 68-69 
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Molecules, 4 
Mollier diagram, 287 
Mollier diagram for water, 1099, 1150 
Mollier, Richard, 81, 287 
Molyhdenum. 1118, 1169 
Moment of momentum, 586 
Moment of momentum equation, 586. See 
also Angular momentum equation 
Momentum, 560 
Momentum analvsis of flow systems, 
559-6504 
angular momentum equation, 385-594, 
5ee also Angular momentum 
equation 
conservation relations, 560-562 
control volume, 557-568 
forces, 569-570 
linear momentum equation, 570—585. See 
also Linear momentum equation 
Reynolds transport theorem, 562—567 
Momentum flux correction factor, 573-575 
Monatomic gases, 107 
Moody chart, 625—627, 1128 
Moody, L. F.. 625 
Motor efficiency, 233, 522 
Motor vehicles 
air pollution, 37—4] 
car submerged in water, 491—492 
drag coefficient, 667—668, 677, 679 
electric cars, 41 
fuel consumption rate, 230 
gasoline, 36] 
isentropic compression of air, 302—303 
mirror design, 668—660 
nuclear-powered car, 36-37 
power needs, to accelerate, etc., 138 
radiator, 1052-1053 
shaft work, 134 
work output, 232 
Moving boundary work, 128-134 
Moving control volume, 568 
MPa. 46 
Muhtifluid manometer, 53-54 
Multilayer plane walls, 747-748 
Multilayered fluid, 494 
Multipass heat exchanger, 1047, 1051-1052, 
1062—1063 
Multipass shell-and-tube heat 
exchangers, 1047 
Multistage compression with intercooling. 
309—310 


N,9 
N- m. 10 
№2, 46 
Narural convection, 905—948 
combined natural and forced convection, 
932-034 
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Natural convection—Covn. 
combined natural convection and 
radiation, 927-928 
concentric cylinders, 926-927 
concentric spheres, 927 
effective thermal conductivity, 024—925 
enclosures, 923-932 
equation of motion, 909-9 | | 
finned surfaces, 920—927] 
Grashof number, 911-912 
horizontal eylinders/spheres, 915—916 
horizontal plates, 915 
horizontal rectangular enclosures, 925 
inclined plates, 913, 915 
inclined rectangular enclosures, 
925-926 
mass flow rate through plates, 921-922 
Nusselt number. See Nusselt number 
physical mechanism, 906-909 
Rayleigh number, 912 
vertical cylinders, 913 
vertical plates, 913 
vertical printed circuit boards, 
921-922 
vertical rectangular enclosures, 926 
Natural convection current, 906 
Natural convection heat transfer, 906 
Natural flow, 465 
Natural gas plants, 352 
Natural-draft cooling tower, 447 
Navier, Claude Louis Marie, 468 
Navier-Stokes equations, 468 
Nelson-Obert generalized compressibility 
chart, 1130-1131 
Net work output, 162 
Network method, 1006 
Neutrally stable, 504), 501 
Newcomen, Thomas, 4 
Newton (N), 9 
Newton, Sir Isaac, 8, 468, 471 
Newtonian fluids, 471 
Newton-meter (N - m), 10 
Newton’s first law, 560 
Newton's law of cooling, 722, 854—855, 
913, 1044 
Newtons per square meter (N/m*), 46 
Newton's second law of motion, 502, 526, 
528, 560, 561, 571. See also 
Linear momentum equation 
Newton's third law, 560 
Nichrome, 1118, 1169 
Nickel, 1118, 1169 
Nikuradse, J., 625 
Niobium, 1118, 1169 
Nitrogen, 73 
Noncircular pipes, 606 
Nonmechanical forms of work, 1 38-1] 39 
Non-quasi-equilibrium processes, 31 
Nonreacting gas mixture, 419, 449 
Normal stress, 6, 486 
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Norris, R. H., 884 
Nose bleeding, 56 
No-slip condition, 467—468, 855 
No-temperature-jump condition, 468, 855 
Nozzles, 143, 176-179, 317-319 
NTU, 876, 1058 
Nuclear energy, 34—37 
Nuclear plants, 352 
Nuclear-powered car, 36-37 
Number 
Biot, 812, 813, 823 
Fourier, 817, 823, 824 
Grashof, 911—912 
Nusselt, See Nusselt number 
Prandtl, 857-853 
Rayleigh, 912, 924 
Reynolds, 607—509, 858 
Number of transfer units (NTU), 876, 1058 
Nusselt number 
annular flow, 885 
cylinders, 866, 867 
defined, 856 
heat exchangers, 1040) 
horizontal rectangular enclosures, 
925, 935 
inclined rectangular enclosures, 925-926 
natural convection, 912, 914 
optimally spaced fins, 920), 935 
sphere, 866 
tubes (laminar flow), 879—881 
vertical PCBs, 921 
vertical plates, 913, 935 
vertical rectangular enclosures, 926, 935 
Nusselt, Wilhelm, 856 


Octane rating, 361 

One-dimensional flow, 467 

One-seventh power law velocity profile, 624 

One-shell-pass and two-tube-passes heat 
exchangers, 1034 

One-term approximation, 818 

Open cycle, 351 

Open system, 26-27, 562 

Open-channel flow, 464, 605 

Open-cycle gas-turbine engine, 367 

Operating point, 641 

Oppenheim, A. K., 1006 

Orbiting satellite system, 583-584 

Organized energy, 35 

Oscillating steel ball, 523-524 

Otte cycle, 358-363 

Otto, Nikolaus A., 358 

Outer (turbulent) layer, 622 

Qven, 729—730 

Overall effectiveness, 778 

Overall efficiency, 233, 522 

Overall heat transfer coefficient, 746, 
1035-1042 
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Overlap (transition) layer, 622 

Ozoe, H.. 859 

Ozone, 38 

Ozone layer, 975 

Ozone-destroying chemicals, 952, 975 


Р 


Prime 25-56 

Po 11,469 

P dV work, 128 

Pa, 46 

P-h diagram for refrigerant - 134a, 
1104, 1155 

P-T diagram, 78-80 

P-v diagram, 75-77 

P-1-T surface, 81 

Package icing, 74 

Paddle-wheel mechanism, 224 

Palladium, 1118, 1169 

Parabola, 507 

Paraboloids of revolution, 507 

Parachute, 676 

Parallel axis theorem, 488 

Parallel flow over flat plates, 679—684, 
858-865 

Parallel pipes, 639, 642—644 

Parallel plates, 1007-1008 

Parallel-flow double-pipe heat 
exchanger, 1045 

Parallel-flow heat exchanger, 1032, 1046 

Parametric studies, 1185—1187 

Partial pressure, 423 

Partial volume, 423 

Pascal (Pa), 46 

Pascal, Blaise, 50 

Pascal's law, 52 

Pascal's principle, 50 

Path, 30 

Path functions, 127 

PE, 33 

Performance, 227 

Periodic, 465 

Perkins; H. C., 885 

Perkins, Jacob, 396 

Perpetual-motion machine of the first kind 
(PMM1), 241-242 

Perpetual-motion machine of the second kind 
(PMM2), 241—242 

Perpetual-motion machines, 241—243 

Perspiration, 437 

Petukhow, B. S., 883-885 

Petukhov equation, 883, 884 

Phase, 68 

Phasc diagram, 78 

Phase equilibrium, 29 

Phillips, H. F., 662 

Phosphor gear bronze, 1117, 1168 

Photon, 951 

Piezoelectric ( press-electric) effect, 55 


Piezometer tube (piezometer), 529 
Pipe, 606. See also Flow in pipes 
Pipe and duct flow, 188-189 
Pipe flow, 869-873 
Pipes in series, 639 
Piping systems, 636-647 
Pitching moment, 665 
Pitot tube, 529 
Planck, Max, 951, 954 
Planck's constant, 95 1 
Planck's law, 954 
Plane walls, 742-751 
Planform area, 666, 688 
Plants, 675 
Plastering materials, 1122, 1173 
Plate and frame heat exchanger, 1034 
Plate heat exchanger, 1034 
Plate-and-frame liquid-to-liquid heat 
exchanger, 1035 
Platinum, 1118, 1169 
PMM 1, 241-242 
PMM3, 241-242 
Point functions, 127 
Poise, 471 
Poiseuille, J., 614 
Polevikov, V. K., 926 
Pollution, 37—42 
Polytropic process, 133 
Potassium, 1110, 1161 
Potato baked in oven, 158-159 
Potential energy (PE), 33 
Pound-force (Ibf), 9 
Pound-force per square inch (Ibf/in*), 46 
Pound-mass (Ibm), 8, 9 
Power, 127 
Power cycles, 351-391 
air-standard assumptions, 356-357 
Brayton cycle, 367-474 
Brayton cycle with regeneration, 
374-376 
Carnot cycle, 355-356 
Carnot vapor cycle, 376-377 
Cl engines, 363—367 
Diesel cycle, 363-367 
gas-turbine engines, 367-374 
ideal cycle, 352 
ideal reheat Rankine cycle, 388-391 
idealizations/simplifications, 353 
Orto cycle, 358-363 
Rankine cycle, 377-381, 384-388, See 
alse Rankine cycle 
SI engines, 358-363 
steam, 383—384 
vapor, 377-384 
Power generation by a steam turbine, 
181-182 
Power needs of car to accelerate, 
etc., 138 
Power stroke, 358, 350 
Power transmission by shaft of car. 134 
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Power-law velocity profile, 624 
Prakash, C., 922 

Prandtl, Ludwig, 468, 621, 857 
Prandt! number, 857-858 


Precipitation fouling of ash particles, 1038 


Precision, 17-19 
Pressure 
absolute, 46, 47 
altitude, and, 56 
atmospheric, 55-56 
Bernoulli equation, 529 
component, 42? 
Dalton's law, 422 
defined, 46 
depth, and, 48-51 
dynamic, 529, 666 
fluid, in, 50 
gage, 46 
hydrostatic, 529 
measuring, 51-55 
MEP, 357-358 
partial, 423 
at a point, 47-48 
reduced, 95 
relative, 301 
saturation, 460 
stagnation, 529 
static, 520 
total, 529 
units, 46 
vapor, 427, 469 
Pressure center, 480 
Pressure cooker, 193-195 
Pressure drag, 668, 660 
Pressure drop, 613-615, 618—619 
Pressure fraction, 422 
Pressure gage, 4647 
Pressure gradient, 503 
Pressure head, 49, 532 
Pressure loss, 613 
Pressure measurement devices, 51-55 
Pressure prism, 489 
Pressure ratio, 368 
Pressure transducers, 54—55 
Principle of corresponding states, 95 
Problem-solving technique, 13-15 
Process, 30—31 
Process diagrams, 31 
Product solution, 831-834 
Properties. See also Property tables 
and charts 
eritical-point, 74, 1082, 1134 
defined, 27 
extensive, 28 
fluids, 463—184. See also Properties 
of fluids 
gàs mixtures, 424—476 
independent, 30 
intensive, 28 
liquid methane, 294 
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Properties—Conr. 
saturated liquid-vapor mixture, 86 
specific, 28 
system, of, 27—29 
Properties of fluids, 463-484 
capillary effect, 478—479 
cavitation, 469—470 
fluid flews, classification, 464—467 
no-slip condition, 467—468 
surface tension, 475—477 
vapor pressure, 460 
viscosity, 470—475, See also Viscosity 
Property diagrams 
enthalpy-entropy, 287 
entropy, 286-288 
Р-Т, 78-80 
Р-ү, 15-17 
P-v-T surface, 80 
T-s, 286—288 
T-u, 74—75 
temperature-entropy, 286 
Property tables and charts, 81 
air (| atm pressure), 1113, 1164 
air (ideal-gas properties), 1111-1112, 
1162-1163 
atmosphere (high altitude), 1116, 1167 
bismuth, 1110, 1161 
building materials, 1121-1122, 
1172-1173 
compressed liquid water, 1096, 1147 
critical-point properties, 1082, 1134 
emissivities of surfaces, 1125-1126 
engine oil, 1109, 1160 
English units, 1133-1176 
foods, 1087, 1139 
gas (1 atm pressure), 1114-1115, 
1165-1166 
gas constant, 1082, 1134 
glycerin, 1109, 1160 
ideal-gas properties of air, 1111-1112, 
1162-1163 
ideal-gas specific heats, 1083-1085, 
1135-1137 
insulating materials, 1123, 1174 
isobutane, 1109, 1160 
lead, 1110, 1161 
liquid metals, 1110, 1161 
liquids, 1086, 1109-1110, 1138, 
1160-1161 
mercury, 1110, 1161 
methane, 1109, 1160 
methanol, 1109, 1160 
miscellaneous materials, 1124, 1175 
molar mass, 1082, 1134 
Mollier diagram for water, 1099, 1150 
Moody chart (friction factor), 1128 
Nelson-Obert generalized compressibility 
chart, 1130-1131 | 
P-h diagram for refrigerant - 134a, 
1104, 1155 






FUNDAMENTALS OF THERMAL-FLUID SCIENCES 


Property tables and charts-—Cont. 
potassium, 1110, 1161 
psychometric chart (1 atm pressure), 
1129, 1176 
saturated ammonia, 1107, 1158 
saturated ice-water vapor, 1097, 1148 
saturated propane, 1108, 1159 
saturated refrigerant - 134a, 1106, 1157 
saturated refrigerant - 134a - pressure 
table, LIOI, 1152 
saturated refrigerant - 134a - temperature 
table 1100, 1151 
saturated water, 1105, 1156 
saturated water - pressure table, 
1090-1091, 1141-1142 
saturated water - temperature table, 
1088—1089, 1140-1141 
SI units, 1081—1131 
sodium, 1110, 1161 
sodium-potassium, 1110, 1161 
solar radiative properties of materials, 
1127 
solid metals, 1117-1119, 1168-1170 
salid nonmetals, 1120, 1171 
solids, 1087, 1139 
superheated refrigerant - 134a, 
1102-1103, 1153-1154 
superheated water, 1092-1095, 
1143-1146 
T-s diagram for water, 1098, 1149 
Pseudoplastic fluids, 472 
Pseudo-reduced specific volume, 97 
psi, 46 
Psychometric chart, 435-436, 1129, 1176 
Pump, 180, 315 
Pump efficiency, 521—522 
Pump-motor combination, 641 
Pure substances, 67-120 
compressibility factor, 93-98 
defined, 68 
enthalpy, 81, 104—111 
entropy change, 281-284 
equation of state. See Equation of state 
ideal gas, 104—109 
ideal-gas equation of state, 91-93 
incompressible substances, 109 
internal energy, 104—111 
phase-change processes, 69—74 
phases, 68—69 
property diagrams, 74-80 
specific heats, 102-111 
Pyroceram, 1120, 1171 


Quality, 83-84 

Quality of energy, 254—255 

Quanta, 951 

Quantity vs. quality (daily life), 255-256 
Quasi-equilibrium process, 30-31, 128-129 
Quasi-static process, 30, 128 
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Radial-flow devices, 589-590 
Radiant heaters, 437 
Radiation, 724—726, 949-1035 
absorber/reflective surfaces, 077—978 
absorptivity, 970-972 
blackbody, 953-959 
blackbody radiation functions, 957-958 
block ball, 956—957 
combined natural convection and 
radiation, 927-928 
defined, 724, 950 
diffuse approximation, 968 
emissivity, 966—970 
gray approximation, 968 
greenhouse effect, 973—974 
heat transfer, 985-1035. See also 
Radiation heat transfer 
incident, 962-965 
intensity, 959—065 
irradiation, 962-963, 970 
Kirchhoff 's law, 972-973 
lightbulb, 959 
Planck's law, 954 
properties, 965-974 
radiosity, 963, 1003 
reflectivity, 970-972 
smoothness, 972 
solar, 974—978 
solid angle, 960-961 
spectral intensity, 963-964 
Stefan-Boltzmann law, 953 
surface phenomenon, às, 953 
thermal, 951, 952 
transmissivity, 970-97 | 
view factor, See View factor 
volumetric phenomenon, as, 952 
Wien's displacement law, 955 
Radiation correction, 1018 
Radiation effect, 725—726, 744, 1017-1019 
Radiation emission from hlack ball, 956—957 
Radiation flux, 962 
Radiation heat transfer, 985—1035. See also 
Radiation 
black furnace, 1001-1002 
black surfaces, 1000-1002 
crossed-strings method, 998-1000 
cylindrical furnace, 1010-1011 
diffuse, gray surfaces, 1003-1006 
direct method, 1006 
fraction of radiation leaving through 
opening, 995-996 
network method, 1006 
parallel plates, 1007-1008 
radiation corrections, 1108 
radiation effect, 1017-1019 
radiation shields, 1015-1019 
radiosity, 1003 
reciprocal relation, 990), 993 
solving radiation problems, 1006 
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Radiation heat transfer—Cont. 
space resistance, 1005 
summation rule, 993 
superposition rule, 995 
surface resistance, 1004 
symmetry rule, 996 
three-surface enclosures, 1009 
triangular furnace, 1011-1012 
tubular solar collector, 1012-1015 
two-surface enclosures, 1007-1008 
view factor. See View factor 

Radiation heat transfer coefficient, 744 

Radiation incident on small surface, 964—965 

Radiation intensity, 959—965 

Radiation network approach, 1006 

Radiation resistance, 789 

Radiation shields, 1015-1019 

Radiative properties, 065-974 

Radio wave, 952 

Radiosity, 963, 1003 

Raise/acceberate a body, 137-138 

Raithby, G. D., 927 

Rankine (R), 43 

Rankine cycle 
boiler pressure, 385-388 
condenser pressure, 384—385 
ideal, 378, 379—381 
reheat, 388-391 
supercritical, 386 
superheating the steam, 385 
temperature, 386—388 
vapor power cycles, 377—381 

Rankine scale, 43—45 

Rankine, William, 4, 32, 43 

Rarefied gas flow theory, 29 

Rate of heat transfer, 123 

Rayleigh, Lord, 468 

Rayleigh number 
enclosure, 924 
natural convection, 912 

Real-gas mixtures, 423—424 

Reciprocating engine, 357-358 

Reciprocity relation, 988, 990, 993 

Reciprocity rule, 993 

Rectangular enclosures, 925-926 

Recuperator, 374 

Red hot, 956 

Reduced pressure, 95 

Reduced temperature, 95 

Reducing elbow, 576 

Reference state, 89 

Reflective insulation, 1123, 1174 

Reflectivity, 970-972 

Reformulated gasoline (RFG), 38 

Refractive index, 950 

Refrigerant, 235, 391 

Refrigerant - 134a 
cooling of, by water, 186-187 
expansion of, in refrigerator, 183-184 
liquid, 72-73 
P-h diagram, 1104, 1155 


Refrigerant—Conr. 
saturated, 1100, 1101, 1106, 151, 
1132, 1157 
superheated, 1102-1103, 1153-1154 
Refrigerant Freon-12, 952 
Refrigeration eycles, 391—402, See also Heat 
pump; Refrigerator 
actual vapor-compression cycle, 398—HX) 
heat pump systems, 400—402 
ideal vapor-compression cycle, 394-397 
reversed Carnot cycle, 303-394 
Refrigerator, 235-236, 391-392 
Carnot, 256-259 
cooling capacity, 392 
СОР, 236, 238 
heat rejection, 238-239 
household, 305 
how it works, 235-236 
objective, 392 
Regenerative heat exchanger, 1034-1035 
Regenerator, 374 
Reheat, 388 
Relative density, 28 
Relative humidity, 428, 434, 438 
Relative pressure, 301 
Relative roughness, 625, 626 
Relative specific volume, 301 
Relative velocity, 565 
Reradiating surface, 1004 
Restoring moment, 500, 501 
Reversed Carnot cycle, 249, 393-394 
Reversible adiabatic compression, 248 
Reversible adiabatic expansion, 248 
Reversible isothermal compression, 248 
Reversible isothermal expansion, 248 
Reversible isothermal heat transfer, 355 
Reversible process, 243—247 
Reversible steady-flow work, 304—308 
Reversible turbine, 308 
Reversing elbow, 578 
Reynolds number, 607—609, 858 
Reynolds, Osborn, 468, 607 
Reynolds stress, 62] 
Reynolds transport theorem (RTT). 562-567 
RFG. 38 
Rhenium, 1119, 1169 
Rhodium, 1119, 1169 
Rigid-body motion of fluids, 502-509 
Rio summit, 40-41 
Rise of ocean (hurricane), 538-540 
Rohsenow, W. M., 919, 920 
Roizen, L. L, 885 
Rolling moment, 665 
Roof insulation, 1123, 1174 
Roofing materials, 1122, 1173 
Rotating cylinder, 506—509 
Rotational kinetic energy, 33, 34 
Rotational stability, 500-501 
Rounding, 18 
Rouse, M. W., 884 
КТТ, 562-567 
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S Saa. 320-321 
Sabersky, D. H., 884 
Satellite system, 583—584 
Saturated air, 429 
Saturated ammonia, E107, 1158 
Saturated ice-water vapor, 1097, 1148 
Saturated liquid, 70, 82 
Saturated liquid line, 75 
Saturated liquid-vapor mixture, 70, 83-86 
Saturated liquid-vapor mixture region, 75 
Saturated propane, 1108, 1159 
Saturated refrigerant 134a 
pressure table, 1101 1152 
properties, 1106, 1157 
temperature table, 1 100. 1151 
Saturated vapor, 70, 82-83 
Saturated vapor line, 75 
Saturated water 
pressure table, 1090-1091, 1141-1142 
properties, 1105, 115% 
lemperature table, 1088-1089, 1140-1141 
Saturation line, 435 
Saturation pressure (P,,.), 71, 469 
Saturation temperature (T,,.), 71, 469 
Savery, Thomas, 4 
Scattering, 975 
Schedule 4() steel pipes, 627 
Second law of thermodynamics, 223-272 
Camot cycle, 247-249 
Carnot principle, 249—25() 
Carnot refrigerator/heat pump, 256—259 
Clausius statement, 240-24] 
efficiency, See Efficiency 
energy conversion efficiencies, 231-235 
heat engines, 225-230 
heal pump. See Heat pump 
Kelvin-Planck statement, 231, 240-24] 
perpetual-motion machines, 241—243 
refrigerator. 5ee Refngerator 
reversible/irreversible processes, 243-247 
statement of law, 231, 240-241 
thermal energy reservoirs, 225 
thermodynamic temperature scale, 
250-252 
uses, 224—275 
Second moment of area, 488 
second Petukhow equation, 884 
Secondary dimensions. 7 
Second-law efficiency, 2445 
Semi-infinite solids, 828—831 
Sensible energy. 34 
Separated region, 67 I 
agen. See Entropy generation (Sgen) 
Shaft work, 134, 521 
Shape factor, 986 
Shear force, 471 
Shear stress, 6, 471, 472 
Shear thickening fluids, 472 
Shear thinning fluids, 472 


Copyrighted Material 





INDEX 


Shell-and-tube heat exchanger, 1034 
Ships, 500-502 
Shower, 184—185 
Shower, flushing toilet, effect, 645—647 
5] engines, 358—363 
SI unit prefixes, 8 
SI units, 7-10 
Sieder, E. N., 881 
SI-English unit conversion, 721-722 
Significant digits, 17-19 
Silicon, 1119, 1169 
Silicon carbide, 1120, 1171 
Silicon dioxide, 1120, 1171 
Silicon nitride, 1120, 1171 
Silver, 1119, 1169 
Simple compressible system, 30 
Simple ideal Brayton cycle, 371-372 
Simple ideal Rankine cycle, 378, 379-38 | 
Simple idealized model, 352 
Simultaneous heat transfer mechanisms, 
720-727 
Single-pane window, 749—750 
Single-stream systems, 341, 575 
Sink, 225 
Siphon, 536—537 
Skin cancer, 952 
Skin fraction drag, 668 
Slapping, 172-173 
Sleicher, C. A., 884 
Sling psychometer, 434 
Smog, 38 
Smoothness, 972 
SO. emissions, 39 
Sodium, E110, 116] 
Sodium-potassium, 1110, 1161 
Solar absorptivity, 977 
Solar constant, 974 
Solar energy 
defined, 974 
heating of plate, 730—731 
heating water in tube, 930—932 
Solar heating of plate, 730-731 
Solar radiation, 974-978 
Solar radiative properties of materials, 1127 
Solid angle, 960-96 | 
Solid metals, 1117-1119, 1168-1170 
Solid nonmetals, 1120, 1171 
Solids 
crystalline, 718 
enthalpy, 110 
entropy, 293—296 
internal energy. 110 
molecular structure, 68—69 
properties, 1087, 1139 
semi-infinite, 828 
thermal conductivity, 718 
Solutions, 419 
Source, 225 
Space radiator, 1035 
Space resistance, 1005 
Span, 689 
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Spark-ignition (5I) engines, 358-363 
Sparrow, E. M., 922 
Specific gravity. 28, 408-499 
Specific heat at constant pressure (Cph 
103, 104 
Specific heat at constant volume (C), 
103, 104 
Specific heat ratio, 107—108, 361 
Specific heats 
average, 106-107 
ideal gas, 105. 107—108, 1083-1085, 
1135-1137 
solids/liquids, 109-111 
Specific humidity, 428, 434 
Specific properties, 28 
Specific volume, 28 
Specific weight, 9 
Spectral blackbody emissive power, 954 
Spectral directional absorptivity, 971 
Spectral directional emissivity, 966 
Spectral directional reflectivity, 971 
Spectral emissive power, 964 
Spectral hemispherical absorptivity, 971 
Spectral hemispherical emissivity, 966-967 
Spectral hemispherical reflectivity, 971 
Spectral hemispherical transmissivity, 971 
Spectral intensity, 963—064 
Specular (mirrorlike) reflection, 971 
Specular view factor, 986 
Speed skiers, 676 
Spin energy, 34 
Spinning, 695-697, 698-699 
Spoilers, 689 
Spray pond, 448 
Spraying of deodorant, 562 
Spraying water into air, 534—535 
Spring work, 135 
Sprinkler system, 592—594 
sr, 980 
Stability, 500—502 
Stable, 500, 501 
Stagnation point, 530 
Stagnation pressure, 529 
Stagnation streamline, 530 
Stainless steels, 1118, 1169 
Stall, 671, 694 
Standard atmosphere (atm), 46, 55 
Starting vortex, 690 
State, 29 
State postulate, 30 
Static energy, 34 
Static pressure, 529 
Static pressure tap, 529 
Statics, 6 
Static-Lype regenerative heat exchanger, 1034 
Stationary systems, 33, 160 
Statistical thermodynamics, 5 
Steady flow, 465 
Steady heat conduction, 741—808 
conduction resistance, 743, 761 
conduction shape factor, 784—786 
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Steady heal conduction—Cant. 
critical radius of insulation, 767—769 
cylinders/spheres, 760-767 
finned surfaces, 770—783. See also Finned 
surface 
generalized thermal resistance networks, 
757-759 
heat loss. See Heat loss 
heat transfer (common configurations), 
781-789 
multilayer plane walls, 747—748 
multilayered cylinders/spheres, 762-763 
plane walls, 742-751 
thermal contact resistance, 752-756 
thermal resistance network, 745—747 
thermal resistance relations, 743-744, 789 
Steady incompressible flow, 142 
Steady linear momentum equation, 575 
Steady-flow Carnot engine, 355 
Steady-flow conditions, 466 
Steady-flow devices, 31, 465 
Sieady-flow energy equation, 541—542 
Steady-flow engineering devices, 176—189 
heat exchangers, 185-187 
mixing chambers, 184—185 
nozzles/diffusers, 176-179 
pipe and duct flow, 188-189 
throttling valves, 182-184 
turbines/compressors, 180-182 
Steady-flow process, 31—32, 142 
Steady-flow systems 
energy analysis, 541—549 
energy balance, 173-176 
Steak, refrigerating, 838 
Steam, 351 
Steam generator, 378 
Steam pipes, 782-783 
Steam point, 43 
Steam power cycle, 383-384 
Steam power plants, 226-227, 352 
Steam tables, 89-9] 
Steam turbine, 31 3-314 
Steep drop, 534 
Steep jump, 534 
Stefan, Joseph, 933 
Stefan-Boltzmann constant, 724, 928, 933 
Stefan-Boltzmann law, 724, 953 
Steradian (sr), 960 
Stoke, 472 
Stokes, George Gabriel, 468, 673 
Stokes law, 673 
Strain-gage pressure transducers, 55 
Streamlined bodies, 663 
Streamlining, 669-670) 
Streamwise acceleration, 525 
Stress, 6, 46 
Stretching liquid film, 137 
Stroke, 357, 358 
Subcooled liquid, 69 
Sublimation, 78 
Submerged curved surfaces, 492—496 
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Submerged plane surfaces, 486-492 
Submerged rectangular plane, 489-49 | 
Sudden expansion, 636 
Sulfur, 1120, 171 
Sulfur dioxide (SO), 39 
Summation rule, 993 
Sun, 974 
Supercritical Rankine cycle, 3586 
Superheated refrigerant - 134a, 1102-1103, 
1153-1154 
Superheated vapor, 70, 87 
Superheated vapor region, 75 
Superheated water, 1092-1095, 1143-1146 
Superheating the steam, 385 
Superposition, 678 
Superposition rule, 995 
Surface energy, 475 
Surface forces, 502, 503, 569 
Surface resistance, 1004 
Surface roughness, 686—687 
Surface tension, 137, 475-477 
Surface tension work, 137 
Surfactants, 477 
Surroundings, 26 
Sutherland correlation, 473 
Swamee-Jain relations, 627 
Swamp coolers, 443-45 
Sweat, 437 
Swimmers, 676 
Symmetry rule, 996 
System, 26, 562 
System approach, 562 
System (demand) curve, 641 
System-to-control volume, 565 
T 
Т,, 71,469 
T ds equation, 292 
T ds relations, 291-293 
T-s diagram, 286—288, 354 
T-s diagram for water, 1098, 1149 
Г-у diagram, 74-75 
Tantalum, 1119, 1170 
Tate, G. E., 881 
Taylor, Sir Geoffrey I., 468 
ТОС, 357 
Teardrop, 677 
Temperature 
absolute, 252 
adiabatic saturation, 432, 434 
average, 869—870 
constant surface, 874—876, 879 
critical, 74 
dew-point, 430—431 
effective sky, 976 
effective surface, 974 
mean, 860—870 
measuring. See Temperature scales 
Rankine cycle, 386-388 
reduced, 95 


Temperature—Cont, 
saturation (7...) 71. 469 
triple-point, 78, 79 
wet-bulb, 433—434 
zeroth law of thermodynamics, 43—46 
Temperature gradient, 715 
Temperature scales, 45-46, 250-252 
Temperature-entropy diagram, 286-287 
Tennis ball, 698-699 
Terminal velocity, 667 
Tetragon, 997 
Thermal boundary layer, 857—858 
Thermal conductivity, 716—719, 720-721 
Thermal contact conductance, 753-755 
Thermal contact resistance, 752—756 
Thermal diffusivity, 719-720 
Thermal efficiency, 227-228, 352 
Thermal energy, 35, 520 
Thermal energy reservoir, 225 
Thermal entrance region, 870 
Thermal entry length, 870 
Thermal equilibrium, 29, 42 
Thermal grease, 754 
Thermal pollution, 225 
Thermal radiation, 951, 952. See also 
Radiation 
Thermal resistance network, 745—747 
Thermal resistance relations, 743-744, 789 
Thermal-fluid sciences, 2—3 
Thermally developing flow, 870 
Thermally fully developed region, 870, 871 
Thermocouple, 814—815 
Thermodynamic cycles, 351. See also Power 
cycles; Refrigeration cycles 
Thermodynamic probability, 288 
Thermodynamic system, 26 
Thermodynamic temperature scale, 43, 
250-252 
Thermodynamics, 4—5, 23-160 
classical, 5 
closed/open systems, 26-27 
conservation of mass principle, 141 
cycle, 31 
energy. See Energy 
entropy, 273—349. See also Entropy 
first law, 157—221. See also First law of 
thermodynamics 
gas mixtures, See Gas mixtures 
laws, 43, 290. See also First law of 
thermodynamics; Second law of 
thermodynamics 
power cycles, 351-391. See also 
Power cycles 
pressure, 46-51. See alse Pressure 
processes, 30-31 
properties of a system, 27-29 
pure substances. See Pure substances 
refrigeration cycles, 391—402 
second law, 2231-272. See also Second 
law of thermodynamics 
state and equilibrium, 29-30 
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Thermodynamics— Cont. 
state postulate, 30 
statistical, 5 
steady-flow process, 31—32 
temperature scales, 43—46 
third law, 290 
work. dee Work 
zeroth law, 43 
Thickness, 754—755 
Third law of thermodynamics, 20) 
Thompson, Benjamin, 124 
Thorium, 1119, 1170 
Thorium dioxide, 1120, 1171 
Three-dimensional flow, 466, 663 
Three-surface enclosures, 1009 
Throttling process, 325-326 
Throttling valves, 182-184 
Tilted rectangular plate, 490—409] 
Time constant, 811 
Time of death, 815-816 
Tin, 1119, 1170 
Tip vortex, 693 
Titanium, 1119, 1170 
Ton of refrigeration, 392 
Top dead center (TDC), 357 
Toricelli equation, 536 
Torr, 55 
Torricelli, Evangelista, 55 
Total directional emissivity, 966 
Total energy, 32 
Total entropy, 276 
Total head, 532 
Total hemispherical emissivity, 967 
Total pressure, 529 
Total solar irradiance, 974 
Total thermal resistance, 1036 
Total work done, 127 
Totally reversible process, 246—247 
Trailing edge flaps, 691 
Trailing vortices, 693 
Transient, 465 
Transtent heat conduction, 809-852 
Biot number, 812 
Founer number, 817 
large plane walls, 816—828 
long cylinders, 816—828 
lumped systems analysis, 810-816 
multidimensional systems, 831—838 
product solution, 831-834 
semi-infinite solids, 828-831 
spheres with spatial effects, 816—828 
transient temperature charts, 818-823 
Transient temperature charts, 818—823 
Transistor 
contact dissipation, 780 
heat sink, 781—782 
Translational energy, 33 
Transmissivity, 970-97 | 
Transport energy, 145 
Tree, 676 
Triangular duct, 997-998 
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Trangular fumace, 1011-1013 
Triple line, 78 
Triple point. 78 
Triple point of water, 252 
Triple-point temperatures, 78, 79 
Tropical fish, 675 
Tube, 606 
Tube-and-shell heat exchanger, 185 
Tubular solar collector, 1012-1015 
Tungsten, 1119, 1170 
Turhine 
efficiency, 521—522 
Euler's formula, 59) 
hydraulic generator, 522-523 
wind, 579-583 
Turbine efficiency, 521-522 
Turbulence models, 621 
Turbulent flow, 465, 607 
Turbulent flow in pipes, 619-631 
Colebrook equation, 625-626 
fluid flow problems, 627—628 
law of the wall, 623 
logarithmic law, 623 
Moody chart, 625-627, 1128 
Swamee-Jain relations, 627 
turbulent shear stress, 620-622 
turbulent velocity profile, 622-625 
Turbulent Mow in tubes, 883-889 
Turbulent shear stress, 620-622 
Turbulent stress, 621 
Turbulent velocity profile, 622-625 
Turbulent viscosity, 621 
Two-dimensional, 467 
Two-dimensional flow, 663 
Two-point scales, 43 
Two-shell-pass and four-tube-passes heat 
exchanger, 1034 
Two-stroke engines, 358—359 
Two-stroke reciprocating engine, 359 
Two-surface enclosures, 1007-1008 


U 
Ultraviolet radiation, 952 
Unforced (natural) flow, 465 
Uniform, 467 
Uniform heat flux, 860—861 
Uniform-flow approximation, 566 
Uniform-flow process, 190 
Unit consistency checking, 178, 1184-1185 
Unit inconsistencies, 10-11 
Unit outer normal, 464 
United States Customary System 
(USCS), 7 
Units of measurement 
atmospheric pressure, 55 
defined, 7 
dynamic viscosity, 471 
energy, 10 
English system, 7—9 
force, 9 
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Units of measurement—Cont. 
formula, and, 11 
inconsistencies, 10—11 
kinematic viscosity, 472 
metric system, 8 
pressure, 46 
refrigeration, 382 
SI units, 7-10 
SI-English unit conversion, 721—722 
solid angle, 960 
viscosity, 471, 472 
work, 10 

Universal gas constant, 92 

Universal velocity profile, 624 

Unrestrained expansion of gas, 245 

Unrestrained expansion of water, 165—167 

Unstable, 500, 501 

Unsteady flow, 465 

Unsteady-flow processes, 189—195 

Uranium, 1119, 1170 

USCS, 7 


ү 


Vacuum cooling, 73 
Vacuum freezing, 74 
Vacuum pressures, 46 
Valve, 637 
Valve replacement (turbine), 295-296 
van der Waals equation of state, 98-99 
Van Dyke, Milton, 466 
Vanadium, 1119, 1170 
Vapor. See also Gas 
compressing, 306 
defined, 91 
saturated, 7(), 82—83 
superheated, 70), 37 
Vapor cycle, 351 
Vapor power cycles, 377—384 
Vapor pressure, 427, 469 
Vapor-compression refrigeration cycle, 235, 
394—400 
Vector equation, 572 
Vehicles, 676-678, See alse Motor vehicles 
Velocity boundary layer, 609, 680 
Velocity defect, 624 
Velocity defect law, 624 
Velocity gradient, 471 
Velocity head, 532 
Velocity measurement (pitot tube), 537-538 
Velocity profile, 467, 47], 622—625 
Vertical cylinders, 913 
Vertical piston-cylinder device, 56-57 
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Vertical plates, 913 
Vertical printed circuit boards, 921-922 
Vertical rectangular enclosures, 926 
Vertical rectangular plate, 490, 49] 
Vertical stability, 500 
Vibrational kinetic energy, 33 
View factor, 986-993 
concentric spheres, 094 
crossed-strings method, 998— HOO 
differential, 987 
geometries of finite size, 989 
graphical representations, 991-993 
infinitely long geometries, S] 
terminology, 986 
tetragon, 997 
triangular duct, 907—998 
Virial coefficients, 100 
Virial equation of state, 100 
Viscometer, 473 
Viscosity, 470—475 
apparent, 472 
dynamic, 471—474 
eddy, 621 
fluid, 472, 474—475 
gas, 472-473 
kinematic, 472 
kinetic eddy, 621 
liquid, 473 
turbulent, 621 
what it measures, 472 


Viscous flow, 464 


Viscous length, 623 

Viscous sublaver, 622 

Visible spectrum, 952 

Volume expansion coefficient, 907-908 
Volume flow rate, 140 


Volume fraction, 422 


Volumetric flow rate, 19 


von Karman, Theodore, 468 


Vortex, 672 
Vortex shedding. 672 


W 


Wake, 525, 671 
Wall, 324—325, 748—749, 788—789 
Wasting energy, 255 
Water discharge from large tank, 535-536 
Water hammer, 465 
Water heater, 231 
Water jet striking stationary plate, 579 
Water pipe 

burial depth, 830-831 
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Water pipe—Cont, 
head loss, 628—629 
moment, base, 590—597 
Water pumping, 549 
Water vapor, 429—430 
Water-to-water heat exchanger, 1066 
Weight, 9 
Wet cooling tower, 447—449 
Wet region, 75 
Wet-hulb temperature, 433—434 
Wetting angle, 478 
White hot, 956 
Wien's displacement law, 955 
Wind turbine, 570—583 
Window, 749—751 
Wing loading, 689 
Wingspan, 689 
Work 
boundary, 128—134 
compressor, 308-312 
electrical, 127, 139 
electrical polarization, 139 
energy transfer, 124—127, 160-161 
entropy, 321 
flow, 145 
form of energy, as, 255 
formula, 125 
magnetic, 139 
mechanical forms, 127-138 
nonmechanical forms, 138-139 
raise/accelerate a body, 137-138 
reversible steady-flow devices, 304—308 
shaft, 134 
spring, 135-136 
total, 126 
Working fluid, 226 
WR -21 gas turbines, 369 


Y 


Yawing moment, 665 
Young, Thomas, 32 


Z 


Zero emission vehicles, 41 

Zero-pressure specific heats, 105 

Zeroth law of thermodynamics, 43 

Zeroth-order Bessel function of first 
kind, 818 

Zinc, 1119, 1170 

Zing. P. T. L., 922 

Zirconium, 1119, 1170 
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7I find Cengel/Turner is the one book which covers almost 
all the aspects of thermolluid and heat transfer with a eam- 
prehensive description of all pliysical phenomena and con- 
cise mathematical equations. The line diagrams, (izures and. 
iis examples provide even more insight.” 

Subrat Das, Swinburne University of Technolgy 


“The problems are great. | especially like the concept ques- 
tions, T find thar students are good at mechanically working 
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they are doing. The concept questions... are quite an effec- 
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understand; 

J. Iwan D, Alexander, Gave Western Reserve University 


"Great problems... 
there.” 
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"I particularly like the physically based approach, the attention 
tà "extra" details (such as the discussion of proper problem 
sobving techniques), the use of CPD pictures, and the unique 
organization (especially linking Bernoulll’s equation with the 
energy equation)" 
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